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(Alt. to Thomas J. LeMay) 

Rep. Independent Electrical Contractors, Inc. 

Jerry M. Ferraro, Northeast Utilities, CT [UT] 

(Voting Alt to ELPG/EEI rep.) 

Rep. Electric Light & Power Group/EEI 
L. Keith Lofland, International Association of Electrical 
Inspectors (IAEI), TX [E] 

(Alt. to David G. Humphrey) 

Kenneth L. McKinney, Jr., UL LLC, NC [RT] 

(Alt. to Robert D. Osborne) 

Paul W. Myers, PCS Nitrogen, OH [U] 

(Alt. to Sukanta Sengupta) 

Rep. Institute of Electrical & Electronics Engineers, Inc. 
Ronnie H. Ridgeway, Siemens Industry, Inc., TX [M] 

(Alt. to Bradford D. Rupp) 

Rep. National Electrical Manufacturers Association 
Rhett A. Roe, IBEW Local Union 26 JATC, MD [L] 

(Alt. to Rodney D. Belisle) 

Rep. International Brotherhood of Electrical Workers 
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CODE-MAKING PANEL NO. 10 
Article 240 


Julián R. Burns, Chair 
Quality Power Solutions, Inc., NC [IM] 
Rep. Independent Electrical Contractors, Inc. 


Dennis M. Darling, Stantec, Cañada [U] 

Rep. Institute of Electrical & Electronics Engineers, Inc. 
James T. Dollard, Jr., IBEW Local Union 98, PA [L] 

Rep. International Brotherhood of Electrical Workers 
Cari Fredericks, The Dow Chemical Company, TX [U] 

Rep. American Chemistry Council 
Jeffrey H. Hidaka, UL LLC, IL [RT] 

Robert J. Kauer, Building Inspection Underwriters, Inc., PA 
[E] 


[M] 

Richard Sobel, Quantum Electric Corporation, NY [IM] 
Rep. National Electrical Contractors Association 
John F. Vartanian, National Grid, MA [UT] 

Rep. Electric Light & Power Group/EEI 

Alternates 

Scott A. Blizard, American Electrical Testing Company, 


Rep. InterNational Electrical Testing Association 
Suzanne M. Borek, New Jersey Department of Community 
Affairs, NJ [E] 

(Alt. to Robert J. Kauer) 

Rep. International Association of Electrical Inspectors 
Frank G. Ladonne, UL LLC, IL [RT] 

(Alt. to Jeffrey H. Hidaka) 

Kevin J. Lippert, Eaton Corporation, PA [M] 

(Alt. to Alan Manche) 

Rep. National Electrical Manufacturers Association 
Richard E. Lofton, II, IBEW Local Union 280, OR [L] 
(Alt. to James T. Dollard, Jr.) 

Rep. International Brotherhood of Electrical Workers 
Vincent J. Saporita, Cooper Bussmann, MO [M] 

(Alt. to (Mfcj. Ockuly) 

Roy K. S|^!s^^^Elanco Animal Health, IN [U] 
rrC'arl fSkkks) 

W American Cnf^Kry Council 
^A. Struble, ffecn^^^Llectric Service, Inc., SD [IM] 
Julián R. Burns™ 
pendent Electrical Contractors, Inc. 

Townsend, General Motors Corporation, MI [U] 
:o Dennis M. Darling) 

:e of Electrical & Electronics Engineers, Inc. 


Luis M. Bas, Intertek Testing & 

Terry D. Colé, Hamer Electa^^nc., WA | INÍ 
Rep. Independent ElectrSBContractors, lnc^_ 

James M. Fahey, IBEW LocüS^^on 103 /MBtJ 
Rep. International Brotherhooa^kglectrical^^rkers 
Robert G. Fahey, City of Janes vill^l 

Rep. International Association of EliMBrlnspectors 
Stanley J. Folz, Morse Electric Compan^Rv [IM] 

Rep. National Electrical Contractors Association 
Paul E. Guidry, Fluor Enterprises, Inc., TX [U] 

Rep. Associated Builders & Contractors 
James C. Missildine, Jr., Southern Company Services, Inc., 
AL [UT] 

Rep. Electric Light & Power Group/EEI 
Arthur S. Neubauer, Arseal Technologies, GA [U] 

Rep. American Petroleum Institute 
Charles L. Powell, Eastman Chemical Company, TN [U] 
Rep. American Chemistry Council 
Vincent J. Saporita, Cooper Bussmann, MO [M] 

Arthur J. Smith, III, Waldemar S. Nelson & Company, 
Inc., LA [U] 

Rep. Institute of Electrical & Electronics Engineers, Inc. 
Ron Widup, Shermco Industries, TX [IM] 

Rep. InterNational Electrical Testing Association 
James R. Wright, Siemens Industry, Inc., IL [M] 

Rep. National Electrical Manufacturers Association 

Alternates 


Terry W. Cromer, NC Association of Electrical Contractors, 
NC [IM] 

(Alt. to Terry D. Colé) 

Rep. Independent Electrical Contractors, Inc. 

Jeffrey A. Desjarlais, UL LLC, IL [RT] 

(Alt. to John M. Thompson) 

Travis Foster, LyondellBasell Industries, TX [U] 

(Alt. to Charles L. Powell) 

Rep. American Chemistry Council 
Eric Glaude, Chevron, TX [U] 

(Alt. to Arthur S. Neubauer) 

Rep. American Petroleum Institute 
Philip C. Hack, Constellation Energy Power Generation, 
MD [UT] 

(Alt. to James C. Missildine, Jr.) 

Rep. Electric Light & Power Group/EEI 
Rodney B. Jones, Clackamas County, Oregon, OR [E] 

(Alt. to Robert G. Fahey) 

Rep. International Association of Electrical Inspectors 
Ed Larsen, Schneider Electric USA, IA [M] 

(Alt. to James R. Wright) 

Rep. National Electrical Manufacturers Association 
Jebediah J. Novak, Cedar Rapids Electrical JATC, IA [L] 
(Alt. to James M. Fahey) 

Rep. International Brotherhood of Electrical Workers 
George J. Ockuly, Technical Marketing Consultants, MO 
[M] 

(Alt. to Vincent J. Saporita) 

Bobby A. Walton, Intertek, TX [RT] 

(Alt. to Luis M. Bas) 
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CODE-MAKING PANEL NO. 12 

Articles 610, 620, 625, 626, 630, 640, 645, 647, 650, 660, 665, 668, 669, 670, 685, and Annex D, Examples 
D9 and DIO 


Timothy M. Croushore, Chair 
FirstEnergy Technologies, PA [UT] 

Rep. Electric Light & Power Group/EEI 


Thomas R. Brown, Intertek Testing Services, NY [RT] 

Karl M. Cunningham, Alcoa, Inc., PA [M] 

Rep. The Aluminum Association, Inc. 

(VL to 610, 625, 630, 645, 660, 665, 668, 669, 685) 
Thomas L. Hedges, Hedges Electric & Construction, Inc., 

CA [IM] 

Rep. National Electrical Contractors Association 
Angelo G. Horiates, Navy Crane Center, VA [U] 

(VL to 610) 

Robert E. Johnson, ITE Safety, MA [U] 

Rep. Information Technology Industry Council 
(VL to 640, 645, 647, 685) 

Andy Juhasz, Kone, Inc., IL [M] 

Rep. National Elevator Industry Inc. 

(VL to 610, 620, 630) 

Stanley Kaufman, CableSafe, Inc./OFS, GA [M] 

Rep. Society of the Plastics Industry, Inc. 

(VL to 640, 645) 

John R. Kovacik, UL LLC, IL [RT] 

Todd Lottmann, Cooper Bussmann, MO [M] 

Rep. National Electrical Manufacturers Association 
Jeffrey S. Menig, General Motors Company, MI [U] 

Rep. Society of Automotive Engineers-Hybrid Committee^ 
Duke W. Schamel, Electrical Service Solutions, Inc., CA t 
[IM] 

Rep. Independent Electrical Contractors, Inc. 

Arthur E. Schlueter, Jr., A. E. Schlueter Pipe Organ 
Company, GA [M] 

Rep. American Institute of Organ Buildera 
(VL to 640, 650) 

Robert C. Turner, Inductotherm Corp< 

(VL to 610, 630, 665, 668, 669) 

Ryan Gregory Ward, IdleAire, Inc., TN 
Rep. Transportation Electrific 
(VL to 625, 626) 

Kenneth White, Olin CorAtion, NY [tj 
Rep. American Cherri^^ Council 


Timothy M. Andrea, SouthwirS 
(VL to 610, 625, 630, 645, 66(5 
(Alt. to Karl M. Cunningham) 

Rep. The Aluminum Association, Inc 
Joseph M. Bablo, UL LLC, IL [RT] 
(Alt. to John R. Kovacik) 


Jeffrey W. Blain, Schindler Elevator Corporation, NY [M] 
(VL to 610, 620, 630) 

(Alt. to Andy Juhasz) 

Rep. National Elevator Industry Inc. 

William A. Brunner, Main Electric Construction Inc., ND 
[IM] 

(Alt. to Thomas L. Hedges) 

Rep. National Electrical Contractors Association 
Philip Clark, City of Detroit, MI [E] 

(Alt. to IAEI Rep.) 

Rep. International Association of Electrical Inspectors 
Charles E. DjAfSG Electric, TX [IM] 

(Alt. toflpRW. Schamel) 

Rcp.^^Kcndcnt Electrical Contractors, Inc. 
Jeffrej4n™W£, IBEW Local Union 1 JATC, MO [L] 


ro Angelo G. Horiates) 

r Kissel, General Motors Corporation, MI [U] 
to Jeffrey S. Menig) 

D. Society of Automotive Engineers-Hybrid Committee 
Ronieczny, Intertek Testing Services, MA [RT] 

* Thomas R. Brown) 
h F. Prisco, IBM Corporation, MN [U] 

~ o 640, 645, 647, 685) 
to Robert E. Johnson) 

p. Information Technology Industry Council 
L Salazar, Southern California Edison Company, CA 

[UT] 

(Alt. to Timothy M. Croushore) 

Rep. Electric Light & Power Group/EEI 
Emad Tabatabaei, Inductotherm Corporation, NJ [M] 

(VL to 610, 630, 665, 668, 669) 

(Alt. to Robert C. Tumer) 

Lori L. Tennant, Square D Company/Schneider Electric, NC 


[M] 


(Alt. to Todd Lottmann) 

Rep. National Electrical Manufacturers Association 

Nonvoting 


CODE-MAKING PANEL NO. 13 

Articles 445, 455, 480, 695, 700, 701, 702, 708, Annex F, and Annex G 


Donald P. Bliss, Chair 
NI2 Center for Infrastructure Expertise, NH [U] 


Martin D. Adams, Adams Electric, Inc., CO [IM] 

Rep. National Electrical Contractors Association 
James L. Brown, Detroit Edison, DTE Energy, MI [UT] 
Rep. Electric Light & Power Group/EEI 
Daniel J. Carón, Bard, Rao + Athanas Consulting 
Engineers, LLC, MA [SE] 


Walter F. Constantine, Draka Cableteq USA, MA [M] 

Rep. Copper Development Association Inc. 

Richard D. Currin, Jr., North Carolina State University, NC 

[U] 

Rep. American Society of Agricultural & Biological 
Engineers 
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Neil A. Czarnecki, Reliance Controls Corporation, WI [M] 
Rep. National Electrical Manufacturen Association 
Herbert H. Daugherty, Electric Generating Systems 
Association, EL [M] 

James E. Degnan, Sparling, WA [U] 

Rep. American Society for Healthcare Engineering 
Ronald A. Keenan, M. C. Dean, Inc., VA [IM] 

Rep. Independent Electrical Contractors, Inc. 

Linda J. Little, IBEW Local 1 Electricians JATC, MO [L] 
Rep. International Brotherhood of Electrical Workers 
Mark C. Ode, UL LLC, AZ [RT] 

Shawn Paulsen, CSA International, Cañada [RT] 

Amoldo L. Rodríguez, LyondelIBasell Industries, TX [U] 
Rep. American Chemistry Council 
Miehael L. Savage, Sr., Middle Department Inspection 
Agency, Inc., MD [E] 

Mario C. Spina, Verizon Wireless, OH [U] 

Rep. Institute of Electrical & Electronics Engineers, Inc. 
David Tobias, Jr., Intertek Testing Services, OH [RT] 

Alternates 

Lawrence S. Ayer, Biz Com Electric, Inc., OH [IM] 

(Alt. to Ronald A. Keenan) 

Rep. Independent Electrical Contractors, Inc. 

Barry S. Bauman, Alliant Energy, WI [U] 

(Alt. to Richard D. Currin, Jr.) 

Rep. American Society of Agricultural & Biological 
Engineers 


CODE-MAKING PAN] 
Articles 500, 501, 502, 503, 504, 505, 506, 5 


Chad E. Beebe, ASHE - AHA, WA [U] 

(Alt. to James E. Degnan) 

James S. Conrad, RSCC Wire & Cable, CT [M] 

(Alt. to Walter F. Constantine) 

Rep. Copper Development Association Inc. 

Alfonso J. Dazio, Consolidated Edison Company of New 
York, NY [UT] 

(Alt. to James L. Brown) 

Rep. Electric Light & Power Group/EEI 
James T. Dollard, Jr., IBEW Local Union 98, PA [L] 

(Alt. to Linda J. Little) 

Rep. International Brotherhood of Electrical Workers 
Lawrence W. Forshner, Bard, Rao + Athanas Consulting 
Engineers LLC, MA [SE] 

(Alt. to Daniel J. Carón) 

Chad Kennedy, Square D Company/Schneider Electric, SC 
[M] 

(Alt. to Neil A. Czarnecki) 

Rep. National Electrical Manufacturers Association 
John R. Kovacik, UL LLC, IL [RT] 

r, lVIai-V r 

Peter M lartment of Public Safety, VT 



Harold G. Alexander, American Electric Poi 
OH [UT] 

Rep. Electric Light & Power Group/EEI 
Marc J. Bernsen, National Electrical Contráete 
Association, OR [IM] 

Rep. National Electrical Coi 
Edward M. Briesch, UL LIJÉK [RT] 

Jonathan L. Cadd, Internati^ffil Association ol 
Inspectors, TX [E] 

Rep. International Associatio^®glectrical 
William T. Fiske, Intertek Testing 
Mark Goodman, Hydrogen Energy LC, CA [U] 

Rep. American Petroleum Institute 
Joseph H. Kuczka, Killark Electric Manufacuiring 
Company, MO [M] 

Rep. National Electrical Manufacturers Association 
William G. Lawrence, Jr., FM Global, MA [I] 

L. Evans Massey, Baldor Electric Company, SC [M] 

Rep. Instrumentation, Systems, & Automation Society 
William E. McBride, Northern Electric Company, AK [U] 
Rep. Institute of Electrical & Electronics Engineers, Inc. 
Jeremy Neagle, U.S. Bureau of Alcohol, Tobacco, Firearms 
& Explosives, MD [U] 

John L. Simmons, Florida East Coast JATC, FL [L] 

Rep. International Brotherhood of Electrical Workers 
David B. Wechsler, The Dow Chemical Company, TX [U] 
Rep. American Chemistry Council 
Mark C. Wirfs, R & W Engineering, Inc., OR [U] 

Rep. Grain Elevator and Processing Society 

Alternates 


Steven J . Blais, EGS Electrical Group, IL [M] 

(Alt. to Joseph H. Kuczka) 

Rep. National Electrical Manufacturers Association 
Mark W. Bonk, Cargill Incorporated, MN [U] 

(Alt. to Mark C. Wirfs) 

Rep. Grain Elevator and Processing Society 
Dave Burns, Shell P&T: Innovation /R&D, TX [U] 

(Alt. to Mark Goodman) 

Rep. American Petroleum Institute 
Larry W. Burns, Bums Electric, Inc., TX [IM] 

(Alt. to Robert A. Jones) 

Rep. Independent Electrical Contractors, Inc. 

Thomas E. Dunne, Long Island Joint Apprenticeship 
& Training Committee, NY [L] 

(Alt. to John L. Simmons) 

Rep. International Brotherhood of Electrical Workers 
Richard A. Holub, The DuPont Company, Inc., DE [U] 
(Voting Alt. to ACC Rep.) 

Rep. American Chemistry Council 
Jack E. Jamison, Jr., Miller Engineering, Inc., WV [E] 
(Alt. to Jonathan L. Cadd) 

Rep. International Association of Electrical Inspectors 
Arkady Levi, Constellation Energy, MD [UT] 

(Alt. to Harold G. Alexander) 

Rep. Electric Light & Power Group/EEI 
Ryan Parks, Intertek, TX [RT] 

(Alt. to Willi a m T. Fiske) 

Eddie Ramirez, FM Global, MA [I] 

(Alt. to William G. Lawrence, Jr.) 

Ted H. Schnaare, Rosemount Incorporated, MN [M] 
(Alt. to L. Evans Massey) 

Rep. Instrumentation, Systems, & Automation Society 
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Nonvoting Fred K. Walker, U.S. Department of the Air Forcé, FL [U] 

Timothy J. Pope, Canadian Standards Association, Cañada Re P' TC on Airport Facilities 

[RT] 

Eduardo N. Solano, Estudio Ingeniero Solano S.A., 

Argentina [SE] 


CODE-MAKING PANEL NO. 15 
Articles 517, 518, 520, 522, 525, 530, 540 


James R. Duncan, Sparling Electrical Engineering 
& Technology Consulting, WA [U] 

Rep. Institute of Electrical & Electronics Engineers, Inc. 
Kenneth J. Gilbert, Florida Power & Light Company, FL 
[UT] 

Rep. Electric Light & Power Group/EEI 
Mitchell K. Hefter, Philips Controls, TX [IM] 

Rep. Illuminating Engineering Society of North America 
(VL to 518, 520, 525, 530, 540) 

Kim Jones, Funtastic Shows, OR [U] 

Rep. Outdoor Amusement Business Association, Inc. 

(VL to 525) 

Edwin S. Kramer, Radio City Music Hall, NY [L] 

Rep. International Alliance of Theatrical Stage Employees 
(VL to 518, 520, 525, 530, 540) 

Gary J. Krupa, U.S. Department of Veterans Affairs, NE 

[U] 

Stephen M. Lipster, The Electrical Trades Center, OH [L] M 
Rep. International Brotherhood of Electrical Workers 
Hugh O. Nash, Jr., Nash-Consult, TN [SE] 

Rep. TC on Electrical Systems 
Kevin T. Porter, Encoré Wire Corporation, Tjjj 
Rep. The Aluminum Association, Inc. 

Marcus R. Sampson, Minnesota Departí^ 

& Industry, MN [E] 

Rep. International Association of ElectS| 

James C. Seabury III, Enterpris^E' 

Rep. Independent Electrica^^PI 
Bruce D. Shelly, Shelly Etegfíé Compal®B 
Rep. National Electric^contractors 
Michael D. Skinner, Cl^fcudio Center, C^M] 

Rep. Alliance of Motion^^mre and Tele^Bbn Producers 
(VL to 518, 520, 525, 530^^ M 
Donald J. Talka, UL LLC, 

Kenneth E. Vannice, Levitón Mant^B^png Company Inc., 
OR [M] 

Rep. U.S. Institute for Theatre Technology 
(VL to 518, 520, 525, 530, 540) 

Michael Velvikis, High Voltage Maintenance Corporation, 
WI [IM] 


Rep. InterNational Electrical Testing Association 
James L. Wiseman Square D Company/Schneider Electric, 
TN [M] 

Rep. National Electrical Manufacturera Association 


anal Brotherhood of Electrical Workers 
W. Bcebe! ASIII: - AHA, WA [U] 
o Dougla^^kErickson) 

!S L. Brown, Da^^Edison, DTE Energy, MI [UT] 
o Kenneth J. t 

Electric Light & Power Group/EEI 
|Kn A. Colvin, Bright Future Electric, LLC, AL [IM] 
to James C. Seabury III) 
n. Independent Electrical Contractors, Inc. 

“k B. Dozier, IDesign Services, TN [U] 
ro James R. Duncan) 

r p. Institute of Electrical & Electronics Engineers, Inc. 
DuPriest, Orange County Public Schools, FL [E] 
o Marcus R. Sampson) 

Rep. International Association of Electrical Inspectora 
Samuel B. Friedman, General Cable Corporation, RI [M] 
o Brian E. Rock) 

Rep. National Electrical Manufacturera Association 
Steven R. Goodman, Alean Cable, PA [M] 

(Alt. to Kevin T. Porter) 

Rep. The Aluminum Association, Inc. 

Don W. Jhonson, Interior Electric, Inc., FL [IM] 

(Alt. to Bruce D. Shelly) 

Rep. National Electrical Contractors Association 
Jay Y. Kogoma, Intertek Testing Services, CA [RT] 

(Alt. to Lawrence E. Todd) 

Joseph P. Murnane, Jr., UL LLC, NY [RT] 

(Alt. to Donald J. Talka) 

Steven R. Terry, Electronic Theatre Controls Inc., NY [M] 
(VL to 518, 520, 525, 530, 540) 

(Alt. to Kenneth E. Vannice) 

Rep. U.S. Institute for Theatre Technology 


CODE-MAKING PANEL NO. 16 
Articles 770, 800, 810, 820, 830, 840 


Thomas E. Moore, Chair 
City of Beachwood, OH [E] 

Rep. International Association of Electrical Inspectora 


Donna Ballast, dbi, TX [M] 

Rep. Telecommunications Industry Association 
George Bish, Secure Watch Security, NC [IM] 
Rep. Satellite Broadcasting & Communications 


Association 

J. Robert Boyer, UTC/Edwards Company, NJ [M] 
Rep. National Electrical Manufacturera Association 
James E. Brunssen, Telcordia, NJ [U] 
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Rep. Alliance for Telecommunications Industry Solutions 
Roland E. Deike, Jr., CenterPoint Energy, Inc., TX [UT] 
Rep. Electric Light & Power Group/EEI 
Gerald Lee Dorna, Belden Wire & Cable Co., IN [M] 

Rep. Insulated Cable Engineers Association Inc 
Randolph J. Ivans, UL LLC, NY [RT] 

Robert W. Jensen, dbi-Telecommunication Infrastructure 
Design, TX [M] 

Rep. Building Industry Consulting Services International 
Steven C. Johnson, Johnson Telecom, LLC, CA [UT] 

Rep. National Cable & Telecommunications Association 
William J. McCoy, Telco Sales, Inc., TX [U] 

Rep. Institute of Electrical & Electronics Engineers, Inc. 
Michael F. Murphy, Intertek Testing Services, MA [RT] 
Harold C. Ohde, IBEW-NECA Technical Institute, IL [L] 
Rep. International Brotherhood of Electrical Workers 
W. Douglas Pirkle, Pirkle Electric Company, Inc., GA [IM] 
Rep. National Electrical Contractors Association 
Luigi G. Prezioso, M. C. Dean, Inc., VA [IM] 

Rep. Independent Electrical Contractors, Inc. 

Alternates 

Trevor N. Bowmer, Telcordia Technologies, NJ [U] 

(Alt. to James E. Brunssen) 

Rep. Alliance for Telecommunications Industry Solutions 
Larry Chan, City of New Orleans, LA [E] 

(Voting Alt. to IAEI Rep.) 


Rep. International Association of Electrical Inspectors 
Terry C. Coleman, National Joint Apprentice & Training 
Committee, TN [L] 

(Alt. to Harold C. Ohde) 

Rep. International Brotherhood of Electrical Workers 
Timothy D. Cooke, Times Fiber Communications, Inc., VA 
[UT] 

(Alt. to Steven C. Johnson) 

Rep. National Cable & Telecommunications Association 
John A. Kacperski, Tele Design Services, CA [M] 

(Alt. to Robert W. Jensen) 

Rep. Building Industry Consulting Services International 
Stanley Kaufman, CableSafe, Inc./OFS, GA [M] 

(Alt. to Gerald Lee Doma) 

Rep. Insulated Cable Engineers Association Inc 
David M. Lettkeman, Dish NetWork Service, LLC, CO 
[IM] 

(Alt. to George Bish) 

Rep. Satellite Broadcasting & Communications 
Association 

Jack McNamara, Bosch Security Systems, NY [M] 
pPoyer) 

Rep. Rectrical Manufacturers Association 

David B leck, DBS Communications, Inc., OH 



n Institute 


Thomas V. Blewitt, UL LLC, NY [RT] 

Bruce R. Hirsch, Baltimore Gas & Electric 
[UT] 

Rep. Electric Light & Power 
Don W. Jhonson, Interior El^^cTlnc., FL 
Rep. National Electrical^Wtractors Associi 
Wayne E. Morris, Associatm^kCHome AppliaJ 
Manufacturers, DC [M] 

(VL to 422, 424) 

Jurgen Pannock, Whirlpool Corporü! 

Rep. Air-Conditioning, Heating, 

(VL to 422, 424) 

Marcos Ramírez, Hatfield-Reynolds Electric Company, AZ 
[IM] 

Rep. Independent Electrical Contractors, Inc. 

Brian E. Rock, Hubbell Incorporated, CT [M] 

Rep. National Electrical Manufacturers Association 
Chester L. Sandberg, Shell Exploration & Production Inc., 
CA [U] 

Rep. Institute of Electrical & Electronics Engineers, Inc. 
Ronald F. Schapp, Intertek Testing Services, OH [RT] 
Kenneth M. Shell, Tyco Thermal Controls, CA [M] 

Rep. Copper Development Association Inc. 

(VL to 426, 427) 

Ronald Sweigart, E.I. duPont de Nemours & Company, Inc., 
DE [U] 

Rep. American Chemistry Council 
(VL to 422, 424, 426, 427, 682) 

Lee L. West, Newport Controls, LLC, CA [M] 

Rep. Association of Pool & Spa Professionals 


(VL to 680) 

Randy J. Yasenchak, IBEW Local Union 607, PA [L] 

Rep. International Brotherhood of Electrical Workers 

Alternates 

Dennis L. Baker, Springs & Sons Electrical Contractors 
Inc., AZ [IM] 

(Alt. to Marcos Ramírez) 

Rep. Independent Electrical Contractors, Inc. 

Bobby J. Cray, Hoydar/Buck, Inc., WA [IM] 

(Alt. to Don W. Jhonson) 

Rep. National Electrical Contractors Association 
E. P. Hamilton, III, E. P. Hamilton & Associates, Inc., TX 
[M] 

(VL to 680) 

(Alt. to Lee L. West) 

Rep. Association of Pool & Spa Professionals 
Randal Hunter, Cooper Bussmann, NV [M] 

(Alt. to Brian E. Rock) 

Rep. National Electrical Manufacturers Association 
Brian Myers, IBEW Local Union 98, PA [L] 

(Alt. to Randy J. Yasenchak) 

Rep. International Brotherhood of Electrical Workers 
Stephen C. Richbourg, Gulf Power Company, FL [UT] 
(Alt. to Bruce R. Hirsch) 

Rep. Electric Light & Power Group/EEI 
Gary L. Siggins, UL LLC, CA [RT] 

(Alt. to Thomas V. Blewitt) 

Kam Fai Siu, Intertek Testing Services, China [RT] 

(Alt. to Ronald F. Schapp) 
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Matt B. Williams, Association of Home Appliance 
Manufacturers, DC [M] 

(VL to 422, 424) 

(Alt. to Wayne E. Morris) 

Nonvoting 


Andrew M. Trotta, U.S. Consumer Product Safety 
Commission, MD [C] 

Douglas A. Lee, U.S. Consumer Product Safety 
Commission, MD [C] 


CODE-MAKING PANEL NO. 18 
Articles 406, 411, 600, 605 


Bobby J. Gray, Chair 
Hoydar/Buck, Inc., WA [IM] 

Rep. National Electrical Contractors Association 


Michael N. Ber, IEC, Houston, TX [IM] 

Rep. Independent Electrical Contractors, Inc. 

Frederick L. Carpenter, Acuity Brands Lighting, GA [M] 
Rep. National Electrical Manufacturers Association 
Kurt J. Clemente, Clark Nexsen Architecture 
& Engineering, VA [U] 

Rep. Institute of Electrical & Electronics Engineers, Inc. 
Paul Costello, ÑECA and IBEW Local 90 JATC, CT [L] 
Rep. International Brotherhood of Electrical Workers 
Hakim Hasan, Intertek Testing Services, GA [RT] 

Lee C. Hewitt, UL LLC, IL [RT] 

Melvyn J. Kochan, Young Electric Sign Company, NV [M] 
Rep. International Sign Association 
(VL to 600) 

Amos D. Lowrance, Jr., City of Chattanooga, Tennessee, 
TN [E] 

Rep. International Association of Electrical Inspectors 
Michael S. O’Boyle, Philips-Lightolier, MA [M] 

Rep. American Lighting Association 
(VL to 410, 411) 

Sondra K. Todd, Westar Energy, Inc., KS |L 
Rep. Electric Light & Power Group/EEI^ 

Randall K. Wright, RKW Consulting, 



Rep. National Electrical Manufacturers Association 
Robert T. Carlock, R. T. Carlock Company, TN [IM] 
(Alt. to Michael N. Ber) 

Rep. Indepeijáent Electrical Contractors, Inc. 

Richard D. Gottwald, International Sign Association, VA 


of Tucson, AZ [E] 

Niñee, Jr.) 

Itemational Association of Electrical Inspectors 
S. Kurten, UL LLC, NY [RT] 

Lee C. Hewitt) 

^K. McGowan, Lighting Ideas, Inc., OH [M] 
.merican Lighting Association 
' Michael S. O’Boyle) 

410, 411) 

Sprinkle, IBEW Local 461, IL [L] 
to Paul Costello) 

International Brotherhood of Electrical Workers 
M. Trout, Marón Electric Company, FL [IM] 
to Bobby J. Gray) 

Rep. National Electrical Contractors Association 


CODE-MAKING PANEL NO. 19 
51, 552, 553, 555, 604, 675, and Annex D, Examples Dll and D12 


Leslie Sabin-Mercado, Chair 
San Diego Gas & Electric Company, CA [UT] 
Rep. Electric Light & Power Group/EEI 


Barry S. Bauman, Alliant Energy, WI [U] 

Rep. American Society of Agricultural & Biological 
Engineers 
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NFPA 70 

National Electrical Code® 

2014 Edition 

IMPORTANT NOTE: This NFPA document is made 
available for use subject to important notices and legal 
disclaimers. These notices and disclaimers appear in all 
publications containing this document and may be found 
under the heading “Important Notices and Disclaimers 
Concerning NFPA Documents.” They can also be ob- 
tained on request from NFPA or viewed at 
www.nfpa.org/disclaimers. 


Informational Note: IEC 60364-1, Section 131, contains 
fundamental principies of protection for safety that encom- 
pass protection against electric shock, protection against 
thermal effects, protection against overcurrent, protection 
against fault currents, and protection against overvoltage. 

All of these potential hazards are addressed by the require- 
ments in this Code. 

90.2 Scope. 

(A) Covered. This Code covers the installation of electri¬ 
cal conductors, equipment, and raceways; signaling and 
Communications conductors, equipment, and raceways; and 
optical fiber cables and raceways for the following: 


This 2011 edition ineludes the following usability fea- 
tures as aids to the user. Changes other than editorial are 
highlighted with gray shading within sections and with ver¬ 
tical ruling for large blocks of changed or new text and for 
new tables and changed or new figures. Where one or more 
complete paragraphs have been deleted, the deletion is in- 
dicated hy a bullet (•) between the paragraphs that remain. 
The Índex now has dictionary-style headers with helpful 
identifiers at the top of every Índex page. 


ARTICLE 90 
Introduction 



90.1 Purpose. 

(A) Purpose. The purpose of 
safeguarding of persons ani 
from the use of electricit^ÉTFiis Codi 
design specification or ^J^struction m¡ 
persons. [ROP 1-3] 

(B) Adequacy. This Code contc^^^FTsions that are con¬ 
siderad necessary for safety. ConPliance therewith and 
proper maintenance results in an installation that is essen- 
tially free from hazard but not necessarily efficient, conve- 
nient, or adequate for good Service or futura expansión of 
electrical use. 


(1) Public and prívate premises, including buildings, struc- 
tures, mobile homes, recreational vehicles, and floating 
building^^ 

(2) Yardj^Wts, parking lots, carnivals, and industrial sub- 

ítallation^W conductors and equipment that connect 
the supplj^kelectricity 

r 4) Ins^lations usecPby the electric utility, such as office 
lings, warehouses, garages, machine shops, and 
reational buildings, that are not an integral part of a 
lerating plant, substation, or control center. 

Covered. This Code does not cover the following: 
fnstallations in ships, watercraft other than floating 
buildings, railway rolling stock, aircraft, or automotive 
vehicles other than mobile homes and recreational ve- 
hieles 

Informational Note: Although the scope of this Code in- 
dicates that the Code does not cover installations in ships, 
portions of this Code are incorporated by reference into 
Title 46, Code of Federal Regulations, Parts 110-113. 

(2) Installations underground in mines and self-propelled 
mobile surface mining machinery and its attendant 
electrical trailing cable 

(3) Installations of railways for generation, transformation, 
transmission, or distribution of power used exclusively 
for operation of rolling stock or installations used ex¬ 
clusively for signaling and Communications purposes 


Informational Note: Hazards often occur because of over- 
loading of wiring systems by methods or usage not in con- 
formity with this Code. This occurs because initial wiring 
did not provide for increases in the use of electricity. An 
initial adequate installation and reasonable provisions for 
system changes provide for future increases in the use of 
electricity. 

(C) Relation to Other International Standards. The re- 

quirements in this Code address the fundamental principies 
of protection for safety contained in Section 131 of Inter¬ 
national Electrotechnical Commission Standard 60364-1, 
Electrical Installations of Buildings. [ROP 1-3] 


(4) Installations of Communications equipment under the 
exclusive control of Communications Utilities located 
outdoors or in building spaces used exclusively for 
such installations 

(5) Installations under the exclusive control of an electric 
utility where such installations 

a. Consist of Service drops or Service laterals, and as- 
sociated metering, or 

b. Are on property owned or leased by the electric 
utility for the purpose of Communications, metering, 
generation, control, transformation, transmission, or 
distribution of electric energy, or 
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c. Are located in legally established easements or 
rights-of-way, or 

d. Are located by other written agreements either des- 
ignated by or recognized by public Service commis- 
sions, utility commissions, or other regulatory agen¬ 
cies having jurisdiction for such installations. These 
written agreements shall be limited to installations 
for the purpose of Communications, metering, gen- 
eration, control, transformation, transmission, or 
distribution of electric energy where legally estab¬ 
lished easements or rights-of-way cannot be ob- 
tained. These installations shall be limited to federal 
lands, Native American reservations through the 
U.S. Department of the Interior Bureau of Indian 
Affairs, military bases, lands controlled by port au- 
thorities and State agencies and departments, and 
lands owned by railroads. 

Informational Note to (4) and (5): Examples of Utilities may 
inelude those entities that are typically designated or recog¬ 
nized by govemmental law or regulation by public 
service/utility commissions and that install, opérate, and main- 
tain electric supply (such as generation, transmission, or distri¬ 
bution systems) or Communications systems (such as tele- 
phone, CATV, Internet, satellite, or data Services). Utilities 
may be subject to compliance with codes and standards cover J 
ing their regulated activities as adopted under govemmental 
law or regulation. Additional information can be found through 
consultation with the appropriate govemmental bodies 
State regulatory commissions, the Federal Energ' 
Commission, and the Federal Communication) 

(C) Special Permission. The authority havmj 
for enforcing this Code may grant exa 
lation of conductors and equipma^fi 
exclusive control of the electsi^mtilities ancN 
connect the electric utility suj^^ksystem toMe Service 
conductors of the premises served^fcavided such installa¬ 
tions are outside a building or structurekr^^mnate inside 
at a readily accessible location nearest th^Pmnt of entrance 
of the Service conductors. [ROP 1-15] 

90.3 Code Arrangement. This Code is divided into the 
introduction and nine chapters, as shown in Figure 90.3. 
Chapters 1, 2, 3, and 4 apply generally; Chapters 5, 6, and 
7 apply to special occupancies, special equipment, or other 
special conditions. These latter chapters supplement or 
modify the general rules. Chapters 1 through 4 apply except 
as amended by Chapters 5, 6, and 7 for the particular con- 
ditions. 

Chapter 8 covers Communications systems and is not 
subject to the requirements of Chapters 1 through 7 except 
where the requirements are specifically referenced in Chap¬ 
ter 8. 

Chapter 9 consists of tables that are applicable as refer¬ 
enced. 


Informative annexes are not part of the requirements of 
this Code but are included for informational purposes only. 


| Chapter 1 — General 


| Chapter 2 — Wiring and Protection 
| Chapter 3 — Wiring Methods and Materials | 
| Chapter 4 — Equipment for General Use | 


Applies generally 
to all electrlcal 
Installations 



Chapter 5 — Special Occupancies] 

Chapter 6 — Special Equipment ] 

Chapter 7 — Special Conditions ] 


Chapter 8 is not subject 
to the requirements of 
-T—“jl Chapters 1 through 7 except 
aystems | j where the requirements are 
specifically referenced in 
Chapter 8. 


]} Applicable ai 


K).4 Enforcement. This Code is intended to be suitable 
ir mandatory application by govemmental bodies that ex- 
pse legal jurisdiction over electrical installations, includ- 
ffng signaling and Communications systems, and for use by 
insurance inspectors. The authority having jurisdiction for 
enforcement of the Code has the responsibility for making 
interpretations of the mies, for deciding on the approval of 
equipment and materials, and for granting the special per¬ 
mission contemplated in a number of the mies. 

By special permission, the authority having jurisdiction 
may waive specific requirements in this Code or permit 
alternative methods where it is assured that equivalent ob- 
jectives can be achieved by establishing and maintaining 
effective safety. 

This Code may require new produets, constructions, or 
materials that may not yet be available at the time the Code 
is adopted. In such event, the authority having jurisdiction 
may permit the use of the produets, constructions, or mate¬ 
rials that comply with the most recent previous edition of 
this Code adopted by the jurisdiction. 

90.5 Mandatory Rules, Permissive Rules, and Explana- 
tory Material. 

(A) Mandatory Rules. Mandatory mies of this Code are 
those that identify actions that are specifically required or 
prohibited and are characterized by the use of the terms 
shall or shall not. 
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(B) Permissive Rules. Permissive rules of this Code are 
those that identify actions that are allowed but not required, 
are normally used to describe options or alternative meth- 
ods, and are characterized by the use of the terms shall be 
permitted or shall not be required. 

(C) Explanatory Material. Explanatory material, such as 
references to other standards, references to related sections 
of this Code, or information related to a Code rule, is in- 
cluded in this Code in the form of informational notes. 
Such notes are informational only and are not enforceable 
as requirements of this Code. 

Brackets containing section references to another NFPA 
document are for informational purposes only and are pro- 
vided as a guide to indicate the source of the extracted text. 
These bracketed references immediately follow the ex¬ 
tracted text. 

Informational Note: The format and language used in this 

Code follows guidelines established by NFPA and pub- 

lished in the NEC Style Manual. Copies of this manual can 

be obtained from NFPA. 

(D) Informative Annexes. Nonmandatory information 
relative to the use of the NEC is provided in infot 
annexes. Informative annexes are not part of the ei 
able requirements of the NEC, but are included for 
mation purposes only. 

90.6 Formal Interpretations. To ] 

interpretation and application of 
Code, formal interpretation p roced 
lished and are found in the_, 

Committee Projects. 

90.7 Examination of Equipiucnt for Sjpbty. For specific 
Ítems of equipment and mate^^krefa*!! to in this Code, 
examinations for safety made tM^rstandard conditions 
provide a basis for approval where tne record is made gen- 
erally available through promulgation by organizations 
properly equipped and qualified for experimental testing, 
inspections of the run of goods at factories, and service- 
value determination through field inspections. This avoids 
the necessity for repetition of examinations by different 
examiners, frequently with inadequate facilities for such 
work, and the confusión that would result from conflicting 
reports on the suitability of devices and materials examined 
for a given purpose. 

It is the intent of this Code that factory-installed inter¬ 
nal wiring or the construction of equipment need not be 
inspected at the time of installation of the equipment, ex- 
cept to detect alterations or damage, if the equipment has 
been listed by a qualified electrical testing laboratory that is 
recognized as having the facilities described in the preced- 



ing paragraph and that requires suitability for installation in 
accordance with this Code. 

Informational Note No. 1: See requirements in 110.3. 
Informational Note No. 2: Listed is defined in Article 100. 
Informational Note No. 3: Informative Annex A contains 
an informative list of product safety standards for electrical 
equipment. 

90.8 Wiring Planning. 

(A) Future Expansión and Convenience. Plans and 
specifications that provide ampie space in raceways, spare 
raceways, and additional spaces allow for future increases 
in electric power and Communications circuits. Distribution 
centers locateckin readily accessible locations provide con¬ 
venience andBafetv of operation. 

¡gf Circuits in Enclosures. It is elsewhere 
d>de that the number of wires and circuits 
Irned in a sing^mclosure be varyingly restricted. Fim- 
iíng th&number ofo^buits in a single enclosure minimizes 
the etiiU rs from a short Circuit or ground fault. [ROP1-19]. 



.Units of Measurement. 

£) ^^su rement System of Preference. For the purpose 
this Code, metric units of measurement are in accor¬ 
dance with the modernized metric system known as the 
International System of Units (SI). 

(B) Dual System of Units. SI units shall appear first, and 
inch-pound units shall immediately follow in parentheses. 
Conversión from inch-pound units to SI units shall be 
based on hard conversión except as provided in 90.9(C). 

(C) Permitted Uses of Soft Conversión. The cases given 
in 90.9(C)(1) through (C)(4) shall not be required to use 
hard conversión and shall be permitted to use soft conver¬ 
sión. 

(1) Trade Sizes. Where the actual measured size of a prod¬ 
uct is not the same as the nominal size, trade size designa- 
tors shall be used rather than dimensions. Trade practices 
shall be followed in all cases. 

(2) Extracted Material. Where material is extracted from 
another standard, the context of the original material shall 
not be compromised or violated. Any editing of the ex¬ 
tracted text shall be confined to making the style consistent 
with that of the NEC. 

(3) Industry Practice. Where industry practice is to ex- 
press units in inch-pound units, the inclusión of SI units 
shall not be required. 

(4) Safety. Where a negative impact on safety would re¬ 
sult, soft conversión shall be used. 
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(D) Compliance. Conversión from inch-pound units to SI 
units shall be permitted to be an approximate conversión. 
Compliance with the numbers shown in either the SI Sys¬ 
tem or the inch-pound system shall constitute compliance 
with this Code. 

Informational Note No. 1: Hard conversión is considered 
a change in dimensions or properties of an Ítem into new 
sizes that might or might not be interchangeable with the 


sizes used in the original measurement. Soft conversión is 
considered a direct mathematical conversión and involves a 
change in the description of an existing measurement but 
not in the actual dimensión. 

Informational Note No. 2: SI conversions are based on 
IEEE/ASTM SI 10-1997, Standard for the Use ofthe Inter¬ 
national System of Units (SI): The Modem Metric System. 
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Chapter 1 General 


ARTICLE 100 
Definitions 


Scope. This article contains only those definitions essential 
to the proper application of this Code. It is not intended to 
inelude commonly defined general terms or commonly de- 
fined technical terms from related codes and standards. In 
general, only those terms that are used in two or more 
articles are defined in Article 100. Other definitions are 
included in the article in which they are used but may be 
referenced in Article 100. 

Part I of this article contains definitions intended to 
apply wherever the terms are used throughout this Code. 
Part II contains definitions applicable only to the parts of 
articles specifically covering installations and equipment 
operating at over 600 volts, nominal. 


Accessible (as applied to equipment). Admittinj 
approach; not guarded by locked doors, elevation, c 
effective means. 

Accessible (as applied to wiring 

being removed or exposed without 
structure or finish or not permanentl} 
ture or finish of the building. 

Accessible, Readily (Reai 
ing reached quickly for 
without requiring those 
to climb over or remov 
ladders, and so forth. 

Adjustable Speed Drive. PowerWonversión equipment 
that provides a means of adjusting the speed of an electric 
motor. [ROP 11-75] 

Informational Note: A variable frequeney drive is one type 
of electronic adjustable speed drive that Controls the rota- 
tional speed of an altemating current electric motor by con- 
trolling the frequeney and voltage of the electrical power 
supplied to the motor. [ROP 11-75] 

Adjustable Speed Drive System. A combination of an ad¬ 
justable speed drive, its associated motor(s), and auxiliary 
equipment. [ROP 11-75] 

Ampacity. The máximum current, in amperes, that a con¬ 
ductor can carry continuously under the conditions of use 
without exceeding its temperature rating. 

Appliance. Utilization equipment, generally other than in¬ 
dustrial, that is normally built in standardized sizes or types 



and is installed or connected as a unit to perform one or 
more functions such as clothes washing, air conditioning, 
food mixing, deep frying, and so forth. 

Approved. Acceptable to the authority having jurisdiction. 

Arc-Fault Circuit Interrupter (AFCI). A device intended 
to provide protection from the effeets of are faults by rec- 
ognizing characteristics unique to arcing and by function- 
ing to de-energize the circuit when an are fault is detected. 

Askarel. A generic term for a group of nonflammable syn- 
thetic chlorinated hydrocarbons used as electrical insulating 
media. Askíu^r of various compositional types are used. 
Under ard^rconditions, the gases produced, while consist- 
ing pra^nn^yitly of noncombustible hydrogen chloride, 
lude va*^ amounts of combustible gases, depend- 
m the askar 

:nt Plug (FFug Cap) (Plug). A device that, by 
in a receptacle, establishes a connection between 
[Gnductors of the attached flexible cord and the conduc- 
mected permanently to the receptacle. 

lOfTty Having Jurisdiction (AHJ). An organization, 
or individual responsible for enforcing the require- 
ments of a code or standard, or for approving equipment, 
materials, an installation, or a procedure. 

Informational Note: The phrase “authority having jurisdic¬ 
tion,” or its acronym AHJ, is used in NFPA documents in a 
broad manner, since jurisdictions and approval agencies 
vary, as do their responsibilities. Where public safety is 
primary, the authority having jurisdiction may be a federal, 
State, local, or other regional department or individual such 
as a fire chief; tire marshal; chief of a fire prevention bu- 
reau, labor department, or health department; building ofi¬ 
cial; electrical inspector; or others having statutory author¬ 
ity. For insurance purposes, an insurance inspection 
department, rating bureau, or other insurance company rep- 
resentative may be the authority having jurisdiction. In 
many circumstances, the property owner or his or her des- 
ignated agent assumes the role of the authority having ju¬ 
risdiction; at govemment installations, the commanding of- 
ficer or departmental oficial may be the authority having 
jurisdiction. 

Automatic. Performing a function without the necessity of 
human intervention. 

Bathroom. An area including a basin with one or more of 
the following: a toilet, a urinal, a tub, a shower, a bidet, or 
similar plumbing fixtures. 

Battery System. Interconnected battery subsystems con- 
sisting of one or more storage batteries and battery charg- 
ers, and can inelude inverters, converters, and associated 
electrical equipment. [ROP 13-3] 
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Bonded (Bonding). Connected to establish electrical con- 
tinuity and conductivity. 

Bonding Conductor or Jumper. A reliable conductor to 
ensure the required electrical conductivity between metal 
parts required to be electrically connected. 

Bonding Jumper, Equipment. The connection between 
two or more portions of the equipment grounding conduc- 


Bonding Jumper, Main. The connection between the 
grounded Circuit conductor and the equipment grounding 
conductor at the Service. 

Bonding Jumper, System. The connection between the 
grounded circuit conductor and the supply-side bonding 
jumper, or the equipment grounding conductor, or both, at a 
separately derived system. 

Branch Circuit. The circuit conductors between the final 
overcurrent device protecting the circuit and the outlet(s). 

Branch Circuit, Appliance. A branch circuit that supplies 
energy to one or more outlets to which appliances are to be 
connected and that has no permanently connected lumi- 
naires that are not a part of an appliance. 

Branch Circuit, General-Purpose. A branch circuit that 1 
supplies two or more receptacles or outlets for ligl 
appliances. 

Branch Circuit, Individual. A branch cin 
only one utilization equipment. 

Branch Circuit, Multiwire. 

of two or more ungrounded cor 
between them, and a groundel 
voltage between it and each 
circuit and that is connected 
conductor of the system. 



equal 
tor of the 
grounded 


Informational Note: The automatic opening means can be 
integral, direct acting with the circuit breaker, or remóte 
from the circuit breaker. 

Adjustable (as applied to circuit breakers). A qualifying 
term indicating that the circuit breaker can be set to trip at 
various valúes of current, time, or both, within a predeter- 
mined range. 

Instantaneous Trip (as applied to circuit breakers). A 
qualifying term indicating that no delay is purposely intro- 
duced in the tripping action of the circuit breaker. 

Inverse Time (as applied to circuit breakers). A qualifying 
term indicating that there is purposely introduced a delay in 
the tripping action of the circuit breaker, which delay de¬ 
creases as the magnitude of the current increases. 
Nonadjustable (asJmdied to circuit breakers). A quali¬ 
fying term india^Kg that the circuit breaker does not have 
any adjustm|^Wo the valué of current at which it will 
trip or th^jrne requi^^or its operation. 

SettirjJof circuit breaken(^ The valué of current, time, or 
pt whi^An adjustable circuit breaker is set to trip. 


Equipment. The electronic equipment 
the telecommunications operations for the 
msmission of audio, video, and data, and ineludes power 
piipment (e.g., de converters, inverters, and batteries), 
inical support equipment (e.g., computers), and conduc- 
Pbrs dedicated solely to the operation of the equipment. 
[ROP 16-6] 

Concealed. Rendered inaccessible by the structure or finish 
of the building. 

Informational Note: Wires in concealed raceways are con- 
sidered concealed, even though they may become acces- 
sible by withdrawing them. [ROP 1-31] 


Building. A structure that stands alone or that is cut off 
from adjoining structures by tire walls with all openings 
therein protected by approved tire doors. 

Cabinet. An enclosure that is designed for either surface 
mounting or flush mounting and is provided with a frame, 
mat, or trim in which a swinging door or doors are or can 
be hung. 

Charge Controller. Equipment that Controls de voltage or 
de current, or both, and that is used to charge a battery or 
other energy storage device. [ROP 4-4] 

Circuit Breaker. A device designed to open and cióse a 
circuit by nonautomatic means and to open the circuit au- 
tomatically on a predetermined overcurrent without damage 
to itself when properly applied within its rating. 


Conductor, Bare. A conductor having no covering or elec¬ 
trical insulation whatsoever. 

Conductor, Covered. A conductor encased within material 
of composition or thickness that is not recognized by this 
Code as electrical insulation. 

Conductor, Insulated. A conductor encased within mate¬ 
rial of composition and thickness that is recognized by this 
Code as electrical insulation. 

Conduit Body. A sepárate portion of a conduit or tubing 
system that provides access through a removable cover(s) 
to the interior of the system at a junction of two or more 
sections of the system or at a terminal point of the system. 

Boxes such as FS and FD or larger cast or sheet metal 
boxes are not classified as conduit bodies. 
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Connector, Pressure (Solderless). A device that estab- 
lishes a connection between two or more conductors or 
between one or more conductors and a terminal by means 
of mechanical pressure and without the use of solder. 

Continuous Load. A load where the máximum current is 
expected to continué for 3 hours or more. 

Control Circuit. The circuit of a control apparatus or Sys¬ 
tem that carries the electric signáis directing the perfor¬ 
mance of the controller but does not carry the main power 
current. [ROP 11-5, ROP 11-8] 


Duty, Continuous. Operation at a substantially constant 
load for an indefinitely long time. 

Duty, Intermittent. Operation for altérnate intervals of (1) 
load and no load; or (2) load and rest; or (3) load, no load, 
and rest. 

Duty, Periodic. Intermittent operation in which the load 
conditions are regularly recurrent. 

Duty, Short-Time. Operation at a substantially constant 
load for a short and definite, specified time. 


Controller. A device or group of devices that serves to 
govem, in some predetermined manner, the electric power 
delivered to the apparatus to which it is connected. 

Cooking Unit, Counter-Mounted. A cooking appliance 
designed for mounting in or on a counter and consisting of 
one or more heating elements, intemal wiring, and built-in 
or mountable Controls. 

Coordination (Selective). Locahzation of an overcurrent 
condition to restrict outages to the circuit or equipment 
aífected, accomplished by the selection and installation of 
overcurrent protective devices and their ratings or s< 
for full range of available overcurrents, from o veri 
the máximum available fault current, and for the full 
of overcurrent protective device opening ti mes asso 
with those overcurrents. [ROP 10-5] 

Copper-Clad Aluminum Conduch 

from a copper-clad aluminum rod wiíl 
gically bonded to an alumin um co r 
forms a mínimum of 10 pen 
of a solid conductor or cassBP 

[ROP 6-4] 

Cutout Box. An enclosure cfccned f^Burface mounting 
that has swinging doors or cow^^^flued directly to and 
telescoping with the walls of the ot* proper. 

Dead Front. Without live parts exposed to a person on the 
operating side of the equipment. 

Demand Factor. The ratio of the máximum demand of a 
system, or part of a system, to the total connected load of a 
system or the part of the system under consideration. 

Device. A unit of an electrical system, other than a conduc¬ 
tor, that carries or Controls electric energy as its principal 
function. [ROP l-31a] 

Disconnecting Means. A device, or group of devices, or 
other means by which the conductors of a circuit can be 
disconnected from their source of supply. 

Dusttight. Constructed so that dust will not enter the en- 
closing case under specified test conditions. 


Duty, Yarying. Operation at loads, and for intervals of 
time, both of which may be subject to wide variation. 

Dwelling, One-Family. A building that consists solely of 
one dwelling 

r . A building that consists solely of 




Unit. A single unit, providing complete and in- 
laent living facilities for one or more persons, includ- 
■manent provisions for living, sleeping, cooking, and 

Ground-Fault Current Path. An intentionally 
constmcted, low-impedance electrically conductive path 
designed and intended to carry current underground-fault 
conditions from the point of a ground fault on a wiring 
system to the electrical supply source and that facilitates 
the operation of the overcurrent protective device or 
ground-fault detectors. [ROP 5-6] 

Electric Sign. A fixed, stationary, or portable self- 
contained, electrically illuminated utilization equipment 
with words or symbols designed to convey information or 
attract attention. 

Electric Power Production and Distribution Network. 

Power production, distribution, and utilization equipment 
and facilities, such as electric utility systems that deliver 
electric power to the connected loads, that are external to 
and not controlled by an interactive system. 

Electric-Discharge Lighting. Systems of illumination uti- 
lizing fluorescent lamps, high-intensity discharge (HID) 
lamps, or neón tubing. [ROP 18-3] 

Enclosed. Surrounded by a case, housing, fence, or wall(s) 
that prevenís persons from accidentally contacting ener- 
gized parts. 

Enclosure. The case or housing of apparatus, or the fence 
or walls surrounding an installation to prevent personnel 
from accidentally contacting energized parts or to protect 
the equipment from physical damage. 
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Informational Note: See Table 110.29 for examples of en- 
closure types. 

Energized. Electrically connected to, or is, a source of 
voltage. 

Equipment. A general term, including fittings, devices, ap- 
pliances, luminaires, apparatus, machinery, and the like 
used as a part of, or in connection with, an electrical instal- 
lation. 

Explosionproof Equipment. Equipment enclosed in a case 
that is capable of withstanding an explosión of a specified 
gas or vapor that may occur within it and of preventing the 
ignition of a specified gas or vapor surrounding the enclo- 
sure by sparks, flashes, or explosión of the gas or vapor 
within, and that operates at such an extemal temperature 
that a surrounding flammable atmosphere will not be ig- 
nited thereby. 

Informational Note: For further information, see 
ANSF/UL 1203-2009, Explosion-Proof and Dust-Ignition- 
Proof Electrical Equipment for Use in Hazardous (Classi- 
fied) Locations. [ROP 14-3] 

Exposed (as applied to live parís). Capable of being in- 
advertently touched or approached nearer than a safe dis- 
tance by a person. 

Informational Note: This term applies to parts that 
suitably guarded, isolated, or insulated. [ROP 1-49] 

Exposed (as applied to wiring methods) 

to the surface or behind panels designed 

Externally Operable. Capable of b eing ( 
exposing the operator to contact 

Feeder. All circuit conductor^^Rween the si 
ment, the source of a separatel^Ékrived syst 
power supply source and the final ^Bfaji ch-cii 
rent device. 

Festoon Lighting. A string of outdoor lT^hts that is sus¬ 
pended between two points. 

Fitting. An accessory such as a locknut, bushing, or other 
part of a wiring system that is intended primarily to per- 
form a mechanical rather than an electrical function. 

Garage. A building or portion of a building in which one or 
more self-propelled vehicles can be kept for use, sale, stor- 
age, rental, repair, exhibition, or demonstration purposes. 

Informational Note: For commercial garages, repair and 
storage, see Article 511. 

Ground. The earth. 

Ground Fault. An unintentional, electrically conductive 
connection between an ungrounded conductor of an electri¬ 
cal circuit and the normally non-current-carrying conduc¬ 



tora, metallic enclosures, metallic raceways, metallic equip¬ 
ment, or earth. [ROP 5-11] 

Grounded (Grounding). Connected (connecting) to 
ground or to a conductive body that extends the ground 
connection. 

Grounded, Solidly. Connected to ground without inserting 
any resistor or impedance device. 

Grounded Conductor. A system or circuit conductor that 
is intentionally grounded. 

Ground-Fault Circuit Interrupter (GFCI). A device in¬ 
tended for the protection of personnel that functions to de- 
energize a circuit or portion thereof within an established 
period of time when a current to ground exceeds the valúes 
established for a Cldm A device. 

Class A ground-fault circuit interrupt- 
ground is 6 mA or higher and 
'hen tfS^urent to ground is less than 4 mA. 
i nformatio^^k; UL 943, Standard for Ground- 
Interrupter'SH 

Ground-Fault <Current Path. An electrically conductive 
path^k^ffe point of a ground fault on a wiring system 
through^fcmally non-current-carrying conductora, equip- 
or thl BIkrt h to the electrical supply source. 

ial Note: Examples of ground-fault current 
laths could consist of any combination of equipment 
grounding conductors, metallic raceways, metallic cable 
sheaths, electrical equipment, and any other electrically 
:onductive material such as metal water and gas piping, 
Steel framing members, stucco mesh, metal ducting, rein- 
forcing Steel, shields of Communications cables, and the 
earth itself. [ROP 5-13 ROP 5-14] 

Ground-Fault Protection of Equipment. A system in¬ 
tended to provide protection of equipment from damaging 
line-to-ground fault currents by operating to cause a discon- 
necting means to open all ungrounded conductors of the 
faulted circuit. This protection is provided at current levels 
less than those required to protect conductora from damage 
through the operation of a supply circuit overcurrent de¬ 
vice. 

Grounding Conductor, Equipment (EGC). The conduc¬ 
tive path(s) that provides a ground-fault current path and 
connects normally non-current-carrying metal parts of 
equipment together and to the system grounded conductor 
or to the grounding electrode conductor, or both. [ROP 
5-14a] 

Informational Note No. 1: It is recognized that the equip¬ 
ment grounding conductor also performs bonding. 

Informational Note No. 2: See 250.118 for a list of accept- 
able equipment grounding conductors. 

Grounding Electrode. A conducting object through which 
a direct connection to earth is established. 
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Grounding Electrode Conductor. A conductor used to 
connect the system grounded conductor or the equipment to 
a grounding electrode or to a point on the grounding elec¬ 
trode system. 

Guarded. Covered, shielded, fenced, enclosed, or other- 
wise protected by means of suitable covers, casings, barri- 
ers, rails, screens, mats, or platforms to remove the likeli- 
hood of approach or contact by persons or objects to a point 
of danger. 


lays; (3) a combination of power and control circuit com- 
ponents. These components, with associated wiring and ter¬ 
mináis, are mounted on or contained within an enclosure or 
mounted on a subpanel. 

The industrial control panel does not inelude the con- 
trolled equipment. [ROP 11-7] 

Interactive System. An electric power production system 
that is operating in parallel with and capable of delivering 
energy to an electric primary source supply system. 


Guest Room. An accommodation combining living, sleep- 
ing, sanitary, and storage facilities within a compartment. 

Guest Suite. An accommodation with two or more con- 
tiguous rooms comprising a compartment, with or without 
doors between such rooms, that provides living, sleeping, 
sanitary, and storage facilities. 

Handhole Enclosure. An enclosure for use in underground 
systems, provided with an open or closed bottom, and sized 
to allow personnel to reach into, but not enter, for the pur- 
pose of installing, operating, or maintaining equipment or 
wiring or both. 

Hermetic Refrigerant Motor-Compressor. A combina¬ 
tion consisting of a compressor and motor, both of^ 
are enclosed in the same housing, with no external sil 
shaft seáis, the motor operating in the refrigerant. [■ 

11 - 6 ] 

Hoistway. Any shaftway, hatchway, wdffole, oí her veH 
tical opening or space in which an g fi&i tor or^j 
is designed to opérate. 



pizable as 
environ- 
:ribe3 in a par- 


Identiñed (as applied to 

suitable for the specific^^pose, ñu 
ment, application, and ^Sorth, where 
ticular Cade requirement. 

Informational Note: Some exan®|^»ways to determine 
suitability of equipment for a spiMrc purpose, environ- 
ment, or application inelude investigations by a qualified 
testing laboratory (listing and labeling), an inspection 
ageney, or other organizations concemed with product 
evaluation. 

In Sight From (Within Sight From, Within Sight). 

Where this Code specifies that one equipment shall he “in 
sight from,” “within sight from,” or “within sight of,” and 
so forth, another equipment, the specified equipment is to 
be visible and not more than 15 m (50 ft) distant from the 
other. 

Industrial Control Panel. An assembly of two or more 
components consisting of one of the following: (1) power 
circuit components only, such as motor controllers, over- 
load relays, fused disconnect switches, and circuit breakers; 
(2) control circuit components only, such as pushbuttons, 
pilot lights, selector switches, timers, switches, control re- 


Interrupting Rating. The highest current at rated voltage 
that a device is identified to interrupt under standard test 
conditions. 

Informational Note: Equipment intended to interrupt cur¬ 
rent at othenthan fault levels may have its interrupting 
rating imd^O in other ratings, such as horsepower or 
lockedcurrent. 

IntersfgtemBonding Termination. A device that pro- 
s a means^fcconnecting intersystem bonding conduc- 
5 for communiCT^^is systems to the grounding electrode 

PSysterryUlOP 5-16^ 

I (as applied to location). Not readily accessible 
Ersons unless special means for access are used. 

__ Kitchen. An area with a sink and permanent provisions for 
reparation and cooking. 

Labeled. Equipment or materials to which has been at- 
tached a label, symbol, or other identifying mark of an 
organization that is acceptable to the authority having juris- 
diction and concemed with product evaluation, that main- 
tains periodic inspection of production of labeled equip¬ 
ment or materials, and by whose labeling the manufacturer 
indicates compliance with appropriate standards or perfor¬ 
mance in a specified manner. 

Lighting Outlet. An outlet intended for the direct connec- 
tion of a lampholder or luminaire. 

Lighting Track (Track Lighting). A manufactured assem¬ 
bly designed to support and energize luminaires that are 
capable of being readily repositioned on the track. Its 
length can be altered by the addition or subtraction of sec- 
tions of track. [ROP 18-5] 

Listed. Equipment, materials, or Services included in a list 
published by an organization that is acceptable to the au¬ 
thority having jurisdiction and concemed with evaluation 
of producís or Services, that maintains periodic inspection 
of production of listed equipment or materials or periodic 
evaluation of Services, and whose listing States that either 
the equipment, material, or Service meets appropriate des- 
ignated standards or has been tested and found suitable for 
a specified purpose. 

Informational Note: The means for identifying listed 
equipment may vary for each organization concemed with 
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product evaluation, some of which do not recognize equip- 
ment as listed unless it is also labeled. Use of the system 
employed by the listing organization allows the authority 
having jurisdiction to identify a Usted product. 

Live Parts. Energized conductive components. 

Location, Damp. Locations protected from weather and 
not subject to saturation with water or other liquids but 
subject to modérate degrees of moisture. 

Informational Note: Examples of such locations inelude 
partially protected locations under canopies, marquees, 
roofed open porches, and like locations, and interior loca¬ 
tions subject to modérate degrees of moisture, such as some 
basements, some bams, and some cold-storage warehouses. 
[ROP 1-52] 

Location, Dry. A location not normally subject to damp- 
ness or wetness. A location classified as dry may be tem- 
porarily subject to dampness or wetness, as in the case of a 
building under construction. 

Location, Wet. Installations underground or in concrete 
slabs or masonry in direct contact with the earth; in loca¬ 
tions subject to saturation with water or other liquids, such 
as vehicle washing areas; and in unprotected locations ex- 
posed to weather. 

Luminaire. A complete lighting unit consisting of a light 
source such as a lamp or lamps, together 
designed to position the light source and 
power supply. It may also inelude parts to 
source or the ballast or to distribute the ligl 
itself is not a luminaire. 

Motor Control Center. An assei 
closed sections having a comnp 
pally containing motor control 

Multioutlet Assembly. A type of^ttfctce, Ihi or free- 
standing raceway designed to hold conductora id recep- 
tacles, assembled in the field or at the fa^ory. 

Neutral Conductor. The conductor connected to the neu¬ 
tral point of a system that is intended to carry current under 
normal conditions. 



Nonlinear Load. A load where the wave shape of the 
steady-state current does not follow the wave shape of the 
applied voltage. 

Informational Note: Electronic equipment, 

electronic/electric-discharge hghting, adjustable-speed 
drive systems, and similar equipment may be nonlinear 
loads. 

Outlet. A point on the wiring system at which current is 
taken to supply utilization equipment. 

Outline Lighting. An arrangement of incandescent lamps, 
electric-discharge lighting, or other electrically powered 
light sources to outline or cali attention to certain features 
such as the shape of a building or the decoration of a 
window. 

irrent in excess of the rated current of 
ipacity of a conductor. It may result 
:uit, or ground fault. 

Sonal Note: /^^vent in excess of rating may be 
íodatsd by certaii^pipment and conductors for a 
iditions. Therefore, the mies for overcurrent 
specific for particular situations. 

Protective Device, Branch-Circuit. A de- 

iroviding protection for Service, feeder, and 
dlTand equipment over the full range of over- 
ween its rated current and its interrupting rat- 
íg. Branch-circuit overcurrent protective devices are pro- 
led with interrupting ratings appropriate for the intended 
but no less than 5000 amperes. 

Overcurrent Protective Device, Supplementary. A de¬ 
vice intended to provide limited overcurrent protection for 
specific applications and utilization equipment such as lu- 
minaires and appliances. This limited protection is in addi- 
tion to the protection provided in the required branch Cir¬ 
cuit by the branch-circuit overcurrent protective device. 

Overload. Operation of equipment in excess of normal, 
full-load rating, or of a conductor in excess of rated ampac- 
ity that, when it persists for a sufficient length of time, 
would cause damage or dangerous overheating. A fault, 
such as a short circuit or ground fault, is not an overload. 


Neutral Point. The common point on a wye-connection in 
a polyphase system or midpoint on a single-phase, 3-wire 
system, or midpoint of a single-phase portion of a 3-phase 
delta system, or a midpoint of a 3-wire, direct-current sys¬ 
tem. 

Informational Note: At the neutral point of the system, the 
vectorial sum of the nominal voltages from all other phases 
within the system that utilize the neutral, with respect to the 
neutral point, is zero potential. 

Nonautomatic. Requiring human intervention to perform a 
function. 


Panelboard. A single panel or group of panel units de¬ 
signed for assembly in the form of a single panel, including 
buses and automatic overcurrent devices, and equipped 
with or without switches for the control of light, heat, or 
power circuits; designed to be placed in a cabinet or cutout 
box placed in or against a wall, partition, or other support; 
and accessible only from the front. 

Photovoltaic (PV) System. The total components and sub- 
system that, in combination, convert solar energy into elec- 
tric energy suitable for connection to a utilization load. 

[ROP 4-8a] 
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Plenum. A compartment or chamber to which one or more 
air ducts are connected and that forms part of the air distri- 
bution system. 


Remote-Control Circuit. Any electrical circuit that Con¬ 
trols any other circuit through a relay or an equivalent de- 
vice. 


Power Outlet. An enclosed assembly that may inelude re- 
ceptacles, circuit breakers, fuseholders, fused switches, 
buses, and watt-hour meter mounting means; intended to 
supply and control power to mobile homes, recreational 
vehicles, park trailers, or boats or to serve as a means for 
distributing power required to opérate mobile or tempo- 
rarily installed equipment. 


Retrofit Kit. A general term for a complete Usted subas- 
sembly of parts and devices for field conversión of utiliza- 
tion equipment. [ROP 18-9] 

Sealable Equipment. Equipment enclosed in a case or 
cabinet that is provided with a means of sealing or locking 
so that live parts cannot be made accessible without open- 
ing the enclosure. [ROP 1-63] 


Premises Wiring (System). Interior and exterior wiring, 
including power, lighting, control, and signal circuit wiring 
together with all their associated hardware, fittings, and 
wiring devices, both permanently and temporarily installed. 
This ineludes (a) wiring from the Service point or power 
source to the outlets or (b) wiring from and including the 
power source to the outlets where there is no Service point. 

Such wiring does not inelude wiring intemal to appli- 
ances, luminaires, motors, controllers, motor control cen- 
ters, and similar equipment. 

Informational Note: Power sources inelude, but are not 
limited to, interconnected or stand-alone batteries, solar 
photovoltaic systems, other distributed generation systej 
or generators. [ROP 1-61] 

Qualified Person. One who has skills and knowledj 
lated to the construction and operation o^Jre electi 
equipment and installations and has receb^Ra^® traii 
to recognize and avoid the hazards 

Informational Note: Refer to NFP/ 
for Electrical Safety in the Wod 
training requirements. 




Informational Note: The equipment may or may not be 
operable without opening the enclosure. [ROP 1-63] 

Separately Derived System. A premises wiring system or 
portion of a aterrases wiring system other than a Service. 
Power systems is derived from a source of electric 

energy a^i^tepment with no direct connection from circuit 
conde^rors óf «e system to circuit conductors of another 
other t^^^onnections through the earth, ground- 
electrode(s), g^knding electrode conductors, bonding 
r jumpa¡Aised to connect grounding electrodes, equipment 
ing conductors, metal enclosures, or metallic race- 
[ROP 5-20] 


Raceway. An enclosed ^Wínel of met®te or ncnmetallic 
materials designed expres^Lfor holdin^yires, cables, or 
busbars, with additional mlláons as jfermitted in this 
Code. 

Informational Note: A raceway is^Tdentified within spe- 
cific article definitions. [ROP 8-24] 

Rainproof. Constructed, protected, or treated so as to pre- 
vent rain from interfering with the successful operation of 
the apparatus under specified test conditions. 

Raintight. Constracted or protected so that exposure to a 
beating rain will not result in the entrance of water under 
specified test conditions. 


Sero^^The conductors and equipment for delivering elec- 
í ergy from the serving utility to the wiring system of 
th^remises served. 

Service Cable. Service conductors made up in the form of 
a cable. 

Service Conductors. The conductors from the Service 
point to the Service disconnecting means. 

Service Conductors, Overhead. The overhead conductors 
between the Service point and the first point of connection 
to the service-entrance conductors at the building or other 
structure. 

Service Conductors, Underground. The underground 
conductors between the Service point and the first point of 
connection to the service-entrance conductors in a terminal 
box, meter, or other enclosure, inside or outside the build¬ 
ing wall. 

Informational Note: Where there is no terminal box, 
meter, or other enclosure, the point of connection is consid- 
ered to be the point of entrance of the Service conductors 
into the building. 


Receptacle. A receptacle is a contact device installed at the 
outlet for the connection of an attachment plug. A single 
receptacle is a single contact device with no other contact 
device on the same yoke. A múltiple receptacle is two or 
more contact devices on the same yoke. 

Receptacle Outlet. An outlet where one or more recep- 
tacles are installed. 


Service Drop. The overhead conductors between the utility 
electric supply system and the Service point. 

Service-Entrance Conductors, Overhead System. The 

Service conductors between the termináis of the Service 
equipment and a point usually outside the building, clear of 
building walls, where joined by tap or splice to the Service 
drop or overhead Service conductors. 
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Service-Entrance Conductors, Underground System. 

The Service conductors between the termináis of the Service 
equipment and the point of connection to the Service lateral 
or underground Service conductors. 

Informational Note: Where Service equipment is located 
outside the building walls, there may be no service- 
entrance conductors or they may be entirely outside the 
building. 

Service Equipment. The necessary equipment, usually 
consisting of a circuit breaker(s) or switch(es) and fuse(s) 
and their accessories, connected to the load end of Service 
conductors to a building or other structure, or an otherwise 
designated area, and intended to constitute the main control 
and cutofif of the supply. 

Service Lateral. The underground conductors between the 
utility electric supply system and the Service point. 

Service Point. The point of connection between the facili- 
ties of the serving utility and the premises wiring. 

Informational Note: The Service point can be described as 
the point of demarcation between where the serving utility 
ends and the premises wiring begins. The serving utility 
generally specifies the location of the Service point based 
on the conditions of Service. 

Short-Circuit Current Rating. The prospective symmetri- 
cal fault current at a nominal voltage to which 
or system is able to be connected without 
age exceeding defined acceptance criteria. 

Show Window. Any window used or desi 
for the display of goods or advertisi 
is fully or partly enclosed or ent^w operi" 
whether or not it has a platfornj^msed highe 
floor level. 

Signaling Circuit. Any electi 
naling equipment. 

[ROP 4-8a] 

Special Permission. The written consent of the authority 
having jurisdiction. 



Surge-Protective Device (SPD). A protective device for 
limiting transient voltages by diverting or limiting surge 
current; it also prevenís continued flow of follow current 
while remaining capable of repeating these functions and is 
designated as follows: 

Type 1: Permanently connected SPDs intended for in- 
stallation between the secondary of the Service transformer 
and the line side of the Service disconnect overcurrent 
device. 

Type 2: Permanently connected SPDs intended for in- 
stallation on the load side of the Service disconnect over¬ 
current device, including SPDs located at the branch panel. 

Type 3: Point of utilization SPDs. 

Type 4: Component SPDs, including discrete compo- 
nents, as well as assemblies. 

For further information on Type 1 
ype 4 SPDs, see UL 1449, Standard 

Switc olatión. A manually operated device 

used^ a with a transfer switch to provide a 

^fcly connecting load conductors to a power 
r disconnecting the transfer switch. 

^ Si itch,^^reral-Use. A switch intended for use in general 
¡¿bution^fci branch circuits. It is rated in amperes, and 
af interrupting its rated current at its rated 

>vitch, General-Use Snap. A form of general-use switch 
kpstructed so that it can be installed in device boxes or on 
Jbox covers, or otherwise used in conjunction with wiring 
systems recognized by this Code. 

Switch, Isolating. A switch intended for isolating an elec- 
trical circuit from the source of power. It has no interrupt¬ 
ing rating, and it is intended to be operated only after the 
circuit has been opened by some other means. 

Switch, Motor-Circuit. A switch rated in horsepower that 
is capable of interrupting the máximum operating overload 
current of a motor of the same horsepower rating as the 
switch at the rated voltage. 



Structure. That which is built or constructed. 

Substation. An enclosed assemhlage of equipment (e.g., 
switches, interrupting devices, circuit breakers, buses, and 
transformers) under the control of qualified persons, 
through which electric energy is passed for the purpose of 
distribution, switching, or modifying its characteristics. 
[ROP 4-10, ROP 9-8a] 

Surge Arresten A protective device for limiting surge volt- 
ages by discharging or bypassing surge current; it also pre¬ 
venís continued flow of follow current while remaining ca¬ 
pable of repeating these functions. 


Switch, Transfer. An automatic or nonautomatic device for 
transferring one or more load conductor connections from 
one power source to another. 

Switchboard. A large single panel, frame, or assembly of 
panels on which are mounted on the face, back, or both, 
switches, overcurrent and other protective devices, buses, 
and usually instruments. Switchboards are generally acces- 
sible from the rear as well as from the front and are not 
intended to be installed in cabinets. 

Switchgear. An assembly completely enclosed on all sides 
and top with sheet metal (except for ventilating openings 
and inspection Windows) and containing primary power cir- 
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cuit switching, interrupting devices, or both, with buses and 
connections. The assembly may inelude control and auxil- 
iary devices. Access to the interior of the enclosure is pro- 
vided by doors, removable covers, or both. 

Informational Note: All switchgear subject to NEC re- 
quirements is metal enclosed. Switchgear rated below 600 
(or 1000) volts may be identified as “Low-Voltage Power 
Circuit Breaker Switchgear”. Switchgear rated over 1000 
volts may be identified as “Metal-Enclosed Switchgear” or 
“Metal-Ciad Switchgear”. Switchgear is available in non- 
arc-resistant or arc-resistant constructions. [ROP 9-7] 


Voltage, Nominal. A nominal valué assigned to a circuit or 
system for the purpose of conveniently designating its volt- 
age class (e.g., 120/240 volts, 480Y/277 volts, 600 volts). 

Informational Note No. 1: The actual voltage at which a 
circuit operates can vary from the nominal within a range 
that permits satisfactory operation of equipment. [ROP 
1-68] 

Informational Note No. 2: See ANSI C84.1-2006, Voltage 
Ratings for Electric Power Systems and Equipment (60 
Hz). [ROP 1-68] 


Thermal Protector (as applied to motors). A protective 
device for assembly as an integral part of a motor or motor- 
compressor that, when properly applied, proteets the motor 
against dangerous overheating due to overload and failure 
to start. 

Informational Note: The thermal protector may consist of 
one or more sensing elements integral with the motor or 
motor-compressor and an extemal control device. 

Thermally Protected (as applied to motors). The words 
Thermally Protected appearing on the nameplate of a motor 
or motor-compressor indicate that the motor is provided * 
with a thermal protector. 

Ungrounded. Not connected to ground or to a con 
body that extends the ground connection. 

Uninterruptible Power Supply. A power sur 
provide altemating current power to a 
of time in the event of a power failur 

Informational Note: In addition, 
constant voltage and frequeney suppl 
the effeets of voltage and frac 

Utility-Interactive Invertir An inveW 

in parallel with an elecff^Kutility to sup 
that may deliver power toT^^itility. 

Utilization Equipment. Equip 
energy for electronic, electromeclT^ 
lighting, or similar purposes. 

Yentilated. Provided with a means to permit circulation of 
air sufficient to remo ve an excess of heat, fumes, or vapors. 
Yolatile Flammable Liquid. A flammable liquid having a 
flash point below 38°C (100°F), or a flammable liquid 
whose temperatura is above its flash point, or a Class II 
combustible liquid that has a vapor pressure not exceeding 
276 kPa (40 psia) at 38°C (100°F) and whose temperatura 
is above its flash point. 



Voltage to Ground. For grounded circuits, the voltage be- 
tween the given conductor and that point or conductor of 
the circuit that is grounded; for ungrounded circuits, the 
greatest voltage between the given conductor and any other 
conductor of the circuit. 

!onstructed so that moisture will not enter the 
:r specified test conditions. 

instructed or protected so that exposure 
it interfere with successful operation. 

InfraAational Note: Rainproof, raintight, or watertight 
>ent can fulfill the requirements for weatherproof 
varying weather conditions other than wetness, such 
:, dust, or temperatura extremes, are not a factor. 

er 600 Volts, Nominal 


pat utilizes electric 
pal, Chemical, heating, 


Part II contains definitions applicable only to the articles 
and parts of articles specifically covering installations and 
equipment operating at over 600 volts, nominal. [ROP 
1-72] 

The definitions in Part I are intended to apply wherever 
the terms are used throughout this Code. The definitions in 
Part II are applicable only to articles and parts of the ar¬ 
ticles specifically covering installations and equipment op¬ 
erating at over 600 volts, nominal. [ROP 1-72] 
Electronically Actuated Fuse. An overcurrent protective 
device that generally consists of a control module that pro¬ 
vides current sensing, electronically derived time-current 
characteristics, energy to initiate tripping, and an interrupt¬ 
ing module that interrupts current when an overcurrent oc- 
curs. Electronically actuated fuses may or may not opérate 
in a current-limiting fashion, depending on the type of con¬ 
trol selected. 

Fuse. An overcurrent protective device with a circuit- 
opening fusible part that is heated and severed by the pas- 
sage of overcurrent through it. 


Voltage (of a circuit). The greatest root-mean-square (rms) 
(effective) difference of potential between any two conduc¬ 
tora of the circuit concemed. 

Informational Note: Some systems, such as 3-phase 
4-wire, single-phase 3-wire, and 3-wire direct current, may 
have various circuits of various voltages. 


Informational Note: A fuse comprises all the parts that 
form a unit capable of performing the prescribed functions. 

It may or may not be the complete device necessary to 
connect it into an electrical circuit. 

Controlled Vented Power Fuse. A fuse with provisión for 
controlling discharge circuit interruption such that no solid 
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material may be exhausted into the surrounding atmo- 
sphere. 

Informado nal Note: The fuse is designed so that dis- 
charged gases wiO not ignite or damage insulation in the 
path of the discharge or propágate a flashover to or between 
grounded members or conduction members in the path of 
the discharge where the distance between the vent and such 
insulation or conduction members conforms to manufactur¬ 
era recommendations. 

Expulsión Fuse Unit (Expulsión Fuse). A vented fuse unit 
in which the expulsión effect of gases produced by the are 
and lining of the fuseholder, either alone or aided by a 
spring, extinguishes the are. 

Nonvented Power Fuse. A fuse without intentional provi¬ 
sión for the escape of are gases, liquids, or solid particles to 
the atmosphere during circuit interruption. 

Power Fuse Unit. A vented, nonvented, or controlled 
vented fuse unit in which the are is extinguished by being 
drawn through solid material, granular material, or liquid, 
either alone or aided by a spring. 

Vented Power Fuse. A fuse with provisión for the escape 
of are gases, liquids, or solid particles to the surrounding 
atmosphere during circuit interruption. 


Múltiple Fuse. An assembly of two or more single-pole' 
fuses. 

Switching Device. A device designed to cióse, 
both, one or more electrical circuits. 

Circuit Breaker. A switching device capí 
carrying, and interrupting currents under 
conditions, and also of making, cara 
time, and interrupting currents 
circuit conditions, such as thos^^r short circH^ 

Cutout. An assembly of a fuse^»x>rt with ei«r a fuse¬ 
holder, fuse carrier, or disconnectingkfcide. Tb^ruseholder 
or fuse carrier may inelude a conductn^fck»m (fuse link) 
or may act as the disconnecting blade inclusión of a 

nonfusible member. 

Disconnecting Means. A device, group of devices, or 
other means whereby the conductors of a circuit can be 
disconnected from their source of supply. 

Disconnecting (or Isolating) Switch (Disconnector, Isola- 
tor). A mechanical switching device used for isolating a 
circuit or equipment from a source of power. 

Interrupter Switch. A switch capable of making, carrying, 
and interrupting specified currents. 

Oil Cutout (Oil-Filled Cutout). A cutout in which all or 
part of the fuse support and its fuse link or disconnecting 
blade is mounted in oil with complete immersion of the 
contacts and the fusible portion of the conducting element 
(fuse link) so that are interruption by severing of the fuse 
link or by opening of the contacts will occur under oil. 


Oil Switch. A switch having contacts that opérate under oil 
(or askarel or other suitahle liquid). 

Regulator Bypass Switch. A specific device or combina- 
tion of devices designed to bypass a regulator. 


ARTICLE 110 

Requirements for Electrical Installations 


I. General 

110.1 Scope. This article covers general requirements for 
the examination ant^pproval, installation and use, access 
to and spaces at^Ér electrical conductors and equipment; 
enclosures inte^i^^or personnel entry; and tunnel instal¬ 
lations. 

rmative Annex J for informa- 
lity design. [ROP l-191a] 

roval. The conductors and equipment required 
i ^by this Code shall be acceptable only if ap- 

ial Note: See 90.7, Examination of Equipment 
afety, and 110.3, Examination, Identification, Installa- 
and Use of Equipment. See definitions of Approved, 
Identified, Labeled, and Listed. 

^110.3 Examination, Identiñcation, Installation, and Use 
of Equipment. 

(A) Examination. In judging equipment, considerations 
such as the following shall be evaluated: 

(1) Suitability for installation and use in conformity with 
the provisions of this Code 

Informational Note: Suitability of equipment use may be 
identified by a description marked on or provided with a 
product to identify the suitability of the product for a spe¬ 
cific purpose, environment, or application. Special condi¬ 
tions of use or other limitations and other pertinent infor- 
mation may be marked on the equipment, included in the 
product instructions, or included in the appropriate listing 
and labeling information. Suitability of equipment may be 
evidenced by listing or labeling. 

(2) Mechanical strength and durability, including, for parts 
designed to endose and protect other equipment, the 
adequacy of the protection thus provided 

(3) Wire-bending and connection space 

(4) Electrical insulation 

(5) Heating effeets under normal conditions of use and also 
under abnormal conditions likely to arise in Service 

(6) Arcing effeets 



70-36 


NATIONAL ELECTRICAL CODE 2014 Edition 





ARTICLE 110 —REQUIREMENTS FOR ELECTRICAL INST A!. I.ATTONS 


110.13 


(7) Classification by type, size, voltage, current capacity, 
and specific use 

(8) Other factors that contribute to the practical safeguard- 
ing of persons using or likely to come in contact with 
the equipment 

(B) Installation and Use. Listed or labeled equipment 
shall be installed and used in accordance with any instruc- 
tions included in the listing or labeling. 

110.4 Yoltages. Throughout this Code, the voltage consid¬ 
erad shall be that at which the Circuit operates. The voltage 
rating of electrical equipment shall not be less than the 
nominal voltage of a circuit to which it is connected. 


of the circuit. This fault shall be assumed to be either be- 
tween two or more of the circuit conductors or between any 
circuit conductor and the equipment grounding conduc¬ 
tores) permitted in 250.118. Listed equipment applied in 
accordance with their listing shall be considerad to meet the 
requirements of this section. 

110.11 Deteriorating Agents. Unless identified for use in 
the operating environment, no conductors or equipment 
shall be located in damp or wet locations; where exposed to 
gases, fumes, vapors, liquids, or other agents that have a 
deteriorating effect on the conductors or equipment; or 
where exposed to excessive temperaturas. 

Informational Note No. 1: See 300.6 for protection against 

corrosión. 


110.5 Conductors. Conductors normally used to carry cur¬ 
rent shall be of copper unless otherwise provided in this 
Code. Where the conductor material is not specified, the 
material and the sizes given in this Code shall apply to 
copper conductors. Where other materials are used, the size 
shall be changed accordingly. 


110.6 Conductor Sizes. Conductor sizes are expre: 
American Wire Gage (AWG) or in circular mils. 



Informatio|^Note No. 2: Some cleaning and lubricating 
compouj^^can cause severe deterioration of many plástic 
:d for insulating and structural applications in 

luipment n^Rdentiíied for outdoor use and equipment 
tentified only for í^por use, such as “dry locations,” “in- 
door jj^bnly,” “damp locations,” or enclosure Types 1, 2, 
12K, and/or 13, shall be protected against damage 
the weather during construction. 

[ational Note No. 3: See Table 110.29 for appropriate 
■type designations. 


110.7 Wiring Integrity. Completed wii 
shall be free from short circuits, groum 
nections to ground other than as reqmAj or pen 
where in this Code. 

110.8 Wiring Methods. Ou^^'irin^tictli^k recognized 
as suitable are included ii^Ws Code. T^^recofked meth¬ 
ods of wiring shall be poKitted to he it^klled in any type 
of building or occupancy, okgpt as otheMúse provided ii 
this Code. 

110.9 Interrupting Rating. EquijURent intended to inter- 
rupt current at fault levels shall have an interrupting rating 
sufficient for the nominal circuit voltage and the current 
that is available at the line termináis of the equipment. 

[ROP l-85a] 

Equipment intended to interrupt current at other than 
fault levels shall have an interrupting rating at nominal 
circuit voltage sufficient for the current that must be inter- 
rupted. [ROP l-85a] 

110.10 Circuit Impedance, Short-Circuit Current Rat- 
ings, and Other Characteristics. The overcurrent protec- 
tive devices, the total impedance, the equipment short- 
circuit current ratings, and other characteristics of the 
circuit to be protected shall be selected and coordinated to 
permit the circuit protective devices used to clear a fault to 
do so without extensive damage to the electrical equipment 


110.12 Mechanical Execution of Work. Electrical equip¬ 
ment shall be installed in a neat and workmanlike manner. 

Informational Note: Accepted industry practices are de- 
scribed in ANS1/NECA 1-2010, Standard Practice ofGood 
Workmanship in Electrical Construction, and other ANSI- 
approved installation standards. [ROP 1-90] 

(A) Unused Openings. Unused openings, other than those 
intended for the operation of equipment, those intended for 
mounting purposes, or those permitted as part of the design 
for listed equipment, shall he closed to afford protection 
substantially equivalent to the wall of the equipment. 
Where metallic plugs or plates are used with nonmetallic 
enclosures, they shall be recessed at least 6 mm ('A in.) 
from the outer surface of the enclosure. 

(B) Integrity of Electrical Equipment and Connections. 

Intemal parts of electrical equipment, including busbars, 
wiring termináis, insulators, and other surfaces, shall not be 
damaged or contaminated by foreign materials such as 
paint, plaster, cleaners, abrasives, or corrosive residues. 
There shall be no damaged parts that may adversely affect 
safe operation or mechanical strength of the equipment 
such as parts that are hroken; bent; cut; or deteriorated by 
corrosión, Chemical action, or overheating. 

110.13 Mounting and Cooling of Equipment. 

(A) Mounting. Electrical equipment shall be firmly se- 
cured to the surface on which it is mounted. Wooden plugs 
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driven into holes in masonry, concrete, plaster, or similar 
materials shall not be used. 

(B) Cooling. Electrical equipment that depends on the 
natural circulation of air and convection principies for cool¬ 
ing of exposed surfaces shall be installed so that room 
airflow over such surfaces is not prevented by walls or by 
adjacent installed equipment. For equipment designed for 
floor mounting, clearance between top surfaces and adja¬ 
cent surfaces shall be provided to dissipate rising warm air. 

Electrical equipment provided with ventilating open- 
ings shall be installed so that walls or other obstructions do 
not prevent the free circulation of air through the equip¬ 
ment. 

110.14 Electrical Connections. Because of different char- 
acteristics of dissimilar metáis, devices such as pressure 
terminal or pressure splicing connectors and soldering lugs 
shall be identified for the material of the conductor and 
shall be properly installed and used. Conductors of dissimi¬ 
lar metáis shall not be intermixed in a terminal or splicing 
connector where physical contact occurs between dissimilar 
conductors (such as copper and aluminum, copper and 
copper-clad aluminum, or aluminum and copper-clad alu¬ 
minum), unless the device is identified for the purpose ancM 
conditions of use. Materials such as solder, fluxes, inhibi-1 
tors, and compounds, where employed, shall be suitable for 
the use and shall be of a type that will not adverjg 
the conductors, installation, or equipment. 

Connectors and termináis for conducto 
stranded than Class B and Class C strandir^ 

Chapter 9, Table 10, shall be idendfjgj^fo 
conductor class or classes. 



(A) Termináis. Connection of conductorsró terminal parts 
shall ensure a thoroughly good connection without damag- 
ing the conductors and shall be made by means of pressure 
connectors (including set-screw type), solder lugs, or 
splices to flexible leads. Connection by means of wire- 
binding screws or studs and nuts that have uptumed lugs or 
the equivalent shall be permitted for 10 AWG or smaller 
conductors. 

Termináis for more than one conductor and termináis 
used to connect aluminum shall be so identified. 


tors shall he covered with an insulation equivalent to that of 
the conductors or with an identified insulating device. 

[ROP 1-96] 

Wire connectors or splicing means installed on conduc¬ 
tors for direct burial shall be listed for such use. 

(C) Temperature Limitations. The temperature rating as- 
sociated with the ampacity of a conductor shall be selected 
and coordinated so as not to exceed the lowest temperature 
rating of any connected termination, conductor, or device. 
Conductors with temperature ratings higher than specified 
for terminations shall be permitted to be used for ampacity 
adjustment, correction, or both. 

(1) Equipment Provisions. The determination of termina¬ 
tion provisions of equipment shall be based on 
110.14(C)(l)(a) ov^0(\)Qo). Unless the equipment is listed 
and marked otht^Wse, conductor ampacities used in deter- 
mining equim»n^MTiination provisions shall be based on 
Table 3 lri^(B)(lo[^as appropriately modified by 
310.15^ÉP/). Table 4fflfc^)(l) ampacities shall be used 
for Afirole cords and cabra§HROP 1-98] 

^_mation provisions of equipment for circuits 
rated^®wnperes or less, or marked for 14 AWG through 
^1 AWG^^ductors, shall be used only for one of the fol- 

rated 60°C (140°F). 

Conductors with higher temperature ratings, provided 
the ampacity of such conductors is determined based 
on the 60°C (140°F) ampacity of the conductor size 
used. 

(3) Conductors with higher temperature ratings if the 
equipment is listed and identified for use with such 
conductors. 

(4) For motors marked with design letters B, C, or D, con¬ 
ductors having an insulation rating of 75°C (167°F) or 
higher shall be permitted to be used, provided the am¬ 
pacity of such conductors does not exceed the 75°C 
(167°F) ampacity. 

(b) Termination provisions of equipment for circuits 
rated over 100 amperes, or marked for conductors larger 
than 1 AWG, shall be used only for one of the foliowing: 

(1) Conductors rated 75°C (167°F) 

(2) Conductors with higher temperature ratings, provided 
the ampacity of such conductors does not exceed the 
75°C (167°F) ampacity of the conductor size used, or 
up to their ampacity if the equipment is listed and iden¬ 
tified for use with such conductors 


(B) Splices. Conductors shall be spliced or joined with 
splicing devices identified for the use or by brazing, weld- 
ing, or soldering with a fusible metal or alloy. Soldered 
splices shall first be spliced or joined so as to be mechani- 
cally and electrically secure without solder and then be 
soldered. All splices and joints and the free ends of conduc- 


(2) Sepárate Connector Provisions. Separately installed 
pressure connectors shall be used with conductors at the 
ampacities not exceeding the ampacity at the listed and 
identified temperature rating of the connector. 

Informational Note: With respect to 110.14(C)(1) and 
(C)(2), equipment markings or listing information may ad- 
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ditionally restrict the sizing and temperatura ratings of con- Informational Note: For hazardous (classified) locations, 

nected conductors. see Articles 500 through 517. For motors, see 430.14. 


110.15 High-Leg Marking. On a 4-wire, delta-connected 
system where the midpoint of one phase winding is 
grounded, only the conductor or busbar having the higher 
phase voltage to ground shall be durahly and permanently 
marked by an outer finish that is orange in color or by other 
effective means. Such identification shall be placed at each 
point on the system where a connection is made if the 
grounded conductor is also present. 


110.19 Light and Power from Railway Conductors. Cir- 
cuits for lighting and power shall not be connected to any 
system that contains trolley wires with a ground retum. 

Exception: Such Circuit connections shall be permitted in 
car houses, power houses, or passenger andfreight stations 
operated in connection with electric railways. 

110.21 Marking. 


110.16 Are-Flash Hazard Warning. Electrical equipment, 
such as switchboards, switchgear, panelboards, industrial 
control panels, meter socket enclosures, and motor control 
centers, that are in other than dwelling units, and are likely 
to require examination, adjustment, servicing, or mainte- 
nance while energized shall be field or factory marked to 
warn qualified persons of potential electric are flash haz- 
ards. The marking shall meet the requirements in 110.21(B) 
and shall be located so as to be clearly visible to qualified 
persons before examination, adjustment, servicing, or 
maintenance of the equipment. [ROP 9-14a, ROP 1-102, 
ROP 1-105, ROP 1-107] 

Informational Note No. 1: NFPA 70E-2012, Standai 
Electrical Safety in the Workplace, provides guidance 
as determining severity of potential exposure, planning 
work practices, are flash labeling and selt 
protective equipment. [ROP 1-109] 

Informational Note No. 2: ANSI Z 
Safety Signs and Labels, provides guie 
of safety signs and labels for applicatiom 

110.17 Working Space jánndng^^mip¡}®L working 
space required elsewher^Pthis code s^^be field marked 
to indicate the working s^^krequired. The marking shall 
be located to be clearly visiblfcnd shaU^^ permitted to be 
on or adjacent to the equipment^^j^Pirking shall inelude 

CAUTION! AREA IN FRONT OF ELECTRICAL EQUIP- 
MENT SHALL BE KEPT CLEAR FOR DEPTH: WIDTH: 
HEIGHT: 

The marking shall also inelude the dimensions of the 
depth, width, and height required to be kept clear for the 
working space. It shall be permitted to use one marking for 
múltiple ítems of equipment as long as the marking is vis¬ 
ible from the working space for each item of equipment. 
The markings shall meet the requirements of 110.21(B). 
[ROP 1-110] 




(A) Manufacturer Markings. The manufacturar’s ñame, 
trademark, or other descriptive marking by which the orga- 
nization responsible for the product can be identified shall 
be placed on^l electrical equipment. Other markings that 
indicate current, wattage, or other ratings shall be 

provided as specified elsewhere in this Code. The marking 
or laréfi shal^^k of sufficient durability to withstand the 
“bnment in^^ed. [ROP 1-114] 

TB) Fiel^l-Applied Markings. Where caution, warning, or 
dgns or labels are required by this Code, the labels 
meet the following requirements. [ROP 1-114] 
(lj^fce following colors shall be used for the hazard la- 

bi¡^[ROP 1-114] 

DANGER Label: Black text, with white and red 
background [ROP 1-114] 

b. WARNING Label: Black text with white and orange 
background [ROP 1-114] 

c. CAUTION Label: Black text with yellow and white 
background [ROP 1-114] 

(2) The label shall be permanently affixed to the equipment 
or wiring method and shall not be hand written. [ROP 
1-114] 

(3) The label shall be suitable for the environment where it 
is installed. [ROP 1-114] 

Informational Note: ANSI Z535.4-2011, Product Safety 
Signs and Labels, provides guidelines for the design and 
durability of safety signs and labels for application to elec¬ 
trical equipment. This standard provides more specific in- 
formation related to suitable font sizes, colors, various sym- 
bols and location requirements for labels. [ROP 1-114] 

110.22 Identification of Disconnecting Means. 

(A) General. Each disconnecting means shall be legibly 
marked to indicate its purpose unless located and arranged 
so the purpose is evident. The marking shall be of sufficient 
durability to withstand the environment involved. 


110.18 Arcing Parts. Parts of electrical equipment that in 
ordinary operation produce ares, sparks, ñames, or molten 
metal shall be enclosed or separated and isolated from all 
combustible material. 


(B) Engineered Series Combination Systems. Equipment 
enclosures for circuit breakers or fuses applied in compli- 
ance with series combination ratings selected under engi- 
neering supervisión in accordance with 240.86(A) shall be 
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legibly marked in the field as directed by the engineer to 
indícate the equipment has been applied with a series com- 
bination rating. The marking shall meet the requirements in 
110.21(B) and shall be readily visible and State the follow- 
ing: [ROP 1-117] 


110.25 Lockable Disconnecting Means. Where a discon- 
necting means is required to be lockable open, elsewhere in 
this Code, it shall be capable of being locked in the open 
position. The provisions for locking shall remain in place 
with or without the lock installed. [ROP 1-130] 


CAUTION — ENGINEERED SERES COMBINA¬ 
RON SYSTEM RATED _AMPERES. IDENTI- 

F TE D REPLACEMENT COMPONENTS REQUIRED. 

(C) Tested Series Combination Systems. Equipment en- 
closures for circuit breakers or fuses applied in compliance 
with the series combination ratings marked on the equip¬ 
ment by the manufacturer in accordance with 240.86(B) 
shall be legibly marked in the field to indícate the equip¬ 
ment has been applied with a series combination rating. 
The marking shall meet the requirements in 110.21(B) and 
shall be readily visible and State the following: [ROP 
1-117] 

CAUTION — SERES COMBINATION SYSTEM 

RATED_AMPERES. TDENTTFTED REPLACEMENT 

COMPONENTS REQUIRED. 


110.23 Current Transformers. Unused current transform- 
ers associated with potentially energized circuits shall 
short-circuited. 


110.24 Available Fault Current. 

(A) Field Marking. Service equipment 
dwelling units shall be legibly marked in 
máximum available fault current. The field 
inelude the date the fault current cali 
and be of sufficient durability to 
involved. 

Informational Note: Are flash ha^^^nalysis 
is available in NFPA 70E-2012, StóikuT/ fn^Klectrical 
Safety in the Workplace. Máximum ava^kk®uilt current 
at the Service is intended for application to^ne interrupting 
ratings of equipment and not for are flash hazard analysis. 
[ROP 1-121] 

(B) Modifications. When modifications to the electrical 
installation occur that afifect the máximum available fault 
current at the Service, the máximum available fault current 
shall be verified or recalculated as necessary to ensure the 
Service equipment ratings are sufficient for the máximum 
available fault current at the fine termináis of the equip¬ 
ment. The required field marking(s) in 110.24(A) shall be 
adjusted to reflect the new level of máximum available 
fault current. 

Exception: The field marking requirements in 110.24(A) 
and 110.24(B) shall not be required in industrial installa- 
tions where conditions of maintenance and supervisión en¬ 
sure that only qualified persons Service the equipment. 


110.26 Ground-Fault and Arc-Fault Circuit Interrupter 
Receptacles. Ground-fault circuit-interrupter receptacles 
and outlet branch circuit type arc-fault circuit-interrupter 
receptacles shall be installed in a readily accessible loca- 
tion. [ROP 1-131] 

Informational Note: Locating GFCI and outlet branch cir¬ 
cuit type AFCI receptacles in a readily accessible location 
will facilítate the periodic testing required by the product 
instructions. [ROP 1-131] 


II. 600 Volts, i 

110.27 S AboilS&lectrical Equipment. Access and 
workiruá shall be^^^ided and maintained about all 
eleclfflKü ment to pemPt ready and safe operation and 
such equipment. 

VV(R®uig Space. Working space for equipment operat- 
at 60(^klts, nominal, or less to ground and likely to 
:amSution, adjustment, servicing, or maintenance 
ized shall comply with the dimensions of 
,27(A)(1), (A)(2), and (A)(3) or as required or permitted 
where in this Code. 

Depth of Working Space. The depth of the working 
space in the direction of live parts shall not be less than that 
specified in Table 110.27(A)(1) unless the requirements of 
110.27(A)(l)(a), (A)(l)(b), or (A)(l)(c) are met. Distances 
shall be measured from the exposed live parts or from the 
enclosure or opening if the live parts are enclosed. 



Table 110.27(A)(1) Working Spaces 


Nominal 
Voltage to 
Ground 


Minimum Clear Distance 


Condition 1 Condition 2 

Condition 3 

0-150 

914 m 

m (3 ft) 914 mm (3 ft) 

914 m 

m (3 ft) 

151-600 

914 m 

m (3 ft) 1.07 m (3 ft 

6 in.) 

1.22 r 

n (4 ft) 


Note: Where the conditions are as follows: 

Condition 1 — Exposed live parts on one side of the working space 
and no live or grounded parts on the other side of the working space, 
or exposed live parts on both sides of the working space that are 
efiectively guarded by insulating materials. 

Condition 2 — Exposed Uve parts on one side of the working space 
and grounded parts on the other side of the working space. Concrete, 
brick, or tile walls shall be considered as grounded. 

Condition 3 — Exposed live parts on both sides of the working 
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(a) Dead-Front Assemblies. Working space shall not be 
required in the back or sides of assemblies, such as dead- 
front switchboards, switchgear, or motor control centers, 
where all connections and all renewable or adjustable parts, 
such as fuses or switches, are accessible from locations 
other than the back or sides. Where rear access is required 
to work on nonelectrical parts on the back of enclosed 
equipment, a minimum horizontal working space of 
762 mm (30 in.) shall be provided. [ROP 9-14b] 

(b) Low Voltage. By special permission, smaller work¬ 
ing spaces shall be permitted where all exposed live parts 
opérate at not greater than 30 volts rms, 42 volts peak, or 
60 volts de. 

(c) Existing Buildings. In existing buildings where 
electrical equipment is being replaced, Condition 2 working 
clearance shall be permitted between dead-front switch¬ 
boards, switchgear, panelboards, or motor control centers 
located across the aislé from each other where conditions of 
maintenance and supervisión ensure that written procedures 
have been adopted to prohibit equipment on both sides of 
the aislé from being open at the same time and qualified 
persons who are authorized will Service the installation. 
[ROP 9-14b] 

(2) Width of Working Space. The width of the v 
space in front of the electrical equipment shall be the^ 
of the equipment or 762 mm (30 in.), whichever is grS 
In all cases, the work space shall permit at loaste 9 0 de<^ 
opening of equipment doors or hinged n 

(3) Height of Working Space. Th^ 

clear and extend from the grade, flex 
height of 2.0 m (6V2 ft) or th#4teight of^be equipment, 
whichever is greater. Within'i^height rcq u í^kents of this 
section, other equipmen^Kt is associaWk witn^ne electri¬ 
cal installation and is loclkLabove or b| 
equipment shall be permi^^bto extejJ 
150 mm (6 in.) beyond the fr! 
ment. 

Exception No. 1: In existing dwelling units, Service equip¬ 
ment or panelboards that do not exceed 200 amperes shall 
be permitted in spaces where the height of the working 
space is less than 2.0 m (6V2ft). 

Exception No. 2: Meters that are installed in meter sock- 
ets shall be permitted to extend beyond the other equip¬ 
ment. The meter socket shall be required tofollow the rules 
of this section. 

(B) Clear Spaces. Working space required by this section 
shall not be used for storage. When normally enclosed live 
parts are exposed for inspection or servicing, the working 
space, if in a passageway or general open space, shall be 
suitably guarded. 

(C) Entrance to and Egress from Working Space. 


v the electrical 
f not more than 
í electrical equip- 


(1) Minimum Required. At least one entrance of suffi- 
cient area shall be provided to give access to and egress 
from working space about electrical equipment. 

(2) Large Equipment. For equipment rated 1200 amperes 
or more and over 1.8 m (6 ft) wide that contains overcur- 
rent devices, switching devices, or control devices, there 
shall be one entrance to and egress from the required work¬ 
ing space not less than 610 mm (24 in.) wide and 2.0 m 
(6V2 ft) high at each end of the working space. 

A single entrance to and egress from the required work¬ 
ing space shall be permitted where either of the conditions 
in 110.27(C)(2)(a) or (C)(2)(b) is met. 

(a) Unobstructed Egress. Where the location permits a 
continuous and unobstructed way of egress travel, a single 
entrance to tí^^vorking space shall be permitted. 

(b) Working Space. Where the depth of the 
workii^i^^^is twice that required by 110.27(A)(l), a 

^ntranc®|rall be permitted. It shall be located such 
rute distancelfcm the equipment to the nearest edge of 
Pe entrance is not^^ts than the minimum clear distance 
Lspecif*rin Tahle 110.27(A)(1) for equipment operating at 
Ktltage and in that condition. 

>onnel Doors. Where equipment rated 800 A or 
í contains overcurrent devices, switching devices, 
Bitrol devices is installed and there is a personnel 
door(s) intended for entrance to and egress from the work¬ 
ing space less than 7.6 m (25 ft) from the nearest edge of 
the working space, the door(s) shall open in the direction of 
egress and be equipped with listed panic hardware. [ROP 
l-143a, ROP 1-145] 

(D) Illumination. Illumination shall be provided for all 
working spaces about Service equipment, switchboards, 
switchgear, panelboards, or motor control centers installed 
indoors and shall not be controlled by automatic means 
only. Additional lighting outlets shall not be required where 
the work space is illuminated by an adjacent hght source or 
as permitted by 210.70(A)(1), Exception No. 1, for 
switched receptacles. [ROP 9-14] 

(E) Dedicated Equipment Space. All switchboards, 
switchgear, panelboards, and motor control centers shall be 
located in dedicated spaces and protected from damage. 

[ROP 9-14d] 

Exception: Control equipment that by its very nature or 
because of other rules of the Code musí be adjacent to or 
within sight of its operating machinery shall be permitted 
in those locations. 

(1) Indoor. Indoor installations shall comply with 
110.27(E)(l)(a) through (E)(l)(d). 

(a) Dedicated Electrical Space. The space equal to the 
width and depth of the equipment and extending from the 
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floor to a height of 1.8 m (6 ft) above the equipment or to 
the structural ceiling, whichever is lower, shall be dedicated 
to the electrical installation. No piping, ducts, leak protec- 
tion apparatus, or other equipment foreign to the electrical 
installation shall be located in this zone. 


so that persons are not likely to come into accidental 
contact with the live parts or to bring conducting ob- 
jects into contact with them. 

(3) By location on a suitable balcony, gallery, or platform 
elevated and arranged so as to exelude unqualified per- 


Exception: Suspended ceilings with removable panels shall 
be permitted within the 1.8-m (6-ft) zone. 

(b) Foreign Systems. The area above the dedicated 
space required by 110.27(E)(l)(a) shall be permitted to 
contain foreign systems, provided protection is installed to 
avoid damage to the electrical equipment from condensa- 
tion, leaks, or breaks in such foreign systems. 

(c) Sprinkler Protection. Sprinkler protection shall be 
permitted for the dedicated space where the piping com¬ 
piles with this section. 

(d) Suspended Ceilings. A dropped, suspended, or 
similar ceiling that does not add strength to the building 
structure shall not be considered a structural ceiling. 

(2) Outdoor. Outdoor installations shall comply with 
110.26(E)(2)(a) and (b). [ROP 1-155] 

(a) Installation Requirements. Outdoor electrical 
equipment shall be installed in suitable enclosures and shall 
be protected from accidental contact by unauthorized per-1 
sonnel, or by vehicular trafile, or by accidental spillage or 
leakage from piping systems. The working clearan ce sp ace 
shall inelude the zone described in 110.27(A), 
tural appurtenance or other equipment shall 
this zone. [ROP 1-155] 

(b) Dedicated Equipment Space. The 
the width and depth of the equipmet 
grade to a height of 1.8 m (6 ft) 
be dedicated to the electrical^Ktallation. 
other equipment foreign to the^^^trical ii 
be located in this zone. [ROP 

(F) Locked Electrical Equipment RolAÉrf Enclosures. 

Electrical equipment rooms or enclosures nousing electrical 
apparatus that are controlled hy a lock(s) shall be consid¬ 
ered accessible to qualified persons. 


(4) By elevation of 2.5 m (8 ft) or more above the floor or 
other working surface. 

(B) Prevent Physical Damage. In locations where electri¬ 
cal equipment is hkely to be exposed to physical damage, 
enclosures or guards shall be so arranged and of such 
strength as to prevent such damage. 

(C) Warning Signs. Entrances to rooms and other guarded 
locations that conta^exposed live parts shall be marked 
with conspicuous^Runing signs forbidding unqualified per¬ 
sons to enter^pB^^uking shall meet the requirements in 
110.21 (B) a 

e 430.232 and 430.233. 




lósure Types. Enclosures (other than surround- 
walls) of switchboards, switchgear, panel- 
control panels, motor control centers, 
enclosed switches, transfer switches, power 
íuit breakers, adjustable-speed drive systems, 
switches, portable power distribution equipment, 
boxes, general-purpose transformers, fire pump 
itrollers, fire pump motors, and motor controllers, rated 
íiot over 600 volts nominal and intended for such locations, 
shall be marked with an enclosure-type number as shown in 
Table 110.29. [ROP 9-14e] 

Table 110.29 shall be used for selecting these enclo¬ 
sures for use in specific locations other than hazardous 
(classified) locations. The enclosures are not intended to 
protect against conditions such as condensation, icing, cor¬ 
rosión, or contamination that may occur within the enclo- 
sure or enter via the conduit or unsealed openings. 


110.28 Guarding of Live Parts. 

(A) Live Parts Guarded Against Accidental Contact. 

Except as elsewhere required or permitted by this Code, 
live parts of electrical equipment operating at 50 volts or 
more shall be guarded against accidental contact by ap- 
proved enclosures or by any of the foliowing means: 

(1) By location in a room, vault, or similar enclosure that is 
accessible only to qualified persons. 

(2) By suitable permanent, substantial partitions or screens 
arranged so that only qualified persons have access to 
the space within reach of the live parts. Any openings 
in such partitions or screens shall be sized and located 


III. Over 600 Volts, Nominal 

110.30 General. Conductors and equipment used on cir- 
cuits over 600 volts, nominal, shall comply with Part I of 
this article and with 110.30 through 110.40, which supple- 
ment or modify Part I. In no case shall the provisions of 
this part apply to equipment on the supply side of the Ser¬ 
vice point. 

110.31 Enclosure for Electrical Installations. Electrical 
installations in a vault, room, or closet or in an area sur- 
rounded by a wall, screen, or fence, access to which is 
controlled by a lock(s) or other approved means, shall be 
considered to be accessible to qualified persons only. The 
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Table 110.29 Enclosure Selection 


For Outdoor Use 

Provides a Degree of - 

Protection Against the Enclosure-Type Number 

Foliowing Environmental - 

Conditions 3 3R 3S 3X 3RX 3SX 4 4X 6 6P 


Incidental contact with the X X 

enclosed equipment 

Rain, snow, and sleet X X 

Sleet* — — 

Windblown dust X — 


X 

X 

X 

X 


XXX 

XXX 
— — X 

X — X 


X X X X 

X X X X 


X X X X 


Hosedown 
Corrosive agents 
Temporary submersion 
Prolonged submersion 

Provides a Degree of 
Protection Against the 
Folio wing Environmental 
Conditions 

Incidental contact with the 
enclosed equipment 


Falling liquids and light 
splashing 


Circulating dust, lint, fibei 
and flyings 


Settling airbome dust, lint 
fibers, and flyings 


Hosedown and splashing 



XXX 
X — X 

— XX 

— — X 


12 12K 13 

XXX 

XXX 

XXX 

XXX 

XXX 


Oil and coolant seepage 


XXX 


Oil or coolant spraying and — — — — — — — — — X 

splashing 

Corrosive agents — — — X — — X — — — 

Temporary submersion — — — — — X X — — — 

Prolonged submersion — — — — — — X — — — 


*Mechanism shall be operable when ice covered. 

Informational Note No. 1: The term raintight is typically used in conjunction with Enclosure Types 3, 3S, 3SX, 3X, 4, 4X, 6, and 6P. The term 
rainproofis typically used in conjunction with Enclosure Types 3R, and 3RX. The term watertight is typically used in conjunction with Enclosure 
Types 4, 4X, 6, 6P. The term driptight is typically used in conjunction with Enclosure Types 2, 5, 12, 12K, and 13. The term dusttight is typically 
used in conjunction with Enclosure Types 3, 3S, 3SX, 3X, 5, 12, 12K, and 13. 

Informational Note No. 2: Ingress protection (IP) ratings may be found in ANSI/NEMA 60529, Degrees of Protection Provided by Enclosures. IP 
ratings are not a substitute for Enclosure Type ratings. 
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type of enclosure used in a given case shall be designed and 
constructed according to the nature and degree of the haz- 
ard(s) associated with the installation. 

For installations other than equipment as described in 
110.31(D), a wall, screen, or fence shall be used to endose 
an outdoor electrical installation to deter access by persons 
who are not qualified. A fence shall not be less than 2.1 m 
(7 ft) in height or a combination of 1.8 m (6 ft) or more of 
fence fabric and a 300-mm (1 -ft) or more extensión utiliz- 
ing three or more strands of barbed wire or equivaled. The 
distance from the fence to live parts shall be not less than 
given in Table 110.31. 

Table 110.31 Minimum Distance from Fence to Live Parts 


(4) Locks. Doors shall be equipped with locks, and doors 
shall be kept locked, with access allowed only to qualified 
persons. Personnel doors shall swing out and be equipped 
with panic bars, pressure plates, or other devices that are 
normally latched but that open under simple pressure. 

(5) Transformers. Where a transformer is installed in a 
vault as required by Article 450, the vault shall be con¬ 
structed in accordance with the requirements of Part III of 
Article 450. 

Informational Note No. 1: For additional information, see 
ANSI/ASTM E119-2011a, Methodfor Fire Tests ofBuild- 
ing Construction and Materials, and NFPA 80-2010, Stan¬ 
dard for Fire Doors and Other Opening Protectives. [ROP 
1-163] 


Nominal Voltage 

Minimum Distance to Live Parts 

m 

ft 

601 - 13,799 

3.05 

10 

13,800- 230,000 

4.57 

15 

Over 230,000 

5.49 

18 


Note: For clearances of conductors for specific system voltages and 
typical BIL ratings, see ANSI C2-2007, National Electrical Safety __ 
Code. 


Informational Note: See Article 450 for construction 
quirements for transformer vaults. 

(A) Electrical Vaults. Where an electrical M 
or specified for conductors and equipment op 
600 volts, nominal, the following shaj^mly. ^ 

(1) Walls and Roof. The wal^^mdroo^^dl í 
structed of materials that have^Equate strucwM strength 
for the conditions, with a mi ni re rating B 3 hours. 

For the purpose of this section, stiSBund t^pBoard con¬ 
struction shall not be permitted. 


(B) Indoor L 

(1) In Places Access’B flk to Unqualified Persons. Indoor 
electr^^installations tmnBe accessible to unqualified per¬ 
sons shall besfade with metal-enclosed equipment. Switch- 
geanBfiit s^^tations, transformers, pulí boxes, connection 
boxes^BBother similar associated equipment shall be 
yippropriate caution signs. Openings in venti- 
^transformers or similar openings in other 
ijaall be designed so that foreign ohjects inserted 
e openings are deflected from energized parts. 


f In Places Accessible to Qualified Persons Only. In- 
Boor electrical installations considered accessible only to 
qualified persons in accordance with this section shall com- 
ply with 110.34, 110.36, and 490.24. 

(C) Outdoor Installations. 

(1) In Places Accessible to Unqualified Persons. Outdoor 
electrical installations that are open to unqualified persons 
shall comply with Parts I, II, and III of Article 225. 


(2) Floors. The floors of vaults in contact with the earth 
shall be of concrete that is not less than 102 mm (4 in.) 
thick, but where the vault is constructed with a vacant 
space or other stories below it, the floor shall have adequate 
structural strength for the load imposed on it and a mini¬ 
mum fire resistance of 3 hours. 


(2) In Places Accessible to Qualified Persons Only. Out¬ 
door electrical installations that have exposed live parts 
shall be accessible to qualified persons only in accordance 
with the first paragraph of this section and shall comply 
with 110.34, 110.36, and 490.24. 


(3) Doors. Each doorway leading into a vault from the 
building interior shall be provided with a tight-fitting door 
that has a minimum fire rating of 3 hours. The authority 
having jurisdiction shall be permitted to require such a door 
for an exterior wall opening where conditions warrant. 

Exception to (1), (2), and (3): Where the vault is pro- 
tected with automatic sprinkler, water spray, carbón diox¬ 
ide, or halón, construction with a 1-hour rating shall be 
permitted. 


(D) Enclosed Equipment Accessible to Unqualified Per¬ 
sons. Ventilating or similar openings in equipment shall be 
designed such that foreign objects inserted through these 
openings are deflected from energized parts. Where ex¬ 
posed to physical damage from vehicular trafile, suitable 
guards shall be provided. Nonmetallic or metal-enclosed 
equipment located outdoors and accessible to the general 
public shall be designed such that exposed nuts or bolts 
cannot be readily removed, permitting access to live parts. 
Where nonmetallic or metal-enclosed equipment is acces- 
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sible to the general public and the bottom of the enclosure 
is less than 2.5 m (8 ft) above the floor or grade level, the 
enclosure door or hinged cover shall be kept locked. Doors 
and covers of enclosures used solely as pulí boxes, splice 
boxes, or junction boxes shall be locked, bolted, or screwed 
on. Underground box covers that weigh over 45.4 kg (100 
Ib) shall be considered as meeting this requirement. 

110.32 Work Space About Equipment. Sufficient space 
shall be provided and maintained about electrical equip¬ 
ment to permit ready and safe operation and maintenance 
of such equipment. Where energized parts are exposed, the 
minimum clear work space shall be not less than 2.0 m (6V2 
ft) high (measured vertically from the floor or platform) or 
not less than 914 mm (3 ft) wide (measured parallel to the 
equipment). The depth shall be as required in 110.34(A). In 
all cases, the work space shall permit at least a 90 degree 
opening of doors or hinged panels. 

110.33 Entrance to Enclosures and Access to Working 
Space. 

(A) Entrance. At least one entrance to enclosures for elec¬ 
trical installations as described in 110.31 not less than 
610 mm (24 in.) wide and 2.0 m (6V2 ft) high 
provided to give access to the working space about 
cal equipment. 

(1) Large Equipment. On switchge; 
exceeding 1.8 m (6 ft) in width, theru 
at each end of the equipment. 
required working space shall be per 
the conditions in 110.33(A)(D^ 

9-14g] ^ 

(a) Unobstructed El^yVhere the Bation permits a 
continuous and unobstructel^kay of eiBtravel, a single 
entrance to the working space sBUM^rmitted. 

(b) Extra Working Space. ^^Pere the depth of the 
working space is twice that required by 110.34(A), a single 
entrance shall be permitted. It shall be located so that the 
distance from the equipment to the nearest edge of the 
entrance is not less than the minimum clear distance speci- 
fied in Table 110.34(A) for equipment operating at that 
voltage and in that condition. 



(B) Access. Permanent ladders or stairways shall be pro¬ 
vided to give safe access to the working space around elec¬ 
trical equipment installed on platforms, balconies, or mez- 
zanine floors or in attic or roof rooms or spaces. 

110.34 Work Space and Guarding. 

(A) Working Space. Except as elsewhere required or per¬ 
mitted in this Code, equipment likely to require examina- 
tion, adjustment, servicing, or maintenance while energized 
shall have clear working space in the direction of access to 
live parts of the electrical equipment and shall be not less 
than specified in Table 110.34(A). Distances shall be mea¬ 
sured from the live parts, if such are exposed, or from the 
enclosure front or opening if such are enclosed. 

Exception: ymrking space shall not be required in back of 
equipmen^^Kh as switchgear or control assemblies where 
there are no renewable or adjustable parts (such asfuses or 
switci ^5 onn^back and where all connections are acces- 
*from locatm^^ther than the back. Where rear access 
required to nonelectrical parts on the back of 

enclo:^^equipment, a minimum working space of 762 mm 
horizontally shall be provided. [ROP 9-14h] 

10.34(A) Minimum Depth of Clear Working Space at 
Equipment 

íominal Minimum Clear Distance 

Voltage - 

to Ground Condition 1 Condition 2 Condition 3 


601-2500 V 

900 m 

un (3 ft) 

1.2 E 

a (4 ft) 

1.5 

m (5 ft) 

2501-9000 V 

1.2 n 

a (4 ft) 

1.5 E 

a (5 ft) 

1.8 

m (6 ft) 

9001-25,000 V 

1.5 n 

a (5 ft) 

1.8 E 

a (6 ft) 

2.8 

m (9 ft) 

25,001 y-15 kV 

1.8 n 

a (6 ft) 

2.5 e 

a (8 ft) 

3.0 

m (10 ft) 

Above 75 kV 

2.5 e 

a (8 ft) 

3.0 e 

a (10 ft) 

3.7 

m (12 ft) 


Note: Where the conditions are as follows: 

Condition 1 — Exposed live parts on one side of the working space 
and no live or grounded parts on the other side of the working space, 
or exposed live parts on both sides of the working space that are 
effectively guarded by insulating materials. 

Condition 2 — Exposed live parts on one side of the working space 
and grounded parts on the other side of the working space. Concrete, 
brick, or tile walls shall be considered as grounded. 

Condition 3 — Exposed live parts on both sides of the working 


(2) Guarding. Where bare energized parts at any voltage 
or insulated energized parts above 600 volts, nominal, to 
ground are located adj acent to such entrance, they shall be 
suitably guarded. 

(3) Personnel Doors. Where there is a personnel door(s) 
intended for entrance to and egress from the working space 
less than 7.6 m (25 ft) from the nearest edge of the working 
space, the door(s) shall open in the direction of egress and 
be equipped with listed panic hardware. [ROP l-169a] 


(B) Separation from Low-Voltage Equipment. Where 
switches, cutouts, or other equipment operating at 600 
volts, nominal, or less are installed in a vault, room, or 
enclosure where there are exposed live parts or exposed 
wiring operating at over 600 volts, nominal, the high- 
voltage equipment shall be effectively separated from the 
space occupied by the low-voltage equipment by a suitable 
partition, fence, or screen. 

Exception: Switches or other equipment operating at 600 
volts, nominal, or less and serving only equipment within 
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the high-voltage vault, room, or enclosure shall be permit- 
ted to be installed in the high-voltage vault, room, or en¬ 
closure without a partition, fence, or screen if accessible to 
qualified persons only. 

(C) Locked Rooms or Enclosures. The entrance to all 
buildings, vaults, rooms, or enclosures containing exposed 
live parts or exposed conductors operating at over 600 
volts, nominal, shall be kept locked unless such entrances 
are under the observation of a qualified person at all times. 

Where the voltage exceeds 600 volts, nominal, perma- 
nent and conspicuous danger signs shall be provided. The 
danger sign shall meet the requirements in 110.21(B) and 
shall read as follows: [ROP 1-175] 

DANGER — HIGH VOLTAGE — KEEP OUT 


metal-ciad cable Type MC, as bare wire, cable, and bus- 
bars; or as Type MV cables or conductors as provided in 
300.37, 300.39, 300.40, and 300.50. Bare live conductors 
shall comply with 490.24. [ROP 1-178] 

Insulators, together with their mounting and conductor 
attachments, where used as supports for wires, single- 
conductor cables, or busbars, shall be capable of safely 
withstanding the máximum magnetic forces that would pre- 
vail if two or more conductors of a circuit were subjected to 
short-circuit current. 

Exposed runs of insulated wires and cables that have a 
bare lead sheath or a braided outer covering shall be sup- 
ported in a manner designed to prevent physical damage to 
the braid or sheath. Supports for lead-covered cables shall 
he designed to prevent electrolysis of the sheath. 


(D) Illumination. Illumination shall be provided for all 
working spaces ahout electrical equipment. The lighting 
outlets shall be arranged so that persons changing lamps or 
making repairs on the lighting system are not endangered 
by live parts or other equipment. 

The points of control shall be located so that persons 
are not likely to come in contad with any live part or 
moving part of the equipment while tuming on the lights. 

(E) Elevation of Unguarded Live Parts. Unguarded live’ 
parts above working space shall be maintained at elevations 
not less than required by Table 110.34(E). 


Table 110.34(E) Elevation of Unguarded Liv 
Working Space 


110.40 Tempe 

ductors shall J¡ 
90°C (194°í 




Limitations at Terminations. Con- 
itted to be terminated based on the 
iré rating and ampacity as given in 
;h Table 310.60(C)(86), unless 


nstallations over 600 Volts, Nominal 


íe provisions of fifis part shall apply to the 
id use of high-voltage power distribution and 
lization equipment that is portable, mobile, or both, such 
substations, trailers, cars, mobile shovels, draglines, 
its, drills, dredges, compressors, pumps, conveyors, un- 
lerground excavators, and the like. 

(B) Other Articles. The requirements of this part shall be 
additional to, or amendatory of, those prescribed in Articles 
100 through 490 of this Code. 


601-7500 V 
7501-35,000 V 
Over 35 kV 


(C) Protection Against Physical Damage. Conductors 
and cables in tunnels shall be located above the tunnel floor 
and so placed or guarded to protect them from physical 
damage. 


(F) Protection of Service Equipment, Switchgear, and 
Industrial Control Assemblies. Pipes or ducts foreign to 
the electrical installation and requiring periodic mainte- 
nance or whose malfunction would endanger the operation 
of the electrical system shall not be located in the vicinity 
of the Service equipment, switchgear, or industrial control 
assemblies. Protection shall be provided where necessary to 
avoid damage from condensation leaks and breaks in such 
foreign systems. Piping and other facilities shall not be 
considered foreign if provided for fire protection of the 
electrical installation. [ROP 9-14i] 


110.52 Overcurrent Protection. Motor-operated equip¬ 
ment shall be protected from overcurrent in accordance 
with Parts III, IV, and V of Article 430. Transformers shall 
he protected from overcurrent in accordance with 450.3. 

110.53 Conductors. High-voltage conductors in tunnels 
shall be installed in metal conduit or other metal raceway, 
Type MC cable, or other approved multiconductor cable. 
Multiconductor portable cable shall be permitted to supply 
mobile equipment. 

110.54 Bonding and Equipment Grounding Conduc¬ 
tors. 


110.36 Circuit Conductors. Circuit conductors shall be (A) Grounded and Bonded. All non-current-carrying 

permitted to be installed in raceways; in cable trays; as metal parts of electrical equipment and all metal raceways 
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and cable sheaths shall be solidly grounded and bonded to 
all metal pipes and rails at the portal and at intervals not 
exceeding 300 m (1000 ft) throughout the tunnel. 

(B) Equipment Grounding Conductors. An equipment 
grounding conductor shall be run with circuit conductors 
inside the metal raceway or inside the multiconductor cable 
jacket. The equipment grounding conductor shall be per- 
mitted to be insulated or bare. 

110.55 Transformers, Switches, and Electrical Equip¬ 
ment. All transformers, switches, motor controllers, mo- 
tors, rectifiers, and other equipment installed belowground 
shall be protected from physical damage by location or 
guarding. 


ating under conditions of maintenance and supervisión that 
ensure that only qualified persons monitor and supervise 
the system, they shall be permitted to be designed and in¬ 
stalled in accordance with appropriate engineering prac- 
tice. Ifrequired by the authority having jurisdiction, design 
documentation shall be provided. 

110.71 Strength. Manholes, vaults, and their means of ac- 
cess shall be designed under qualified engineering supervi¬ 
sión and shall withstand all loads likely to be imposed on 
the structures. 

Informational Note: See ANSI C2-2007, National Electri¬ 
cal Safety Code, for additional information on the loading 
that can be expected to bear on underground enclosures. 



110.56 Energized Parts. Bare termináis of transformers, 
switches, motor controllers, and other equipment shall be 
enclosed to prevent accidental contad with energized parts. 

110.57 Yentilation System Controls. Electrical Controls 
for the ventilation system shall be arranged so that the 
airflow can be reversed. 

110.58 Disconnecting Means. A switch or circuit bi 
that simultaneously opens all ungrounded conductor! 
circuit shall be installed within sight of each transfoi 
motor location for disconnecting the transf ormer or mi 
The switch or circuit breaker for a transf*il^hall hí 
an ampere rating not less than the an^Écity otVie tran! 
former supply conductors. The switcffiior ci reu iMHKakcr f e 
a motor shall comply with the applic! 

Article 430. ^ 

110.59 Enclosures. End^ores for us^ in tunfüp; shall be 
dripproof, weatherproof^kfcubmersible W required by the 
environmental conditions. aftjtch or co«ctor enclosures 
shall not be used as junctiot^kuce^^r as raceways for 
conductors feeding through or tapW^míf to other switches, 
unless the enclosures comply with 312.8. 

V. Manholes and Other Electrical Enclosures Intended 
for Personnel Entry, All Yoltages 

110.70 General. Electrical enclosures intended for person¬ 
nel entry and specifically fabricated for this purpose shall 
be of sufficient size to provide safe work space about elec¬ 
trical equipment with live parts that is likely to require 
examination, adjustment, servicing, or maintenance while 
energized. Such enclosures shall have sufficient size to per- 
mit ready installation or withdrawal of the conductors em- 
ployed without damage to the conductors or to their insu- 
lation. They shall comply with the provisions of this part. 

Exception: Where electrical enclosures covered by Part V 
of this article are part ofan industrial wiring system oper- 


110.72 CaMing Work Space. A clear work space not less 
than 90(^^(3 ft) wide shall be provided where cables are 
location l^^ksides, and not less than 750 mm (2Vi ft) 
e cables ar lfein lv on one side. The vertical headroom 
i 1.8 m (6 ft) unless the opening is 
M IO mm (1 it^ measured horizontally, of the adja- 
rerior side wall of the enclosure. 



m: A manhole containing only one or more of the 
folldl^ shall be permitted to have one of the horizontal 
e dimensions reduced to 600 mm (2 ft) where the 
Yhorizontal clear work space is increased so the sum 
of the two dimensions is not less than 1.8 m (6ft): 


(1) Optical fiber cables as covered in Article 770 

(2) Power-limited fire alarm circuits supplied in accor¬ 
dance with 760.121 

(3) Class 2 or Class 3 remote-control and signaling cir¬ 
cuits, or both, supplied in accordance with 725.121 

110.73 Equipment Work Space. Where electrical equip¬ 
ment with live parts that is likely to require examination, 
adjustment, servicing, or maintenance while energized is 
installed in a manhole, vault, or other enclosure designed 
for personnel access, the work space and associated re- 
quirements in 110.27 shall be met for installations operat- 
ing at 600 volts or less. Where the installation is over 600 
volts, the work space and associated requirements in 110.34 
shall be met. A manhole access cover that weighs over 45 
kg (100 Ib) shall be considered as meeting the requirements 
of 110.34(C). 

110.74 Conductor Installation. Conductors installed in 
manholes and other enclosures intended for personnel entry 
shall be cabled, racked up, or arranged in an approved 
manner that provides ready and safe access for persons to 
enter for installation and maintenance. The installation shall 
comply with 110.74(A) or 110.74(B), as applicable. 
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(A) 600 Volts, Nominal, or Less. Wire bending space for 
conductors operating at 600 volts or less shall be provided 
in accordance with the requirements of 314.28. 

(B) Over 600 Volts, Nominal. Conductors operating at 
over 600 volts shall be provided with bending space in 
accordance with 314.71(A) and (B), as applicable. 

Exception: Where 314.71(B) applies, each row or column 
of ducts on one wall of the enclosure shall be calculated 
individually, and the single row or column that provides the 
máximum distance shall be used. 


(D) Covers. Covers shall be over 45 kg (100 Ib) or other- 
wise designed to require the use of tools to open. They shall 
he designed or restrained so they cannot fall into the man- 
hole or protrude sufficiently to contact electrical conductors 
or equipment within the manhole. 

(E) Marking. Manhole covers shall have an identifying 
mark or logo that prominently indicates their function, such 
as “electric.” 

110.76 Access to Vaults and Tunnels. 


110.75 Access to Manholes. 

(A) Dimensions. Rectangular access openings shall not be 
less than 650 mm x 550 mm (26 in. x 22 in.). Round access 
openings in a manhole shall be not less than 650 mm 
(26 in.) in diameter. 

Exception: A manhole that has afixed ladder that does not 
obstruct the opening or that contains only one or more of 
the following shall be permitted to reduce the mínimum 
cover diameter to 600 mm (2 ft): 


(1) Optical fiber cables as covered in Ardele 770 

(2) Power-limited fire alarm circuits supplied in accor¬ 
dance with 760.121 

(3) Class 2 or Class 3 remote-control and sigi 
cuits, or both, supplied in accordance 

(B) Obstructions. Manhole openings shall 
trusions that could injure personnel or preve nt 

(C) Location. Manhole openina^ror pe^B 
located where they are not dir^^ above elec 
ment or conductors in the enclosl^^Vhere this' not prac¬ 
ticable, either a protective barrier o^^jxed la¡| r shall be 
provided. 



(A) Location. Access openings for personnel shall be lo¬ 
cated where they are not directly above electrical equip¬ 
ment or conductors in the enclosure. Other openings shall 
he permitted over equipment to facilitate installation, main- 
tenance, or replace«ht of equipment. 

(B) Locks. In addition to compliance with the requirements 
of 110.34, ií^pplicli^kaccess openings for personnel shall 
be arranLged such that a^^son on the inside can exit when 

s door is locked^Bu the outside, or in the case of 
locjgÉg by padlock, the locking arrangement shall 
me padlock can be closed on the locking sys- 
te nt locking from the outside. 



^VenoBtion. Where manholes, tunnels, and vaults 
micating openings into enclosed areas used by 
rpublic, ventilation to open air shall be provided wher- 
fc'er practicable. 

0.78 Guarding. Where conductors or equipment, or 
r both, could be contacted hy objeets falling or being pushed 
through a ventilating grating, both conductors and live parts 
shall be protected in accordance with the requirements of 
110.28(A)(2) or 110.31(B)(1), depending on the voltage. 

110.79 Fixed Ladders. Fixed ladders shall be corrosión 
resistant. 
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Chapter 2 Wiring and Protection 


ARTICLE 200 

Use and Identification of Grounded 
Conductors 


200.1 Scope. This article provides requirements for the 
folio wing: 

(1) Identification of termináis 

(2) Grounded conductors in premises wiring systems 

(3) Identification of grounded conductors 

Informational Note: See Article 100 for definitions of 
Grounded Conductor, Equipment Grounding Conductor, 
and Grounding Electrode Conductor. 

200.2 General. Grounded conductors shall comply with 
200.2(A) and (B). 

(A) Insulation. The grounded conductor, if insulated, shall 
have insulation that is (1) suitable, other than color, 
ungrounded conductor of the same circuit for systt 
1000 volts or less, or impedance grounded neutral syi 
of over 1000 volts, or (2) rated not less thaj^QO vol 
solidly grounded neutral systems of ovej 
scribed in 250.184(A). [ROP 5-28] 

(B) Continuity. The continuity of 
shall not depend on a connec 
raceway, or cahle armor. 

Informational Note: 
grounded conductors 

200.3 Connection to Gronndcti Sjfí^em. Premises wiring 
shall not be electrically connected to a supply system un- 
less the latter contains, for any grounded conductor of the 
interior system, a corresponding conductor that is 
grounded. For the purpose of this section, electrically con¬ 
nected shall mean connected so as to be capable of carrying 
current, as distinguished from connection through electro- 
magnetic induction. 

Exception: Listed utility-interactive inverters identifiedfor 
use in distributed resource generation systems such as pho- 
tovoltaic and fuel cell power systems shall be permitted to 
be connected to premises wiring without a grounded con¬ 
ductor where the connected premises wiring or utility sys¬ 
tem ineludes a grounded conductor. 

200.4 Neutral Conductors. Neutral conductors shall be 
installed in accordance with (A) and (B). [ROP 5-29] 




(A) Installation. Neutral conductors shall not be used for 
more than one branch circuit, for more than one multiwire 
branch circuit, or for more than one set of ungrounded 
feeder conductors unless specifically permitted elsewhere 
in this Cade. [ROP 5-29] 

(B) Múltiple Circuits. Where more than one neutral con¬ 
ductor associated with different circuits is in an enclosure, 
the ungrounded and grounded circuit conductors of each 
circuit shall be grouped by cable ties or similar means in at 
least one location within the enclosure. [ROP 5-29] 

Exception: TMp requirement for grouping shall not apply if 
the circuit^miductors enter from a cable or a raceway 
unique^^^ke circuit that makes the grouping obvious. 

[ROP 5-291^^ 

of Identifying Grounded Conductors. 

^A) gMÜ 6 AWG or Smaller. An insulated grounded con- 
of 6 AWG or smaller shall be identified by one of 
dlowing means: 

(1) ^^kptinuous white outer finish. 

.continuous gray outer finish. 

(3) 'Three continuous white or gray stripes along the con¬ 
ductor’s entire length on other than green insulation. 

[ROP 5-31] 

(4) Wires that have their outer covering finished to show a 
white or gray color but have colored tracer threads in 
the braid identifying the source of manufacture shall be 
considered as meeting the provisions of this section. 

(5) The grounded conductor of a mineral-insulated, metal- 
sheathed cable (Type MI) shall be identified at the time 
of installation by distinctive marking at its termina- 
tions. [ROP 5-32] 

(6) A single-conductor, sunlight-resistant, outdoor-rated 
cable used as a grounded conductor in photovoltaic 
power systems, as permitted by 690.31, shall be iden¬ 
tified at the time of installation by distinctive white 
marking at all terminations. 

(7) Fixture wire shall comply with the requirements for 
grounded conductor identification as specified in 402.8. 

(8) For aerial cable, the identification shall be as above, or 
by means of a ridge located on the exterior of the cable 
so as to identify it. 

(B) Sizes 4 AWG or Larger. An insulated grounded con¬ 
ductor 4 AWG or larger shall be identified by one of the 
following means: 

(1) A continuous white outer finish. 

(2) A continuous gray outer finish 
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(3) Three continuous white or gray stripes along the con¬ 
ductor’s entire length on other than green insulation. 

[ROP 5-33] 

(4) At the time of installation, by a distinctive white or 
gray marking at its terminations. This marking shall 
encircle the conductor or insulation. 

(C) Flexible Cords. An insulated conductor that is in¬ 
tended for use as a grounded conductor, where contained 
within a flexible cord, shall be identified by a white or gray 
outer finish or by methods permitted by 400.22. 

(D) Grounded Conductors of Different Systems. Where 
grounded conductors of different systems are installed in 
the same raceway, cable, box, auxiliary gutter, or other type 
of enclosure, each grounded conductor shall be identified 
by system. Identification that distinguishes each system 
grounded conductor shall be permitted by one of the fol- 
lowing means: 

(1) One system grounded conductor shall ha ve an outer 
covering conforming to 200.6(A) or (B). 

(2) The grounded conductor(s) of other systems shall have 
a different outer covering conforming to 200.6(A) or 
200.6(B) or by an outer covering of white or gray with 
a readily distinguishable colored stripe other than greena 
running along the insulation. 

(3) Other and different means of identification as allowed 
by 200.6(A) or (B) that will distinguish eadj 
grounded conductor. 

The means of identification shall be 
manner that is readily available or shall 
posted where the conductors of difiersppf s; 

(E) Grounded Conductors of^mfiticondiü 

The insulated grounded concflfcm-s in a mu^onductor 
cable shall be identified by a conti^^is white gBray outer 
finish or by three continuous white m^ay sü^^s on other 
than green insulation along its entire I^^^Multiconduc- 
tor flat cable 4 AWG or larger shall be pemntted to employ 
an extemal ridge on the grounded conductor. [ROP 5-34] 
Exception No. 1: Where the conditions of maintenance 
and supervisión ensure that only qualified persons Service 
the installation, grounded conductors in multiconductor 
cables shall be permitted to be permanently identified at 
their terminations at the time of installation by a distinctive 
white marking or other equally effective means. 



200.7 Use of Insulation of a White or Gray Color or 
with Three Continuous White or Gray Stripes [ROP 
5-35]. 

(A) General. The following shall be used only for the 
grounded circuit conductor, unless otherwise permitted in 
200.7(B) and (C): 

(1) A conductor with continuous white or gray covering 

(2) A conductor with three continuous white or gray stripes 
on other than green insulation [ROP 5-36] 

(3) A marking of white or gray color at the termination 

(B) Circuits of Less Than 50 Volts. A conductor with 
white or gray color insulation or three continuous white 
stripes or having a marking of white or gray at the termi¬ 
nation for circuits oj^ss than 50 volts shall be required to 
be grounded only^prequired by 250.20(A). 

(C) Circuil^^ff 5o|Volts or More. The use of insulation 
that is volite or gray okhat has three continuous white or 
gray sl^^s for other than a grounded conductor for circuits 
of i^Folts oyApre shallbepermitted only as in (1) and (2). 

[ROP 5-38] 

(1) IfpBKif a cable assembly that has the insulation per- 
manel^^reidentified to indicate its use as an un- 

indeo^nductor by marking tape, painting, or other 
means at its termination and at each location 
whereIhe conductor is visible and accessible. Identifi¬ 
cation shall encircle the insulation and shall be a color 
other than white, gray, or green. If used for single-pole, 
3-way or 4-way switch loops, the reidentified conduc¬ 
tor with white or gray insulation or three continuous 
white or gray stripes shall be used only for the supply 
to the switch, but not as a return conductor from the 
switch to the outlet. [ROP 5-40] 

(2) A flexible cord, having one conductor identified by a 
white or gray outer finish or three continuous white or 
gray stripes or by any other means permitted by 
400.22, that is used for connecting an appliance or 
equipment permitted by 400.7. This shall apply to flex¬ 
ible cords connected to outlets whether or not the outlet 
is supplied by a circuit that has a grounded conductor. 
[ROP 5-41] 

Informational Note: The color gray may have been used in 
the past as an ungrounded conductor. Care should be taken 
when working on existing systems. 


Exception No. 2: The grounded conductor of a multicon¬ 
ductor varnished-cloth-insulated cable shall be permitted 
to be identified at its terminations at the time of installation 
by a distinctive white marking or other equally effective 
means. 

Informational Note: The color gray may have been used in 
the past as an ungrounded conductor. Care should be taken 
when working on existing systems. 


200.9 Means of Identification of Termináis. The identifi¬ 
cation of termináis to which a grounded conductor is to be 
connected shall be substantially white in color. The identi¬ 
fication of other termináis shall be of a readily distinguish¬ 
able different color. 

Exception: Where the conditions of maintenance and su¬ 
pervisión ensure that only qualified persons Service the in- 
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stallations, termináis for grounded conductors shall be per- 
mitted to be permanently identified at the time of 
installation by a distinctive white marking or other equally 
effective means. 


200.11 Polarity of Connections. No grounded conductor 
shall be attached to any terminal or lead so as to reverse the 
designated polarity. 


200.10 Identification of Termináis. 

(A) Device Termináis. All devices, excluding panel- 
boards, provided with termináis for the attachment of con¬ 
ductors and intended for connection to more than one side 
of the Circuit shall have termináis properly marked for Iden¬ 
tification, unless the electrical connection of the terminal 
intended to be connected to the grounded conductor is 
clearly evident. 

Exception: Terminal Identification shall not be required 
for devices that have a normal current rating of over 30 
amperes, other than polarized attachment plugs and polar- 
ized receptacles for attachment plugs as required in 
200.10(B). 

(B) Receptacles, Plugs, and Connectors. Receptacles, 
polarized attachment plugs, and cord connectors for plugs i 
and polarized plugs shall have the terminal intended for 
connection to the grounded conductor identified as follows: 

(1) Identification shall be by a metal or metal coatí á 
is substantially white in color or by the word vi 
the letter W located adj acent to the identified tere 

(2) If the terminal is not visible, the coj^ljfeL entra® 
hole for the connection shall b^^Clorec®vhite i 
marked with the word white or f¡|^letter V] 

Informational Note: See 250.126 for i de 
ing device equipment grouni 


ARTICLE 210 
Branch Circuits 



(C) Screw Shells. For «ces with sw sheis, the ter¬ 
minal for the grounded^^^uctor shal^e the one con¬ 
nected to the screw shell. 

(D) Screw Shell Devices with Leaj^FFor screw shell de¬ 
vices with attached leads, the conductor attached to the 
screw shell shall have a white or gray finish. The outer 
finish of the other conductor shall be of a solid color that 
will not be confused with the white or gray finish used to 
identify the grounded conductor. 

Informational Note: The color gray may have been used in 
the past as an ungrounded conductor. Care should be taken 
when working on existing systems. 


I. General Provisions 

210.1 Scope. This article covers branch circuits except for 
branch circuits that supply only motor loads, which are 
covered in Article 430. Provisions of this article and Article 
430 apply fi^Éhnch circuits with combination loads. 

210.2 Other 4 r ti c l es f° r Specific-Purpose Branch Cir- 

cuits.^Kancn^hmits shall comply with this article and also 
Rhe app I i ca^kor o vi s i on s of other arricies of this Code. 
’Sé provisions fo^kanch circuits supplying equipment 
f listed^Aable 210.2 amend or supplement the provisions in 

Píele. [ROP 2-12] 

Rating. Branch circuits recognized by this article 
JiaII T^tated in accordance with the máximum permitted 
e rating or setting of the overcurrent device. The rat¬ 
ing for other than individual branch circuits shall be 15, 20, 
30, 40, and 50 amperes. Where conductors of higher am- 
pacity are used for any reason, the ampere rating or setting 
of the specified overcurrent device shall determine the Cir¬ 
cuit rating. 

Exception: Multioutlet branch circuits greater than 50 
amperes shall be permitted to supply nonlighting outlet 
loads on industrial premises where conditions of mainte- 
nance and supervisión ensure that only qualified persons 
Service the equipment, 

210.4 Multiwire Branch Circuits. 

(A) General. Branch circuits recognized by this article 
shall be permitted as multiwire circuits. A multiwire circuit 
shall be permitted to be considered as múltiple circuits. All 
conductors of a multiwire branch circuit shall origínate 
from the same panelboard or similar distribution equip¬ 
ment. 


(E) Appliances. Appliances that have a single-pole switch 
or a single-pole overcurrent device in the line or any line- 
connected screw shell lampholders, and that are to be con¬ 
nected by (1) a permanent wiring method or (2) field- 
installed attachment plugs and cords with three or more 
wires (including the equipment grounding conductor), shall 
have means to identify the terminal for the grounded circuit 
conductor (if any). 


Informational Note: A 3-phase, 4-wire, wye-connected 
power system used to supply power to nonlinear loads may 
necessitate that the power system design allow for the pos- 
sibility of high harmonic currents on the neutral conductor. 

(B) Disconnecting Means. Each multiwire branch circuit 
shall be provided with a means that will simultaneously 
disconnect all ungrounded conductors at the point where 
the branch circuit originates. 
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Table 210.2 Speciflc-Purpose Branch Circuits 


Equipment Article Section 


Informational Note: See 240.15(B) for information on the 
use of single-pole Circuit breakers as the disconnecting 


Air-conditioning and 
refrigerating equipment 
Audio signal processing, 
amplification, and 
reproduction equipment 
Busways 

Circuits and equipment 
operating at less than 50 

Central heating equipment 
other than fixed electric 
space-heating equipment 
Class 1, Class 2, and Class 3 
remote-control, signaling, 
and power-limited circuits 
Cranes and hoists 
Electric signs and outline 
lighting 

Electric welders 
Electrified truck parking 

Elevators, dumbwaiters, 
escalators, moving walks, 
wheelchair lifts, and 
stairway chair lifts 
Fire alarm systems 
Fixed electric heating 
equipment for pipelines 
and vessels 

Fixed electric space-heating 
equipment 

Fixed outdoor electrical 
deicing and snow-melting 
equipment 

Information technology 
equipment 

Infrared lamp industrial 
heating equipment 
Induction and dielectric 
heating equipment 
Marinas and boatyards 
Mobile homes, manufactured 
homes, and mobile home 

Motion picture and televisión 
studios and similar 
locations 

Motors, motor circuits, and 
controllers 
Pipe organs 

Recreational vehicles and 
recreational vehicle parks 
Switchboards and 
panelboards 

Theaters, audience areas of 
motion picture and 
televisión studios, and 
similar locations 
X-ray equipment 


440.6, 440.31, 
440.32 
640.8 


720 


368.17 


422.12 


(C) Line-to-Neutral Loads. Multiwire branch circuits 
shall supply only line-to-neutral loads. 

Informational Note: See 300.13(B) for continuity of 
grounded conductor on multiwire circuits. [ROP 2-17a] 

Exception No. 1: A multiwire branch Circuit that supplies 
only one utilization equipment. 

Exception No. 2: Where all ungrounded conductors of the 
multiwire branch Circuit are opened simultaneously by the 
branch-circuit overcurrent device. 



(D) Grouping. The ungrounded and grounded circuit con¬ 
ductors of each imjAvire branch circuit shall be grouped 
by cable ties or jy^Har means in at least one location within 
the panelboajJ^^fcjter point of origination. 

Exception^ The requ^^&ntfor grouping shall not apply if 
the cij^mt enters from or raceway unique to the 

that mgtes the groupmg obvious or if the conductors 
at their terminations with numbered wire 
marke^frresponding to the appropriate circuit number. 


¡catión for Branch Circuits. 

Grounded Conductor. The grounded conductor of a 
inch circuit shall be identified in accordance with 200.6. 

¡) Equipment Grounding Conductor. The equipment 
grounding conductor shall be identified in accordance with 
250.119. 

(C) Identification of Ungrounded Conductors. Un¬ 
grounded conductors shall be identified in accordance with 
210.5(C)(1) and (2), as applicable. [ROP 2-23] 

(1) Branch Circuits Supplied From More Than One 
Nominal Yoltage System. Where the premises wiring Sys¬ 
tem has branch circuits supplied from more than one nomi¬ 
nal voltage system, each ungrounded conductor of a branch 
circuit shall be identified by phase or fine and system at all 
termination, connection, and splice points in compliance 
with 210.5(C)(l)(a) and (b). [ROP 2-23] 


551 


650.7 

408.52 

520.41, 520.52, 
520.62 


660.2, 517.73 


(a) Means of Identification. The means of identification 
shall be permitted to be by sepárate color coding, marking 
tape, tagging, or other approved means. [ROP 2-23] 

(b) Posting of Identification Means. The method uti- 
lized for conductors originating within each branch-circuit 
panelboard or similar branch-circuit distribution equipment 
shall be documented in a manner that is readily available or 
shall be permanently posted at each branch-circuit panel¬ 
board or similar branch-circuit distribution equipment. 
[ROP 2-23] 
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(2) Branch Circuits Supplied From Direct Current Sys¬ 
tems. Where a branch circuit is supplied from a de system 
operating at more than 60 volts, each ungrounded conduc¬ 
tor of 4 AWG or larger shall be identified by polarity at all 
termination, connection, and splice points by marking tape, 
tagging, or other approved means; each ungrounded con¬ 
ductor of 6 AWG or smaller shall be identified by polarity 
at all termination, connection, and splice points in compli- 
ance with 210.5(C)(2)(a) and (b). The identification meth- 
ods utilized for conductors originating within each branch- 
circuit panelboard or similar branch-circuit distribution 
equipment shall be documented in a manner that is readily 
available or shall be permanently posted at each branch- 
circuit panelboard or similar branch-circuit distribution 
equipment. [ROP 2-23] 


(1) Luminaires 

(2) Cord-and-plug-connected loads 1440 volt-amperes, 
nominal, or less or less than V4 hp 

(B) 120 Volts Between Conductors. Circuits not exceed- 

ing 120 volts, nominal, between conductors shall be permit- 

ted to supply the following: 

(1) The termináis of lampholders applied within their volt- 
age ratings 

(2) Auxiliary equipment of electric-discharge lamps 

Informational Note: See 410.137 for auxiliary equipment 
limitations. [ROP 2-26a] 

(3) Cord-and-plug-connected or permanently connected 
utilization equipment 


(a) Positive Polarity, Sizes 6 AWG or smaller. Where 
the positive polarity of a de system does not serve as the 
connection point for the grounded conductor, each positive 
ungrounded conductor shall be identified by one of the 
following means: [ROP 2-23] 

(1) A continuous red outer finish. [ROP 2-23] 

(2) A continuous red stripe durably marked along the con¬ 
ductor’s entire length on insulation of a color other 
than green, white, gray, or black. [ROP 2-23] 

(3) Imprinted plus signs “+” or the word “POSITR^ 
“POS” durably marked on insulation of a color 3 
than green, white, gray, or black, and pjpcated at in!® 
vals not exceeding 610 mm (24 in.y^iccoreance wiflg 
310.120(B). [ROP 2-23] 

(b) Negative Polarity, Sizes 
the negative polarity of a de sa 
connection point for the gra^Rle 
ungrounded conductor be identí^ 
following means: [ROP 2-231 

(1) A continuous black oute^krish. [ROP 2-23] 

(2) A continuous black stripe c^^p^marked along the 
conductor’s entire length on inmlation of a color other 
than green, white, gray, or red. [ROP 2-23] 

(3) Imprinted minus signs or the word “NEGATIVE” 
or “NEG” durably marked on insulation of a color 
other than green, white, gray, or red, and repeated at 
intervals not exceeding 610 mm (24 in.) in accordance 
with 310.120(B). [ROP 2-23] 

210.6 Branch-Circuit Voltage Limitations. The nominal 
voltage of branch circuits shall not exceed the valúes per- 
mitted by 210.6(A) through (E). 

(A) Occupancy Limitation. In dwelling units and guest 
rooms or guest suites of hotels, motéis, and similar occu- 
pancies, the voltage shall not exceed 120 volts, nominal, 
between conductors that supply the termináis of the follow¬ 
ing: 


(C) 277 Yfps to Ground. Circuits exceeding 120 volts, 
nominjd^^k^en conductors and not exceeding 277 volts, 
nomil^^to j^kud shall be permitted to supply the follow- 

) Listed electric^l^harge or listed light-emitting diode- 
Píuminaires 

Pfsted incandescent luminaires, where supplied at 120 
mlts or less from the output of a stepdown autotrans- 
iaer that is an integral component of the luminaire 
me outer shell terminal is electrically connected to 
Fgrounded conductor of the branch circuit 

(3) Luminaires equipped with mogul-base screw shell lam¬ 
pholders 

(4) Lampholders, other than the screw shell type, applied 
within their voltage ratings 

(5) Auxiliary equipment of electric-discharge lamps 

Informational Note: See 410.137 for auxiliary equipment 
limitations. [ROP 2-26a] 

(6) Cord-and-plug-connected or permanently connected 
utilization equipment 

(D) 600 Volts Between Conductors. Circuits exceeding 
277 volts, nominal, to ground and not exceeding 600 volts, 
nominal, between conductors shall be permitted to supply 
the following: 

(1) The auxiliary equipment of electric-discharge lamps 
mounted in permanently installed luminaires where the 
luminaires are mounted in accordance with one of the 
following: 

a. Not less than a height of 6.7 m (22 ft) on poles or 
similar structures for the illumination of outdoor ár¬ 
eas such as highways, roads, bridges, athletic fields, 
or parking lots 

b. Not less than a height of 5.5 m (18 ft) on other 
structures such as tunnels 

Informational Note: See 410.137 for auxiliary equipment 
limitations. [ROP 2-26a] 
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(2) Cord-and-plug-connected or permanently connected 
utilization equipment other than luminaires 

(3) Luminaires powered from direct-current systems where 
the luminaire contains a listed, dc-rated ballast that pro¬ 
vides isolation between the de power source and the 
lamp circuit and protection from electric shock when 
changing lamps. 

Exception No. 1 to (B), (C), and (D): For lampholders of 
infrared industrial heating appliances as provided in 
422.14. 

Exception No. 2 to (B), (C), and (D): For railway proper- 
ties as described in 110.19. 

(E) Over 600 Volts Between Conductors. Circuits ex- 
ceeding 600 volts, nominal, between conductors shall be 
permitted to supply utilization equipment in installations 
where conditions of maintenance and supervisión ensure 
that only qualified persons Service the installation. 

210.7 Múltiple Branch Circuits. Where two or more 
branch circuits supply devices or equipment on the same 
yoke or mounting strap, a means to simultaneously discon- 
nect the ungrounded conductors supplying those devices 
shall be provided at the point at which the branch circuit^ 
originate. [ROP 2-27] 

210.8 Ground-Fault Circuit-Interrupter Prote 
Personnel. Ground-fault circuit-interrupter n^Sctiori^ 
personnel shall be provided as required in 2J^rc(A) thr 
(C). The ground-fault circuit-interrupter shaíH 
a readily accessible location. [ROP-2- 

Informational Note: See 215.9^ 
interrupter protection for persqd 

(A) Dwelling Units. All 125- voTü^n gle-ph^[ 15- and 
20-ampere receptacles installed in th^^^tio^^pecified b 
210.8(A)(1) through (10) shall have gnMFfault circuit- 
interrupter protection for personnel. [ROP 2-47] 

(1) Bathrooms 

(2) Garages, and also accessory buildings that have a 
floor located at or below grade level not intended as 
habitable rooms and limited to storage areas, work 
areas, and areas of similar use 

(3) Outdoors 

Exception to (3): Receptacles that are not readily acces¬ 
sible and are supplied by a branch circuit dedicated to 
electric snow-melting, deicing, or pipeline and vessel heat¬ 
ing equipment shall be permitted to be installed in accor- 
dance with 426.28 or 427.22, as applicable. 

(4) Crawl spaces — at or below grade level 

(5) Unfinished basements — for purposes of this section, 
unfinished basements are defined as portions or areas 


of the basement not intended as habitable rooms and 
limited to storage areas, work areas, and the like 
Exception to (5): A receptacle supplying only a perma¬ 
nently installed burglar alarm system shall not be required 
to have ground-fault circuit-interrupter protection. [ROP 
2-36] 

Informational Note: See 760.41(B) and 760.121(B) for 
power supply requirements for fire alarm systems. 

Receptacles installed under the exception to 
210.8(A)(5) shall not be considered as meeting the 
requirements of 210.52(G). 

(6) Kitchens— where the receptacles are installed to 
serve the countertop surfaces 

(7) Sinks — located in areas other than kitchens where 
receptacles <u»mstalled within 1.8 m (6 ft) of the 
outside ed|^Rf the sink 

(8) Boathm^re^^^ 

(9) BatMpbs or sho^^kstalls — Where receptacles are 
b^Blled within 1.8 «fó ft) of the outside edge of the 

^^ithtub a^shower stam [ROP 2-46] 

( 10) Laundryareas [ROP 2-47] 

) Other Than Dwelling Units. All 125-volt, single- 
- anWlO-ampere receptacles installed in the loca- 
pted in 210.8(B)(1) through (8) shall have 
round-fault circuit-interrupter protection for personnel. 

) Bathrooms 
f Kitchens 
^(3) Rooftops 

(4) Outdoors 

Exception No. 1 to (3): Receptacles on rooftops shall not be 
required to be readily accessible other than from the roof- 
top. [ROP 2-52] 

Exception No. 2 to (3) and (4): Receptacles that are not 
readily accessible and are supplied by a branch circuit 
dedicated to electric snow-melting, deicing, or pipeline and 
vessel heating equipment shall be permitted to be installed 
in accordance with 426.28 or 427.22, as applicable. 
Exception No. 3 to (4): In industrial establishments only, 
where the conditions of maintenance and supervisión en¬ 
sure that only qualified personnel are involved, an assured 
equipment grounding conductor program as specified in 
590.6(B)(2) shall be permitted for only those receptacle 
outlets used to supply equipment that would create a 
greater hazard if power is interrupted or having a design 
that is not compatible with GFCI protection. 

(5) Sinks — where receptacles are installed within 1.8 m 
(6 ft) of the outside edge of the sink. 

Exception No. 1 to (5): In industrial laboratories, recep¬ 
tacles used to supply equipment where removal of power 
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would introduce a greater hazard shall be permitted to be 
installed without GFCI protection. 

Exception No. 2 to (5): For receptacles located in patient 
bed locations of general care or critical care areas of 
health care facilities other than those covered under 
210.8(B)(1), GFCI protection shall not be required. 

(6) Indoor wet locations 

(7) Locker rooms with associated showering facilities 

(8) Garages, Service bays, and similar areas [ROP 2-49, 
ROP 2-50] 

(C) Boat Hoists. GFCI protection shall be provided for 
outlets not exceeding 240 volts that supply boat hoists in¬ 
stalled in dwelling unit locations. 

210.9 Circuits Derived from Autotransformers. Branch 
circuits shall not be derived from autotransformers unless 
the circuit supplied has a grounded conductor that is elec- 
trically connected to a grounded conductor of the system 
supplying the autotransformer. 

Exception No. 1: An autotransformer shall be permitted < 
without the connection to a grounded conductor where 
transforming from a nominal 208 volts to a nominal 240- 
volt supply or similarly from 240 volts to 208 voto.d 
Exception No. 2: In industrial occupancies, where c 
tions of maintenance and supervisión en sure that \ 
qualified persons Service the installation,j£i^^asfo nwS 
shall be permitted to supply nominal áÉ^volt Imids from 
nominal 480-volt Systems, and 480-v^Koads frA 
600-volt systems, without the 
grounded conductor. 

Exception No. 3: Brand^Bcuits^^Lbe^^wed to be 
supplied from a grounding autotransfoi^kr wittmut requir- 
ing that the Circuit suppn^Lhave a grUnded conductor 
that is electrically connectec^^tfhe groiMaed conductor of 
the system supplying the autotnK^íot^^ provided that au¬ 
totransformer has low zero phas^^equence impedance at 
its load side (<1.0%) and high zero phase sequence imped¬ 
ance at its Une side (>30%). [ROP 2-60] 

210.10 Ungrounded Conductors Tapped from 
Grounded Systems. Two-wire de circuits and ac circuits of 
two or more ungrounded conductors shall be permitted to 
be tapped from the ungrounded conductors of circuits that 
have a grounded neutral conductor. Switching devices in 
each tapped circuit shall have a pole in each ungrounded 
conductor. All poles of multipole switching devices shall 
manually switch together where such switching devices 
also serve as a disconnecting means as required by the 
folio wing: 

(1) 410.93 for double-pole switched lampholders 

(2) 410.104(B) for electric-discharge lamp auxiliary equip- 
ment switching devices 


(3) 422.31(B) for an appliance 

(4) 424.20 for a fixed electric space-heating unit 

(5) 426.51 for electric deicing and snow-melting equip- 
ment 

(6) 430.85 for a motor controller 

(7) 430.103 for a motor 

210.11 Branch Circuits Required. Branch circuits for 
lighting and for appliances, including motor-operated appli- 
ances, shall he provided to supply the loads calculated in 
accordance with 220.10. In addition, branch circuits shall 
be provided for specific loads not covered by 220.10 where 
required elsewhere in this Code and for dwelling unit loads 
as specified in 210.11(C). 

(A) Number of Branch Circuits. The minimum number 
of branch circuits shall be determined from the total calcu¬ 
lated ^Éna^tíie size or rating of the circuits used. In all 
lations, tnkmmber of circuits shall be sufficient to 
id^fc^l. In no case shall the load on any 
Circuit anceed the máximum specified by 220.18. 

5&ad Evenly Proportioned Among Branch Circuits. 

e the load is calculated on the basis of volt-amperes 
per SlMue meter or per square foot, the wiring system up to 
dJn cWiding the branch-circuit panelboard(s) shall be pro- 
rto serve not less than the calculated load. This load 
shall be evenly proportioned among multioutlet branch cir¬ 
cuits within the panelboard(s). Branch-circuit overcurrent 
devices and circuits shall be required to be installed only to 
serve the connected load. 

(C) Dwelling Units. 

(1) Small-Appliance Branch Circuits. In addition to the 
number of branch circuits required by other parts of this 
section, two or more 20-ampere small-appliance branch cir¬ 
cuits shall be provided for all receptacle outlets specified by 
210.52(B). 

(2) Laundry Branch Circuits. In addition to the number 
of branch circuits required by other parts of this section, at 
least one additional 20-ampere branch circuit shall be pro¬ 
vided to supply the laundry receptacle outlet(s) required by 
210.52(F). This circuit shall have no other outlets. 

(3) Bathroom Branch Circuits. In addition to the number 
of branch circuits required by other parts of this section, at 
least one 20-ampere branch circuit shall be provided to 
supply bathroom receptacle outlet(s). Such circuits shall 
have no other outlets. 

Informational Note: See Examples Dl(a), Dl(b), D2(b), 
D4(a), and D4(b) in Informative Annex D. [ROP 2-62b] 

Exception: Where the 20-ampere circuit supplies a single 
bathroom, outlets for other equipment within the same 
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bathroom shall be permitted to be supplied in accordance 
with 210.23(A)(1) and (A)(2). 

210.12 Arc-Fault Circuit-Interrupter Protection. Arc- 
fault circuit-interrupter protection shall be provided as re- 
quired in 210.12(A) and (B). The arc-fault Circuit inter- 
rupter shall be installed in a readily accessible location. 

[ROP 2-116] 

(A) Dwelling Units. All 120-volt, single phase, 15- and 
20-ampere branch circuits supplying outlets or devices in¬ 
stalled in dwelling unit kitchens, family rooms, dining 
rooms, bving rooms, parlors, libraries, dens, bedrooms, 
sunrooms, recreation rooms, closets, hallways, laundry ár¬ 
eas, or similar rooms or areas shall be protected as de- 
scribed by (1), (2), (3), or (4).[ROP 2-80, ROP 2-82a, 
ROP 2-85] 

(1) A Usted combination type arc-fault Circuit interrupter, 
installed to provide protection of the entire branch Cir¬ 
cuit. [ROP 2-92] 

(2) A listed outlet branch circuit type arc-fault circuit in¬ 
terrupter installed at the first outlet on the branch cir¬ 
cuit where all of the following conditions are met: 

[ROP 2-92] 

a. The branch circuit over current protection device^ 
shall be a listed circuit breaker having an instanta- 
neous trip not exceeding 300 amperes. | 

b. The branch circuit wiring shall be c 
the branch circuit overcurrent devii 
branch circuit arc-fault circuit 
2-92] 

c. The máximum length c 
from the branch circui^^Ercurrenf! 
first outlet shall not ex^íu15.2 m (5 1 for a 14 
AWG or 21.3 m (70 ft) fl|^12 AW nductor- 

[ROP 2-92] 

d. The first outlet box in shall be 

identified.[ROP 2-92] 

(3) A listed outlet branch circuit type arc-fault circuit in¬ 
terrupter installed at the first outlet on the branch cir¬ 
cuit where the portion of the branch circuit between the 
branch-circuit overcurrent device and the first outlet is 
installed using RMC, IMC, EMT, Type MC, or Steel 
armored Type AC cables meeting the requirements of 
250.118 and using metal outlet and junction boxes. 
[ROP 2-92] 

(4) A listed outlet branch circuit type arc-fault circuit in¬ 
terrupter installed at the first outlet on the branch cir¬ 
cuit where the portion of the branch circuit between the 
branch-circuit overcurrent device and the first outlet is 
installed using a listed metal or nonmetallic conduit or 
tubing encased in not less than 50 mm (2 in.) of con¬ 
crete. [ROP 2-92] 



Exception No. 1: If RMC, IMC, EMT, Type MC, or Steel 
armored Type AC cables meeting the requirements of 
250.118, metal wireways, metal auxiliary gutters, and metal 
outlet and junction boxes are installed for the portion ofthe 
branch circuit between the branch-circuit overcurrent de¬ 
vice and the first outlet, it shall be permitted to install an 
outlet branch-circuit type AFCI at the first outlet to provide 
protection for the remaining portion of the branch circuit. 
[ROP 2-102] 

Exception No. 2: Where a listed metal or nonmetallic con¬ 
duit or tubing or Type MC Cable is encased in not less than 
50 mm (2 in.) of concrete for the portion of the branch 
circuit between the branch-circuit overcurrent device and 
the first outlet, it shall be permitted to install an outlet 
branch-circuit type AJfCl at the first outlet to provide pro¬ 
tection for the r^Kning portion of the branch circuit. 
[ROP 2-103] / 

Exception Nty/i: an individual branch circuit to a 

fire alarnjystem instdfjkUii accordance with 760.41(B) or 
76O.1J0&) is installec^^^RMC, IMC, EMT, or Steel 
shq^Fed cab^Type AC orType MC, meeting the require- 
meiifs '@f2S^118, with metal outlet and junction boxes, 
metal wj^ways or metal auxiliary gutters, AFCI protection 
lall bep^ytted to be omitted. [ROP 2-109] 

Note No. 1: For information on types of 
Ercuit interrupters, see UL 1699-2011, Standard 
r for Arc-Fault Circuit Interrupters. [ROP 2-92] 

i Informational Note No. 2: See 29.6.3(5) of NFPA 72- 
f2 010, National Fire Alarni and Signaling Code, for infor¬ 
mation related to secondary power supply requirements for 
smoke alarms installed in dwelling units. [ROP 2-92] 

Informational Note No. 3: See 760.41(B) and 760.121(B) 
for power-supply requirements for fire alarm systems. 

[ROP 2-92] 

(B) Branch Circuit Extensions or Modifications — 
Dwelling Units. In any of the areas specified in 210.12(A), 
where branch-circuit wiring is modified, replaced, or ex¬ 
tended, the branch circuit shall be protected by one of the 
following: 

(1) A listed combination-type AFCI located at the origin of 
the branch circuit 

(2) A listed outlet branch-circuit type AFCI located at the 
first receptacle outlet of the existing branch circuit 

Exception: AFCI protection shall not be required where 
the extensión of the existing conductors is not more than 
1.8 m (6 ft.) and does not inelude any additional outlets or 
devices. [ROP 2-115] 

210.13 Ground-Fault Protection of Equipment. Each 
branch circuit disconnect rated 1000 amperes or more and 
installed on solidly grounded wye electrical systems of 
more than 150 volts to ground, but not exceeding 600 volts 
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phase-to-phase, shall be provided with ground-fault protec- 
tion of equipment in accordance with the provisions of 
230.95. [ROP 2-125] 

Informational Note: For buildings that contain health care 
occupancies, see the requirements of 517.17. [ROP 2-125] 

Exception No. 1: The provisions of this section shall not 
apply to a disconnecting means for a continuous industrial 
process where a nonorderly shutdown will introduce addi- 
tional or increased hazards. [ROP 2-125] 

Exception No. 2: The provisions of this section shall not 
apply if ground-fault protection of equipment is provided on 
the supply side ofthe branch Circuit and on the load side of 
any transformer supplying the branch Circuit. [ROP 2—125] 

210.17 Electric Vehicle Branch Circuit. Outlet(s) in- 
stalled for the purpose of charging electric vehicles shall be 
supplied by a sepárate branch circuit. This circuit shall have 
no other outlets. [ROP 2-128a] 

Informational Note: See 625.2 for the definition of "Elec- 
trical Vehicle". [ROP 2-128a] 

210.18 Guest Rooms and Guest Suites. Guest rooms and 
guest suites that are provided with permanent provisitu^for 
cooking shall have branch circuits installed to mS 
rules for dwelling units. 

II. Branch-Circuit Ratings 

210.19 Conductors — Mínimum A 
(A) Branch Circuits Not Mor 

(1) General. Branch-circiu^RmducTS^^hafl^^e an am- 
pacity not less than the^Bjamum load to be sSTVed. Con¬ 
ductors shall be sized to CT^cnot less thflthe larger of (a) 
or (b). [ROP 2-131] \\ ^J 

(a) Where a branch circuit skwes continuous loads 
or any combination of continuous ana noncontinuous loads, 
the minimum branch-circuit conductor size shall have an 
allowable ampacity not less than the noncontinuous load 
plus 125 percent of the continuous load. [ROP 2-131] 

(b) The minimum branch-circuit conductor size shall 
have an allowable ampacity not less than the máximum 
load to be served after the application of any adjustment or 
correction factors. [ROP 2-131] 


exceeding 3 percent at the farthest outlet of power, heating, 
and lighting loads, or combinations of such loads, and 
where the máximum total voltage drop on both feeders and 
branch circuits to the farthest outlet does not exceed 5 per- 
cent, provide reasonable efficiency of operation. See Infor- 
mational Note No. 2 of 215.2(A)(4) for voltage drop on 
feeder conductors. 

Exception: If the assembly, including the overcurrent de- 
vices protecting the branch circuit(s), is Usted for operation 
at 100 percent of its rating, the allowable ampacity of the 
branch circuit conductors shall be permitted to be not less 
than the sum of the continuous load plus the noncontinuous 
load. 

(2) Branch Circuits with More than One Receptacle. 

Conductors ofbranch circuits supplying more than one re¬ 
ceptacle fo^^wd-and-plug-connected portable loads shall 
have an j^Kícity of not less than the rating of the branch 


(3) Household Ranges and Cooking Appliances. Branch- 
pcuit conductors^pipplying household ranges, wall- 
f mountiAovens, counter-mounted cooking units, and other 
pold cooking appliances shall have an ampacity not 
[han the rating of the branch circuit and not less than 
|dmum load to be served. For ranges of 8% kW or 
hig, the minimum branch-circuit rating shall be 40 

Exception No. 1: Conductors tapped from a 50-ampere 
branch circuit supplying electric ranges, wall-mounted 
electric ovens, and counter-mounted electric cooking units 
shall have an ampacity of not less than 20 amperes and 
shall be sufficient for the load to be served. These tap con¬ 
ductors inelude any conductors that are a parí of the leads 
supplied with the appliance that are smaller than the 
branch-circuit conductors. The taps shall not be longer 
than necessary for servicing the appliance. 

Exception No. 2: The neutral conductor of a 3-wire 
branch circuit supplying a household electric range, a 
wall-mounted oven, or a counter-mounted cooking unit 
shall be permitted to be smaller than the ungrounded con¬ 
ductors where the máximum demand of a range of 8 3 A-kW 
or more rating has been calculated according to Column C 
ofTable 220.55, but such conductor shall have an ampacity 
of not less than 70 percent ofthe branch-circuit rating and 
shall not be smaller than 10 AWG. 


Informational Note No. 1: See 310.15 for ampacity ratings 
of conductors. [ROP 2-130a, ROP 2-132] 

Informational Note No. 2: See Part II of Article 430 for 
minimum rating of motor branch-circuit conductors. 

Informational Note No. 3: See 310.15(A)(3) for tempera- 
ture limitation of conductors. 

Informational Note No. 4: Conductors for branch circuits 
as defined in Article 100, sized to prevent a voltage drop 


(4) Other Loads. Branch-circuit conductors that supply 
loads other than those specified in 210.2 and other than 
cooking appliances as covered in 210.19(A)(3) shall have 
an ampacity sufficient for the loads served and shall not be 
smaller than 14 AWG. 

Exception No. 1: Tap conductors shall have an ampacity 
sufficient for the load served. In addition, they shall have an 
ampacity ofnot less than 15 for circuits rated less than 40 
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amperes and not less than 20 for circuits rated at 40 or 50 
amperes and only where these tap conductors supply any of 
the following loads: 


(B) Conductor Protection. Conductors shall be protected 
in accordance with 240.4. Flexible cords and fixture wires 
shall be protected in accordance with 240.5. 


(a) Individual lampholders or luminaires with taps ex- 
tending not longer than 450 mm (18 in.) beyond any por- 
tion of the lampholder or luminaire. 

(b) A luminaire having tap conductors as provided in 
410.117. 

(c) Individual outlets, other than receptacle outlets, 
with taps not over 450 mm (18 in.) long. 

(d) Infrared lamp industrial heating appliances. 

(e) Nonheating leads of deicing and snow-melting 
cables and mats. 


(C) Equipment. The rating or setting of the overcurrent 
protective device shall not exceed that specified in the ap- 
plicable articles referenced in Table 240.3 for equipment. 

(D) Outlet Devices. The rating or setting shall not exceed 
that specified in 210.21 for outlet devices. 

210.21 Outlet Devices. Outlet devices shall have an am- 
pere rating that is not less than the load to be served and 
shall comply with 210.21(A) and (B). 


Exception No. 2: Fixture wires and flexible cords shall be 
permitted to be smaller than 14 AWG as permitted by 
240.5. 

(B) Branch Circuits Over 600 Volts. The ampacity of 
conductors shall be in accordance with 310.15 and 310.60, 
as applicable. Branch-circuit conductors over 600 volts 
shall be sized in accordance with 210.19(B)(1) or (B)(2). 

(1) General. The ampacity of branch-circuit conductors 
shall not be less than 125 percent of the designed potential 
load of utilization equipment that will be operated simulta- 
neously. 

(2) Supervised Installations. For supervisi 
branch-circuit conductor sizing shall be pen 
termined by qualified persons under engii 
sion. Supervised installations are defined a 
of a facility where both of the folio' 

(1) Conditions of design and inaflBTation 
der engineering supervisic 

(2) Qualified persons with documMed traininsBnd expe- 
rience in over 600-volt systems^^^ddq^Piintenance, 
monitoring, and servicing of the s' 

210.20 Overcurrent Protection. Branch-circuit conduc¬ 
tors and equipment shall be protected by overcurrent pro¬ 
tective devices that have a rating or setting that complies 
with 210.20(A) through (D). 


(A) Lampholders. Where connected to a branch circuit 
having a rating in mAss of 20 amperes, lampholders shall 
he of the heavyjáty type. A heavy-duty lampholder shall 
have a rating of not less than 660 watts if of the admedium 
type, or not^Ks tha^KO watts if of any other type. 


i ieceptacle on an Individual Branch Circuit. 

Iptacle installed on an individual branch circuit 
i n ampere rating not less than that of the branch 



A receptacle installed in accordance 

>. 2: A receptacle installed exclusively for the 
d-and-plug-connected are welder shall be per- 
fnitted to have an ampere rating not less than the mínimum 
branch-circuit conductor ampacity determined by 
630.11(A) for are welders. 

Informational Note: See the definition of receptacle in 
Article 100. 

(2) Total Cord-and-Plug-Connected Load. Where con¬ 
nected to a branch circuit supplying two or more recep- 
tacles or outlets, a receptacle shall not supply a total cord- 
and-plug-connected load in excess of the máximum 
specified in Table 210.21(B)(2). 


Table 210.21(B)(2) Máximum Cord-and-Plug-Connected 
Load to Receptacle 


(A) Continuous and Noncontinuous Loads. Where a 
branch circuit supplies continuous loads or any combina- 
tion of continuous and noncontinuous loads, the rating of 
the overcurrent device shall not be less than the noncon¬ 
tinuous load plus 125 percent of the continuous load. 

Exception: Where the assembly, including the overcurrent 
devices protecting the branch circuit(s), is Usted for opera- 
tion at 100 percent of its rating, the ampere rating of the 
overcurrent device shall be permitted to be not less than the 
sum of the continuous load plus the noncontinuous load. 


Circuit Rating 

Receptacle Rating 

Máximum Load 

(Amperes) 

(Amperes) 

(Amperes) 

15 or 20 

15 

12 

20 

20 

16 

30 

30 

24 


(3) Receptacle Ratings. Where connected to a branch cir¬ 
cuit supplying two or more receptacles or outlets, recep¬ 
tacle ratings shall conform to the valúes listed in Table 
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210.21(B)(3), or, where rated higher than 50 amperes, the 
receptacle rating shall not be less than the branch-circuit 
rating. [ROP 2-137] 

Exception No. 1: Receptacles installed exclusively for the 
use of one or more cord-and plug-connected are welders 
shall be permitted to have ampere ratings not less than the 
mínimum branch-circuit conductor ampacity determined by 
630.11(A) or (B), for are welders. [ROP 2-137] 

Exception No. 2: The ampere rating of a receptacle in¬ 
stalled for electric discharge lighting shall be permitted to 
be based on 410.62(C). [ROP 2-137] 


(2) Utilization Equipment Fastened in Place. The total 
rating of utilization equipment fastened in place, other than 
luminaires, shall not exceed 50 percent of the branch- 
circuit ampere rating where lighting units, cord-and-plug- 
connected utilization equipment not fastened in place, or 
both, are also supplied. 

(B) 30-Ampere Branch Circuits. A 30-ampere branch Cir¬ 
cuit shall be permitted to supply fixed lighting units with 
heavy-duty lampholders in other than a dwelling unit(s) or 
utilization equipment in any occupancy. A rating of any one 
cord-and-plug-connected utilization equipment shall not 
exceed 80 percent of the branch-circuit ampere rating. 


Table 210.21(B)(3) Receptacle Ratings for Various Size 
Circuits 


Circuit Rating 
(Amperes) 

Receptacle Rating 
(Amperes) 

15 

Not over 15 

20 

15 or 20 

30 

30 

40 

40 or 50 

50 

50 


(C) 40- and 50-Ampere Branch Circuits. A 40- or 50- 
ampere brand^prcuit shall be permitted to supply cooking 
appliances4*u are fastened in place in any occupancy. In 
other than dwelling units, such circuits shall be permitted to 
supp»nxea^*iting units with heavy-duty lampholders, 
|red heatinj^kits, or other utilization equipment. 

t>) Branch Circuits Larger Than 50 Amperes. Branch 
fia rger than 50 amperes shall supply only nonlight- 
mtlet loads. 


(4) Range Receptacle Rating. The ampere ratingB 
range receptacle shall be permitted to be based on a s: 
range demand load as specified in Table ^ 

210.22 Permissible Loads, Indivicy 

An individual branch Circuit shall 1 
any load for which it is rated, but 
exceed the branch-circuit a 

210.23 Permissible Loads, Multiple-(íu|let Branch Cir¬ 
cuits. In no case shall th^B^l exceed Be branch-circuit 
ampere rating. A branch circu^kmpl^Btwo or more out- 
lets or receptacles shall supplj^fcjBthe loads specified 
according to its size as specified invl0.23(A) through (D) 
and as summarized in 210.24 and Table 210.24. [ROP 
2-141] 

(A) 15- and 20-Ampere Branch Circuits. A 15- or 20- 

ampere branch circuit shall be permitted to supply lighting 
units or other utilization equipment, or a combination of 
both, and shall comply with 210.23(A)(1) and (A)(2). 

Exception: The small-appliance branch circuits, laundry 
branch circuits, and bathroom branch circuits required in a 
dwelling unit(s) by 210.11(C)(1), (C)(2), and (C)(3) shall 
supply only the receptacle outlets specified in that section. 

(1) Cord-and-Plug-Connected Equipment Not Fastened 
in Place. The rating of any one cord-and-plug-connected 
utilization equipment not fastened in place shall not exceed 
80 percent of the branch-circuit ampere rating. 


Branch-Circuit Requirements — Summary. The 

cpments for circuits that have two or more outlets or 
receptacles, other than the receptacle circuits of 
210.11(C)(1), (C)(2), and (C)(3), are summarized in Table 
210.24. This table provides only a summary of mínimum 
requirements. See 210.19, 210.20, and 210.21 for the spe- 
cific requirements applying to branch circuits. 

210.25 Branch Circuits in Buildings with More Than 
One Occupancy. 

(A) Dwelling Unit Branch Circuits. Branch circuits in 
each dwelling unit shall supply only loads within that 
dwelling unit or loads associated only with that dwelling 
unit. 

(B) Common Area Branch Circuits. Branch circuits in¬ 
stalled for the purpose of lighting, central alarm, signal, 
Communications, or other purposes for public or common 
areas of a two-family dwelling, a multifamily dwelling, or a 
multi-occupancy building shall not be supplied from equip¬ 
ment that supplies an individual dwelling unit or tenant 
space. 

III. Required Outlets 

210.50 General. Receptacle outlets shall be installed as 
specified in 210.52 through 210.64. [ROP 2-143] 

Informational Note: See Informative Annex J for informa- 
tion regarding ADA accessibility design. [ROP 2-143a] 
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Table 210.24 Summary of Branch-Circuit Requirements 


Circuit Rating 

15 A 

20 A 

30 A 

40 A 

50 A 

Conductors (min. size): 

Circuit wires 1 

14 

12 

10 

8 

6 

Taps 

Fixture wires and cords 
— see 240.5 

14 

14 

14 

12 

12 

Overcurrent 

Protection 

15 A 

20 A 

30 A 

40 A 

50 A 

Outlet devices: 

Lampholders 

permitted 

Any type 

Any type 

Heavy duty 

Heavy duty 

Heavy duty 

Receptacle rating 2 

15 max. A 

15 or 20 A 

30 A 

40 or 50 A 

50 A 

Máximum Load 

15 A 

20 A 

30 A 

f 40 A 

50 A 

Permissible load 

See 210.23(A) 

See 210.23(A) 

See 210.23(B^^ 

^ See 210.23(C) 

See 210.23(C) 


'These gauges are for copper conductors. 

2 For receptacle rating of cord-connected electric-discharge luminaires, s 

(A) Cord Pendants. A cord connector that is supplied by a 
permanently connected cord pendant shall be considered a 
receptacle outlet. 

(B) Cord Connections. A receptacle outlet shall be in-^ 
stalled wherever flexible cords with attachment plugs are ’ 
used. Where flexible cords are permitted to be pernumently 
connected, receptacles shall be permitted to be o 
such cords. 

(C) Appliance Receptacle Outlets. Applil 
outlets installed in a dwelling unit f or anee 
such as laundry equipment, shall 
(6 ft) of the intended location (d^e applian! 

210.52 Dwelling Unit Receptacle Outlets. 1 section 
provides requirements for 125-volq^^t and 7É ipere re¬ 
ceptacle outlets. The receptacles reqS^L¿^ section 
shall be in addition to any receptacle thaW 

(1) Part of a luminaire or appliance, or 

(2) Controlled by a wall switch in accordance with 
210.70(A)(1), Exception No. 1, or 

(3) Located within cabinets or cupboards, or 

(4) Located more than 1.7 m (5 V2 ft) above the floor 
Permanently installed electric baseboard heaters 

equipped with factory-installed receptacle outlets or outlets 
provided as a sepárate assembly by the manufacturer shall 
be permitted as the required outlet or outlets for the wall 
space utilized by such permanently installed heaters. Such 
receptacle outlets shall not be connected to the heater cir- 
cuits. 

Informado nal Note: Listed baseboard heaters inelude in- 
structions that may not permit their installation below re¬ 
ceptacle outlets. 



leneraUBrovisions. In every kitchen, family room, 
living room, parlor, library, den, sunroom, 
¡creation room, or similar room or area of 
receptacle outlets shall be installed in accor- 
¡eneral provisions specified in 210.52(A)(1) 
■). [ROP 2-147] 

) Spacing. Receptacles shall be installed such that no 
ínt measured horizontally along the floor line of any wall 
lace is more than 1.8 m (6 ft) from a receptacle outlet. 

(2) Wall Space. As used in this section, a wall space shall 
inelude the following: 

(1) Any space 600 mm (2 ft) or more in width (including 
space measured around comers) and unbroken along 
the floor line by doorways and similar openings, fire- 
places, and fixed cabinets 

(2) The space occupied by fixed panels in exterior walls, 
excluding sliding panels 

(3) The space afiforded by fixed room dividers, such as 
freestanding bar-type counters or railings 

(3) Floor Receptacles. Receptacle outlets in floors shall 
not be counted as part of the required number of receptacle 
outlets unless located within 450 mm (18 in.) of the wall. 

(4) Countertop Receptacles. Receptacles installed for 
countertop surfaces as specified in 210.52(C) shall not be 
considered as the receptacles required by 210.52(A). 

(B) Small Appliances. 

(1) Receptacle Outlets Served. In the kitchen, pantry, 
breakfast room, dining room, or similar area of a dwelling 
unit, the two or more 20-ampere small-appliance branch 
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circuits required by 210.11(C)(1) shall serve all wall and 
floor receptacle outlets covered by 210.52(A), all counter- 
top outlets covered by 210.52(C), and receptacle outlets for 
refngeration equipment. 

Exception No. 1: In addition to the required receptacles 
specified by 210.52, switched receptacles supplied from a 
general-purpose branch Circuit as defined in 210.70(A)(1), 
Exception No. 1, shall be permitted. 

Exception No. 2: The receptacle outlet for refrigeration 
equipment shall be permitted to be supplied from an indi¬ 
vidual branch Circuit rated 15 amperes or greater. 



(2) No Other Outlets. The two or more small-appliance 
branch circuits specified in 210.52(B)(1) shall have no 
other outlets. 

Exception No. 1: A receptacle installed solely for the elec- 
trical supply to and support of an electric clock in any of 
the rooms specified in 210.52(B)(1). 

Exception No. 2: Receptacles installed to provide power 
for supplemental equipment and lighting on gas-fired 
ranges, ovens, or counter-mounted cooking units. 

(3) Kitchen Receptacle Requirements. Receptad 
stalled in a kitchen to serve countertop surfaces si 
supplied by not fewer than two small-appliance bran 
cuits, either or both of which shall also bt 
supply receptacle outlets in the same kiUpWTü^in ot 
rooms specified in 210.52(B)(l)^^aditioq^ sm 
appliance branch circuits shall be p'fBritted 
ceptacle outlets in the kitchen and othe^fcMS 1 specifiei 
210.52(B)(1). No small-appli ajÉBfcÉac h cf Kait shall serve 
more than one kitchen. 

(C) Countertops. In kit^fc^, pantries,Breakfast rooms, 
dining rooms, and similar a^fct of dw^Mng units, recep¬ 
tacle outlets for countertop spa^^b^rbe installed in ac- 
cordance with 210.52(C)(1) throu^^)(5). 

(1) Wall Countertop Spaces. A receptacle outlet shall be 
installed at each wall countertop space that is 300 mm 
(12 in.) or wider. Receptacle outlets shall be installed so 
that no point along the wall fine is more than 600 mm 
(24 in.) measured horizontally from a receptacle outlet in 
that space. 

Exception: Receptacle outlets shall not be required on a 
wall directly behind a range, counter-mounted cooking 
unit, or sink in the installation described in Figure 
210.52(0(1). 

(2) Island Countertop Spaces. At least one receptacle 
shall be installed at each island countertop space with a 
long dimensión of 600 mm (24 in.) or greater and a short 
dimensión of 300 mm (12 in.) or greater. 



Range, counter-mounted cooking unit mounted in córner 


Figure 210.52(C)(1) Determination of Area Behind a Range, 
or Counter-Mounted Cooking Unit or Sink. 


(3) Peninsular Countertop Spaces. At least one recep¬ 
tacle outlet shall be installed at each peninsular countertop 
space with a long dimensión of 600 mm (24 in.) or greater 
and a short dimensión of 300 mm (12 in.) or greater. A 
peninsular countertop is measured from the connecting 
edge. 

(4) Sepárate Spaces. Countertop spaces separated by 
rangetops, refrigerators, or sinks shall be considered as 
sepárate countertop spaces in applying the requirements of 
210.52(C)(1). If a range, counter-mounted cooking unit, or 
sink is installed in an island or peninsular countertop and 
the depth of the countertop behind the range, counter- 
mounted cooking unit, or sink is less than 300 mm (12 in.), 
the range, counter-mounted cooking unit, or sink shall be 
considered to divide the countertop space into two sepárate 
countertop spaces. Each sepárate countertop space shall 
comply with the applicable requirements in 210.52(C). 
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(5) Receptacle Outlet Location. Receptacle outlets shall 
be located on or above, but not more than 500 mm (20 in.) 
above, the countertop. Receptacle outlet assemblies Usted 
for the application shall be permitted to be installed in 
countertops. Receptacle outlets rendered not readily acces- 
sible by appliances fastened in place, appliance garages, 
sinks, or rangetops as covered in 210.52(C)(1), Exception, 
or appliances occupying dedicated space shall not be con¬ 
siderad as these required outlets. 


sible from grade and not more than 2.0 m (6V2 ft) above 
grade level shall be installed. [ROP 2-169] 

(3) Balconies, Decks, and Porches. Balconies, decks and 
porches that are attached to the dwelling unit and are ac- 
cessible from inside the dwelling shah have at least one 
receptacle outlet accessible from balcony, deck, or porch. 
The receptacle outlet shall not be located more than 2 m 
(6V2 ft) above the balcony, deck, or porch walking surface. 
[ROP 2-169] 


Informational Note: See 406.5(E) for requirements for in- 
stallation of receptacles in countertops. 

Exception to (5): To comply with the conditions specified in 

(1) or (2), receptacle outlets shall be permitted to be 
mounted not more than 300 mm (12 in.) below the counter¬ 
top. Receptacles mounted below a countertop in accor- 
dance with this exception shall not be located where the 
countertop extends more than 150 mm (6 in.) beyond its 
support base. 


(1) Construction for the physically impaired 

(2) On island and peninsular countertops where the coun¬ 
tertop is fíat across its entire surface (no backsplashes, 
dividers, etc.) and there are no means to mount 
ceptacle within 500 mm (20 in.) above the countertop, 
such as an overhead cabinet 

(D) Bathrooms. In dwelling units, at least 
outlet shall be installed in bathrooms within 
of the outside edge of each basin. The 
shall be located on a wall or partition that 
basin or basin countertop, located 
installed on the side or face of 
shah the receptacle be located. 
below the top of the basin. 
listed for the application shall 
in the countertop. [ROP 2-16( 

Informational Note: See 406. 
stallation of receptacles in countertops. 

(E) Outdoor Outlets. Outdoor receptacle outlets shall be 
installed in accordance with (E)(l) through (E)(3). 

Informational Note: See 210.8(A)(3). [ROP 2-168] 


(F) Laundry Areas. In dwelling units, at least one recep¬ 
tacle outlet shall be installed in arcas designated for the 
installation of laundry equipment. [ROP 2-177] 

Exception No. 1: A receptacle for laundry equipment shall 
not be required in a^pelling unit of a multifamily building 
where laundry ft^mties are provided on the premises for 
use by all building occupants. [ROP 2-178] 

Exception Nmr2: ^^teptacle for laundry equipment shall 
not be j^miired in otn^^kan one-family dwellings where 
launj^ftacilities are not tcfp} installed or permitted. [ROP 




Ténts, Garages, and Accessory Buildings. For 
dwelling, at least one receptacle outlet shall be 
following specified areas. These receptacles 
addition to receptacles required for specific 

iment~ [ROP 2-178a] 

Garages. In each attached garage and in each detached 
tge with electric power. The branch circuit supplying 
lis receptacle(s) shall not supply outlets outside of the 
garage. [ROP 2-178a, ROP 2-180] 

(2) Accessory Buildings. In each accessory building with 
electric power. [ROP 2-178a] 

(3) Basements. In each sepárate unfinished portion of a 
basement. [ROP 2-178a] 

(H) Hallways. In dwelling units, hallways of 3.0 m (10 ft) 
or more in length shall have at least one receptacle outlet. 

As used in this subsection, the hahway length shall be 
considerad the length along the centerline of the hallway 
without passing through a doorway. 


(1) One-Family and Two-Family Dwellings. For a one- 
family dwelling and each unit of a two-family dwelling that 
is at grade level, at least one receptacle outlet readily ac¬ 
cessible from grade and not more than 2.0 m (6 V2 ft) above 
grade level shall be installed at the front and back of the 
dwelling. [ROP 2-169] 


(I) Foyers. Foyers that are not part of a hallway in accor¬ 
dance with 210.52(H) and that have an area that is greater 
than 5.6 m 2 (60 ft 2 ) shall have a receptacle(s) located in 
each wall space 900 mm (3 ft) or more in width. Doorways, 
door-side Windows that extend to the floor, and similar 
openings shall not be considerad wall space. [ROP 2-185] 


(2) Multifamily Dwellings. For each dwelling unit of a 
multifamily dwelling where the dwelling unit is located at 
grade level and provided with individual exterior 
entrance/egress, at least one receptacle outlet readily acces- 


210.60 Guest Rooms, Guest Suites, Dormitories, and 
Similar Occupancies. 

(A) General. Guest rooms or guest suites in hotels, motéis, 
sleeping rooms in dormitories, and similar occupancies 
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shall have receptacle outlets installed in accordance with 
210.52(A) and (D). Guest rooms or guest suites provided 
with permanent provisions for cooking shall have recep¬ 
tacle outlets installed in accordance with all of the appli- 
cable rules in 210.52. 

(B) Receptacle Placement. In applying the provisions of 
210.52(A), the total number of receptacle outlets shall not 
be less than the minimum number that would comply with 
the provisions of that section. These receptacle outlets shall 
be permitted to be located conveniently for permanent fur- 
niture layout. At least two receptacle outlets shall be readily 
accessible. Where receptacles are installed behind the bed, 
the receptacle shall be located to prevent the bed from 
contacting any attachment plug that may be installed or the 
receptacle shall be provided with a suitable guard. 

210.62 Show Windows. At least one 125-volt, single- 
phase, 15- or 20-ampere-rated receptacle outlet shall be 
installed within 450 mm (18 in.) of the top of a show 
window for each 3.7 linear m (12 linear ft) or major frac- 
tion thereof of show window area measured horizontally at 
its máximum width.[ROP 2-187] 

210.63 Heating, Air-Conditioning, and Refrigenrtion 
Equipment Outlet. A 125-volt, single-phase, 15-1 
ampere-rated receptacle outlet shall be installed at a 
cessible location for the servicing of heating, ' 
conditioning, and refrigeration equipmen^tf^É^ceptaV 
shall be located on the same level and7.^w (25 n 
of the heating, air-conditioning, an^KfrigerM 
ment. The receptacle outlet shall nof^ 
load side of the equipment discpyifi£ti r 



Informational Note: Se^^rt).8 for 
interrupter requirement^. [ROP 2-190a] 

Exception: A receptacle^^det shall rU be required at 
one- and two-family dwellin^^to' the^mvice of evapora- 
tive coolers. 


Exception No. 1: In other than kitchens and bathrooms, 
one or more receptacles controlled by a wall switch shall 
be permitted in lieu of lighting outlets. 

Exception No. 2: Lighting outlets shall be permitted to be 
controlled by occupancy sensors that are (1) in addition to 
wall switches or (2) located at a customary wall switch 
location and equipped with a manual override that will 
allow the sensor to function as a wall switch. 

(2) Additional Locations. Additional lighting outlets shall 
be installed in accordance with (A)(2)(a), (A)(2)(b), and 
(A)(2)(c). 

(a) At least one wall switch-controlled lighting outlet 
shall be installed in hallways, stairways, attached garages, 
and detached a&rages w ¡th electric power. 

(b) FoM^elling units, attached garages, and detached 
garages^^^ electric power, at least one wall switch- 
controj^Tl^Byig outlet shall be installed to provide illu- 

fctmn on tnifcjterior side of outdoor entrances or exits 
n grade level A vehicle door in a garage shall not 

Pf>e consklered as an mitdoor entrance or exit. 

iVhere one or more lighting outlet(s) are installed 
Pffterior stairways, there shall be a wall switch at each 
flc^fctevel, and landing level that ineludes an entryway, to 
^jcontrafcüje lighting outlet(s) where the stairway between 
Reveis has six risers or more. 

Exception to (A)(2)(a), (A)(2)(b), and (A)(2)(c): In hall- 
n stairways, and at outdoor entrances, remóte, cen¬ 
tral, or automatic control of lighting shall be permitted. 

(3) Storage or Equipment Spaces. For attics, underfloor 
spaces, utility rooms, and basements, at least one lighting 
outlet containing a switch or controlled by a wall switch 
shall be installed where these spaces are used for storage or 
contain equipment requiring servicing. At least one point of 
control shall be at the usual point of entry to these spaces. 
The lighting outlet shall be provided at or near the equip¬ 
ment requiring servicing. 


210.64 Electrical Service Areas. At least one 125 volt 
single phase 15 or 20 ampere rated receptacle outlet shall 
be installed within 15 m (50 ft) of the electrical Service 
equipment. [ROP 2-191] 

Exception: The receptacle outlet shall not be required to 
be installed in one and two family dwellings. [ROP 2—191] 

210.70 Lighting Outlets Required. Lighting outlets shall 
be installed where specified in 210.70(A), (B), and (C). 

(A) Dwelling Units. In dwelling units, lighting outlets 
shall be installed in accordance with 210.70(A)(1), (A)(2), 
and (A)(3). 

(1) Habitable Rooms. At least one wall switch-controlled 
lighting outlet shall be installed in every habitable room 
and bathroom. 


(B) Guest Rooms or Guest Suites. In hotels, motéis, or 
similar occupancies, guest rooms or guest suites shall have 
at least one wall switch-controlled lighting outlet installed 
in every habitable room and bathroom. 

Exception No. 1: In other than bathrooms and kitchens 
where provided, one or more receptacles controlled by a 
wall switch shall be permitted in lieu of lighting outlets. 
Exception No. 2: Lighting outlets shall be permitted to be 
controlled by occupancy sensors that are (I) in addition to 
wall switches or (2) located at a customary wall switch 
location and equipped with a manual override that allows 
the sensor to function as a wall switch. 

(C) Other Than Dwelling Units. For attics and underfloor 
spaces containing equipment requiring servicing, such as 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-63 



215.1 


ARTICLE 215 — FEEDERS 


heating, air-conditioning, and refrigeration equipment, at 
least one lighting outlet containing a switch or controlled 
by a wall switch shall be installed in such spaces. At least 
one point of control shall be at the usual point of entry to 
these spaces. The lighting outlet shall be provided at or 
near the equipment requiring servicing. 


Exception No. 2: Feeder conductors that are not termi- 
nated at either end except as permitted in 110.14(C)(2) 
shall be permitted to have an allowable ampacity, after the 
application of any required adjustment or correction fac- 
tors, not less than the sum of the continuous load plus the 
noncontinuous load. This exception shall not apply within 
1.2 m (4ft) of an overcurrent device. [ROP 2-202] 


ARTICLE 215 
Feeders 


215.1 Scope. This article covers the installation require- 
ments, overcurrent protection requirements, minimum size, 
and ampacity of conductors for feeders supplying branch- 
circuit loads. 

Exception: Feeders for electrolytic cells as covered in 
668.3(C)(1) and (C)(4). 

215.2 Minimum Rating and Size. 

(A) Feeders Not More Than 600 Volts. 

(1) General. Feeder conductors shall have an ampacity notá 
less than required to supply the load as calculated in Parts * 
III, IV, and V of Article 220. Conductors shall be sized to 
carry not less than the larger of (a) or (b). IROPJi 

(a) Where a feeder supplies continuou^Rids or J 

combination of continuous and noncontinlK^ loark 
minimum feeder conductor size shall have a^ta|^wable~' 
ampacity not less than the noncontinuous plus 

125 percent of the continuous Iq|^HROP2-201 ] 

(b) The minimum feeder ^Kluctor size a 
allowable ampacity not less thai^fce maximun] 
served after the application of any MJqjatmcntjj 
factors. [ROP 2-201] 

Informational Note No. 1: See Examples DI through 
Dll in Informative Annex D. [ROP 2-204a] 

Informational Note No. 2: Conductors for feeders as de- 
fined in Article 100, sized to prevent a voltage drop exceed- 
ing 3 percent at the farthest outlet of power, heating, and 
lighting loads, or combinations of such loads, and where 
the máximum total voltage drop on both feeders and branch 
circuits to the farthest outlet does not exceed 5 percent, will 
provide reasonable efficiency of operation. [ROP 2-204a] 
Informational Note No. 3: See 210.19(A), Informational 
Note No. 4, for voltage drop for branch circuits. [ROP 
2-204a] 


Exception No. 3: Grounded conductors that are not con- 
nected to an overcurrent device shall be permitted to be 
sized at 100 percent of the continuous and noncontinuous 
load. [ROP 2-202] 

(2) Grounded Conductor. The size of the feeder circuit 
grounded conductor shall not be smaller than that required 
by 250.122, except that 250.122(F) shall not apply where 
grounded conductoi^Ape run in parallel. 

Additional sizes shall be as specified in 

215.2(A)(2) and ÍA)Í3) under the conditions stipulated. 

(3) Am paci y RelíMR to Service Conductors. The 
feeder a^rauctor ampa^^tfiall not be less than that of the 
ser^^Pconductors where feeder conductors carry the 
todKaad st^ned by Service conductors with an ampacity 
of 55 ^m^^s or less. 

[ROP 2-204b] 

¡ders over 600 Volts. The ampacity of conductors 
Jnccordance with 310.15 and 310.60 as appli- 
role. Where installed, the size of the feeder-circuit 
Irounded conductor shall not be smaller than that required 
^250.122, except that 250.122(F) shall not apply where 
grounded conductors are run in parallel. Feeder conductors 
over 600 volts shall be sized in accordance with 
215.2(B)(1), (B)(2), or (B)(3). 

(1) Feeders Supplying Transformers. The ampacity of 
feeder conductors shall not be less than the sum of the 
nameplate ratings of the transformers supplied when only 
transformers are supplied. 

(2) Feeders Supplying Transformers and Utilization 
Equipment. The ampacity of feeders supplying a combina¬ 
tion of transformers and utilization equipment shall not be 
less than the sum of the nameplate ratings of the transform¬ 
ers and 125 percent of the designed potential load of the 
utilization equipment that will be operated simultaneously. 

(3) Supervised Installations. For supervised installations, 
feeder conductor sizing shall be permitted to be determined 
by qualified persons under engineering supervisión. Super¬ 
vised installations are defined as those portions of a facility 
where all of the following conditions are met: 


Exception No. 1: If the assembly, including the overcur¬ 
rent devices protecting the feeder(s), is Usted for operation 
at 100 percent of its rating, the allowable ampacity ofthe 
feeder conductors shall be permitted to be not less than the 
sum of the continuous load plus the noncontinuous load. 


(1) Conditions of design and installation are provided un¬ 
der engineering supervisión. 

(2) Qualified persons with documented training and expe- 
rience in over 600-volt systems provide maintenance, 
monitoring, and servicing of the system. 
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215.3 Overcurrent Protection. Feeders shall be protected 
against overcurrent in accordance with the provisions of 
Part I of Article 240. Where a feeder supplies continuous 
loads or any combination of continuous and noncontinuous 
loads, the rating of the overcurrent device shall not be less 
than the noncontinuous load plus 125 percent of the con¬ 
tinuous load. 

Exception No. 1: Where the assembly, including the over¬ 
current devices protecting the feeder(s), is Usted for opera- 
tion at 100 percent of its rating, the ampere rating of the 
overcurrent device shall be permitted to be not less than the 
sum of the continuous load plus the noncontinuous load. 


215.9 Ground-Fault Circuit-Interrupter Protection for 
Personnel. Feeders supplying 15- and 20-ampere recep- 
tacle branch circuits shall be permitted to be protected by a 
ground-fault Circuit interrupter in lieu of the provisions for 
such interrupters as specified in 210.8 and 590.6(A). 

215.10 Ground-Fault Protection of Equipment. Each 
feeder disconnect rated 1000 amperes or more and installed 
on solidly grounded wye electrical systems of more than 
150 volts to ground, but not exceeding 600 volts phase-to- 
phase, shall be provided with ground-fault protection of 
equipment in accordance with the provisions of 230.95. 


Exception No. 2: Overcurrent protection for feeders over 
600 volts, nominal, shall comply with Part IX of Article 
240. 

215.4 Feeders with Common Neutral Conductor. 

(A) Feeders with Common Neutral. Up to three sets of 
3-wire feeders or two sets of 4-wire or 5-wire feeders shall 
be permitted to utilize a common neutral. 

(B) In Metal Raceway or Enclosure. Where installedin a 
metal raceway or other metal enclosure, all condu< 
all feeders using a common neutral conductor shall 
closed within the same raceway or other enclosure 
quired in 300.20. 

215.5 Diagrams of Feeders. If reqát 

having jurisdiction, a diagram showin] 
be provided prior to the instalkjiM^if trlWjkeders. Such a 
diagram shall show the araa^ití'sqüSi^eet ofcae building 
or other structure supplj^pTy each fe«^L thewlal calcu- 
lated load before applying^^uand factoMfhe demand fac- 
tors used, the calculated lolfctóer apriBrg demand fac- 
tors, and the size and type to be used. 

215.6 Feeder Equipment Grounding Conductor. Where 
a feeder supplies branch circuits in which equipment 
grounding conductors are required, the feeder shall inelude 
or provide an equipment grounding conductor in accor¬ 
dance with the provisions of 250.134, to which the equip¬ 
ment grounding conductors of the branch circuits shall be 
connected. Where the feeder supplies a sepárate building or 
structure, the requirements of 250.32(B) shall apply. 



Informational Note: For buildings that contain health care 
occupancies, see the requirements of 517.17. 

Exception N^H: The provisions of this section shall not 
apply to^^^connecting means for a continuous industrial 
proces^wn^^anonorderly shutdown will introduce addi- 
hazards. 

feeption No. 2: provisions of this section shall not 

r apply^ground-fault protection of equipment is provided on 
<ly side of the feeder and on the load side of any 
f ormer supplying the feeder. 


ürcuits Derived from Autotransformers. Feed- 
ill not be derived from autotransformers unless the 
system supplied has a grounded conductor that is electri- 
cally connected to a grounded conductor of the system sup¬ 
plying the autotransformer. 

Exception No. 1: An autotransformer shall be permitted 
without the connection to a grounded conductor where 
transforming from a nominal 208 volts to a nominal 240- 
volt supply or similarly from 240 volts to 208 volts. 
Exception No. 2: In industrial occupancies, where condi- 
tions of maintenance and supervisión ensure that only 
qualified persons Service the installation, autotransformers 
shall be permitted to supply nominal 600-volt loads from 
nominal 480-volt systems, and 480-volt loads from nominal 
600-volt systems, without the connection to a similar 
grounded conductor. 

215.12 Identiñcation for Feeders. 

(A) Grounded Conductor. The grounded conductor of a 
feeder shall be identified in accordance with 200.6. 


215.7 Ungrounded Conductors Tapped from Grounded 
Systems. Two-wire de circuits and ac circuits of two or 
more ungrounded conductors shall be permitted to be 
tapped from the ungrounded conductors of circuits having a 
grounded neutral conductor. Switching devices in each 
tapped circuit shall have a pole in each ungrounded con¬ 
ductor. 


(B) Equipment Grounding Conductor. The equipment 
grounding conductor shall be identified in accordance with 
250.119. 

(C) Ungrounded Conductors. Ungrounded conductors 
shall be identified in accordance with 215.12(C)(1), and 
(2), as applicable. [ROP 2-217] 
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(1) Feeders Supplied From More Than One Nominal 
Voltage System. Where the premises wiring system has 
feeders supplied from more than one nominal voltage Sys¬ 
tem, each ungrounded conductor of a feeder shall be iden- 
tified by phase or line and system at all termination, con- 
nection, and splice points in compliance with 
215.12(C)(l)(a) and (b). [ROP 2-217] 

(a) Means of Identification. The means of Identifica¬ 
tion shall be permitted to be by sepárate color coding, 
marking tape, tagging, or other approved means. [ROP 
2-217] 

(b) Posting of Identification Means. The method uti- 
lized for conductors originating within each feeder panel- 
board or similar feeder distribution equipment shall be 
documented in a manner that is readily available or shall be 
permanently posted at each feeder panelboard or similar 
feeder distribution equipment. [ROP 2-217] 

(2) Feeders Supplied From Direct Current Systems. 

Where a feeder is supplied from a de system operating at 
more than 60 volts, each ungrounded conductor of 4 AWG 
or larger shall be identified by polarity at all termination, 
connection, and splice points by marking tape, tagging, or 
other approved means; each ungrounded conductor of 
AWG or smaller shall be identified by polarity at all termi¬ 
nation, connection, and splice points in compliance with 
215.12(C)(2)(a) and (b). The identification methoj 
for conductors originating within each feeder 
similar feeder distribution equipment shall Á 
in a manner that is readily available or shall 
posted at each feeder panelboard or smjila^ 
tion equipment. [ROP 2-217] 

(a) Positive Polarity, Siz^^^WG o 
the positive polarity of a de sys^^does not Jve as the 
connection for the grounded condcS^L ead^ositive un¬ 
grounded conductor shall be identifiealjJj^Pe of the fol- 
lowing means: [ROP 2-217] 

(1) A continuous red outer finish. [ROP 2-217] 

(2) A continuous red stripe durably marked along the con- 
ductor’s entire length on insulation of a color other 
than green, white, gray, or black. [ROP 2-217] 

(3) Imprinted plus signs “+” or the word “POSITIVE” or 
“POS” durably marked on insulation of a color other 
than green, white, gray, or black, and repeated at inter¬ 
vals not exceeding 610 mm (24 in.) in accordance with 
310.120(B). [ROP 2-217] 

(b) Negative Polarity, Sizes 6 AWG or smaller. Where 
the negative polarity of a de system does not serve as the 
connection for the grounded conductor, each negative un¬ 
grounded conductor shall be identified by one of the fol- 
lowing means: [ROP 2-217] 

(1) A continuous black outer finish. [ROP 2-217] 


(2) A continuous black stripe durably marked along the 
conductor’s entire length on insulation of a color other 
than green, white, gray, or red. [ROP 2-217] 

(3) Imprinted minus signs or the word “NEGATIVE” 
or “NEG” durably marked on insulation of a color 
other than green, white, gray, or red, and repeated at 
intervals not exceeding 610 mm (24 in.) in accordance 
with 310.120(B). [ROP 2-217] 


ARTICLE 220 

Branch-Circuit, Feeder, and Service 
Calculations 

Á 

I. General 

220. WI his provides requirements for calcu- 

latin h-circuit, and Service loads. Part I pro- 

vide, neral requiremS^k for calculation methods. Part 

Cyides.^^ulation methods for branch-circuit loads. 
Pr 3 IR IV provide calculation methods for feeders 
an senajlgs. Part V provides calculation methods for 



Figure 220.1 Branch-Circuit, Feeder, and Service Calculation 
Methods. 


220.3 Application of Other Articles. In other articles ap- 
plying to the calculation of loads in specialized applica- 
tions, there are requirements provided in Table 220.3 that 
are in addition to, or modifications of, those within this 
article. 
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Table 220.3 Additional Load Calculation References 


Calculation 


Article 


Air-conditioning and refrigerating equipment, 
branch-circuit conductor sizing 
Cranes and hoists, rating and size of conductors 
Electric vehicle charging system branch circuit 
and feeder calculations 
Electric welders, ampacity calculations 
Electrically driven or controlled irrigation 
machines 

Electrified truck parking space 
Electrolytic cell lines 

Electroplating, branch-circuit conductor sizing 
Elevator feeder demand factors 
Fire pumps, voltage drop (mandatory calculation) 
Fixed electric heating equipment for pipelines and 
vessels, branch-circuit sizing 
Fixed electric space-heating equipment, 
branch-circuit sizing 

Fixed outdoor electric deicing and snow-melting 
equipment, branch-circuit sizing 
Industrial machinery, supply conductor sizing 
Marinas and boatyards, feeder and Service load 
calculations 

Mobile homes, manufactured homes, and mobile 
home parks, total load for determining power 
supply 

Mobile homes, manufactured homes, and mobile 
home parks, allowable demand factors for park 
electrical wiring systems 
Motion picture and televisión studios and 
locations - sizing of feeder conductors f 
televisión studio sets 
Motors, feeder demand factor 
Motors, multimotor and combination-loí 
equipment 

Motors, several motors 
load(s) 

Over 600-volt branch-circdH 
Over 600-volt feeder calcula! 

Phase converters, conductors 
Recreational vehicle parks, basis 
Sensitive electrical equipment, ve 
(mandatory calculation) 

Solar photovoltaic systems, circuit sizing and 

Storage-type water heaters 
Theaters, stage switchboard feeders 




Section (or Part) 


PartIV 

610.14 

625.14 [ROP 2-219] 

630.11, 630.31 
675.7(A), 675.22(A) 


668.3(C) 
669.5 
620.14 
695.7 
427.4 

424.3 

426.4 

670.4(A) 

555.12 

550.18(B) 


550.31 


530.19 


430.26 
430.25 

430.24 

210.19(B) 
215.2(B) 
455.6 
551.73(A) 
647.4(D) 

690.8 

422.11(E) 

520.27 


220.5 Calculations. 

(A) Voltages. Unless other voltages are specified, for pur- 
poses of calculating branch-circuit and feeder loads, nomi¬ 
nal system voltages of 120, 120/240, 208Y/120, 240, 347, 
480Y/277, 480, 600Y/347, and 600 volts shall be used. 

(B) Fractions of an Ampere. Calculations shall be permit- 
ted to be rounded to the nearest whole ampere, with deci¬ 
mal fractions smaller than 0.5 dropped. 


II. Branch-Circuit Load Calculations 

220.10 General. Branch-circuit loads shall be calculated 
as shown in 220.12, 220.14, and 220.16. 

220.12 Lighting Load for Specified Occupancies. A unit 
load of not less than that specified in Table 220.12 for 
occupancies specified therein shall constitute the minimum 
lighting load. The floor area for each floor shall be calcu¬ 
lated from the outside dimensions of the building, dwelling 
unit, or other area involved. For dwelling units, the calcu- 
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lated floor area shall not inelude open porches, garages, or 
unused or unfinished spaces not adaptable for future use. 

Informational Note: The unit valúes herein are based on 
mínimum load conditions and 100 percent power factor and 
may not provide sufficient capacity for the installation 
contemplated. 

Exception: Where the building is designed and con- 
structed to comply with an energy code adopted by the 
local authority, the lighting load shall be permitted to be 
calculated at the valúes specified in the energy code where 
the following conditions are met: [ROP 2-228] 


(1) A power monitoring system is installed that will pro¬ 
vide continuous information regarding the total general 
lighting load of the building. [ROP 2-228] 

(2) The power monitoring system will be set with alarm 
valúes alert the building owner or manager ifthe light¬ 
ing load exceeds the valúes set by the energy code. 
[ROP 2-228] 

(3) The demand factors specified in 220.42 are not applied 
to the general lighting load. [ROP 2-228] 

220.14 Other Loads — All Occupancies. In all occupan- 
cies, the minimum load for each outlet for general-use re- 
ceptacles and outlets not used for general illumination shall 
not be less than that calculated in 220.14(A) through (L), 
the loads shown being based on nominal braj 
voltages. 

Exception: The loads of outlets serving sw$miboaiz 
switching frames in telephone exchanges shall be vi 
from the calculations. 

(A) Specific Appliances or 

appliance or other load not 
(L) shall be calculated basei 
appliance or load served. 

(B) Electric Clothes Dryers in DwellingTjnits and Elec¬ 
tric Cooking Appliances in Dwelling Units and House¬ 
hold Cooking Appliances used in Instructional Pro- 
grams. Load calculations shall be permitted as specified in 
220.54 for electric dryers and in 220.55 for electric ranges 
and other cooking appliances. [ROP 2-232] 

(C) Motor Outlets. Loads for motor outlets shall be cal¬ 
culated in accordance with the requirements in 430.22, 
430.24, and 440.6. [ROP 2-233] 


Table 220.12 General Lighting Loads by Occupancy 


Type of Occupancy 


Volt-Amperes/ Volt-Amperes/ 
Square Meter Square Foot 


Armones and auditoriums 
Banks 

Barber shops and beauty 
parlors 
Churches 
Clubs 

Court rooms 
Dwelling units a 
Garages — commercial 
(storage) 

Hospitals 

Hotels and motéis, i 
apartment hous^^mthout 
provisión fo^^H^tby 
tenants 3 
Industrial coi 



(F) Sign and Outline Lighting. Sign and outline lighting 
outlets shall be calculated at a minimum of 1200 volt- 
amperes for each required branch circuit specified in 
600.5(A). 

(G) Show Windows. Show Windows shall be calculated in 
accordance with either of the following: 

(1) The unit load per outlet as required in other provisions 
of this section 


(D) Luminaires. An outlet supplying luminaire(s) shall be 
calculated based on the máximum volt-ampere rating of the 
equipment and lamps for which the luminaire(s) is rated. 

(E) Heavy-Duty Lampholders. Outlets for heavy-duty 
lampholders shall be calculated at a minimum of 600 volt- 
amperes. 


(2) At 200 volt-amperes per 300 mm (1 ft) of show 
window 

(H) Fixed Multioutlet Assemblies. Fixed multioutlet as- 
semblies used in other than dwelling units or the guest 
rooms or guest suites of hotels or motéis shall be calculated 
in accordance with (H)(l) or (H)(2). For the purposes of 
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this section, the calculation shall be permitted to be based 
on the portion that contains receptacle outlets. 

(1) Where appliances are unlikely to be used simulta- 
neously, each 1.5 m (5 ft) or fraction thereof of each 
sepárate and continuous length shall be considered as 
one outlet of not less than 180 volt-amperes. 

(2) Where appliances are likely to be used simultaneously, 
each 300 mm (1 ft) or fraction thereof shall he consid¬ 
ered as an outlet of not less than 180 volt-amperes. 


(B) Other Than Dwelling Units. Loads for new circuits or 
extended circuits in other than dwelling units shall he cal- 
culated in accordance with either 220.12 or 220.14, as ap- 
plicable. 

220.18 Máximum Loads. The total load shall not exceed 
the rating of the branch circuit, and it shall not exceed the 
máximum loads specified in 220.18(A) through (C) under 
the conditions specified therein. 


(I) Receptacle Outlets. Except as covered in 220.14(J) 
and (K), receptacle outlets shall be calculated at not less 
than 180 volt-amperes for each single or for each múltiple 
receptacle on one yoke. A single piece of equipment con- 
sisting of a múltiple receptacle comprised of four or more 
receptacles shall be calculated at not less than 90 volt- 
amperes per receptacle. This provisión shall not be appli- 
cable to the receptacle outlets specified in 210.11(C)(1) and 
(C)(2). 

(J) Dwelling Occupancies. In one-family, two-family, and 
multifamily dwellings and in guest rooms or guest suites of < 
hotels and motéis, the outlets specified in (J)(l), (J)(2), and 

(J) (3) are included in the general lighting load calculations 
of 220.12. No additional load calculations shall be ré| 
for such outlets. 

(1) All general-use receptacle outlets of 20^unpere ral 
or less, including receptacles connec^íW^g circi 
in 210.11(0(3) 

(2) The receptacle outlets specified 0.52^ 

(3) The lighting outlets specified in 21T).7G(A) 

(K) Banks and Office 

ings, the receptacle loa( 
of (1) or (2): 

(1) The calculated loac 

(2) 11 volt-amperes/nT 

(L) Other Outlets. Other outlets not covered in 220.14(A) 
through (K) shall be calculated based on 180 volt-amperes 
per outlet. 



(A) Motor-Operated and Combination Loads. Where a 
circuit supplies only motor-operated loads, Article 430 shall 
apply. Where a circuit supplies only air-conditioning equip¬ 
ment, refrigerating equipment, or both, Article 440 shall 
apply. For circuits supplying loads consisting of motor- 
operated uti ¡jibión equipment that is fastened in place and 
has a mo^Warger than Vs hp in combination with other 
loads, calculated load shall be based on 125 per- 

cent ^rthe largest motor load plus the sum of the other 


(B) Inductive and LED Lighting Loads. For circuits sup- 
íghting units that have ballasts, transformers, au- 
isformers, or LED drivers, the calculated load shall be 
in the total ampere ratings of such units and not on 
te toüf^watts of the lamps. 


(CjKange Loads. It shall be permissible to apply demand 
factors for range loads in accordance with Table 220.55, 
including Note 4. 

III. Feeder and Service Load Calculations 

220.40 General. The calculated load of a feeder or Service 
shall not be less than the sum of the loads on the branch 
circuits supplied, as determined by Part II of this article, 
after any applicable demand factors permitted by Part III or 
IV or required by Part V have been applied. 

Informational Note: See Examples Dl(a) through DIO in 
Informative Annex D. See 220.18(B) for the máximum load 
in amperes permitted for lighting units operating at less 
than 100 percent power factor. 


220.16 Loads for Additions to Existing Installations. 

(A) Dwelling Units. Loads added to an existing dwelling 

unit(s) shall comply with the following as applicable: 

(1) Loads for structural additions to an existing dwelling 
unit or for a previously unwired portion of an existing 
dwelling unit, either of which exceeds 46.5 m 2 
(500 ft 2 ), shall be calculated in accordance with 220.12 
and 220.14. 

(2) Loads for new circuits or extended circuits in previ¬ 
ously wired dwelling units shall be calculated in accor¬ 
dance with either 220.12 or 220.14, as applicable. 


220.42 General Lighting. The demand factors specified in 
Table 220.42 shall apply to that portion of the total branch- 
circuit load calculated for general illumination. They shall 
not be applied in determining the number of branch circuits 
for general illumination. 

220.43 Show-Window and Track Lighting. 

(A) Show Windows. For show-window lighting, a load of 
not less than 660 volt-amperes/linear meter or 200 volt- 
amperes/linear foot shall be included for a show window, 
measured horizontally along its base. 
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Table 220.42 Lighting Load Demand Factors 



Portion of Lighting 



Load to Which 
Demand Factor 


Type of 

Applies 

Demand Factor 

Occupancy 

(Volt-Amperes) 

(%) 

Dwelling units 

First 3000 or less at 
From 3001 to 

100 


120,000 at 

Remainder over 

35 


120,000 at 

25 

Hospitals* 

First 50,000 or less at 
Remainder over 

40 


50,000 at 

20 

Hotels and motéis, 

First 20,000 or less at 

50 

including 
apartment houses 
without provisión 

From 20,001 to 

100,000 at 

40 

for cooking by 
tenants* 

Remainder over 
100,000 at 

30 

Warehouses 

First 12,500 or less at 

100 

(storage) 

Remainder over 

12,500 at 

50 

All others 

Total volt-amperes 

100 ' 


Portion of Receptacle Load to Which 


Demand Factor Applies 


(Volt-Amperes) 

Demand Factor (%) 

First 10 kVA or less at 

100 

Remainder o ver 10 kVA at 

50 


The demand factors of this table shall not apply to the calculated load 
of feeders or Services supplying areas in hospitals, 
where the entire lighting is likely to be used at < 
aüng rooms, ballrooms, or dining rooms. 

Informational Note: See 220.14(G) for 
supplying show Windows. 

(B) Track Lighting. For track ligHWnu m ol 
ing units or guest rooms or gua^Kuites of hotí 
an additional load of 150 volt-am^fces shall be 
every 600 mm (2 ft) of lighting tn MfthD r fn 
Where multicircuit track is installed, 
sidered to be divided equally between the 

Exception: If the track lighting is supplied through a de- 
vice that limits the current to the track, the load shall be 
permitted to be calculated based on the rating of the device 
used to limit the current. 


total connected load. However, in no case shall a feeder or 
Service load current rating be less than the rating of the 
largest branch circuit supplied. 

Exception: Where reduced loading of the conductors re- 
sults from units opemting on duty-cycle, intermittently, or 
from all units not a^^ating at the same time, the authority 
having jurisduJ/^Zmay grant permission for feeder and 
Service condjfo^^^iave an ampacity less than 100 per- 
fea the ca^factors have an ampacity for the 

load 




ppliance and Laundry Loads — Dwell- 

ipliance Circuit Load. In each dwelling unit, 
calculated at 1500 volt-amperes for each 
-1-appliance branch circuit as covered by 
). Where the load is subdivided through two or 
feeders, the calculated load for each shall inelude not 
than 1500 volt-amperes for each 2-wire small- 
ípliance branch circuit. These loads shall be permitted to 
included with the general lighting load and subjected to 
the demand factors provided in Table 220.42. 

Exception: The individual branch circuit permitted by 
210.52(B)(1), Exception No. 2, shall be permitted to be 
excluded from the calculation required by 220.52. 

(B) Laundry Circuit Load. A load of not less than 1500 
volt-amperes shall be included for each 2-wire laundry 
branch circuit installed as covered by 210.11(C)(2). This 
load shall be permitted to be included with the general 
lighting load and subjected to the demand factors provided 
in Table 220.42. 


220.44 Receptacle Loads — Other Than Dwelling 
Units. Receptacle loads calculated in accordance with 
220.14(H) and (I) shall be permitted to be made subject to 
the demand factors given in Table 220.42 or Table 220.44. 

220.50 Motors. Motor loads shall be calculated in accor¬ 
dance with 430.24, 430.25, and 430.26 and with 440.6 for 
hermetic refrigerant motor compressors. 

220.51 Fixed Electric Space Heating. Fixed electric 
space-heating loads shall be calculated at 100 percent of the 


220.53 Appliance Load — Dwelling Unit(s). It shall be 
permissible to apply a demand factor of 75 percent to the 
nameplate rating load of four or more appliances fastened 
in place, other than electric ranges, clothes dryers, space- 
heating equipment, or air-conditioning equipment, that are 
served by the same feeder or Service in a one-family, two- 
family, or multifamily dwelling. 

220.54 Electric Clothes Dryers — Dwelling Unit(s). The 

load for household electric clothes dryers in a dwelling 
unit(s) shall be either 5000 watts (volt-amperes) or the 
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nameplate rating, whichever is larger, for each dryer 
served. The use of the demand factors in Table 220.54 shall 
be permitted. Where two or more single-phase dryers are 
supplied by a 3-phase, 4-wire feeder or Service, the total 
load shall be calculated on the basis of twice the máximum 
number connected between any two phases. Kilovolt- 
amperes (kVA) shall be considered equivalent to kilowatts 
(kW) for loads calculated in this section. 


These demand factors shall not apply to space-heating, ven- 
tilating, or air-conditioning equipment. 

However, in no case shall the feeder or Service calcu¬ 
lated load be less than the sum of the largest two kitchen 
equipment loads. 

Table 220.56 Demand Factors for Kitchen Equipment — 
Other Than Dwelling Unit(s) 


Table 220.54 Demand Factors for Household Electric 
Clothes Dryers 


Number of 

Demand Factor 

Dryers 

(%) 

1-4 

100 

5 

85 

6 

75 

7 

65 

8 

60 

9 

55 

10 

50 

11 

47 

12-23 

47% minus 1% for each dryer exceeding 11 

24-42 

35% minus 0.5% for each dryer exceeding 23 

43 and over 

25% ^ 


220.55 Electric Cooking Appliances in Dwelj 
and Household Cooking ApplianJípvUsed. 
tional Programs. [ROP 2-245]. TheT^^oFhouse! 

electric ranges, wall-mounteffl@«Ms, counter-mounted 
cooking units, and other J^árehold^^tongakhances in¬ 
di vidually rated in exce^mf 1% kW snB^be permitted to 
be calculated in accordam^^ith Table ■10.55. Kilovolt- 
amperes (kVA) shall be con^kred eqm®ent to kilowatts 
(kW) for loads calculated unde^fcK^etion. 

Where two or more single-phaSPanges are supplied by 
a 3-phase, 4-wire feeder or Service, the total load shall be 
calculated on the basis of twice the máximum number con¬ 
nected between any two phases. 


Number of Units of 
Equipment 

Demand Factor 

(%>) 

1 

100 

2 

100 

3 

90 


80 


70 

JE over 

65 




Noncoin^fcuit Loads. Where it is unlikely that 
'o or more nonco^ident loads will be in use simulta- 
¿íeou^prit shall be permissible to use only the largest 
that will be used at one time for calculating the total 
if a feeder or Service. 

1.61 Feeder or Service Neutral Load. 

(A) nasic Calculation. The feeder or Service neutral load 
shall be the máximum unbalance of the load determined by 
this article. The máximum unbalanced load shall be the 
máximum net calculated load between the neutral conduc¬ 
tor and any one ungrounded conductor. 

Exception: For 3-wire, 2-phase or 5-wire, 2-phase Sys¬ 
tems, the máximum unbalanced load shall be the máximum 
net calculated load between the neutral conductor and any 
one ungrounded conductor multiplied by 140 percent. 

(B) Permitted Reductions. A Service or feeder supplying 
the following loads shall be permitted to have an additional 
demand factor of 70 percent applied to the amount in 
220.61(B)(1) or portion of the amount in 220.61(B)(2) de¬ 
termined by the basic calculation: 


Informational Note No. 1: See the examples in Informa- 
tive Annex D. [ROP 2-242a] 

Informational Note No. 2: See Table 220.56 for commer- 
cial cooking equipment. 

[ROP 2-24a] 

220.56 Kitchen Equipment — Other Than Dwelling 
Unit(s). It shall be permissible to calcúlate the load for 
commercial electric cooking equipment, dishwasher 
booster heaters, water heaters, and other kitchen equipment 
in accordance with Table 220.56. These demand factors 
shall be applied to all equipment that has either thermo- 
static control or intermittent use as kitchen equipment. 


(1) A feeder or service supplying household electric 
ranges, wall-mounted ovens, counter-mounted cooking 
units, and electric dryers, where the máximum unbal¬ 
anced load has heen determined in accordance with 
Table 220.55 for ranges and Table 220.54 for dryers 

(2) That portion of the unbalanced load in excess of 200 
amperes where the feeder or service is supplied from a 
3-wire de or single-phase ac system; or a 4-wire, 
3-phase, 3-wire, 2-phase system; or a 5-wire, 2-phase 
system 

Informational Note: See Examples Dl(a), Dl(b), D2(b), 
D4(a), and D5(a) in Informative Annex D. [ROP 2-247a] 
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Table 220.55 Demand Factors and Loads for Household Electric Ranges, Wall-Mounted Ovens, Counter-Mounted Cooking 
Units, and Other Household Cooking Appliances over 1 * 1 2 3 4 5 A kW Rating (Column C to be used in all cases except as otherwise 
permitted in Note 3.) 


Demand Factor (%) (See Notes) 


Column A 

Number of Appliances (Less than 3V2 kW Rating) 


Column B Column C 

(3Vi kW through 8% kW Máximum Demand (kW) (See 
Rating) Notes) (Not over 12 kW Rating) 



Notes: 

1. Over 12 kW through 27 kW ranges all of same rating. For ranges individually rated more than 12 kW but not more than 27 kW, the máximum 
demand in Column C shall be increased 5 percent for each additional kilowatt of rating or major fraction thereof by which the rating of individual 
ranges exceeds 12 kW. 

2. Over 8% kW through 27 kW ranges of unequal ratings. For ranges individually rated more than 8% kW and of different ratings, but none 
exceeding 27 kW, an average valué of rating shall be calculated by adding together the ratings of all ranges to obtain the total connected load (using 
12 kW for any range rated less than 12 kW) and dividing by the total number of ranges. Then the máximum demand in Column C shall be increased 
5 percent for each kilowatt or major fraction thereof by which this average valué exceeds 12 kW. 

3. Over 1% kW through 8 3 A kW. In lieu of the method provided in Column C, it shall be permissible to add the nameplate ratings of all household 
cooking appliances rated more than 1% kW but not more than 8% kW and multiply the sum by the demand factors specified in Column A or 
Column B for the given number of appliances. Where the rating of cooking appliances falls under both Column A and Column B, the demand 
factors for each column shall be applied to the appliances for that column, and the results added together. 

4. Branch-Circuit Load. It shall be permissible to calcúlate the branch-circuit load for one range in accordance with Table 220.55. The branch- 
circuit load for one wall-mounted oven or one counter-mounted cooking unit shall be the nameplate rating of the appliance. The branch-circuit load 
for a counter-mounted cooking unit and not more than two wall-mounted ovens, all supplied from a single branch circuit and located in the same 
room, shall be calculated by adding the nameplate rating of the individual appliances and treating this total as equivalent to one range. 

5. This table shall also apply to household cooking appliances rated over VA kW and used in instructional programs. 
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220.83 


(C) Prohibited Reductions. There shall be no reduction of 
the neutral or grounded conductor capacity applied to the 
amount in 220.61(C)(1), or portion of the amount in (C)(2), 
from that determined by the basic calculation: 

(1) Any portion of a 3-wire Circuit consisting of 2 un- 
grounded conductors and the neutral conductor of a 
4-wire, 3-phase, wye-connected system 

(2) That portion consisting of nonlinear loads supplied 
from a 4-wire, wye-connected, 3-phase system 


d. Water heaters 

(4) The nameplate ampere or kVA rating of all perma- 
nently connected motors not included in Ítem (3). 

(C) Heating and Air-Conditioning Load. The largest of 
the following six selections (load in kVA) shall be in¬ 
cluded: 

(1) 100 percent of the nameplate rating(s) of the air condi- 
tioning and cooling. 


Informational Note: A 3-phase, 4-wire, wye-connected 
power system used to supply power to nonlinear loads may 
necessitate that the power system design allow for the pos- 
sibility of high harmonic neutral-conductor currents. [ROP 
2-247a] 


IV. Optional Feeder and Service Load Calculations 

220.80 General. Optional feeder and Service load calcula¬ 
tions shall be permitted in accordance with Part IV. 

220.82 Dwelling Unit. 

(A) Feeder and Service Load. This section applies to a 
dwelling unit having the total connected load served by a 
single 120/240-volt or 208Y/120-volt set of 3-wire 
or feeder conductors with an ampacity of 100 or greal 
shall be permissible to calcúlate the feeder and seil 
loads in accordance with this section ii 
specified in Part III of this article. The cáKlatedBbad sh^¡ 
be the result of adding the loads frq| 

Feeder and service-entrance conducto! 
load is determined by this option^^alcuTifflgi shall be per¬ 
mitted to have the neutral lo^ 

(B) General Loads. The general calcuTfflpd load shall be 
not less than 100 percent oi^^first 10 klB plus 40 percent 
of the remainder of the fo 11 o^^kl oa^^r 

(1) 33 volt-amperes/m 2 or 3 voW^^eres/ft 2 for general 
lighting and general-use receptacles. The floor area for 
each floor shall be calculated from the outside dimen- 
sions of the dwelling unit. The calculated floor area 
shall not inelude open porches, garages, or unused or 
unfinished spaces not adaptable for future use. 


(2) 100 percent of the nameplate rating(s) of the heat pump 
when the heat pump is used without any supplemental 
electric heating. 

(3) 100 percent of the nameplate rating(s) of the heat pump 
compressor and 65 percent of the supplemental electric 
heating fmientra] electric space-heating systems. If the 

compressor is prevented from operating at 
the supplementary heat, it does not 
the supplementary heat for the total 
:ating load. 

percent of^^jameplate rating(s) of electric space 
four separately controlled units. 
percent of the nameplate rating(s) of electric space 
leating if four or more separately controlled units. 

:rcent of the nameplate ratings of electric thermal 
st<M|e and other heating systems where the usual load 
expected to be continuous at the full nameplate 
valué. Systems qualifying under this selection shall not 
be calculated under any other selection in 220.82(C). 

220.83 Existing Dwelling Unit. This section shall be per¬ 
mitted to be used to determine if the existing Service or 
feeder is of sufficient capacity to serve additional loads. 
Where the dwelling unit is served by a 120/240-volt or 
208Y/120-volt, 3-wire Service, it shall be permissible to 
calcúlate the total load in accordance with 220.83(A) or 
(B). 

(A) Where Additional Air-Conditioning Equipment or 
Electric Space-Heating Equipment Is Not to Be In- 
stalled. The following percentages shall be used for exist¬ 
ing and additional new loads. 


(2) 1500 volt-amperes for each 2-wire, 20-ampere small- 
appliance branch circuit and each laundry branch Cir¬ 
cuit covered in 210.11(C)(1) and (C)(2). 

(3) The nameplate rating of the following: 


Load (kVA) 


First 8 kVA of load at 
Remainder of load at 


Percent of Load 


100 

40 


a. All appliances that are fastened in place, perma- 
nently connected, or located to be on a specific Cir¬ 
cuit 

b. Ranges, wall-mounted ovens, counter-mounted 
cooking units 

c. Clothes dryers that are not connected to the laundry 
branch circuit specified in Ítem (2) 


Load calculations shall inelude the following: 

(1) General lighting and general-use receptacles at 33 volt- 
amperes/m 2 or 3 volt-amperes/ft 2 as determined by 
220.12 
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(2) 1500 volt-amperes for each 2-wire, 20-ampere small- 
appliance branch circuit and each laundry branch Cir¬ 
cuit covered in 210.11(C)(1) and (C)(2) 

(3) The nameplate rating of the following: 

a. All appliances that are fastened in place, perma- 
nently connected, or located to be on a specific Cir¬ 
cuit 

b. Ranges, wall-mounted ovens, counter-mounted 
cooking units 

c. Clothes dryers that are not connected to the laundry 
branch circuit specified in Ítem (2) 

d. Water heaters 

(B) Where Additional Air-Conditioning Equipment or 
Electric Space-Heating Equipment Is to Be Installed. 

The following percentages shall he used for existing and 
additional new loads. The larger connected load of air- 
conditioning or space-heating, but not both, shall be used. 


Exception: When the calculated load for multifamily dwell- 
ings without electric cooking in Parí III of this article ex- 
ceeds that calculated under Part IV for the identical load 
plus electric cooking (based on 8 kW per unit), the lesser of 
the two loads shall be permitted to be used. 

(3) Each dwelling unit is equipped with either electric 
space heating or air conditioning, or both. Feeders and 
Service conductors whose calculated load is determined 
by this optional calculation shall be permitted to have 
the neutral load determined by 220.61. 


(B) House Loads. House loads shall be calculated in ac- 
cordance with Part III of this article and shall he in addition 
to the dwelling unit loads calculated in accordance with 
Table 220.84. 


Table 220.84 Opt 
Three o 


il Calculations — Demand Factors for 
lily Dwelling Units 


Load Percent of Load 


Air-conditioning equipment 
Central electric space heating 
Less than four separately 
controlled space-heating units 
First 8 kVA of all other loads 
Remainder of all other loads 


Other loads shall inelude the following: 

(1) General lighting and general-use recept; 
amperes/m z or 3 volt-amperes/fL 
220.12 

(2) 1500 volt-amperes for each 
appliance branch circuit 
cuit covered in 210.11(C)( 

(3) The nameplate rating of the 

a. All appliances that are 
nently connected, or loe: 
cuit 

b. Ranges, wall-mounted ovens, counter-mounted 



cooking units 

c. Clothes dryers that are not connected to the laundry 
branch circuit specified in (2) 

d. Water heaters 


43-15 

46-50 

51-55 

56-61 

62 and over 


Demand Factor 

(%) 


45 

44 

43 


42 

41 

40 

39 

38 


37 

36 

35 

34 

33 


32 

31 

30 

29 

28 


27 

26 

25 

24 

23 


220.84 Multifamily Dwelling. 

(A) Feeder or Service Load. It shall be permissible to 
calcúlate the load of a feeder or Service that supplies three 
or more dwelling units of a multifamily dwelling in accor¬ 
dance with Table 220.84 instead of Part III of this article if 
all the following conditions are met: 

(1) No dwelling unit is supplied by more than one feeder. 

(2) Each dwelling unit is equipped with electric cooking 
equipment. 


(C) Calculated Loads. The calculated load to which the 
demand factors of Table 220.84 apply shall inelude the 
following: 

(1) 33 volt-amperes/m 2 or 3 volt-amperes/ft 2 for general 
lighting and general-use receptacles 

(2) 1500 volt-amperes for each 2-wire, 20-ampere small- 
appliance branch circuit and each laundry branch cir¬ 
cuit covered in 210.11(C)(1) and (C)(2) 
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(3) The nameplate rating of the following: 

a. All apphances that are fastened in place, perma- 
nently connected, or located to be on a specific Cir¬ 
cuit 

b. Ranges, wall-mounted ovens, counter-mounted 
cooking units 

c. Clothes dryers that are not connected to the laundry 
branch circuit specified in Ítem (2) 

d. Water heaters 

(4) The nameplate ampere or kVA rating of all perma- 
nently connected motors not included in Ítem (3) 

(5) The larger of the air-conditioning load or the fixed elec- 
tric space-heating load 

220.85 Two Dwelling Units. Where two dwelling units 
are supplied by a single feeder and the calculated load 
under Part III of this article exceeds that for three identical 
units calculated under 220.84, the lesser of the two loads 
shall be permitted to be used. 

220.86 Schools. The calculation of a feeder or Service < 
load for schools shall be permitted in accordance with 
Table 220.86 in lieu of Part III of this article where 
equipped with electric space heating, air condition* 
both. The connected load to which the demand fact«_ 
Table 220.86 apply shall inelude all of the interior^ 
exterior lighting, power, water heating^ 
loads, and the larger of the air-conditioaSrig loa^Br spacW 
heating load within the building or íg^cture. 

Feeders and Service conductors v 
is determined by this optional calculatio^Wfbe permitted 
to have the neutral load Where the 

building or structure lo^Ws calcula^^by nk optional 
method, feeders within nfcbuilding or sMcture shall have 
ampacity as permitted in 1^^111 of thijBrticle; however, 
the ampacity of an individual^ftter sl^Wíot be required to 
be larger than the ampacity for tnk^mre building. 

This section shall not apply to portable classroom build- 
ings. 


220.87 Determining Existing Loads. The calculation of a 
feeder or Service load for existing installations shall be 
permitted to use actual máximum demand to determine the 
existing load under all of the following conditions: 

(1) The máximum demand data is available for a 1-year 
period. 

Exception: If the máximum demand data for a 1 -year pe¬ 
riod is not available, the calculated load shall be permitted 
to be based on the máximum demand (measure of average 
power demand over a 15-minute period) continuously re- 
corded over a mínimum 30-day period using a recording 
ammeter or power meter connected to the highest loaded 
phase of the feeder or Service, based on the initial loading 
at the start of the recording. The recording shall reflect the 
máximum dewÉuid of the feeder or Service by being taken 
when the b^mng or space is occupied and shall inelude by 
measur^K^^r calculation the larger of the heating or 
coolb^^quip^mt load, and other loads that may be peri- 
n naturem^o seasonal or similar conditions. 
r The maximum^Mnand a t 125 percent plus the new 
loaAdoes not exceed the ampacity of the feeder or 
«ng of the Service. 

^he feeder has overcurrent protection in accordance 
h 240.4, and the Service has overload protection in 
«dance with 230.90. 

220.88 New Restaurants. Calculation of a Service or 
feeder load, where the feeder serves the total load, for a 
new restaurant shall be permitted in accordance with Table 
220.88 in lieu of Part III of this article. 

The overload protection of the Service conductors shall 
be in accordance with 230.90 and 240.4. 

Feeder conductors shall not be required to be of greater 
ampacity than the Service conductors. 

Service or feeder conductors whose calculated load is 
determined by this optional calculation shall be permitted 
to have the neutral load determined by 220.61. 

V. Farm Load Calculations 


Table 220.86 Optional Method — Demand Factors for 
Feeders and Service Conductors for Schools 


Connected Load 

Demand 

Factor 

(Percent) 

First 33 VA/m 2 

(3 VA/ft 2 ) at 

100 

Plus, 



O ver 33 through 220 

(3 through 20 VA/ft 2 ) 

75 

VA/m 2 

at 


Plus, 



Remainder over 220 

(20 VA/ft 2 ) at 

25 

VA/m 2 




220.100 General. Farm loads shall be calculated in accor¬ 
dance with Part V. 

220.102 Farm Loads — Buildings and Other Loads. 

(A) Dwelling Unit. The feeder or Service load of a farm 
dwelling unit shall be calculated in accordance with the 
provisions for dwellings in Part III or IV of this article. 
Where the dwelling has electric heat and the farm has elec¬ 
tric grain-drying systems, Part IV of this article shall not be 
used to calcúlate the dwelling load where the dwelling and 
farm loads are supplied by a common Service. 

(B) Other Than Dwelling Unit. Where a feeder or Service 
supplies a farm building or other load having two or more 
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Table 220.88 Optional Method — 

Permitted Load Calculations for Service and Feeder Conductors for New Restaurants 

Total Connected 

All Electric Restaurant 

Not All Electric Restaurant 

Load (kVA) 

Calculated Loads (kVA) 

Calculated Loads (kVA) 

0-200 

80% 

100% 

201-325 

10% (amount over 200) + 160.0 

50% (amount over 200) + 200.0 

326-800 

50% (amount over 325) + 172.5 

45% (amount over 325) + 262.5 

Over 800 

50% (amount over 800) + 410.0 

20% (amount over 800) + 476.3 


Note: Add all electrical loads, including both heating and cooling loads, to calcúlate the total connected load. Select the one demand factor that 
applies from the table, then multiply the total connected load by this single demand factor. 


sepárate branch circuits, the load for feeders, Service con- 
ductors, and Service equipment shall be calculated in accor- 
dance with demand factors not less than indicated in Table 
220.102. 

Table 220.102 Method for Calculating Farm Loads for 
Other Than Dwelling Unit 


Demand Factor 

(%) 


Ampere Load at 240 Volts Máximum 

The greater of the following: 

All loads that are expected to opérate 
simultaneously, or 

125 percent of the full load current of 
the largest motor, or 
First 60 amperes of the load 
Next 60 amperes of all other loads 
Remainder of other loads 


220.103 Farm Loads — Total. Where suj 
mon Service, the total load of 
tors and Service equipment s 
dance with the farm dwelling 
specified in Table 220.103. \ 
two or more farm equipment 
the same function, such loads 
dance with Table 220.102 and shall be^ermitted to be 
combined as a single load in Table 220.103 for calculating 
the total load. 

Table 220.103 Method for Calculating Total Farm Load 



ARTICLE 225 

Outside Branch Circuits and Feeders 

225.1 Scope. 'U^Kirticle covers requirements for outside 
branch circuit^iffd feeders run on or between buildings, 
structures^rpoles^*he premises; and electrical equip¬ 
ment qj^wiring for theskaly of utilization equipment that 
:d on attached tWie outside of buildings, struc- 
>r po^ 

[onal Note: For additional information on wiring 
C.' olts, see ANSI C2-2007, National Electrical 

kty Coke. [ROP 4-11] 

12^OP4-10] 


i.3 Other Articles. Application of other articles, includ- 
additional requirements to specific cases of equipment 
conductors, is shown in Table 225.3. 

I. General 

225.4 Conductor Covering. Where within 3.0 m (10 ft) of 
any building or structure other than supporting poles or 
towers, open individual (aerial) overhead conductors shall 
he insulated for the nominal voltage. Conductors in cables 
or raceways, except Type MI cable, shall be of the rubber- 
covered type or thermoplastic type and, in wet locations, 
shall comply with 310.10(C). Conductors for festoon light- 
ing shall be of the rubber-covered or thermoplastic type. 
[ROP 4-15] 


Individual Loads Calculated in 
Accordance with Table 220.102 

Demand Factor 

(%) 

Largest load 

100 

Second largest load 

75 

Third largest load 

65 

Remaining loads 

50 


Exception: Equipment grounding conductors and 

grounded Circuit conductors shall be permitted to be bare 
or covered as specifically permitted elsewhere in this Code. 

225.5 Size of Conductors 600 Volts, Nominal, or Less. 

The ampacity of outdoor branch-circuit and feeder conduc¬ 
tors shall be in accordance with 310.15 based on loads as 
determined under 220.10 and Part III of Article 220. 


Note: To this total load, add the load of the farm dwelling unit calcu¬ 
lated in accordance with Part III or IV of this article. Where the 
dwelling has electric heat and the farm has electric grain-drying Sys¬ 
tems, Part IV of this article shall not be used to calcúlate the dwelling 


225.6 Conductor Size and Support. 

(A) Overhead Spans. Open individual conductors shall 
not be smaller than the following: 
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Table 225.3 Other Articles 


Equipment/Conductors 

Article 

Branch circuits 

210 

Class 1, Class 2, and Class 3 

725 

remote-control, signaling, and 
power-limited circuits 

Communications circuits 

800 

Community antenna televisión and radio 

820 

distribution systems 

Conductors for general wiring 

310 

Electrically driven or controlled 

675 

irrigation machines 

Electric signs and outline lighting 

600 

Feeders 

215 

Fire alarm systems 

760 

Fixed outdoor electric deicing and 

426 

snow-melting equipment 

Floating buildings 

553 

Grounding and bonding 

250 

Hazardous (classified) locations 

500 

Hazardous (classified) locations— 

510 

specific 

Marinas and boatyards 

555 

Messenger-supported wiring 

396 

Mobile homes, manufactured homes. 

550 

and mobile home parks 

Open wiring on insulators 

398 

Over 1000 volts, general [ROP 4-14] 

490 

Overcurrent protection 

240 

Radio and televisión equipment 

8io 

Services Vfl 

Solar photovoltaic systems 

Swimming pools, fountains, and similar (iS¡ V 

installations 

Use and identification of grounded 


conductors 


(1) For 1000 volts, nonu^^or less, 10 MVG copper or 8 
AWG aluminum for span^^j) to 15^W50 ft) in length, 
and 8 AWG copper or 6 A^BLjJ^Kinum for a longer 
span unless supported by a^ressenger wire [ROP 
4-17] 

(2) For over 1000 volts, nominal, 6 AWG copper or 4 
AWG aluminum where open individual conductors, 
and 8 AWG copper or 6 AWG aluminum where in 
cable [ROP 4-17] 

(B) Festoon Lighting. Overhead conductors for festoon 
lighting shall not be smaller than 12 AWG unless the con¬ 
ductors are supported by messenger wires. In all spans ex- 
ceeding 12 m (40 ft), the conductors shall be supported by 
messenger wire. The messenger wire shall be supported by 
strain insulators. Conductors or messenger wires shall not 
be attached to any fire escape, downspout, or plumbing 
equipment. 


225.7 Lighting Equipment Installed Outdoors. 

(A) General. For the supply of lighting equipment in¬ 
stalled outdoors, the branch circuits shall comply with Ar- 
ticle 210 and 225.7(B) through (D). 

(B) Common Neutral. The ampacity of the neutral con¬ 
ductor shall not be less than the máximum net calculated 
load current between the neutral conductor and all un- 
grounded conductors connected to any one phase of the 
Circuit. 

(C) 277 Volts to Ground. Circuits exceeding 120 volts, 
nominal, between conductors and not exceeding 277 volts, 
nominal, to ground shall be permitted to supply luminaires 
for illuminatian of outdoor areas of industrial establish- 
ments, offiM^mldings, schools, stores, and other commer- 
cial or pud^Pbuildings. 

§®etween Conductors. Circuits exceeding 
*olts, nomim^to ground and not exceeding 600 volts, 
Kminal. between c^fluctors shall be permitted to supply 
ÍHary equipment of electric-discharge lamps in ac- 
Sfce with 210.6(D)(1). 

225:Éj£()P 4-18] Calculation of Loads 1000 Volts, 
r Less. 

(A) Branch Circuits. The load on outdoor branch circuits 
shall be as determined by 220.10. 

(B) Feeders. The load on outdoor feeders shall be as de¬ 
termined by Part III of Article 220. 

225.10 Wiring on Buildings (or Other Structures). The 

installation of outside wiring on surfaces of buildings (or 
other structures) shall be permitted for circuits of not over 
1000 volts, nominal, as open wiring on insulators, as mul- 
ticonductor cable, as Type MC cable, as Type UF cable, as 
Type MI cable, as messenger-supported wiring, in rigid 
metal conduit (RMC), in intermedíate metal conduit (IMC), 
in rigid polyvinyl chloride (PVC) conduit, in reinforced 
thermosetting resin conduit (RTRC), in cable trays, as 
cablebus, in wireways, in auxiliary gutters, in electrical me- 
tallic tubing (EMT), in flexible metal conduit (FMC), in 
liquidtight flexible metal conduit (LFMC), in liquidtight 
flexible nonmetallic conduit (LFNC), and in busways. Cir¬ 
cuits of over 1000 volts, nominal, shall he installed as pro- 
vided in 300.37. [ROP 4-19 — 26] 

225.11 Feeder and Branch Circuit Conductors, Enter- 
ing, Exiting, or Attached to Buildings or Structures. 

Feeder and branch-circuit conductors entering or exiting 
buildings or structures shall be in installed in accordance 
with the requirements of 230.52. Overhead branch-circuits 
and feeders attached to buildings or structures shall be in- 
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stalled in accordance with the requirements of 230.54. 

[ROP 4-27] 

225.12 Open-Conductor Supports. Open conductors 
shall be supported on glass or porcelain knobs, racks, 
brackets, or strain insulators. 

225.14 Open-Conductor Spacings. 

(A) 1000 Volts, Nominal, or Less. Conductors of 1000 
volts, nominal, or less, shall comply with the spacings pro- 
vided in Table 230.51(C). [ROP 4-29] 

(B) Over 1000 Volts, Nominal. Conductors of over 1000 
volts, nominal, shall comply with the spacings provided in 
110.36 and 490.24. [ROP 4-29] 

(C) Separation from Other Circuits. Open conductors 
shall be separated from open conductors of other circuits or 
systems by not less than 100 mm (4 in.). 

(D) Conductors on Poles. Conductors on poles shall have 
a separation of not less than 300 mm (1 ft) where not 
placed on racks or brackets. Conductors supported on poles 
shall provide a horizontal climbing space not less than the 
following: 

(1) Power conductors below Communications conductors^ 

— 750 mm (30 in.) 

(2) Power conductors alone or above communicatm|^on- 
ductors: 

a. 300 volts or less — 600 mm (24 inJt 

b. Over 300 volts — 750 mm (30 in.)^ 

(3) Communications conductors belo^j^wer^^Kluctors 

— same as power conductors^ 

(4) Communications conductqi^Kone — nol R iiirerflPht 

225.15 Supports over Buildings. § 

shall be in accordance with 230.29. ^ 

225.16 Attachment to Buildings. 

(A) Point of Attachment. The point of attachment to a 
building shall be in accordance with 230.26. 

(B) Means of Attachment. The means of attachment to a 
building shall be in accordance with 230.27. 


tors. Hubs intended for use with a conduit that serves as a 
mast for support of feeder or branch circuit conductors 
shall be identified for use with a mast. [ROP 4-30] 

(B) Attachment. Feeder and/or branch circuit conductors 
shall not be attached to a mast between a weatherhead or 
end of the conduit and a coupling, where the coupling is 
located above the last point of securing to the building or 
other structure or is located above the building or other 
structure. [ROP 4-30] 

225.18 Clearance for Overhead Conductors and 

Cables. Overhead spans of open conductors and open mul- 
ticonductor cables of not over 1000 volts, nominal, shall 
have a clearance of not less than the following: [ROP 
4-31] ^ 

(1) 3.0 m (10 above finished grade, sidewalks, or 

from any or projection from which they might 

be reacb^^hSfche voltage does not exceed 150 volts 

|nd and ac«fcü¡>le to pedestrians only 

(2) (12 ft) — ovSk^sidential property and drive- 
^tys, andÉhose commercial areas not subject to truck 

^re the voltage does not exceed 300 volts to 

i ft) — for those areas listed in the 3.7-m 
Psification where the voltage exceeds 300 
^round 

8 ft) — over puhlic streets, alleys, roads, park- 
l areas subject to truck traffic, driveways on other 
i residential property, and other land traversed by 
vehicles, such as cultivated, grazing, forest, and or- 
chard 

(5) 7.5 m (24.5 ft) — over track rails of railroads 

225.19 Clearances from Buildings for Conductors of 
Not over 1000 Volts, Nominal 

[ROP 4-32]. 

(A) Above Roofs. Overhead spans of open conductors and 
open multiconductor cables shall have a vertical clearance 
of not less than 2.5 m (8 ft) above the roof surface. The 
vertical clearance above the roof level shall be maintained 
for a distance not less than 900 mm (3 ft) in all directions 
from the edge of the roof. 


225.17 Masts as Supports. Only feeder or branch-circuit 
conductors specified within this section shall be permitted 
to be attached to the feeder and/or branch-circuit mast. 
Masts used for the support of final spans of feeders or 
branch circuits shall be installed in accordance with (A) 
and (B). [ROP 4-30] 

(A) Strength. The mast shall be of adequate strength or be 
supported by braces or guys to withstand safely the strain 
imposed by the overhead feeder or branch circuit conduc- 


Exception No. 1: The area above a roof surface subject to 
pedestrian or vehicular traffic shall have a vertical clear¬ 
ance from the roof surface in accordance with the clear¬ 
ance requirements of 225.18. 

Exception No. 2: Where the voltage between conductors 
does not exceed 300, and the roof has a slope of 100 mm in 
300 mm (4 in. in 12 in.) or greater, a reduction in clearance 
to 900 mm (3 ft) shall be permitted. 

Exception No. 3: Where the voltage between conductors 
does not exceed 300, a reduction in clearance above only 
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225.30 


the overhanging portion ofthe roofto not less than 450 mm 
(18 in.) shall be permitted if (1) not more than 1.8 m (6 ft) 
ofthe conductors, 1.2 m (4 ft) horizontally, pass above the 
roofoverhang and (2) they are terminated at a through-the- 
roof raceway or approved support. 

Exception No. 4: The requirement for maintaining the ver¬ 
tical clearance 900 mm (3 ft)from the edge ofthe roof shall 
not apply to the final conductor span where the conductors 
are attached to the side ofa building. 


225.21 Multiconductor Cables on Exterior Surfaces of 
Buildings (or Other Structures). Supports for multicon¬ 
ductor cables on exterior surfaces of buildings (or other 
structures) shall be as provided in 230.51. [ROP 4-35] 

225.22 Raceways on Exterior Surfaces of Buildings or 
Other Structures. Raceways on exteriors of buildings or 
other structures shall be arranged to drain and shall be 
suitable for use in wet locations. 


(B) From Nonbuilding or Nonbridge Structures. From 
signs, chimneys, radio and televisión antennas, tanks, and 
other nonbuilding or nonbridge structures, clearances — 
vertical, diagonal, and horizontal — shall not be less than 
900 mm (3 ft). 

(C) Horizontal Clearances. Clearances shall not be less 
th a n 900 mm (3 ft). 

(D) Final Spans. Final spans of feeders or branch circuits 
shall comply with 225.19(D)(1), (D)(2), and (D)(3). 

(1) Clearance from Windows. Final spans to the building < 
they supply, or from which they are fed, shall be permitted 
to be attached to the building, but they shall be kept n^Jess 
than 900 mm (3 ft) from Windows that are designe» 
opened, and from doors, porches, balconies, ladders, s 
fire escapes, or similar locations. 

Exception: Conductors run above theJ^rlevt 
dow shall be permitted to be less th^Fthe 90* 
requirement. 

(2) Vertical Clearance. Th^vertical cl^Kance of final 
spans above, or within 900j^^3n^^«>ui^^^rizontally 
of, platforms, projectic^^Tor surface^ wro m^roich they 
might be reached shall t^kjaintained iBtc cordan ce with 

(3) Building Openings. The branch-circuit and 

feeder conductors shall not be installed beneath openings 
through which materials may be moved, such as openings 
in farm and commercial buildings, and shall not be installed 
where they obstruct entrance to these buildings’ openings. 

(E) Zone for Fire Ladders. Where buildings exceed three 
stories or 15 m (50 ft) in height, overhead fines shall be 
arranged, where practicable, so that a clear space (or zone) 
at least 1.8 m (6 ft) wide will be left either adj acent to the 
buildings or beginning not over 2.5 m (8 ft) from them to 
facilitate the raising of ladders when necessary for fire 
fighting. 

225.20 Mechanical Protection of Conductors. Mechani- 
cal protection of conductors on buildings, (or other struc¬ 
tures) structures, or poles shall be as provided for Services 
in 230.50. 


225.24 Outdoor Lampholders. Where outdoor lamphold- 
ers are attached as pendants, the connections to the Circuit 
wires shall be staggered. Where such lampholders have 
termináis of a type that puncture the insulation and make 
contact with the conductors, they shall be attached only to 
conductors oM»e stranded type. 

225.25 Mamtáo n of Outdoor Lamps. Locations of lamps 
for oi^nog shall be below all energized conduc¬ 
irán sforrna^^r other electric utilization equipment, 

IRess either of th^^Mlowing apply: 

^(1) C^^ances or other safeguards are provided for 
ramping operations. 

fequipment is controlled by a disconnecting means that 
jockable in accordance with 110.25. [ROP 4-37] 

S Vegetation as Support. Vegetation such as trees 
shall not be used for support of overhead conductor spans. 

225.27 Raceway Seal. Where a raceway enters a building 
or structure from an underground distribution system, it 
shall be sealed in accordance with 300.5(G). Spare or un- 
used raceways shall also be sealed. Sealants shall be iden- 
tified for use with the cable insulation, conductor insula¬ 
tion, bare conductor, shield, or other components. [ROP 
4-38] 


II. Buildings or Other Structures Supplied by a 
Feeder(s) or Branch Circuit(s) 

225.30 Number of Supplies. A building or other structure 
that is served by a branch circuit or feeder on the load side 
of a Service disconnecting means shall be supplied by only 
one feeder or branch circuit unless permitted in 225.30(A) 
through (E). For the purpose of this section, a multiwire 
branch circuit shall be considered a single circuit. 

Where a branch circuit or feeder originates in these 
additional buildings or other structures, only one feeder or 
branch circuit shall be permitted to supply power back to 
the original building or structure, unless permitted in 
225.30(A) through (E). 

[ROP 4-39] 

(A) Special Conditions. Additional feeders or branch cir¬ 
cuits shall be permitted to supply the following: 
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(1) Fire pumps 

(2) Emergency systems 

(3) Legally required standby systems 

(4) Optional standby systems 

(5) Parallel power production systems 

(6) Systems designed for connection to múltiple sources of 
supply for the purpose of enhanced reliability 


Exception No. 3: For towers or poles used as lighting 
standards, the disconnecting means shall be permitted to be 
located elsewhere on the premises. 

Exception No. 4: For poles or similar structures used only 
for support of signs installed in accordance with Ardele 
600, the disconnecting means shall be permitted to be lo¬ 
cated elsewhere on the premises. 


(B) Special Occupancies. By special permission, addi- 
tional feeders or branch circuits shall be permitted for ei- 
ther of the following: 

(1) Multiple-occupancy buildings where there is no space 
available for supply equipment accessible to all occu- 
pants 

(2) A single building or other structure sufficiently large to 
make two or more supplies necessary 

(C) Capacity Requirements. Additional feeders or branch 
circuits shall be permitted where the capacity requirements 
are in excess of 2000 amperes at a supply voltage of 1000 
volts or less. [ROP 4-46] 

(D) Different Characteristics. Additional feeders or 
branch circuits shall be permitted for different voltages, > 
frequencies, or phases or for different uses, such as control^ 
of outside lighting from múltiple locations. 

(E) Documented Switching Procedures. 

ers or branch circuits shall be permitted to 
tions under single management where 
switching procedures are established and 
disconnection. 



225.31 Disconnecting Means^*eans sha! 
for disconnecting all ungrouncfflfcgnductors tul 
pass through the building or struc 

225.32 Location. The disconnecting ^k^^shall be i 
stalled either inside or outside of the builoing or structure 
served or where the conductors pass through the building or 
structure. The disconnecting means shall be at a readily 
accessible location nearest the point of entrance of the con¬ 
ductors. For the purposes of this section, the requirements 
in 230.6 shall be utilized. 

Exception No. 1: For installations under single manage¬ 
ment, where documented safe switching procedures are es¬ 
tablished and maintained for disconnection, and where the 
installation is monitored by qualified individuáis, the dis¬ 
connecting means shall be permitted to be located else¬ 
where on the premises. 

Exception No. 2: For buildings or other structures quali- 
fying under the provisions of Ardele 685, the disconnecting 
means shall be permitted to be located elsewhere on the 
premises. 


225.33 Máximum Number of Disconnects. 

(A) General. The disconnecting means for each supply 
permitted by 225.30 shall consist of not more than six 
switches or six circuit breakers mounted in a single enclo- 
sure, in a group of sepárate enclosures, or in or on a switch- 
board or switchgear. There shall be no more than six dis¬ 
connects per suprí^^rouped in any one location. [ROP 
9-14j] 

For th^^awses ofthis section, disconnecting 
W solely for tn^^mtrol circuit of the ground-fault 
¡ system, or tli^^ontrol circuit of the power- 
f disconnecting means, installed as parí of 
P Tipment, shall not be considered a supply dis- 


Units. Two or three single-pole switches 
'apable of individual operation shall be permit- 
on multiwire circuits, one pole for each ungrounded 
mductor, as one multipole disconnect, provided they are 
lipped with identified handle ties or a master handle to 
tísconnect all ungrounded conductors with no more than 
six operations of the hand. 

225.34 Grouping of Disconnects. 

(A) General. The two to six disconnects as permitted in 
225.33 shall be grouped. Each disconnect shall be marked 
to indicate the load served. 

Exception: One of the two to six disconnecting means 
permitted in 225.33, where used only for a water pump also 
intended to provide fire protecdon, shall be permitted to be 
located remóte from the other disconnecting means. 

(B) Additional Disconnecting Means. The one or more 
additional disconnecting means for fire pumps or for emer¬ 
gency, legally required standby or optional standby system 
permitted by 225.30 shall be installed sufficiently remóte 
from the one to six disconnecting means for normal supply 
to minimize the possibility of simultaneous interruption of 
supply. 

225.35 Access to Occupants. In a multiple-occupancy 
building, each occupant shall have access to the occupant’s 
supply disconnecting means. 
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Exception: In a multiple-occupancy building where elec- 
tric supply and electrical maintenance are provided by the 
building management and where these are under continu- 
ous building management supervisión, the supply discon- 
necting means supplying more than one occupancy shall be 
permitted to be accessible to authorized management per- 
sonnel only. 


can be attached by means of pressure connectors shall be 
permitted for this purpose. [ROP 9-14k] 

In a multisection switchboard or switchgear, discon- 
nects for the grounded conductor shall be permitted to be in 
any section of the switchboard or switchgear, provided that 
any such switchboard section or switchgear section is 
marked. [ROP 9-14k] 


225.36 Type. The disconnecting means specified in 225.31 
shall he comprised of a circuit breaker, molded case switch, 
general use switch, snap switch, or other approved means. 
Where applied in accordance with 250.32(B) Exception, 
the disconnecting means shall be suitable for use as Service 
equipment. [ROP 4-55] 

225.37 Identification. Where a building or structure has 
any combination of feeders, branch circuits, or Services 
passing through it or supplying it, a permanent plaque or 
directory shall be installed at each feeder and branch-circuit 
disconnect location denoting all other Services, feeders, or 
branch circuits supplying that building or structure or pass¬ 
ing through that building or structure and the area served by < 
each. 

Exception No. 1: A plaque or directory shall not, 
quired for large-capacity multibuilding industrial 
tions under single management, where it is ensurei 
disconnection can be accomplished by ^^á^hini 
maintaining safe switching procedures. 

Exception No. 2: This identificatioi£ 
for branch circuits installed from a 
ond building or structure. 

225.38 Disconnect Coj 

shall meet the requireme 

[ROP 4-63] 

(A) Manually or Power OpeSftíTThe disconnecting 
means shall consist of either (1) a manually operable switch 
or a circuit breaker equipped with a handle or other suitable 
operating means or (2) a power-operable switch or circuit 
breaker, provided the switch or circuit breaker can be 
opened by hand in the event of a power failure. 

(B) Simultaneous Opening of Poles. Each building or 
structure disconnecting means shall simultaneously discon¬ 
nect all ungrounded supply conductors that it Controls from 
the building or structure wiring system. 

(C) Disconnection of Grounded Conductor. Where the 
building or structure disconnecting means does not discon¬ 
nect the grounded conductor from the grounded conductors 
in the building or structure wiring, other means shall be 
provided for this purpose at the location of disconnecting 
means. A terminal or bus to which all grounded conductors 



(D) Indicating. The building or structure disconnecting 
means shall plainly indicate whether it is in the open or 
closed position. 

225.39 Rating of Disconnect. The feeder or branch-circuit 
disconnecting means shall have a rating of not less than the 
calculated load to be supplied, determined in accordance 
with Parts I ju^II of Article 220 for branch circuits, Part III 
or IV of 220 for feeders, or Part V of Article 220 for 
farm lodU&Htoere the branch circuit or feeder disconnect- 

more than one switch or circuit 
' 225.33, combining the ratings of 
the switches or^^uit breakers for determining the rat¬ 
ing of^fe disconnecting means shall be permitted. In no 
rail the rating be lower than specified in 225.39(A), 
G), or (D). 

) OSp-Circuit Installation. For installations to supply 
►imited loads of a single branch circuit, the branch 
circuit disconnecting means shall have a rating of not less 
than 15 amperes. 

(B) Two-Circuit Installations. For installations consisting 
of not more than two 2-wire branch circuits, the feeder or 
branch-circuit disconnecting means shall have a rating of 
not less than 30 amperes. 

(C) One-Family Dwelling. For a one-family dwelling, the 
feeder disconnecting means shall have a rating of not less 
than 100 amperes, 3-wire. 

(D) All Others. For all other installations, the feeder or 
branch-circuit disconnecting means shall have a rating of 
not less than 60 amperes. 

225.40 Access to Overcurrent Protective Devices. Where 
a feeder overcurrent device is not readily accessible, 
branch-circuit overcurrent devices shall be installed on the 
load side, shall be mounted in a readily accessible location, 
and shall be of a lower ampere rating than the feeder over¬ 
current device. 


m. Over 1000 Volts. [ROP 4-67] 

225.50 Sizing of Conductors. The sizing of conductors 
over 1000 volts shall be in accordance with 210.19(B) for 
branch circuits and 215.2(B) for feeders. [ROP 4-66] 
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225.51 Isolating Switches. Where oil switches or air, oil, 
vacuum, or sulfur hexafluoride circuit breakers constitute a 
building disconnecting means, an isolating switch with vis¬ 
ible break contacts and meeting the requirements of 
230.204(B), (C), and (D) shall be installed on the supply 
side of the disconnecting means and all associated equip- 
ment. 

Exception: The isolating switch shall not be required 
where the disconnecting means is mounted on removable 
truck panels or switchgear units that cannot be opened 
unless the circuit is disconnected and that, when removed 
from the normal operating position, automatically discon- 
nect the circuit breaker or switch from all energized parís. 
[ROP 9-141, ROP 4-68]] 

225.52 Disconnecting Means. 

(A) Location. A building or structure disconnecting means 
shall be located in accordance with 225.32, or it shall be 
electrically operated by a similarly located remote-control 
device. 

(B) Type. Each building or structure disconnect shall si- 
multaneously disconnect all ungrounded supply conductors 
it Controls and shall have a fault-closing rating not less than . 
the máximum available short-circuit current available at itsi^ 
supply termináis. 

Exception: Where the individual disconnecting 
consists offused cutouts, the simultaneous discQ0vaWmk)f 
all ungrounded supply conductors shall not^W required if 
there is a means to disconnect the load bejoT 
cutouts. A permanent legible sign shall be inü^jjfTidja- 
cent to the fused cutouts worded Ev^^OA D 

BEFORE OPENING CUTOUTSJÉ/fo 

Where fused switches or sqfcately mount®fuses are 
installed, the fuse characteristics sWLbe perm«d to con¬ 
tribute to the fault closing rating ^^Whe^Kconnecting 
means. 

(C) Locking. Disconnecting means shall be lockable in 
accordance with 110.25. [ROP 4-73, ROP 4-74] 


(F) Identification. Where a building or structure has any 
combination of feeders, branch circuits, or Services passing 
through or supplying it, a permanent plaque or directory 
shall be installed at each feeder and branch-circuit discon¬ 
nect location that denotes all other Services, feeders, or 
branch circuits supplying that building or structure or pass¬ 
ing through that building or structure and the area served by 
each. 

225.56 Inspections and Tests. 

(A) Pre-Energization and Operating Tests. The com¬ 
plete electrical system design, including settings for protec- 
tive, switching, and control circuits, shall be prepared in 
advance and made available on request to the authority 
having jurisdiction shall be performance tested when 
first installed onEach protective, switching, and con¬ 
trol circuit shall be adj usted in accordance with the system 
design and l^^d^krctual operation using current injec- 
tion or ec^valent met™k as necessary to ensure that each 
and such circuit opktes correctly to the satisfaction 
of Tj^authorh^having jurislliction. [ROP 4-81] 

(1) Instrument Transformers. All instrument transform- 
ers shal^^^ested to verify correct polarity and burden. 

alecti^Relays. Each protective relay shall be dem- 
Joperate by injecting current or voltage, or both, 
^the associated instrument transformer output terminal 
Ind observing that the associated switching and signaling 
pctions occur correctly and in proper time and sequence 
o accomplish the protective function intended. 

(3) Switching Circuits. Each switching circuit shall be ob- 
served to opérate the associated equipment being switched. 

(4) Control and Signal Circuits. Each control or signal 
circuit shall be observed to perform its proper control func¬ 
tion or produce a correct signal output. 

(5) Metering Circuits. All metering circuits shall be veri- 
fied to opérate correctly from potential and current sources 
in a similar manner to protective relay circuits. [ROP 4-82] 


Exception: Where an individual disconnecting means con¬ 
sists offused cutouts, a suitable enclosure capable of being 
locked and sized to contain all cutout fuse holders shall be 
installed at a convenient location to the fused cutouts 

(D) Indicating. Disconnecting means shall clearly indícate 
whether they are in the open “off” or closed “on” position. 

(E) Uniform Position. Where disconnecting means 
handles are operated vertically, the “up” position of the 
handle shall be the “on” position. 


(6) Acceptance Tests. Complete acceptance tests shall be 
performed, after the substation installation is completed, on 
all assemblies, equipment, conductors, and control and pro¬ 
tective systems, as applicable, to verify the integrity of all 
the systems. [ROP 4-83] 

(7) Relays and Metering Utilizing Phase Differences. All 

relays and metering that use phase differences for operation 
shall be verified by measuring phase angles at the relay 
under actual load conditions after operation commences. 


Exception: A switching device having more than one “on” 
position, such as a double throw switch, shall not be re¬ 
quired to comply with this requirement. 


(B) Test Report. A test report covering the results of the 
tests required in 225.56(A) shall be delivered to the author¬ 
ity having jurisdiction prior to energization. 
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Informational Note: For an example of acceptance speci- 
fications, see NETA ATS-2007, Acceptance Testing Specifi- 
cations for Electrical Power Distribution Equipment and 
Systems, published by the InterNational Electrical Testing 
Association. [ROP 4-84] 

225.60 Clearances over Roadways, Walkways, Rail, 
Water, and Open Land. 

(A) 22 kV, Nominal, to Ground or Less. The clearances 
over roadways, walkways, rail, water, and open land for 
conductors and live parts up to 22 kV, nominal, to ground 
or less shall be not less than the valúes shown in Table 
225.60. 

(B) Over 22 kV Nominal to Ground. Clearances for the 
categories shown in Table 225.60 shall be increased by 
10 mm (0.4 in.) per kV above 22,000 volts. 

(C) Special Cases. For special cases, such as where cross- 
ings will be made over lakes, rivers, or areas using large 
vehicles such as mining operations, specific designs shall 
be engineered considering the special circumstances and 
shall be approved by the authority having jurisdiction. 


r Buildings and Other 


Informational Note: For additional information, 
C2-2007, National Electrical Safety Code. 


Table 225.60 Clearances 
Water, and Open Land 


Location 

Open land subject to vehii 
cultivation, or grazing 
Roadways, driveways, par 
lots, and alleys 
Walkways 
Rails 

Spaces and ways for pede; 

and restricted trafíic 
Water areas not suitable for 
boating 


ANSI 


Clearance from 
Conductors or Live 
Parts from: 


Building walls. 

2.3 

7.5 

_ 


projections, and 

Windows 

Balconies, catwalks, and 

2.3 

7.5 

4.1 

13.5 

similar areas accessible 
to people 

Over or under roofs or 



3.8 

12.5 

projections not readily 
accessible to people 

Over roofs accessible to 



4.1 

13.5 

vehicles but imt trucks 
Over roofs a^K:ible to 



5.6 

18.5 

trucks 

Other s^níetníes 

2.3 

7.5 

- 

- 



ARTICLE 230 
Services 


<< 

230.1 Scope. This article covers Service conductors and 
lent for control and protection of Services and their 

instállation requirements. 

Informational Note: See Figure 230.1. 

I. General 

230.2 Number of Services. A building or other structure 
served shall he supplied by only one Service unless permit- 
ted in 230.2(A) through (D). For the purpose of 230.40, 
Exception No. 2 only, underground sets of conductors, 1/0 
AWG and larger, running to the same location and con- 
nected together at their supply end but not connected to- 
gether at their load end shall he considered to be supplying 
one Service. 


225.61 Clearances over Buildings and Other Struc- 
tures. 

(A) 22 kV Nominal to Ground or Less. The clearances 
over buildings and other structures for conductors and live 
parts up to 22 kV, nominal, to ground or less shall be not 
less than the valúes shown in Table 225.61. 

(B) Over 22 kV Nominal to Ground. Clearances for the 
categories shown in Table 225.61 shall be increased by 
10 mm (0.4 in.) per kV above 22,000 volts. 

Informational Note: For additional information, see ANSI 
C2-2007, National Electrical Safety Code. 


(A) Special Conditions. Additional Services shall be per- 
mi tted to supply the following: 

(1) Fire pumps 

(2) Emergency systems 

(3) Legally required standby systems 

(4) Optional standby systems 

(5) Parallel power production systems 

(6) Systems designed for connection to múltiple sources of 
supply for the purpose of enhanced reliability 

(B) Special Occupancies. By special permission, addi¬ 
tional Services shall be permitted for either of the follow¬ 
ing: 
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General 

Overhead Service Conduclors 
Underground Service Conductors 
Service-Entrance Conductors 
Service Equipment—General 
Service Equipment—Disconnecting Means 
Service Equipment—Overcurrent Protection 
Services Exceeding 1000 Volts, Nominal 


Serving Utility 


Part I 
Part II 
Part III 
Part IV 
Part V 
Part VI 
Part Vil 
Part VIII 



(1) Multiple-occupancy buildinp 
able space for Service equipm^ 
cupants 

(2) A single building or other structure sumciently large to 
make two or more Services necessary 


(E) Identiñcation. Where a building or structure is sup- 
plied by more than one Service, or any combination of 
branch circuits, feeders, and Services, a permanent plaque 
or directory shall be installed at each Service disconnect 
location denoting all other Services, feeders, and branch 
circuits supplying that building or structure and the area 
served by each. See 225.37. 

230.3 One Building or Other Structure Not to Be Sup- 
plied Through Another. Service conductors supplying a 
building or other structure shall not pass through the inte¬ 
rior of another building or other structure. 

230.6 Conductors Considered Outside the Building. 

Conductors shall be considered outside of a building or 
other structure unda^ny of the foliowing conditions: 

(1) Where instaMrunder not less than 50 mm (2 in.) of 

concrete building or other structure 

(2) WhereiStalled^fchin a building or other structure h 
that is ene^^l in concrete or brick not less 

50 mm (2 in.) tl^ 

(3^fchere h^Qled in any vault that meets the construction 
Lents of Article 450, Part III 
(4) WheWtastalled in conduit and under not less than 450 
(l^n.) of earth beneath a building or other struc- 

r Where installed within rigid metal conduit (Type 
RMC) or intermedíate metal conduit (Type IMC) used 
to accommodate the clearance requirements in 230.24 
and routed directly through an eave but not a wall of a 
building. [ROP 4-103] 

230.7 Other Conductors in Raceway or Cahle. Conduc¬ 
tors other than Service conductors shall not be installed in 
the same Service raceway or Service cable. 

Exception No. 1: Grounding electrode conductors and 
equipment bonding jumpers or conductors. [ROP 4-105] 
Exception No. 2: Load management control conductors 
having overcurrent protection. 


(C) Capacity Requirements. Additional Services shall be 
permitted under any of the following: 

(1) Where the capacity requirements are in excess of 2000 
amperes at a supply voltage of 1000 volts or less [ROP 
4-98] 

(2) Where the load requirements of a single-phase installa- 
tion are greater than the serving agency normally sup- 
plies through one Service 

(3) By special permission 

(D) Different Characteristics. Additional Services shall 
be permitted for different voltages, frequencies, or phases, 
or for different uses, such as for different rate schedules. 


230.8 Raceway Seal. Where a Service raceway enters a 
building or structure from an underground distribution Sys¬ 
tem, it shall be sealed in accordance with 300.5(G). Spare 
or unused raceways shall also be sealed. Sealants shall be 
identified for use with the cable insulation, shield, or other 
components. 

230.9 Clearances on Buildings. Service conductors and 
final spans shall comply with 230.9(A), (B), and (C). 

(A) Clearances. Service conductors installed as open con¬ 
ductors or multiconductor cable without an overall outer 
jacket shall have a clearance of not less than 900 mm (3 ft) 
from Windows that are designed to be opened, doors, 
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porches, balconies, ladders, stairs, fire escapes, or similar 
locations. 

Exception: Conductors run above the top level of a win- 
dow shall be permitted to be less than the 900-mm (3-ft) 
requirement. 

(B) Vertical Clearance. The vertical clearance of final 
spans above, or within 900 mm (3 ft) measured horizontally 
of, platforms, projections, or surfaces from which they 
might be reached shall be maintained in accordance with 
230.24(B). 


The vertical clearance above the roof level shall be main¬ 
tained for a distance of not less than 900 mm (3 ft) in all 
directions from the edge of the roof. 

Exception No. 1: The area above a roof surface subject to 
pedestrian or vehicular traffic shall have a vertical clear¬ 
ance from the roof surface in accordance with the clear¬ 
ance requirements of 230.24(B). 

Exception No. 2: Where the voltage between conductors 
does not exceed 300 and the roof has a slope of 100 mm in 
300 mm (4 in. in 12 in.) or greater, a reduction in clearance 
to 900 mm (3 ft) shall be permitted. 


(C) Building Openings. Overhead Service conductors 
shall not be installed beneath openings through which ma- 
terials may be moved, such as openings in farm and com- 
mercial buildings, and shall not he installed where they 
obstruct entrance to these building openings. 

230.10 Vegetation as Support. Vegetation such as trees 
shall not be used for support of overhead Service conduc¬ 
tors. 

II. Overhead Service Conductors 


230.22 Insulation or Covering. Individual con 
shall be insulated or covered. 



1 not be smaller 
i or copper-clad 


Exception: The grounded conductor of a 
cable shall be permitted to be bare. 

230.23 Size and Rating. 

(A) General. Conductors 
carry the current for the 
with Article 220 and 
strength. 

(B) Mínimum Size. The 

than 8 AWG copper or 
aluminum. 


Exception: Conductors supplying only limited loads of a 
single branch Circuit — such as small polyphase power, 
controlled water heaters, and similar loads — shall not be 
smaller than 12 AWG hard-drawn copper or equivalent. 

(C) Grounded Conductors. The grounded conductor shall 
not be less than the mínimum size as required by 
250.24(C). 

230.24 Clearances. Overhead Service conductors shall not 
be readily accessible and shall comply with 230.24(A) 
through (E) for Services not over 1000 volts, nominal. 

[ROP 4-108] 


Exception No. 3: Where the voltage between conductors 
does not exceed 300, a reduction in clearance above only 
the overhangirmportion ofthe roofto not less than 450 mm 
(18 in.) shcdffe permitted if (1) not more than 1.8 m (6ft) 
of overh^^^ervice conductors, 1.2 m (4 ft) horizontally, 
pass overhang, and (2) they are terminated 

irough-tm^uof raceway or approved support. 

; 230.28 for mast supports. 

The requirement for maintaining the ver- 
xlearance 900 mm (3ft)from the edge ofthe roof shall 
dy to the final conductor span where the Service 
•verhead Service conductors are attached to the 
a building. [ROP 4-109] 


Exception No. 5: Where the voltage between conductors 
does not exceed 300 and the roof area is guarded or iso- 
lated, a reduction in clearance to 900 mm (3 ft) shall be 
permitted. 

(B) Vertical Clearance for Overhead Service Conduc¬ 
tors. Overhead Service conductors, where not in excess of 
600 volts, nominal, shall have the following mínimum 
clearance from final grade: 

(1) 3.0 m (10 ft) — at the electrical Service entrance to 
buildings, also at the lowest point of the drip loop of 
the building electrical entrance, and above areas or 
sidewalks accessible only to pedestrians, measured 
from final grade or other accessible surface only for 
overhead Service conductors supported on and cabled 
together with a grounded bare messenger where the 
voltage does not exceed 150 volts to ground [ROP 
4-111] 

(2) 3.7 m (12 ft) — over residential property and drive- 
ways, and those commercial areas not subject to truck 
traffic where the voltage does not exceed 300 volts to 
ground 

(3) 4.5 m (15 ft) — for those areas listed in the 3.7-m 
(12-ft) classification where the voltage exceeds 300 
volts to ground 


(A) Above Roofs. Conductors shall have a vertical clear- (4) 5.5 m (18 ft) — over public streets, alleys, roads, park- 
ance of not less than 2.5 m (8 ft) above the roof surface. ing areas subject to truck traffic, driveways on other 
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than residential property, and other land such as culti- 
vated, grazing, forest, and orchard 

(C) Clearance from Building Openings. See 230.9. 

(D) Clearance from Swimming Pools. See 680.8. 


(A) Insulation. Underground Service conductors shall be 
insulated for the applied voltage. [ROP 4-115] 

Exception: A grounded conductor shall be pennitted to be 
uninsulated as follows: 


(E) Clearance from Communication Wires and Cables. 

Clearance from communication wires and cables shall be in 
accordance with 800.44(A)(4). 


(1) Bare copper used in a raceway 

(2) Bare copper for direct burial where bare copper is 
judged to be suitable for the soil conditions 


230.26 Point of Attachment. The point of attachment of 
the overhead Service conductors to a building or other 
structure shall provide the minimum clearances as specified 
in 230.9 and 230.24. In no case shall this point of attach¬ 
ment be less than 3.0 m (10 ft) above finished grade. [ROP 
4-112] 

230.27 Means of Attachment. Multiconductor cables used 
for overhead Service conductors shall be attached to build- 
ings or other structures by fittings identified for use with 
Service conductors. Open conductors shall be attached to 
fittings identified for use with Service conductors or to non- 
combustible, nonabsorbent insulators securely attached to 
the building or other structure. 

230.28 Service Masts as Supports. Only power Service 
drop or overhead Service conductors shall be peí 
be attached to a Service mast. Service masts 
support of Service drop or overhead ser^^Pcon 
shall be installed in accordance with (A) a®L(B). 

4-114] 

(A) Strength. The Service 
strength or be supported by 
safely the strain imposed by 
Service conductors. Hubs intende 
that serves as a Service mast shall 
Service entrance equipment. [ROP 


(3) Bare copper for direct burial without regará to soil 
conditions where parí of a cable assembly identified for 
underground use 

(4) Aluminum or copper-clad aluminum without individual 
insulation or covering where part of a cable assembly 
identified for un^rground use in a raceway or for di¬ 
rect burial 


MC conduit 
|JC conduit 
KC conduit 
DPE conduit 
e PVC conduit 
e RTRC conduit 
S cable 

(8) Type USE cable 

(9) Type MV or MC cable, identified for direct burial 
applications 

(10) Type MI cable, where suitably protected against 
physical damage and corrosive conditions 



230.31 Size and Rating. 


(B) Attachment. Service drop or overhead Service con¬ 
ductors shall not be attached to a Service mast between a 
weatherhead or end of the conduit and a coupling, where 
the coupling is located above the last point of securing to 
the building or other structure or is located above the build¬ 
ing or other structure. [ROP 4-114] 


(A) General. Underground Service conductors shall have 
sufficient ampacity to carry the current for the load as cal- 
culated in accordance with Article 220 and shall have ad- 
equate mechanical strength. 

(B) Minimum Size. The conductors shall not be smaller 
than 8 AWG copper or 6 AWG aluminum or copper-clad 
aluminum. 


230.29 Supports over Buildings. Service conductors 
passing over a roof shall be securely supported by substan- 
tial structures. Where practicable, such supports shall be 
independent of the building. 

III. Underground Service Conductors 

230.30 Installation. [ROP 4-115, ROP 4-116]] 


Exception: Conductors supplying only limited loads of a 
single branch Circuit — such as small polyphase power, 
controlled water heaters, and similar loads — shall not be 
smaller than 12 AWG copper or 10 AWG aluminum or 
copper-clad aluminum. 

(C) Grounded Conductors. The grounded conductor shall 
not be less than the minimum size required by 250.24(C). 
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230.32 Protection Against Damage. Underground Service 
conductors shall be protected against damage in accordance 
with 300.5. Service conductors entering a building or other 
structure shall be installed in accordance with 230.6 or pro¬ 
tected by a raceway wiring method identified in 230.43. 

230.33 Spliced Conductors. Service conductors shall be 
permitted to be spliced or tapped in accordance with 
110.14, 300.5(E), 300.13, and 300.15. 

IY. Service-Entrance Conductors 

230.40 Number of Service-Entrance Conductor Sets. 

Each Service drop, set of overhead Service conductors, set 
of underground Service conductors, or Service lateral shall 
supply only one set of service-entrance conductors. 

Exception No. 1: A building with more than one occu- 
pancy shall be permitted to have one set of service- 
entrance conductors for each Service, as defined in 230.2, 
run to each occupancy or group of occupancies. If the 
number of Service disconnect locations for any given clas- 
sification of Service does not exceed six, the requirements of 
230.2(E) shall apply at each location. If the number of 
Service disconnect locations exceeds six for any givet 
ply classification, all Service disconnect locations * 
supply characteristics, together with any branch c 
feeder supply sources, if applicable, shall J^^learly\ 
scribed using suitable graphics o 

more plaques located in an approved^eadilyU:cessibl fe 
location(s) on the building or structi^Lierveíb 
as practicable to the point(s) of attachnw^^^ntry( iesJJ 
each Service drop or servic^hterÉ^^inc^kzeach set of 
overhead or undergroundj^wice com 
Exception No. 2: Whe^Bwo to six se^me disconnecting 
means in sepárate enclosu^^ire grouped at one location 
and supply sepárate loads JW^Lone^Jvice drop, set of 
overhead Service conductors, set of underground Service 
conductors, or Service lateral, one^et of service-entrance 
conductors shall be permitted to supply each or several 
such Service equipment enclosures. 

Exception No. 3: A single-family dwelling unit and its 
accessory structures shall be permitted to have one set of 
service-entrance conductors run to eachfrom a single Ser¬ 
vice drop, set of overhead Service conductors, set of under¬ 
ground Service conductors, or Service lateral. 

Exception No. 4: Two-family dwellings, multifamily dwell- 
ings, and múltiple occupancy buildings shall be permitted 
to have one set of service-entrance conductors installed to 
supply the circuits covered in 210.25. 

Exception No. 5: One set of service-entrance conductors 
connected to the supply side of the normal service discon¬ 
necting means shall be permitted to supply each or several 
systems covered by 230.82(5) or 230.82(6). 


230.41 Insulation of Service-Entrance Conductors. 

Service-entrance conductors entering or on the exterior of 

buildings or other structures shall be insulated. 

Exception: A grounded conductor shall be permitted to be 

uninsulated as follows: 

(1) Bare copper used in a raceway or part of a service 
cable assembly 

(2) Bare copper for direct burial where bare copper is 
judged to be suitable for the soil conditions 

(3) Bare copper for direct burial without regará to soil 
conditions where part ofa cable assembly identified for 
underground use 

(4) Aluminum^r copper-clad aluminum without individual 
insulajjfror covering where part of a cable assembly 

ted for underground use in a raceway, or for 

&used in an auxiliary gutter 


General. The ampacity of the service-entrance con- 
dT^krs before the application of any adjustment or correc- 
^tion^^tors shall not be less than either 230.42(A)(1) or 
L,oads shall be determined in accordance with Part 
y, or V of Article 220, as applicable. Ampacity shall be 
determined from 310.15. The máximum allowable current 
of busways shall be that valué for which the busway has 
been listed or labeled. 

(1) The sum of the noncontinuous loads plus 125 percent 
of continuous loads 

Exception: Grounded conductors that are not connected to 
an overcurrent device shall be permitted to be sized at 
100 percent of the continuous and noncontinuous load. 

(2) The sum of the noncontinuous load plus the continuous 
load if the service-entrance conductors termínate in an 
overcurrent device where both the overcurrent device 
and its assembly are listed for operation at 100 percent 
of their rating 

(B) Specific Installations. In addition to the requirements 
of 230.42(A), the mínimum ampacity for ungrounded con¬ 
ductors for specific installations shall not be less than the 
rating of the service disconnecting means specified in 
230.79(A) through (D). 

(C) Grounded Conductors. The grounded conductor shall 
not be smaller than the mínimum size as required by 
250.24(C). 

230.43 Wiring Methods for 1000 Volts, Nominal, or 
Less. Service-entrance conductors shall be installed in ac¬ 
cordance with the applicable requirements of this Code 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-87 



230.44 


ARTICLE 230 — SERVICES 


covering the type of wiring method used and shall be lim- 
ited to the following methods: [ROP 4-121] 

(1) Open wiring on insulators 

(2) Type IGS cable 

(3) Rigid metal conduit (RMC) [ROP 4-122] 

(4) Intermedíate metal conduit (IMC) [ROP 4-123] 

(5) Electrical metallic tubing (EMT) [ROP 4-131] 

(6) Electrical nonmetallic tubing 

(7) Service-entrance cables 

(8) Wireways 

(9) Busways 

(10) Auxiliary gutters 

(11) Rigid polyvinyl chloride conduit (PVC) 

(12) Cablebus 

(13) Type MC cable 

(14) Mineral-insulated, metal-sheathed cable Type MI 

[ROP 4-125] 

(15) Flexible metal conduit (FMC) not over 1.8 m (6 ft) 
long or liquidtight flexible metal conduit (LFMC) not 
over 1.8 m (6 ft) long between raceways, or between 
raceway and Service equipment, with a supply-side 
bonding jumper routed with the flexible metal conduitC 
(FMC) or the liquidtight flexible metal conduit * 
(LFMC) according to the provisions of 250 .102 (A), 
(B), (C), and (E) [ROP 4-126-129] 

(16) Liquidtight flexible nonmetallic coi^fn (LF^f) 
[ROP 4-130] 

(17) High density polyethylene conduit (HDfl 

(18) Nonmetallic underground conduit with cft Muc tors 
(NUCC) 

(19) Reinforced thermosettingT^úi conduit (l^RC) 

230.44 Cable Trays. Cable tray syslfct shaB^e permitted 
to support service-entrance conductors.^ftMrtrays used to 
support service-entrance conductors shan contain only 
service-entrance conductors and shall be limited to the fol¬ 
lowing methods: 

(1) Type SE cable 

(2) Type MC cable 

(3) Type MI cable 


Exception: Conductors, other than service-entrance con¬ 
ductors, shall be permitted to be installed in a cable tray 
with service-entrance conductors, provided a solid fixed 
barrier of a material compatible with the cable tray is 
installed to sepárate the service-entrance conductors from 
other conductors installed in the cable tray. 

230.46 Spliced Conductors. Service-entrance conductors 
shall be permitted to be spliced or tapped in accordance 
with 110.14, 300.5(E), 300.13, and 300.15. 

230.50 Protection Against Physical Damage. 

(A) Underground Service-Entrance Conductors. Under¬ 
ground service-entrance conductors shall be protected 
against physical dan^e in accordance with 300.5. 

(B) All Other Service-Entrance Conductors. All other 
servíce-entr^*rSfchictors, other than underground Ser¬ 
vice entrj^econducS^k shall be protected against physi¬ 
cal dan^^as specifiec^^M0.50(B)(1) or (B)(2). 

(1) Service-Entrance Cables. Service-entrance cables, 
whe^MÜ^nto physical damage, shall be protected by any 
of the n^^ing: 

LRigidn^al conduit (RMC) [ROP 4-122] 
k (2) Intermedíate metal conduit (IMC) [ROP 4-123] 
^Schem^ 80 PVC conduit 
|l) Electrical metallic tubing (EMT) [ROP 4-131] 
t Reinforced thermosetting resin conduit (RTRC) 

$) Other approved means 

(2) Other Than Service-Entrance Cables. Individual 
open conductors and cables, other than service-entrance 
cables, shall not be installed within 3.0 m (10 ft) of grade 
level or where exposed to physical damage. 

Exception: Type MI and Type MC cable shall be permitted 
within 3.0 m (10 ft) of grade level where not exposed to 
physical damage or where protected in accordance with 
300.5(D). 

230.51 Mounting Supports. Service-entrance cables or 
individual open service-entrance conductors shall be sup- 
ported as specified in 230.51(A), (B), or (C). 


(4) Type IGS cable 

(5) Single conductors 1/0 and larger with CT rating [ROP 
4-134, ROP 4-135] 

Such cable trays shall be identified with permanently 
affixed labels with the wording “Service-Entrance Conduc¬ 
tors.” The labels shall be located so as to be visible after 
installation with a spacing not to exceed 3 m (10 ft) so that 
the service-entrance conductors are able to be readily traced 
through the entire length of the cable tray. [ROP 4-133] 


(A) Service-Entrance Cables. Service-entrance cables 
shall be supported by straps or other approved means 
within 300 mm (12 in.) of every Service head, gooseneck, 
or connection to a raceway or enclosure and at intervals not 
exceeding 750 mm (30 in.). 

(B) Other Cables. Cables that are not approved for 
mounting in contact with a building or other structure shall 
he mounted on insulating supports installed at intervals not 
exceeding 4.5 m (15 ft) and in a manner that maintains a 
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clearance of not less than 50 mm (2 in.) from the surface 
over which they pass. 

(C) Individual Open Conductors. Individual open con- 
ductors shall be installed in accordance with Table 
230.51(C). Where exposed to the weather, the conductors 
shall be mounted on insulators or on insulating supports 
attached to racks, brackets, or other approved means. 
Where not exposed to the weather, the conductors shall be 
mounted on glass or porcelain knobs. 


goosenecks in service-entrance cables shall be located 
above the point of attachment of the service-drop or over- 
head Service conductors to the building or other structure. 

Exception: Where it is impracticable to lócate the Service 
head or gooseneck above the point of attachment, the Ser¬ 
vice head or gooseneck location shall be permitted not 
farther than 600 mm (24 in.) from the point of attachment. 

(D) Secured. Service-entrance cables shall be held se- 
curely in place. 


230.52 Individual Conductors Entering Buildings or 
Other Structures. Where individual open conductors enter 
a building or other structure, they shall enter through roof 
bushings or through the wall in an upward slant through 
individual, noncombustible, nonabsorbent insulating tubes. 
Drip loops shall be formed on the conductors before they 
enter the tubes. 

230.53 Raceways to Drain. Where exposed to the 
weather, raceways enclosing service-entrance conductors 
shall be suitable for use in wet locations and arranged to 
drain. Where embedded in masonry, raceways shall be ar¬ 
ranged to drain. 


230.54 Overhead Service Locations. 


Exception: Type SE cable 
in a gooseneck and tapei 
resistant thermoplastic. 



(A) Service Head. Service raceways shall be equijl 

with a Service head at the point of servi*^ 

drop or overhead Service conductors. Th^Krvict^pad stuq 
be listed for use in wet locations. 

(B) Service-Entrance Cables 
Head or Gooseneck. Sen 

equipped with a Service j£Kd. The 
listed for use in wet 


\[be penfted to be formed 
j-sealing weather- 


(E) Separately Bushed Openings. Service heads shall 
have conductors of different potential brought out through 
separately bushed openings. 

jacketed multiconductor service-entrance 
fplice. 

Drip loops shall be formed on individual 
ítors. T<3^eyent the entrance of moisture, service- 
ince conduct^fcrtiall be connected to the service-drop 
overhead service^roductors either (1) below the level of 
[he head or (2) below the level of the termination of 

¡rvice-entrance cable sheath. 

(G^^Wanged That Water Will Not Enter Service Race- 

o^Kquipment. Service-entrance and overhead Service 
ictors shall be arranged so that water will not enter 
Service raceway or equipment. 

230.56 Service Conductor with the Higher Voltage to 
Ground. On a 4-wire, delta-connected Service where the 
midpoint of one phase winding is grounded, the Service 
conductor having the higher phase voltage to ground shall 
be durably and permanently marked by an outer finish that 
is orange in color, or by other efifective means, at each 
termination or junction point. 

V. Service Equipment — General 


(C) Service Heads and Goosenecks Above Service-Drop 230.62 Service Equipment — Enclosed or Guarded. En- 

or Overhead Service Attachment. Service heads and ergized parts of Service equipment shall be enclosed as 


Table 230.51(C) Supports 


Mínimum Clearance 

Máximum Distance Between - 

Supports Between Conductors From Surface 

Máximum - - - 

Volts m ft mm in. mm in. 


1000 [ROP 4-136] 2.7 9 150 6 50 2 

1000 [ROP 4-136] 4.5 15 300 12 50 2 

300 1.4 41/2 75 3 50 2 

1000* [ROP 4-136] 1.4* 4íé* 65* 2'A* 25* 1* 


*Where not exposed to weather. 
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specified in 230.62(A) or guarded as specified in 
230.62(B). 

(A) Enclosed. Energized parts shall be enclosed so that 
they will not be exposed to accidental contad or shall be 
guarded as in 230.62(B). 

(B) Guarded. Energized parts that are not enclosed shall 
be installed on a switchboard, panelboard, or control board 
and guarded in accordance with 110.18 and 110.28. Where 
energized parts are guarded as provided in 110.28(A)(1) 
and (A)(2), a means for locking or sealing doors providing 
access to energized parts shall be provided. 


switches and sets of Circuit breakers, mounted in a single 
enclosure, in a group of sepárate enclosures, or in or on a 
switchboard or in switchgear. There shall be not more than 
six sets of disconnects per Service grouped in any one lo- 
cation. [ROP 4-14m] 

For the purpose of this section, disconnecting means 
installed as part of listed equipment and used solely for the 
following shall not be considered a Service disconnecting 
means: 

(1) Power monitoring equipment 

(2) Surge-protective device(s) 

(3) Control circuit of the ground-fault protection system 


230.66 Marking. Service equipment rated at 1000 volts or 
less shall be marked to identify it as being suitable for use 
as Service equipment. All Service equipment shall be listed. 
Individual meter socket enclosures shall not be considered 
Service equipment. [ROP 4-141] 

VI. Service Equipment — Disconnecting Means 

230.70 General. Means shall be provided to disconnect all 
conductors in a building or other structure from the service- 
entrance conductors. 

(A) Location. The Service disconnecting means shall be ^ 
installed in accordance with 230.70(A)(1), (A) (2), and 
(A)(3). 

(1) Readily Accessible Location. The serw t- 

ing means shall he installed at a readily ac« 
either outside of a building or structur e or in ? 
point of entrance of the Service com 



(2) Bathrooms. Service discqj 
installed in bathrooms. 

(3) Remóte Control. Where a rern3^contrd®évice(s) is 
used to actúate the Service disconnectinf^^ffs, the Service 
disconnecting means shall be located in riccordance with 
230.70(A)(1). 

(B) Marking. Each Service disconnect shall be perma- 
nently marked to identify it as a Service disconnect. 

(C) Suitable for Use. Each Service disconnecting means 
shall be suitable for the prevailing conditions. Service 
equipment installed in hazardous (classified) locations shall 
comply with the requirements of Ardeles 500 through 517. 


(4) Power-operable Service disconnecting means 

(B) Single-Pole Unte. Two or three single-pole switches 
or breakers, capahj^mf individual operation, shall he per- 
mitted on multM^^circuits, one pole for each ungrounded 
conductor, q^píeT^ttipole disconnect, provided they are 
equipped^itn identir^^Tandle ties or a master handle to 
discompR all conduc to he Service with no more than 

Pcration^uf the hand.^ 

mal Note: See 408.36, Exception No. 1 and Ex- 
Bo. 3, for Service equipment in certain panelboards, 
0.95 for Service equipment in motor control 


ftuping of Disconnects. 

1. The two to six disconnects as permitted in 
be grouped. Each disconnect shall be marked 
indicate the load served. 

Exception: One of the two to six Service disconnecting 
means permitted in 230.71, where used only for a water 
pump also intended to provide fire protection, shall be per¬ 
mitted to be located remóte from the other disconnecting 
means. If remotely installed in accordance with this excep¬ 
tion, a plaque shall be posted at the location ofthe remain- 
ing grouped disconnects denoting its location. 


(B) Additional Service Disconnecting Means. The one or 

more additional Service disconnecting means for fire 
pumps, emergeney systems, legally required standby, or op- 
tional standby Services permitted by 230.2 shall be installed 
remóte from the one to six Service disconnecting means for 
normal Service to minimize the possibility of simultaneous 
interruption of supply. 


230.71 Máximum Number of Disconnects. 

(A) General. The Service disconnecting means for each 
Service permitted by 230.2, or for each set of service- 
entrance conductors permitted by 230.40, Exception No. 1, 
3, 4, or 5, shall consist of not more than six switches or sets 
of circuit breakers, or a combination of not more than six 


(C) Access to Occupants. In a multiple-occupancy build¬ 
ing, each occupant shall have access to the occupant’s Ser¬ 
vice disconnecting means. 

Exception: In a multiple-occupancy building where elec- 
tric Service and electrical maintenance are provided by the 
building management and where these are under continu- 
ous building management supervisión, the Service discon- 
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necting means supplying more than one occupancy shall be 
permitted to be accessible to authorized management per- 
sonnel only. 

230.74 Simultaneous Opening of Poles. Each Service dis- 
connect shall simultaneously disconnect all ungrounded 
Service conductors that it Controls from the premises wiring 
system. 

230.75 Disconnection of Grounded Conductor. Where 
the Service disconnecting means does not disconnect the 
grounded conductor from the premises wiring, other means 
shall be provided for this purpose in the Service equipment. 

A terminal or bus to which all grounded conductors can be 
attached by means of pressure connectors shall he permit¬ 
ted for this purpose. In a multisection switchboard or 
switchgear, disconnects for the grounded conductor shall be 
permitted to be in any section of the switchboard or switch¬ 
gear, provided that any such switchboard or switchgear sec¬ 
tion is marked. [ROP 4-153, ROP 9-14n] 

230.76 Manually or Power Operable. The Service dis- ( 
connecting means for ungrounded Service conductors shall 
consist of one of the foliowing: 

(1) A manually operable switch or circuit breaker eqS 
with a handle or other suitable operating means 

(2) A power-operated switch or circuit breakML provill 
the switch or circuit breaker can be^praecPfl hand ^ 
the event of a power supply failiJ 

230.77 Indicating. The Service 
plainly indicate whether it 
position. 

230.79 Rating of Serv¡ce f®cimnectin^Means. The Ser¬ 
vice disconnecting means shanfc^e a^ming not less than 
the calculated load to be carried^Bwnined in accordance 
with Part III, IV, or V of Article 220, as applicable. In no 
case shall the rating be lower than specified in 230.79(A), 
(B), (C), or (D). 

(A) One-Circuit Installations. For installations to supply 
only limited loads of a single branch circuit, the Service 
disconnecting means shall have a rating of not less than 15 
amperes. 

(B) Two-Circuit Installations. For installations consisting 
of not more than two 2-wire branch circuits, the Service 
disconnecting means shall have a rating of not less than 30 
amperes. 

(C) One-Family Dwellings. For a one-family dwelling, 
the Service disconnecting means shall have a rating of not 
less than 100 amperes, 3-wire. 



(D) All Others. For all other installations, the Service dis¬ 
connecting means shall have a rating of not less than 60 
amperes. 

230.80 Combined Rating of Disconnects. Where the Ser¬ 
vice disconnecting means consists of more than one switch 
or circuit breaker, as permitted by 230.71, the combined 
ratings of all the switches or circuit breakers used shall not 
be less than the rating required by 230.79. 

230.81 Connection to Termináis. The Service conductors 
shall be connected to the Service disconnecting means by 
pressure connectors, clamps, or other approved means. 
Connections that depend on solder shall not be used. 

230.82 Equi^ent Connected to the Supply Side of Ser¬ 
vice Disc|«ect. Only the following equipment shall be 
permit^^^fce connected to the supply side of the Service 
disconnecting means: 

Cable limiteSfctother current-limiting devices. 

Meters and metowockets nominally rated not in excess 
0 volts, provided all metal housings and Service 
Pfíclosures are grounded in accordance with Part VII 
¡jjd bonded in accordance with Part V of Article 250. 
f 4-154] 

^etér disconnect switches nominally rated not in ex- 
Tess of 1000 volts that have a short-circuit current rat- 
l equal to or greater than the available short-circuit 
current, provided all metal housings and Service enclo- 
sures are grounded in accordance with Part VII and 
bonded in accordance with Part V of Article 250. A 
meter disconnect switch shall be capable of interrupt- 
ing the load served. [ROP 4-154] 

(4) Instrument transformers (current and voltage), imped- 
ance shunts, load management devices, surge arresters, 
and Type 1 surge-protective devices. 

(5) Taps used only to supply load management devices, 
circuits for standby power systems, fire pump equip¬ 
ment, and fire and sprinkler alarms, if provided with 
Service equipment and installed in accordance with re- 
quirements for service-entrance conductors. 

(6) Solar photovoltaic systems, fuel cell systems, or inter- 
connected electric power production sources. 

(7) Control circuits for power-operable Service disconnect¬ 
ing means, if suitable overcurrent protection and dis¬ 
connecting means are provided. 

(8) Ground-fault protection systems or Type 2 surge- 
protective devices, where installed as part of listed 
equipment, if suitable overcurrent protection and dis¬ 
connecting means are provided. 

(9) Connections used only to supply listed Communications 
equipment under the exclusive control of the serving 
electric utility, if suitable overcurrent protection and 
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disconnecting means are provided. For installations of 
equipment by the serving electric utility, a disconnect¬ 
ing means is not required if the supply is installed as 
part of a meter socket, such that access can only be 
gained with the meter removed. 


230.93 Protection of Specific Circuits. Where necessary 
to prevent tampering, an automatic overcurrent device that 
protects Service conductors supplying only a specific load, 
such as a water heater, shall be permitted to be locked or 
sealed where located so as to be accessible. 


VII. Service Equipment — Overcurrent Protection 

230.90 Where Required. Each ungrounded Service con¬ 
ductor shall have overload protection. 

(A) Ungrounded Conductor. Such protection shall be 
provided by an overcurrent device in series with each un¬ 
grounded Service conductor that has a rating or setting not 
higher than the allowable ampacity of the conductor. A set 
of fuses shall be considered all the fuses required to protect 
all the ungrounded conductors of a circuit. Single-pole Cir¬ 
cuit breakers, grouped in accordance with 230.71(B), shall 
be considered as one protective device. 

Exception No. 1: For motor-starting currents, ratings that 
comply with 430.52, 430.62, and 430.63 shall be permitted. 
Exception No. 2: Fuses and circuit breakers with a rating 
or setting that complies with 240.4(B) or (C) and 240.6 
shall be permitted. 

Exception No. 3: Two to six circuit breakers or sets of ^ 
fuses shall be permitted as the overcurrent devic e to p ro- 
vide the overload protection. The sum of the ratjg 
circuit breakers or fuses shall be permittedj^^xceeS 
ampacity of the Service conductors, provide^me calcjg 
load does not exceed the ampacity of* 
conductors. ^ 

Exception No. 4: Overload protj0K>n for /7W 
conductors shall comply with 4(B)(2)(a). ' 

Exception No. 5: Overload prm^üon for lUl240-volt, 

3- wire, single-phase dwelling servic^mhall h^mermitted in 
accordance with the requirements of 310.15(B)(7). [ROP 

4- 157] 

(B) Not in Grounded Conductor. No overcurrent device 
shall be inserted in a grounded Service conductor except a 
circuit breaker that simultaneously opens all conductors of 
the circuit. 

230.91 Location. The Service overcurrent device shall be 
an integral part of the Service disconnecting means or shall 
be located immediately adjacent thereto. 

230.92 Locked Service Overcurrent Devices. Where the 
Service overcurrent devices are locked or sealed or are not 
readily accessible to the occupant, branch-circuit or feeder 
overcurrent devices shall be installed on the load side, shall 
be mounted in a readily accessible location, and shall be of 
lower ampere rating than the Service overcurrent device. 


230.94 Relative Location of Overcurrent Device and 
Other Service Equipment. The overcurrent device shall 
protect all circuits and devices. 

Exception No. 1: The Service switch shall be permitted on 
the supply side. 

Exception No. 2: High-impedance shunt circuits, surge 
arresters, Type 1 surge-protective devices, surge-protective 
capacitors, and instrument transformers (current and volt- 
age) shall be permití^ to be connected and installed on the 
supply side of th<^^Fvice disconnecting means as permitted 
by 230.82. 

ExceptionJfW 3: Q^uits for load management devices 
shall bef/rmitted to bt^mmected on the supply side ofthe 
™overcurrent device^here separately provided with 
Wtection. 

Wo. 4: Circuits used only for the operation of 
•r protective signaling systems, or the supply 
juipment shall be permitted to be connected 
y side of the Service overcurrent device where 
provided with overcurrent protection. 

^Kception No. 5: Meters nominally rated not in excess of 
? volts shall be permitted, provided all metal housings 
¡fid Service enclosures are grounded. 

Exception No. 6: Where Service equipment is power oper¬ 
able, the control circuit shall be permitted to be connected 
altead ofthe Service equipment if suitable overcurrent pro¬ 
tection and disconnecting means are provided. 

230.95 Ground-Fault Protection of Equipment. Ground- 
fault protection of equipment shall be provided for solidly 
grounded wye electric Services of more than 150 volts to 
ground but not exceeding 1000 volts phase-to-phase for 
each Service disconnect rated 1000 amperes or more. The 
grounded conductor for the solidly grounded wye system 
shall be connected directly to ground through a grounding 
electrode system, as specified in 250.50, without inserting 
any resistor or impedance device. [ROP 4-158] 

The rating of the Service disconnect shall be considered 
to be the rating of the largest fuse that can be installed or 
the highest continuous current trip setting for which the 
actual overcurrent device installed in a circuit breaker is 
rated or can be adjusted. 

Exception: The ground-fault protection provisions of this 
section shall not apply to a Service disconnect for a con¬ 
tinuous industrial process where a nonorderly shutdown 
will introduce additional or increased hazards. 
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(A) Setting. The ground-fault protection system shall op¬ 
érate to cause the Service disconnect to open all un- 
grounded conductors of the faulted Circuit. The máximum 
setting of the ground-fault protection shall be 1200 am¬ 
peres, and the máximum time delay shall be one second for 
ground-fault currents equal to or greater than 3000 am¬ 
peres. 


230.202 Service-Entrance Conductors. Service-entrance 
conductors to buildings or enclosures shall be installed to 
conform to 230.202(A) and (B). 

(A) Conductor Size. Service-entrance conductors shall not 
be smaller than 6 AWG unless in multiconductor cable. 
Multiconductor cable shall not be smaller than 8 AWG. 


(B) Fuses. If a switch and fuse combination is used, the 
fuses employed shall be capable of interrupting any current 
higher than the interrupting capacity of the switch during a 
time that the ground-fault protective system will not cause 
the switch to open. 

(C) Performance Testing. The ground-fault protection 
system shall be performance tested when first installed on 
site. The test shall be conducted in accordance with instruc- 
tions that shall be provided with the equipment. A written 
record of this test shall be made and shall be available to 
the authority having jurisdiction. 

Informational Note No. 1: Ground-fault protection that 
functions to open the Service disconnect affords no protec¬ 
tion from faults on the line side of the protective element. It 
serves only to limit damage to conductors and equipment 
on the load side in the event of an arcing ground fault 
the load side of the protective element. 

Informational Note No. 2: This added protective equ 
ment at the Service equipment may make it necessary 
review the overall wiring system for propíu^fl^ 
current protection coordination. Additioü^Pnstall 
ground-fault protective equipment needed^! i 

ers and branch circuits where maximS^^mtinujÉ^ 
trie Service is necessary. 

Informational Note No. 3: IMM^^und-la^^nrotection 
is provided for the servi^«Kconnec^^l into^uiection 
is made with another supply system by^»ansféF’ ievice, 
means or devices may D^fcteded to ensurW>roper ground- 
fault sensing by the grounc^^yt protecti^wequipment. 

Informational Note No. 4: for information 

on where an additional step of gWpH-fault protection is 
required for hospitals and other buildings with critical areas 
or life support equipment. 

VIII. Services Exceeding 1000 Volts, Nominal 
[ROP 4-160] 

230.200 General. Service conductors and equipment used 
on circuits exceeding 1000 volts, nominal, shall comply 
with all the apphcable provisions of the preceding sections 
of this article and with the following sections that supple- 
ment or modify the preceding sections. In no case shall the 
provisions of Part VIII apply to equipment on the supply 
side of the Service point. [ROP 4-162a] 

Informational Note: For clearances of conductors of over 
1000 volts, nominal, see ANSI C2-2007, National Electri- 
cal Safety Code. [ROP 4-162a] 



(B) Wiring Methods. Service-entrance conductors shall 
be installed by one of the wiring methods covered in 
300.37 and 300.50. 

230.204 Isolating Switches. 

(A) Where Required. Where oil switches or air, oil, 
vacuum, or sulfur hexafluoride circuit breakers constitute 
the Service d^onnecting means, an isolating switch with 
visible br^^rcontaets shall be installed on the supply side 
of the^wkmecting means and all associated Service 
equipé 

Weption: An isr^dng switch shall not be required where 
mt breaker oWnvitch is mounted on removable truck 
W switchgear units where both of the following c 
Ws apply: [ROP 9-14o, ROP 4-163] 


Ijumhot be opened unless the circuit is disconnected. 
Where all energized parís are automatically discon¬ 
nected when the circuit breaker or switch is removed 
from the normal operating position. 

(B) Fuses as Isolating Switch. Where fuses are of the type 
that can be operated as a disconnecting switch, a set of such 
fuses shall be permitted as the isolating switch. 

(C) Accessible to Qualified Persons Only. The isolating 
switch shall be accessible to qualified persons only. 

(D) Connection to Ground. Isolating switches shall be 
provided with a means for readily connecting the load side 
conductors to a grounding electrode system, equipment 
ground busbar, or grounded Steel structure when discon¬ 
nected from the source of supply. 

A means for grounding the load side conductors to a 
grounding electrode system, equipment grounding busbar, 
or grounded structural Steel shall not he required for any 
duplicate isolating switch installed and maintained by the 
electric supply company. 

230.205 Disconnecting Means. 

(A) Location. The Service disconnecting means shall be 
located in accordance with 230.70. 

For either overhead or underground primary distribu- 
tion systems on prívate property, the Service disconnect 
shall be permitted to be located in a location that is not 
readily accessible, if the disconnecting means can be oper- 
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ated by mechanical linkage from a readily accessible point, 
or electronically in accordance with 230.205(C), where ap- 
plicable. 

(B) Type. Each Service disconnect shall simultaneously 
disconnect all ungrounded Service conductors that it Con¬ 
trols and shall have a fault-closing rating that is not less 
than the máximum short-circuit current available at its sup- 
ply termináis. 

Where fused switches or separately mounted fuses are 
installed, the fuse characteristics shall be permitted to con¬ 
tribute to the fault-closing rating of the disconnecting 
means. 


230.209 Surge Arresters (Lightning Arresters). Surge 
arresters installed in accordance with the requirements of 
Article 280 shall be permitted on each ungrounded over- 
head Service conductor. 

230.210 Service Equipment — General Provisions. Ser¬ 
vice equipment, including instrument transformers, shall 
conform to Article 490, Part I. 

230.211 Switchgear. Switchgear shall consist of a substan- 
tial metal structure and a sheet metal enclosure. Where 
installed over a combustible floor, suitable protection 
thereto shall be provided. [ROP 9-14p. ROP 4-165] 


(C) Remóte Control. For multibuilding, industrial instal- 
lations under single management, the Service disconnecting 
means shall be permitted to be located at a sepárate build- 
ing or structure. In such cases, the Service disconnecting 
means shall be permitted to be electrically operated by a 
readily accessible, remote-control device. 

230.206 Overcurrent Devices as Disconnecting Means. 

Where the circuit breaker or alternative for it, as specified 
in 230.208 for Service overcurrent devices, meets the re¬ 
quirements specified in 230.205, they shall constitute th¡ 
Service disconnecting means. 

230.208 Protection Requirements. A short-circi 
tive device shall he provided on the load sids^fr or 
integral part of, the Service disconnect, and^pí prote 
ungrounded conductors that it supplies. Th< 
vice shall be capable of detecting aiuHnterrupBKil v< 
ues of current, in excess of its trip^^l^^^^jelti^^Bpii 
that can occur at its location. i^mse rated 
amperes not to exceed three tim^^he ampacit^» the con¬ 
ductor, or a circuit breaker withl^jD setting of not more 
than six times the ampacity of the^Mdud^K, shall be 
considered as providing the required sWtfcircuit protec¬ 
tion. 

Informational Note: See Table 310.60(C)(67) through 

Table 310.60(C)(86) for ampacities of conductors rated 

2001 volts and above. 


230.212 Over 35,000 Volts. Where the voltage exceeds 
35,000 volts betw^^^onductors that enter a building, they 
shall termínate h^Kwitchgear compartment or a vault con- 
forming to Ü^rm^krements of 450.41 through 450.48. 


ARTICLE 240 
vercurrent Protection 


10.1 Scope. Parts I through VII of fifis article provide the 
meral requirements for overcurrent protection and over- 
^current protective devices not more than 1000 volts, nomi¬ 
nal. Part VIII covers overcurrent protection for those por- 
tions of supervised industrial installations operating at 
voltages of not more than 1000 volts, nominal. Part IX 
covers overcurrent protection over 1000 volts, nominal. 
[ROP 10-16] 

Informational Note: Overcurrent protection for conductors 
and equipment is provided to open the circuit if the current 
reaches a valué that will cause an excessive or dangerous 
temperature in conductors or conductor insulation. See also 
110.9 for requirements for interrupting ratings and 110.10 
for requirements for protection against fault currents. 



Overcurrent devices shall conform to 230.208(A) and 
(B). 

(A) Equipment Type. Equipment used to protect service- 
entrance conductors shall meet the requirements of Article 
490, Part II. 

(B) Enclosed Overcurrent Devices. The restriction to 
80 percent of the rating for an enclosed overcurrent device 
for continuous loads shall not apply to overcurrent devices 
installed in systems operating at over 1000 volts. [ROP 
4-164] 


240.2 Definitions. 

Current-Limiting Overcurrent Protective Device. A de¬ 
vice that, when interrupting currents in its current-limiting 
range, reduces the current flowing in the faulted circuit to a 
magnitude substantially less than that obtainable in the 
same circuit if the device were replaced with a solid con¬ 
ductor having comparable impedance. 

Supervised Industrial Installation. For the purposes of 
Part VIII, the industrial portions of a facility where all of 
the following conditions are met: 


70-94 


NATIONAL ELECTRICAL CODE 2014 Edition 




ARTICLE 240 — OVERCURRENT PROTECTION 


240.4 


(1) Conditions of maintenance and engineering supervisión 
ensure that only qualified persons monitor and Service 
the system. 

(2) The premises wiring system has 2500 kVA or greater of 
load used in industrial process(es), manufacturing ac- 
tivities, or both, as calculated in accordance with Ar- 
ticle 220. 

(3) The premises has at least one Service or feeder that is 
more than 150 volts to ground and more than 300 volts 
phase-to-phase. 

This definition exeludes installations in buildings used 
by the industrial facility for offices, warehouses, garages, 
machine shops, and recreational facilities that are not an 
integral part of the industrial plant, substation, or control 
center. 

Tap Conductors. As used in this article, a tap conductor is 
defined as a conductor, other than a Service conductor, that 
has overcurrent protection ahead of its point of supply that 
exceeds the valué permitted for similar conductors that are 
protected as described elsewhere in 240.4. 

240.3 Other Articles. Equipment shall be protected 
against overcurrent in accordance with the article 
Code that covers the type of equipment specified ii 
240.3. 

240.4 Protection of Conductors. Ce 

flexible cords, flexible cables, and fi; 
protected against overcurrent in acc< 
pacities specified in 310.15, unless i 
required in 240.4(A) through. 

Informational Note: S^^CEA P- 
mation on allowable ^B^circuit 
copper and aluminum 

(A) Power Loss Hazard. CondÉato^^'er 1 oad protection 
shall not be required where the í^rcuption of the circuit 
would create a hazard, such as in a material-handling mag- 
net circuit or tire pump circuit. Short-circuit protection 
shall be provided. 

Informational Note: See NFPA 20-2010, Standard for the 
Installation of Stationary Pumps for Fire Protection. 

(B) Overcurrent Devices Rated 800 Amperes or Less. 

The next higher standard overcurrent device rating (above 
the ampacity of the conductors being protected) shall be 
permitted to be used, provided all of the following condi¬ 
tions are met: 

(1) The conductors being protected are not part of a branch 
circuit supplying more than one receptacle for cord- 
and-plug-connected portable loads. 

(2) The ampacity of the conductors does not correspond 
with the standard ampere rating of a fuse or a circuit 


Table 240.3 Other Articles 


Equipment 


Air-conditioning and refrigerating 
equipment 
Appliances 

Assembly occupancies 
Audio signal processing, 
amplification, and reproduction 



space-heating 

’outdoor electric deicing and 
■melting equipment 
Generators 
Health care facilities 
Induction and dielectric heating 
equipment 
Industrial machinery 
Luminaires, lampholders, and lamps 
Motion picture and televisión studios 
and similar locations 
Motors, motor circuits, and 
controllers 
Phase converters 
Pipe organs 
Receptacles 
Services 

Solar photovoltaic systems 
Switchboards and panelboards 
Theaters, audience areas of motion 
picture and televisión studios, and 
similar locations 

Transformers and transformer vaults 
X-ray equipment 


660 


breaker without overload trip adjustments above its rat¬ 
ing (but that shall be permitted to have other trip or 
rating adjustments). 

(3) The next higher standard rating selected does not ex- 
ceed 800 amperes. 

(C) Overcurrent Devices Rated over 800 Amperes. 

Where the overcurrent device is rated over 800 amperes, 
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the ampacity of the conductors it protects shall be equal to 
or greater than the rating of the overcurrent device defined 
in 240.6. 

(D) Small Conductors. Unless specifically permitted in 
240.4(E) or (G), the overcurrent protection shall not exceed 
that required by (D)(l) through (D)(7) after any correction 
factors for ambient temperature and number of conductors 
have been applied. 

(1) 18 AWG Copper. 7 amperes, provided all the follow- 
ing conditions are met: 

(1) Continuous loads do not exceed 5.6 amperes. 

(2) Overcurrent protection is provided by one of the fol¬ 
io wing: 

a. Branch-circuit-rated circuit breakers listed and 
marked for use with 18 AWG copper wire 

b. Branch-circuit-rated fuses listed and marked for use 
with 18 AWG copper wire 

c. Class CC, Class J, or Class T fuses 

(2) 16 AWG Copper. 10 amperes, provided all the follow- 
ing conditions are met: 

(1) Continuous loads do not exceed 8 amperes. 

(2) Overcurrent protection is provided by one of the fol-^ 
lo wing: 

a. Branch-circuit-rated circuit breakers listed and 
marked for use with 16 AWG copper wirg 

b. Branch-circuit-rated fuses listed and mafflÉ eci foí1 
with 16 AWG copper wire 

c. Class CC, Class J, or Class T fuses^ 

(3) 14 AWG Copper. 15 amperes . 

(4) 12 AWG Aluminum and Tüopper-Clad 

15 amperes 

(5) 12 AWG Copper. 20 amperes^ 

(6) 10 AWG Aluminum and Coppe^ 

25 amperes 

(7) 10 AWG Copper. 30 amperes 

(E) Tap Conductors. Tap conductors shall be permitted to 
be protected against overcurrent in accordance with the fol- 
lowing: 

(1) 210.19(A)(3) and (A)(4), Household Ranges and Cook- 
ing Apphances and Other Loads 

(2) 240.5(B)(2), Fixture Wire 

(3) 240.21, Location in Circuit 

(4) 368.17(B), Reduction in Ampacity Size of Busway 

(5) 368.17(C), Feeder or Branch Circuits (busway taps) 

(6) 430.53(D), Single Motor Taps 

(F) Transformer Secondary Conductors. Single-phase 
(other than 2-wire) and multiphase (other than delta-delta, 


3-wire) transformer secondary conductors shall not be con- 
sidered to be protected by the primary overcurrent protec- 
tive device. Conductors supplied by the secondary side of a 
single-phase transformer having a 2-wire (single-voltage) 
secondary, or a three-phase, delta-delta connected trans¬ 
former having a 3-wire (single-voltage) secondary, shall be 
permitted to be protected by overcurrent protection pro¬ 
vided on the primary (supply) side of the transformer, pro¬ 
vided this protection is in accordance with 450.3 and does 
not exceed the valué determined by multiplying the second¬ 
ary conductor ampacity by the secondary-to-primary trans¬ 
former voltage ratio. 

(G) Overcurrent Protection for Specific Conductor Ap¬ 
plications. Overcurrent protection for the specific conduc¬ 
tors shall be permittaAto be provided as referenced in Table 
240.4(G). 


Table 240.4(fll 


^Conductor Applications 


Conductor 

Article 

Section 

Air-conditioning and 

440, Parts ni, 


equip^^Kcircuit 
^ conductors 

VI 


Capacitor circuit 

460 

460.8(B) and 

conductors 


460.25(A)-(D) 

Control and 
jWnstrumentation 
^circuit conductors 
Wype ITC) 

727 

727.9 

~ circuit conductors 

630 

630.12 and 630.32 

Fire alarm system 

760 

760.43, 760.45, 

circuit conductors 


760.121, and Chapter 
9, Tables 12(A) and 
12(B) 

Motor-operated 
appliance circuit 
conductors 

422, Part II 


Motor and 

430, Parts II, III, 


motor-control 

IV, V, VI, 


circuit conductors 

VII[ROP10-20] 


Phase converter 
supply conductors 

455 

455.7 

Remote-control, 

725 

725.43, 725.45, 

signaling, and 


725.121, and Chapter 

power-limited 


9, Tables 11 (A) and 

circuit conductors 


H(B) 

Secondary fie 
conductors 

450 

450.6 


240.5 Protection of Flexible Cords, Flexible Cables, and 
Fixture Wires. Flexible cord and flexible cable, including 
tinsel cord and extensión cords, and fixture wires shall be 
protected against overcurrent by either 240.5(A) or (B). 

(A) Ampacities. Flexible cord and flexible cable shall be 
protected by an overcurrent device in accordance with their 
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ampacity as specified in Table 400.5(A)(1) and Table 
400.5(A)(2). Fixture wire shall be protected against over- 
current in accordance with its ampacity as specified in 
Table 402.5. Supplementary overcurrent protection, as cov- 
ered in 240.10, shall be permitted to be an acceptable 
means for providing this protection. 

(B) Branch-Circuit Overcurrent Device. Flexible cord 
shall be protected, where supplied by a branch circuit, in 
accordance with one of the methods described in 
240.5(B)(1), (B)(3), or (B)(4). Fixture wire shall be pro¬ 
tected, where supplied by a branch circuit, in accordance 
with 240.5(B)(2). 

(1) Supply Cord of Listed Appliance or Luminaire. 

Where flexible cord or tinsel cord is approved for and used 
with a specific listed appliance or luminaire, it shall be 
considered to be protected when applied within the appli¬ 
ance or luminaire listing requirements. For the purposes of 
this section, a luminaire may be either portable or perma- 
nent. 

(2) Fixture Wire. Fixture wire shall be permitted to be * 
tapped to the branch-circuit conductor of a branch circuit h 
accordance with the following: 

(1) 20-ampere circuits — 18 AWG, up to 15 m (5(^ 
run length 

(2) 20-ampere circuits — 16 AWG, up to 00 ftlj 

run length 

(3) 20-ampere circuits — 14 AWG jgW 

(4) 30-ampere circuits — 14 AWG a^ 

(5) 40-ampere circuits — 12 M 

(6) 50-ampere circuits -JWtWGl 

(3) Extensión Cord Se® Flexible cord^ed in listed ex¬ 
tensión cord sets shall be co^klered to U protected when 
applied within the extensión co^yist^^requirements. 

(4) Field Assembled Extensión Cord Sets. Flexible cord 
used in extensión cords made with separately listed and 
installed components shall be permitted to be supplied by a 
branch circuit in accordance with the following: 

20-ampere circuits — 16 AWG and larger 

240.6 Standard Ampere Ratings. 

(A) Fuses and Fixed-Trip Circuit Breakers. The stan¬ 
dard ampere ratings for fuses and inverse time circuit 
breakers shall be considered 15, 20, 25, 30, 35, 40, 45, 50, 
60, 70, 80, 90, 100, 110, 125, 150, 175, 200, 225, 250, 300, 
350, 400, 450, 500, 600, 700, 800, 1000, 1200, 1600, 2000, 
2500, 3000, 4000, 5000, and 6000 amperes. Additional 
standard ampere ratings for fuses shall be 1, 3, 6, 10, and 
601. The use of fuses and inverse time circuit breakers with 
nonstandard ampere ratings shall be permitted. 



(B) Adjustable-Trip Circuit Breakers. The rating of 
adjustable-trip circuit breakers having extemal means for 
adjusting the current setting (long-time pickup setting), not 
meeting the requirements of 240.6(C), shall be the máxi¬ 
mum setting possible. 

(C) Restricted Access Adjustable-Trip Circuit Break¬ 
ers. A circuit breaker(s) that has restricted access to the 
adjusting means shall be permitted to have an ampere rat- 
ing(s) that is equal to the adjusted current setting (long-time 
pickup setting). Restricted access shall be defined as lo- 
cated behind one of the following: 

(1) Removable and sealable covers over the adjusting 
means 

(2) Bolted equipment enclosure doors 

(3) Locke^^P>rs accessible only to qualified personnel 

240.8 Fuses or Circuit Breakers in Parallel. Fuses and 
yt brcakei^^yil be permitted to be connected in par- 
H where they a^Brctory assembled in parallel and listed 
^Individual ffTses, circuit breakers, or combinations 
Fshall not otherwise be connected in parallel. 

¡yThernial Devices. Thermal relays and other devices 
pied to open short circuits or ground faults shall 
^ used for the protection of conductors against over¬ 
current due to short circuits or ground faults, but the use of 
such devices shall be permitted to protect motor branch- 
circuit conductors from overload if protected in accordance 
with 430.40. 

240.10 Supplementary Overcurrent Protection. Where 
supplementary overcurrent protection is used for lumi- 
naires, appliances, and other equipment or for internal cir¬ 
cuits and components of equipment, it shall not be used as 
a substitute for required branch-circuit overcurrent devices 
or in place of the required branch-circuit protection. 
Supplementary overcurrent devices shall not be required to 
be readily accessible. 

240.11 Oversized Ungrounded Conductors. Where cir¬ 
cuit conductors are increased in size for voltage drop or 
derating purposes, the conductors shall be marked or 
tagged at the point where the conductor(s) receive their 
supply with the máximum level of overcurrent protection. 
The identification means shall be suitable for the environ- 
ment. [ROP 10-18] 

Exception: Where conditions of maintenance and engi- 
neering supervisión ensure that only qualified persons 
monitor, Service, and document the system. [ROP 10-18] 

240.12 Electrical System Coordination. Where an or- 
derly shutdown is required to minimize the hazard(s) to 
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personnel and equipment, a system of coordination based 
on the foliowing two conditions shall be permitted: 

(1) Coordinated short-circuit protection 

(2) Overload indication based on monitoring systems or 
devices 


di vidual single-pole circuit breakers rated 120/240 volts ac 
with identified handle ties shall be permitted as the protec¬ 
tion for each ungrounded conductor, if the systems have a 
grounded neutral point and the voltage to ground does not 
exceed 120 volts. 


Informational Note: The monitoring system may cause the 
condition to go to alarm, allowing corrective action or an 
orderly shutdown, thereby minimizing personnel hazard 
and equipment damage. 

240.13 Ground-Fault Protection of Equipment. Ground- 
fault protection of equipment shall be provided in accor- 
dance with the provisions of 230.95 for solidly grounded 
wye electrical systems of more than 150 volts to ground but 
not exceeding 1000 volts phase-to-phase for each indi¬ 
vidual device used as a building or structure main discon- 
necting means rated 1000 amperes or more. [ROP 10-24] 
The provisions of this section shall not apply to the 
disconnecting means for the following: 

(1) Continuous industrial processes where a nonorderly 
shutdown will introduce additional or increased haz- 
ards 

(2) Installations where ground-fault protection is provided 
by other requirements for Services or feeders 

(3) Fire pumps 

240.15 Ungrounded Conductors. 

(A) Overcurrent Device Required. A fuse 
rent trip unit of a circuit breaker shall hj 
series with each ungrounded conductor. A c< 
current transformer and overcurrent relay s 
ered equivalent to an overcurrent 

Informational Note: For m 
and XI of Article 430. 

(B) Circuit Breaker as Overcu^fctf Device. Circuit 
breakers shall open all ungrounded conr^Mrof the circuit 
both manually and automatically unless OTnerwise permit¬ 
ted in 240.15(B)(1), (B)(2), (B)(3), and (B)(4). 



(4) 3-Wire Direct-Current Circuits. Individual single- 
pole circuit breakers rated 125/250 volts de with identified 
handle ties shall be permitted as the protection for each 
ungrounded conductor for line-to-line connected loads for 
3-wire, direct-current circuits supplied from a system with 
a grounded neutral where the voltage to ground does not 
exceed 125 volts. 


II. Location 

240.21 Locationá¡^Circuit. Overcurrent protection shall 
be provided h|each ungrounded circuit conductor and shall 
he located dmne pm^^here the conductors receive their 
supply a»ept as speem^^n 240.21(A) through (H). Con- 
ducto^Pupplied under th^»visions of 240.21 (A) through 
(Hj^mall noj^tpply another conductor except through an 
overafcgjMprotective device meeting the requirements of 
240.4^^ 

incn^prcuit Conductors. Branch-circuit tap con- 
ing the requirements specified in 210.19 shall 
permitted to have overcurrent protection as specified in 
0.20. 

Feeder Taps. Conductors shall be permitted to be 
tapped, without overcurrent protection at the tap, to a 
feeder as specified in 240.21(B)(1) through (B)(5). The pro¬ 
visions of 240.4(B) shall not be permitted for tap conduc¬ 
tors. 

(1) Taps Not over 3 m (10 ft) Long. If the length of the 
tap conductors does not exceed 3 m (10 ft) and the tap 
conductors comply with all of the following: 

(1) The ampacity of the tap conductors is 


(1) Multiwire Branch Circuits. Individual single-pole cir¬ 
cuit breakers, with identified handle ties, shall be permitted 
as the protection for each ungrounded conductor of multi¬ 
wire branch circuits that serve only single-phase line-to- 
neutral loads. 

(2) Grounded Single-Phase Alternating-Current Cir¬ 
cuits. In grounded systems, individual single-pole circuit 
breakers rated 120/240 volts ac, with identified handle ties, 
shall be permitted as the protection for each ungrounded 
conductor for line-to-line connected loads for single-phase 
circuits. 


a. Not less than the combined calculated loads on the 
circuits supplied by the tap conductors, and 

b. Not less than the rating of the equipment containing 
an overcurrent device(s) supplied by the tap conduc¬ 
tors or not less than the rating of the overcurrent 
protective device at the termination of the tap con¬ 
ductors. [ROP 10-32] 

Exception: Listed surge protective device(s) (SPD) in- 
stalled in accordance with 285.23 or 285.24. [ROP 10-32] 
(2) The tap conductors do not extend beyond the switch- 
board, switchgear, panelboard, disconnecting means, or 
control devices they supply. [ROP 9-14r] 


(3) 3-Phase and 2-Phase Systems. For line-to-line loads (3) Except at the point of connection to the feeder, the tap 
in 4-wire, 3-phase systems or 5-wire, 2-phase systems, in- conductors are enclosed in a raceway, which shall ex- 
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tend from the tap to the enclosure of an enclosed 
switchboard, switchgear, panelboard, or control de- 
vices, or to the back of an open switchboard. [ROP 
9-14r] 

(4) For field installations, if the tap conductors leave the 
enclosure or vault in which the tap is made, the ampac- 
ity of the tap conductors is not less than one-tenth of 
the rating of the overcurrent device protecting the 
feeder conductors. 


walls and the installation complies with all the following 
conditions: 

(1) Conditions of maintenance and supervisión ensure that 
only qualified persons Service the systems. 

(2) The tap conductors are not o ver 7.5 m (25 ft) long 
horizontally and not over 30 m (100 ft) total length. 

(3) The ampacity of the tap conductors is not less than 
one-third the rating of the overcurrent device protecting 
the feeder conductors. 


Informational Note: For overcurrent protection require- 
ments for panelboards, see 408.36. 

(2) Taps Not over 7.5 m (25 ft) Long. Where the length of 
the tap conductors does not exceed 7.5 m (25 ft) and the tap 
conductors comply with all the following: 

(1) The ampacity of the tap conductors is not less than 
one-third of the rating of the overcurrent device pro¬ 
tecting the feeder conductors. 

(2) The tap conductors terminate in a single circuit breaker 
or a single set of fuses that limit the load to the ampac¬ 
ity of the tap conductors. This device shall be permitted < 
to supply any number of additional overcurrent devices 
on its load side. 

(3) The tap conductors are protected from physical cf 
by being enclosed in an approved raceway or by’f&fier''* 
approved means. 

(3) Taps Supplying a Transforme] 
ondary Not over 7.5 m (25 ft) Lon¡ 

ductors supply a transformer and co 
lowing conditions: 

(1) The conductors sup 
have an ampacity 
overcurrent device 

(2) The conductors suppl 
former shall have an 
valué of the primary-to-secorf! 
plied by one-third of the rating of the overcurrent de¬ 
vice protecting the feeder conductors. 

(3) The total length of one primary plus one secondary 
conductor, excluding any portion of the primary con¬ 
ductor that is protected at its ampacity, is not over 7.5 
m (25 ft). 

(4) The primary and secondary conductors are protected 
from physical damage by heing enclosed in an ap¬ 
proved raceway or hy other approved means. 

(5) The secondary conductors terminate in a single circuit 
breaker or set of fuses that limit the load current to not 
more than the conductor ampacity that is permitted by 
310.15. 

(4) Taps over 7.5 m (25 ft) Long. Where the feeder is in a 
high hay manufacturing building over 11 m (35 ft) high at 




o^^fansformer 
ig of the 
conductors. 
[ary of the trans- 
not less than the 
voltage ratio multi- 


(4) The tap conductors terminate at a single circuit breaker 
or a single set of fuses that limit the load to the ampac¬ 
ity of the tap conductors. This single overcurrent de¬ 
vice shall be permitted to supply any number of addi¬ 
tional overcurrent devices on its load side. 

(5) The tap^Aductors are protected from physical damage 
by beú^^nclosed in an approved raceway or by other 
approved means. 

(6) G^etap co®bctors are continuous from end-to-end and 
^ontain no spk^. 

F7) TheJap conducid are sized 6 AWG copper or 4 AWG 
prnum or larger. 

*he tap conductors do not penétrate walls, floors, or 
gjlings. 

>ap is made no less than 9 m (30 ft) from the floor. 
futside Taps of Unlimited Length. Where the con¬ 
ductors are located outside of a building or structure, except 
at the point of load termination, and comply with all of the 
following conditions: 

(1) The tap conductors are protected from physical damage 
in an approved manner. [ROP 10-36] 

(2) The tap conductors terminate at a single circuit breaker 
or a single set of fuses that limits the load to the am¬ 
pacity of the tap conductors. This single overcurrent 
device shall be permitted to supply any number of ad¬ 
ditional overcurrent devices on its load side. [ROP 
10-36] 

(3) The overcurrent device for the tap conductors is an 
integral part of a disconnecting means or shall be lo¬ 
cated immediately adjacent thereto. [ROP 10-36] 

(4) The disconnecting means for the tap conductors is in- 
stalled at a readily accessible location complying with 
one of the following: [ROP 10-36] 

a. Outside of a building or structure 

b. Inside, nearest the point of entrance of the tap con¬ 
ductors [ROP 10-36] 

c. Where installed in accordance with 230.6, nearest 
the point of entrance of the tap conductors [ROP 
10-36] 

(C) Transformer Secondary Conductors. A set of con¬ 
ductors feeding a single load, or each set of conductors 
feeding sepárate loads, shall be permitted to be connected 
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to a transformer secondary, without overcurrent protection 
at the secondary, as specified in 240.21(C)(1) through 
(C)(6). The provisions of 240.4(B) shall not be permitted 
for transformer secondary conductors. 

Informational Note: For overcurrent protection require- 
ments for transformers, see 450.3. 

(1) Protection by Primary Overcurrent Device. Conduc¬ 
tors supplied by the secondary side of a single-phase trans¬ 
former having a 2-wire (single-voltage) secondary, or a 
three-phase, delta-delta connected transformer having a 
3-wire (single-voltage) secondary, shall be permitted to be 
protected by overcurrent protection provided on the pri¬ 
mary (supply) side of the transformer, provided this protec¬ 
tion is in accordance with 450.3 and does not exceed the 
valué determined by multiplying the secondary conductor 
ampacity by the secondary-to-primary transformer voltage 
ratio. 

Single-phase (other than 2-wire) and multiphase (other 
than delta-delta, 3-wire) transformer secondary conductors 
are not considered to be protected by the primary overcur¬ 
rent protective device. 

(2) Transformer Secondary Conductors Not over 3 m 
(10 ft) Long. If the length of secondary conductor does noy 
exceed 3 m (10 ft) and complies with all of the following:^ 

(1) The ampacity of the secondary conductors is 

a. Not less than the combined calculated loy 
circuits supplied by the secondary cond^Rors, 1 

b. Not less than the rating of the equipj^pt conta* 
an overcurrent device(s) supplied by^ 
conductors or not less thai^jj^ ratn^Jof the 
overcurrent-protective de\^^RI 
the secondary conductom,,[ROP 10-3Í 

Exception: Usted surge protecn^^device(s) M>PP) in- 
stalled in accordance with 285.23^^^.24. UBOP 10-39] 

(2) The secondary conductors do not extena beyond the 
switchboard, switchgear, panel boarcp disconnecting 
means, or control devices they supply. [ROP 9-14s] 

(3) The secondary conductors are enclosed in a raceway, 
which shall extend from the transformer to the enclo- 
sure of an enclosed switchboard, switchgear, panel- 
board, or control devices or to the back of an open 
switchboard. [ROP 9-14s] 

(4) For field installations where the secondary conductors 
leave the enclosure or vault in which the supply con- 
nection is made, the rating of the overcurrent device 
protecting the primary of the transformer, multiplied by 
the primary to secondary transformer voltage ratio, 
shall not exceed 10 times the ampacity of the second¬ 
ary conductor. 

Informational Note: For overcurrent protection require- 
ments for panelboards, see 408.36. 


(3) Industrial Installation Secondary Conductors Not 
over 7.5 m (25 ft) Long. For the supply of switchgear and 
switchboards in industrial installations only, where the 
length of the secondary conductors does not exceed 7.5 m 
(25 ft) and complies with all of the foliowing: [ROP 
10-42] 

(1) Conditions of maintenance and supervisión ensure that 
only qualified persons Service the systems. 

(2) The ampacity of the secondary conductors is not less 
than the secondary current rating of the transformer, 
and the sum of the ratings of the overcurrent devices 
does not exceed the ampacity of the secondary conduc¬ 
tors. 

(3) All overcurrent devices are grouped. 

(4) The secondary ogpductors are protected from physical 
damage by enclosed in an approved raceway or 
by other ¡uM^ed means. 

(4) OutsideSeconda^^Conductors. Where the conduc¬ 
tors ara^rcated outdoora^ta building or structure, except 
at dj^píint oOoad termin^Bn, and comply with all of the 
following conditions: 

(1) "raft^ductors are protected from physical damage in 
wed manner. 

^connwors terminate at a single circuit breaker or 
fcset of fuses that limit the load to the ampacity 
of the conductors. This single overcurrent device shall 
be permitted to supply any number of additional over- 
i current devices on its load side. 

) The overcurrent device for the conductors is an integral 
part of a disconnecting means or shall be located im- 
mediately adjacent thereto. 

(4) The disconnecting means for the conductors is installed 
at a readily accessible location complying with one of 
the following: 

a. Outside of a building or structure 

b. Inside, nearest the point of entrance of the conduc¬ 
tors 

c. Where installed in accordance with 230.6, nearest 
the point of entrance of the conductors 

(5) Secondary Conductors from a Feeder Tapped 
Transformer. Transformer secondary conductors installed 
in accordance with 240.21(B)(3) shall be permitted to have 
overcurrent protection as specified in that section. 

(6) Secondary Conductors Not over 7.5 m (25 ft) Long. 

Where the length of secondary conductor does not exceed 
7.5 m (25 ft) and complies with all of the following: 

(1) The secondary conductors shall have an ampacity that 
is not less than the valué of the primary-to-secondary 
voltage ratio multiplied by one-third of the rating of the 
overcurrent device protecting the primary of the trans¬ 
former. 
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(2) The secondary conductors termínate in a single Circuit 
breaker or set of fuses that limit the load current to not 
more than the conductor ampacity that is permitted by 
310.15. 

(3) The secondary conductors are protected from physical 
damage by being enclosed in an approved raceway or 
by other approved means. 


(2) For supplementary overcurrent protection, as described 
in 240.10. 

(3) For overcurrent devices, as described in 225.40 and 
230.92. 

(4) For overcurrent devices adj acent to utilization equip- 
ment that they supply, access shall be permitted to be 
by portable means. 


(D) Service Conductors. Service conductors shall be per¬ 
mitted to be protected by overcurrent devices in accordance 
with 230.91. 

(E) Busway Taps. Busways and busway taps shall be per¬ 
mitted to be protected against overcurrent in accordance 
with 368.17. 

(F) Motor Circuit Taps. Motor-feeder and branch-circuit 
conductors shall be permitted to be protected against over¬ 
current in accordance with 430.28 and 430.53, respectively. 

(G) Conductors from Generator Termináis. Conductors 
from generator termináis that meet the size requirement ii 
445.13 shall be permitted to be protected against overload < 
by the generator overload protective device(s) required by 
445.12. 

(H) Battery Conductors. Overcurrent protection sli^ 
permitted to be installed as cióse as practicable to the^_ 
age battery termináis in an unclassified kxiation. Installí 
tion of the overcurrent protection withii^ínaza^«us (cien 
sified) location shall also be permitt^ 

240.22 Grounded Conductor. No ovi 

be connected in series with 
ally grounded, unless onejt 
met: 

(I) The overcurrent device^fc^is all confflíctors of the Cir¬ 
cuit, including the ground^^mdi^w, and is designed 
so that no pole can opérate í^fcwidently. 

(2) Where required by 430.36 or 430.37 for motor over¬ 
load protection. 



(B) Occupancy. Each occupant shall have ready access to 
all overcurrent devices protecting the conductors supplying 
that occupancy, unless otherwise permitted in 240.24(B)(1) 
and (B)(2). 

(1) Service and Feeder Overcurrent Devices. Where 
electric Service and electrical maintenance are provided by 
the building nwiagement and where these are under con- 
tinuous bui^B^ management supervisión, the Service over¬ 
current d^Kes and feeder overcurrent devices supplying 
mored^m (^^¡ccupancy shall be permitted to be acces- 
konly to alkuázed management personnel in the fol- 
mg: 

^1) Mujfcple-occupaircy buildings 
Prest rooms or guest suites 

(ÜWKranch-Circuit Overcurrent Devices. Where electric 
__ serra^^nd electrical maintenance are provided by the 
ying management and where these are under continu- 
^uilding management supervisión, the branch-circuit 
overcurrent devices supplying any guest rooms or guest 
suites without permanent provisions for cooking shall be 
permitted to be accessible only to authorized management 
personnel. 

(C) Not Exposed to Physical Damage. Overcurrent de¬ 
vices shall be located where they will not be exposed to 
physical damage. 

Informational Note: See 110.11, Deteriorating Agents. 

(D) Not in Vicinity of Easily Ignitible Material. Overcur¬ 
rent devices shall not be located in the vicinity of easily 
ignitible material, such as in clothes closets. 


240.23 Change in Size of Grounded Conductor. Where a 
change occurs in the size of the ungrounded conductor, a 
similar change shall be permitted to be made in the size of 
the grounded conductor. 

240.24 Location in or on Premises. 

(A) Accessibility. Overcurrent devices shall be readily ac¬ 
cessible and shall be installed so that the center of the grip 
of the operating handle of the switch or circuit breaker, 
when in its highest position, is not more than 2.0 m (6 ft 
7 in.) above the floor or working platform, unless one of the 
foliowing applies: 

(1) For busways, as provided in 368.17(C). 


(E) Not Located in Bathrooms. In dwelling units, dormi- 
tories, and guest rooms or guest suites, overcurrent devices, 
other than supplementary overcurrent protection, shall not 
be located in bathrooms. 

(F) Not Located over Steps. Overcurrent devices shall not 
be located over steps of a stairway. 

III. Enclosures 
240.30 General. 

(A) Protection from Physical Damage. Overcurrent de¬ 
vices shall be protected from physical damage by one of the 
following: 
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(1) Installation in enclosures, cabinets, cutout boxes, or 
equipment assemblies 

(2) Mounting on open-type switchboards, panelboards, or 
control boards that are in rooms or enclosures free from 
dampness and easily ignitible material and are acces- 
sible only to qualified personnel 

(B) Operating Handle. The operating handle of a circuit 
breaker shall be permitted to be accessible without opening 
a door or cover. 

240.32 Damp or Wet Locations. Enclosures for overcur- 
rent devices in damp or wet locations shall comply with 


(1) Circuits not exceeding 125 volts between conductors 

(2) Circuits supplied by a system having a grounded neu¬ 
tral point where the line-to-neutral voltage does not 
exceed 150 volts 

(B) Marking. Each fuse, fuseholder, and adapter shall be 
marked with its ampere rating. 

(C) Hexagonal Configuration. Plug fuses of 15-ampere 
and lower rating shall be identified by a hexagonal configu¬ 
ration of the window, cap, or other prominent part to dis- 
tinguish them from fuses of higher ampere ratings. 


312.2. 

240.33 Vertical Position. Enclosures for overcurrent de¬ 
vices shall be mounted in a vertical position unless that is 
shown to be impracticable. Circuit breaker enclosures shall 
be permitted to be installed horizontally where the circuit 
breaker is installed in accordance with 240.81. Listed 
busway plug-in units shall be permitted to be mounted in 
orientations corresponding to the busway mounting posi¬ 
tion. 


IV. Disconnecting and Guarding 
240.40 Disconnecting Means for Fuses. Cartridge fuses 
in circuits of any voltage where accessible to other than 
qualified persons, and all fuses in circuits over 151 
ground, shall be provided with a disconnecth 
their supply side so that each circuit containú^fuse! 
independently disconnected from the sourS^tfpi 
current-limiting device without a disc onnect ing^Éffs sha 
be permitted on the supply side of ti^W^^disc^krctin 
means as permitted by 23O.SJ0K s 
means shall be permitted on tnKaipply side o^iore than 
one set of fuses as permitted b^430.112, ExMption, for 
group operation of motors and 424!^K0 foj^Bred electric 
space-heating equipment. 


(D) No Energized Parts. Plug fuses, fuseholders, and 
adapters shall have no exposed energized parts after fuses 
or fuses and adapte^jave been installed. 


(E) Screw S 
shall be coni 



screw shell of a plug-type fuseholder 
side of the circuit. 


in. Plug fuses of the Edison-base type 
ied at not over 125 volts and 30 amperes and 


it Only. Plug fuses of the Edison-base type 
only for replacements in existing installations 
:re there is no evidence of overfusing or tampering. 

Jp.52 Edison-Base Fuseholders. Fuseholders of the 
mi son-base type shall be installed only where they are 
*made to accept Type S fuses hy the use of adapters. 

240.53 Type S Fuses. Type S fuses shall be of the plug 
type and shall comply with 240.53(A) and (B). 

(A) Classification. Type S fuses shall be classified at not 
over 125 volts and 0 to 15 amperes, 16 to 20 amperes, and 
21 to 30 amperes. 


240.41 Arcing or Suddenly Moving Parts. Arcing or sud- 
denly moving parts shall comply with 240.41(A) and (B). 

(A) Location. Fuses and circuit breakers shall be located 
or shielded so that persons will not be burned or otherwise 
injured by their operation. 

(B) Suddenly Moving Parts. Handles or levers of circuit 
breakers, and similar parts that may move suddenly in such 
a way that persons in the vicinity are likely to be injured by 
being struck by them, shall be guarded or isolated. 


(B) Noninterchangeable. Type S fuses of an ampere clas¬ 
sification as specified in 240.53(A) shall not be inter- 
changeable with a lower ampere classification. They shall 
be designed so that they cannot be used in any fuseholder 
other than a Type S fuseholder or a fuseholder with a Type 
S adapter inserted. 

240.54 Type S Fuses, Adapters, and Fuseholders. 

(A) To Fit Edison-Base Fuseholders. Type S adapters 
shall fit Edison-base fuseholders. 


V. Plug Fuses, Fuseholders, and Adapters 
240.50 General. 

(A) Máximum Voltage. Plug fuses shall be permitted to 
be used in the foliowing circuits: 


(B) To Fit Type S Fuses Only. Type S fuseholders and 
adapters shall be designed so that either the fuseholder it- 
self or the fuseholder with a Type S adapter inserted cannot 
be used for any fuse other than a Type S fuse. 
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(C) Nonremovable. Type S adapters shall be designed so 
that once inserted in a fuseholder, they cannot be removed. 

(D) Nontamperable. Type S fuses, fuseholders, and adapt¬ 
ers shall be designed so that tampering or shunting (bridg- 
ing) would be difficult. 

(E) Interchangeability. Dimensions of Type S fuses, fuse¬ 
holders, and adapters shall be standardized to permit inter¬ 
changeability regardless of the manufacturen 

VI. Cartridge Fuses and Fuseholders 


VII. Circuit Breakers 

240.80 Method of Operation. Circuit breakers shall be 
trip free and capable of being closed and opened by manual 
operation. Their normal method of operation by other than 
manual means, such as electrical or pneumatic, shall be 
permitted if means for manual operation are also provided. 

240.81 Indicating. Circuit breakers shall clearly indicate 
whether they are in the open “off ’ or closed “on” position. 

Where Circuit breaker handles are operated vertically 
rather than rotationally or horizontally, the “up” position of 
the handle shall be the “on” position. 


240.60 General. 

(A) Máximum Voltage — 300-Volt Type. Cartridge fuses 
and fuseholders of the 300-volt type shall be permitted to 
be used in the foliowing circuits: 

(1) Circuits not exceeding 300 volts between conductors 

(2) Single-phase line-to-neutral circuits supplied from a 
3-phase, 4-wire, solidly grounded neutral source where 
the line-to-neutral voltage does not exceed 300 volts 

(B) Noninterchangeable — 0-6000-Ampere Caí 
Fuseholders. Fuseholders shall be designed so that 
be difficult to put a fuse of any given class into a fuse 
that is designed for a current lower, or volt; 
that of the class to which the fuse belorn 
current-limiting fuses shall not perra^ 
that are not current-limiting. 




either by 
to the 


(C) Marking. Fuses shall 
printing on the fuse b¡ 
barrel showing the folk 

(1) Ampere rating 

(2) Voltage rating 

(3) Interrupting rating where othet^Han 10,000 amperes 

(4) Current limiting where applicable 

(5) The ñame or trademark of the manufacturer 



240.82 Nontamperable. A circuit breaker shall be of such 
design that anv alteration of its trip point (calibration) or 
the time rea^^d for its operation requires dismantling of 
the devio^^n breaking of a seal for other than intended 
adjusüi 


r (A) Durable and Visible. Circuit breakers shall be marked 
teir ampere rating in a manner that will be durable 
isible after installation. Such marking shall be permit- 
made visible by removal of a trim or cover. 

ication. Circuit breakers rated at 100 amperes or less 
ancTTOOO volts or less shall have the ampere rating molded, 
stamped, etched, or similarly marked into their handles or 
escutcheon areas. [ROP 10-51] 

(C) Interrupting Rating. Every circuit breaker having an 
interrupting rating other than 5000 amperes shall have its 
interrupting rating shown on the circuit breaker. The inter¬ 
rupting rating shall not be required to be marked on circuit 
breakers used for supplementary protection. 

(D) Used as Switches. Circuit breakers used as switches in 
120-volt and 277-volt fluorescent lighting circuits shall be 
listed and shall be marked SWD or HID. Circuit breakers 
used as switches in high-intensity discharge lighting cir¬ 
cuits shall be listed and shall be marked as HID. 


The interrupting rating shall not be required to be 
marked on fuses used for supplementary protection. 

(D) Renewable Fuses. Class H cartridge fuses of the re- 
newable type shall be permitted to be used only for replace- 
ment in existing installations where there is no evidence of 
overfusing or tampering. 

240.61 Classification. Cartridge fuses and fuseholders 
shall be classified according to voltage and amperage 
ranges. Fuses rated 1000 volts, nominal, or less shall be 
permitted to be used for voltages at or below their ratings. 

[ROP 10-50] 


(E) Voltage Marking. Circuit breakers shall be marked 
with a voltage rating not less than the nominal system volt- 
age that is indicative of their capability to interrupt fault 
currents between phases or phase to ground. 

240.85 Applications. A circuit breaker with a straight volt- 
age rating, such as 240V or 480V, shall be permitted to be 
applied in a circuit in which the nominal voltage between 
any two conductors does not exceed the circuit breaker’s 
voltage rating. A two-pole circuit breaker shall not be used 
for protecting a 3-phase, corner-grounded delta circuit un- 
less the circuit breaker is marked l(|)-3(j) to indicate such 
suitability. 
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A circuit breaker with a slash rating, such as 120/240V 
or 480Y/277V, shall be permitted to be applied in a solidly 
grounded circuit where the nominal voltage of any conduc¬ 
tor to ground does not exceed the lower of the two valúes 
of the circuit breaker’s voltage rating and the nominal volt- 
age between any two conductors does not exceed the higher 
valué of the circuit breaker’s voltage rating. 

Informational Note: Proper application of molded case cir¬ 
cuit breakers on 3-phase systems, other than solidly 
grounded wye, particularly on comer grounded delta Sys¬ 
tems, considers the circuit breakers’ individual pole- 
intemipting capability. 


(2) Does not have an instantaneous trip function engaged 
and 

(3) Does not have an instantaneous override or the instan¬ 
taneous override setting is above the arcing current 
then (A) and (B) shall apply. 

(A) Documentation. Documentation shall be available to 
those authorized to design, install, opérate, or inspect the 
installation as to the location of the circuit breaker(s). 

[ROP 10-53a] 

(B) Method to Reduce Clearing Time. One of the foflow- 
ing means shall be provided: [ROP 10-53a] 


240.86 Series Ratings. Where a circuit breaker is used on 
a circuit having an available fault current higher than the 
marked interrupting rating by being connected on the load 
side of an acceptable overcurrent protective device having a 
higher rating, the circuit breaker shall meet the require- 
ments specified in (A) or (B), and (C). 

(A) Selected Under Engineering Supervisión in Existing 
Installations. The series rated combination devices shall be 
selected by a licensed professional engineer engaged pri- 
marily in the design or maintenance of electrical installa¬ 
tions. The selection shall be documented and stamped byá 
the professional engineer. This documentation shall bel 
available to those authorized to design, install, inspect, 
maintain, and opérate the system. This series c 
rating, including identification of the upstreami 
be field marked on the end use equipment.^ 

For calculated applications, the enginee 
that the downstream circuit breaker/ 
series combination remain passiv^ 
period of the line side fully rat^Bc 



line-side 
í) is tested 
as switch- 


(B) Tested Combinations. The' 

overcurrent device and load-side 
and marked on the end use equipmil 
boards and panelboards. 

Informational Note to (A) and (B): See 110.22 for marking of 
series combination systems. 

(C) Motor Contribution. Series ratings shall not be used 
where 


(1) Zone-selective interlocking or 

(2) Differential relaying or 

(3) Energy-reducn^Wíaintenance switching with local sta¬ 
tus indicatoj^^ 

(4) Energy-o*Ki^«ctive are flash mitigation system 

(5) An aníÉroved equWtent means 

mational Note No.^^^An energy-reducing mainte- 
Ihllows a worker to set a circuit breaker trip 
rintentional delay” to reduce the clearing time 
Fworker is working within an are-flash boundary 
i NFPA 70E-2009, Standard for Electrical 
Workplace, and then to set the trip unit back to 
mng after the potentially hazardous work is 
p[ROP 10-53a] 

Informational Note No. 2: An energy-reducing active are 
flash mitigation system helps in reducing arcing duration in 
the electrical distribution system. No change in circuit 
breaker or the settings of other devices is required during 
maintenance when a worker is working within an are-flash 
boundary as defined in NFPA 70E-2012, Standard for Elec¬ 
trical Safety in the Workplace. [ROP 10-53a] 

VIII. Supervised Industrial Installations 

240.90 General. Overcurrent protection in areas of super¬ 
vised industrial installations shall comply with all of the 
other applicable provisions of this article, except as pro¬ 
vided in Part VIII. The provisions of Part VIII shall be 
permitted only to apply to those portions of the electrical 
system in the supervised industrial installation used exclu- 
sively for manufacturing or process control activities. 


(1) Motors are connected on the load side of the higher- 
rated overcurrent device and on the line side of the 
lower-rated overcurrent device, and 

(2) The sum of the motor full-load currents exceeds 1 per- 
cent of the interrupting rating of the lower-rated circuit 
breaker. 

240.87 Noninstantaneous Trip. Where a circuit breaker: 
[ROP 10-53a] 

(1) Utilizes short time delay and 


240.91 Protection of Conductors. Conductors shall be 
protected in accordance with 240.91(A) or (B). 

(A) General. Conductors shall be protected in accordance 
with 240.4. 

(B) Devices Rated Over 800 Amperes. Where the over¬ 
current device is rated over 800 amperes, the ampacity of 
the conductors it proteets shall be equal to or greater than 
95 percent of the rating of the overcurrent device specified 
in 240.6 in accordance with (B)(l) and (2). 
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240.92 


(1) The conductors are protected within recognized time 
vs. current limits for short-circuit currents 

(2) All equipment in which the conductors termínate is 
listed and marked for the application 

240.92 Location in Circuit. An overcurrent device shall 
be connected in each ungrounded Circuit conductor as re- 
quired in 240.92(A) through (E). 

(A) Feeder and Branch-Circuit Conductors. Feeder and 
branch-circuit conductors shall be protected at the point the 
conductors receive their supply as permitted in 240.21 or as 
otherwise permitted in 240.92(B), (C), (D), or (E). 


Table 240.92(B) Tap Conductor Short-Circuit Current 
Ratings. 


Tap conductors are considered to be protected under 
short-circuit conditions when their short-circuit temperature 
limit is not exceeded. Conductor heating under short-circuit 
conditions is determined by (1) or (2): 

(1) Short-Circuit Formula for Copper Conductors 

iI 2 /A 2 )t = 0.0297 log 10 í(T 2 + 234)/(7\ + 234)] 

(2) Short-Circuit Formula for Aluminum Conductors 

(. I 2 /A 2 )t = 0.0125 log 10 [(T 2 + 228)/(7", + 228)] 


(B) Feeder Taps. For feeder taps specified in 
240.21(B)(2), (B)(3), and (B)(4), the tap conductors shall 
be permitted to be sized in accordance with Table 
240.92(B). 

(C) Transformer Secondary Conductors of Separately 
Derived Systems. Conductors shall be permitted to be con¬ 
nected to a transformer secondary of a separately derived 
system, without overcurrent protection at the connection, 
where the conditions of 240.92(C)(1), (C)(2), and (C)(3) 
are met. 

(1) Short-Circuit and Ground-Fault Protection^ 

conductors shall be protected from short-circuit 
ground-fault conditions by complying 
lowing conditions: 

(1) The length of the secondary coi 
ceed 30 m (100 ft) and the tran: 
current device has a rating 
ceed 150 percent 
multiplying the seco™ffy conduc 
secondary-to-primaiyfcansformer 

(2) The conductors are pm«ted by 
with a trip setting equal 
ampacity. 

Informational Note: A differential relay is connected to be 
sensitive only to short-circuit or fault currents within the 
protected zone and is normally set much lower than the 
conductor ampacity. The differential relay is connected to 
trip protective devices that de-energize the protected con¬ 
ductors if a short-circuit condition occurs. 




:ent in amperes 
circular mils 

seconds (for times less than or equal 

fí) = initíal conductor temperature in degrees Celsius. 

Wt. nal conductor temperature in degrees Celsius. 
CopT^fccpnductor with paper, rubber, vamished cloth insulation, 

/, 2Ó0 

Copper conductor with thermoplastic insulation, T 2 = 150 


by 

•y by the 
ige ratio. 
lifferential relay 
’an the conductor 


Aluminum conductor with thermoplastic insulation, T 2 = 150 


Aluminum conductor with ethylene propylene rubber insulation, 
T 2 = 250 


(3) The conductors shall be considered to be protected if 
calculations, made under engineering supervisión, de¬ 
termine that the system overcurrent devices will protect 
the conductors within recognized time vs. current limits 
for all short-circuit and ground-fault conditions. 

(2) Overload Protection. The conductors shall be pro¬ 
tected against overload conditions by complying with one 
of the foliowing: 

(1) The conductors termínate in a single overcurrent device 
that will limit the load to the conductor ampacity. 


(2) The sum of the overcurrent devices at the conductor 
termination limits the load to the conductor ampacity. 
The overcurrent devices shall consist of not more than 
six circuit breakers or sets of fuses, mounted in a single 
enclosure, in a group of sepárate enclosures, or in or on 
a switchboard or switchgear. There shall be no more 
than six overcurrent devices grouped in any one loca¬ 
tion. [ROP 9-15a] 

Overcurrent relaying is connected [with a current trans¬ 
forméis), if needed] to sense all of the secondary con- 
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ductor current and limit the load to the conductor am- 
pacity by opening upstream or downstream devices. 

(4) Conductors shall be considered to be protected if cal- 
culations, made under engineering supervisión, deter¬ 
mine that the system overcurrent devices will protect 
the conductors from overload conditions. 

(3) Physical Protection. The secondary conductors are 
protected from physical damage by being enclosed in an 
approved raceway or by other approved means. 

(D) Outside Feeder Taps. Outside conductors shall be 
permitted to be tapped to a feeder or to be connected at a 
transformer secondary, without overcurrent protection at 
the tap or connection, where all the following conditions 
are met: 

(1) The conductors are protected from physical damage in 
an approved manner. 

(2) The sum of the overcurrent devices at the conductor 
termination limits the load to the conductor ampacity. 
The overcurrent devices shall consist of not more than 
six circuit breakers or sets of fuses mounted in a single 
enclosure, in a group of sepárate enclosures, or in or on 
a switchboard or switchgear. There shall be no more 
than six overcurrent devices grouped in any one loca- 
tion. [ROP 9-15b] 

(3) The tap conductors are installed outdoors of a building 1 
or structure except at the point of load termin ation . 

(4) The overcurrent device for the conductors is^^Mfcral 
part of a disconnecting means or shall h^^cated ñ 
mediately adj acent there to. 

(5) The disconnecting means for the condül 
stalled at a readily accessible 1< 
one of the following: 

a. Outside of a building c^fcucture 

b. Inside, nearest the point of rant rance 
tors 

c. Where installed in acc 
the point of entrance o 

(E) Protection by Primary Overcurrent Device. Con¬ 
ductors supplied by the secondary side of a transformer 
shall be permitted to be protected by overcurrent protection 
provided on the primary (supply) side of the transformer, 
provided the primary device time-current protection char- 
acteristic, multiplied by the máximum effective primary-to- 
secondary transformer voltage ratio, efifectively proteets the 
secondary conductors. 

IX. Overcurrent Protection Over 1000 Volts, Nominal 
[ROP 10-60] 

240.100 Feeders and Branch Circuits. 

(A) Location and Type of Protection. Feeder and branch- 
circuit conductors shall have overcurrent protection in each 



conduc- 


nearest 


ungrounded conductor located at the point where the con¬ 
ductor receives its supply or at an altemative location in the 
circuit when designed under engineering supervisión that 
ineludes but is not limited to considering the appropriate 
fault studies and time-current coordination analysis of the 
protective devices and the conductor damage curves. The 
overcurrent protection shall be permitted to be provided by 
either 240.100(A)(1) or (A)(2). 

(1) Overcurrent Relays and Current Transformers. Cir¬ 
cuit breakers used for overcurrent protection of 3-phase 
circuits shall have a minimum of three overcurrent relay 
elements operated from three current transformers. The 
sepárate overcurrent relay elements (or protective func- 
tions) shall be permitted to be part of a single electronic 
protective relay unit^ 

On 3-phase. 3^ffre circuits, an overcurrent relay ele- 
ment in the re^^^Lcircuit of the current transformers shall 
be permitteMrrepke one of the phase relay elements. 

An ojAcurrent relS^dement, operated from a current 
transfa^Kr that links alW^tses of a 3-phase, 3-wire cir¬ 
cuit, shall bejAmitted to replace the residual relay element 
anc^*e jMhe phase-conductor current transformers. 
Wher^®Wieutral conductor is not regrounded on the load 
^side of t^^trcuit as permitted in 250.184(B), the current 
TmI be permitted to link all 3-phase conduc- 
^grounded circuit conductor (neutral). 

) Fuses. A fuse shall be connected in series with each 
«grounded conductor. 

B) Protective Devices. The protective device(s) shall be 
capable of detecting and interrupting all valúes of current 
that can occur at their location in excess of their trip-setting 
or melting point. 

(C) Conductor Protection. The operating time of the pro¬ 
tective device, the available short-circuit current, and the 
conductor used shall be coordinated to prevent damaging or 
dangerous temperatures in conductors or conductor insula- 
tion under short-circuit conditions. 

240.101 Additional Requirements for Feeders. 

(A) Rating or Setting of Overcurrent Protective De¬ 
vices. The continuous ampere rating of a fuse shall not 
exceed three times the ampacity of the conductors. The 
long-time trip element setting of a breaker or the minimum 
trip setting of an electronically actuated fuse shall not ex¬ 
ceed six times the ampacity of the conductor. For fire 
pumps, conductors shall be permitted to be protected for 
overcurrent in accordance with 695.4(B)(2). 

(B) Feeder Taps. Conductors tapped to a feeder shall be 
permitted to be protected by the feeder overcurrent device 
where that overcurrent device also proteets the tap conduc- 
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ARTICLE 250 
Grounding and Bonding 


I. General 


250.1 Scope. This article covers general requirements for 
grounding and bonding of electrical installations, and the 
specific requirements in (1) through (6). 

(1) Systems, circuits, and equipment required, permitted, 
or not permitted to be grounded 

(2) Circuit conductor to be grounded on grounded systems 

(3) Location of grounding connections 

(4) Types and sizes of grounding and bonding conductors 
and electrodes 


(5) Methods of grounding and bonding 

(6) Conditions under which guards, isolation, or insulation 
may be substituted for grounding 

Informational Note: See Figure 250.1 for information on 
the organization of Article 250 covering grounding and 
bonding requirements. 



Part IX Instruments, 
meters, and relays 


Figure 250.1 Grounding and Bonding. [ROP 5-45] 


250.2 Definitions. 


Bonding Jumper, Supply-Side. A conductor installed on 
the supply side of a Service or within a Service equipment 
enclosure(s), or for a separately derived system, that en¬ 
sures the required electrical conductivity between metal 
parts required to be electrically connected. 


Effective Ground-Fault Current Path. An intentionally 
constructed, low-impedance electrically conductive path 
designed and intended to carry current under ground-fault 
conditions from the point of a ground fault on a wiring 
system to the electrical supply source and that facilitates 
the operation of the overcurrent protective device or 
ground-fault detectors. [ROP 5-46] 

[ROP 5-13, ROP 5-14] 

250.3 Application of Other Articles. For other arricies 
a PPly«F^o^fctticular cases of installation of conductors 
;quipment^«^unding and bonding requirements are 
mtified in Tabl^fc0.3 that are in addition to, or modifi- 
PEations^f, those of tms article. 


1 General Requirements for Grounding and Bond- 

die following general requirements idenrify what 
¿roumfcg and bonding of electrical systems are required to 
jpplish. The prescriptive methods contained in Article 
250 shall be followed to comply with the performance re¬ 
quirements of this section. 

(A) Grounded Systems. 


(1) Electrical System Grounding. Electrical systems that 
are grounded shall be connected to earth in a manner that 
will limit the voltage imposed by lightning, line surges, or 
unintentional contact with higher-voltage lines and that will 
stabilize the voltage to earth during normal operation. 


Informational Note: An important consideration for limit- 
ing the imposed voltage is the routing of bonding and 
grounding electrode conductors so that they are not any 
longer than necessary to complete the connection without 
disturbing the permanent parts of the installation and so 
that unnecessary bends and loops are avoided. 


(2) Grounding of Electrical Equipment. Normally non- 
current-carrying conductive materials enclosing electrical 
conductors or equipment, or forming part of such equip¬ 
ment, shall be connected to earth so as to limit the voltage 
to ground on these materials. 


(3) Bonding of Electrical Equipment. Normally non- 
current-carrying conductive materials enclosing electrical 
conductors or equipment, or forming part of such equip¬ 
ment, shall be connected together and to the electrical sup¬ 
ply source in a manner that establishes an effective ground- 
fault current path. 
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Table 250.3 Additional Grounding and Bonding Requirements 



Conductor/Equipment Article 

Section 

Agricultural buildings 


547.9 and 547.10 

Audio signal processing, amplification, and 


640.7 

reproduction equipment 

Branch circuits 


210.5, 210.6, 406.3 

Cablebus 


370.9 

Cable trays 

392 

392.60 

Capacitors 


460.10, 460.27 

Circuits and equipment operating at less than 50 

720 


volts 

Communications circuits 

800 


Community antenna televisión and radio distribution 


820.93, 820.100, 820.103 

systems 

Conductors for general wiring 

310 



Cranes and hoists 

Electrically driven or controlled irrigation machines 
Electric signs and outline lighting 
Electrolytic cells 

Elevators, dumbwaiters, escalators, moving walks, 
wheelchair lifts, and stairway chairlifts 
Fixed electric heating equipment for pipelines and 
vessels 

Fixed outdoor electric deicing and snow-melting 
equipment 

Flexible cords and cables 
Floating buildings 

Grounding-type receptacles, adapters, cord 
connectors, and attachment plugs 
Hazardous (classified) locations 
Health care facilities 

Induction and dielectric heating equipment 
Industrial machinery 
Information technology equipment 
Intrinsically safe systems 
Fuminaires and lighting equipment 
Fuminaires, lampholders, and lamp: 

Marinas and boatyards 
Mobile homes and mobile home 
Motion picture and televisión stu 
locations 

Motors, motor circuits, and controllers 
Natural and artificially made bodies of watel 
Outlet, device, pulí, and junction boxes; conduit 
bodies; and fittings 

Over 600 volts, nominal, underground wiring 
methods 
Panelboards 
Pipe organs 

Radio and televisión equipment 

Receptacles and cord connectors 

Recreational vehicles and recreational vehicle parks 

Services 

Solar photovoltaic systems 

Swimming pools, fountains, and similar installations 

Switchboards and panelboards 

Switches 

Theaters, audience areas of motion picture and 
televisión studios, and similar locations 
Transformers and transformer vaults 
Use and identification of grounded conductors 
X-ray equipment 



675.12, 675.13, 675.14, 675.15 


400.22, 400.23 
553.8, 553.10, 553.11 
406.9 


645.15 

504.50 

410.40, 410.42, 410.46, 410.155(B) 


530.20, 530.64(B) 


682.30, 682.31, 682.32, 682.33 
314.4, 314.25 


690.41, 690.42, 690.43, 690.45, 690.47 


408.3(D) 
404.12 
520.81 
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250.8 


(4) Bonding of Electrically Conductive Materials and 
Other Equipment. Normally non-current-carrying electri¬ 
cally conductive materials that are likely to become ener- 
gized shall be connected together and to the electrical sup- 
ply source in a manner that establishes an effective ground- 
fault current path. 

(5) Eífective Ground-Fault Current Path. Electrical 
equipment and wiring and other electrically conductive ma¬ 
terial likely to become energized shall be installed in a 
manner that creates a low-impedance circuit facilitating the 
operation of the overcurrent device or ground detector for 
high-impedance grounded systems. It shall be capable of 
safely carrying the máximum ground-fault current likely to 
be imposed on it from any point on the wiring system 
where a ground fault may occur to the electrical supply 
source. The earth shall not be considered as an eífective 
ground-fault current path. 

(B) Ungrounded Systems. 

(1) Grounding Electrical Equipment. Non-current- 
carrying conductive materials enclosing electrical conduc- i 
tors or equipment, or forming part of such equipment, shall 
be connected to earth in a manner that will limit the voltage 
imposed by lightning or unintentional contact with h 
voltage lines and limit the voltage to ground on the^ 
terials. 

(2) Bonding of Electrical EquipmejdgPPI^-currell 

carrying conductive materials enclosu^ÉelectricWconduS 
tors or equipment, or forming part oü^th equú^^^^jiallj 
be connected together and to the supp 
equipment in a manner that cumM| a low-j&nedance path 
for ground-fault current tí^^scaffc^ o^kurying the 
máximum fault current to be im^Kd otU 

(3) Bonding of Electrically Conductive Materials and 

Other Equipment. Electrica^^ondu^^e materials that 
are likely to become energized connected together 

and to the supply system groundednquipment in a manner 
that creates a low-impedance path for ground-fault current 
that is capable of carrying the máximum fault current likely 
to be imposed on it. 


surge arresters, surge-protective devices, and conductive 
normally non-current-carrying metal parts of equipment 
shall be installed and arranged in a manner that will prevent 
objectionable current. 

(B) Alterations to Stop Objectionable Current. If the 

use of múltiple grounding connections results in objection¬ 
able current, one or more of the following alterations shall 
be permitted to be made, provided that the requirements of 
250.4(A)(5) or (B)(4) are met: 

(1) Discontinué one or more but not all of such grounding 
connections. 

(2) Change the locations of the grounding connections. 

(3) Interrupt the continuity of the conductor or conductive 
path causiug the objectionable current. 

(4) Take oMrsuitable remedial and approved action. 

(C) Temporary Currents Not Classified as Objection- 

able Currentlfcgnporary currents resulting from abnor- 
Hconditions, such as ground faults, shall not be classified 
PTs obj^tionable ciHrent for the purposes specified in 
7 and (B). 

Limitations to Permissible Alterations. The provi- 
sion^Jtthis section shall not be considered as permitting 
c equipment from being operated on ac systems or 
i circuits that are not connected to an equipment 
grounding conductor as required by this article. Currents 
that introduce noise or data errors in electronic equipment 
shall not be considered the objectionable currents addressed 
in this section. 

(E) Isolation of Objectionable Direct-Current Ground 
Currents. Where isolation of objectionable de ground cur¬ 
rents from cathodic protection systems is required, a listed 
ac coupling/dc isolating device shall be permitted in the 
equipment grounding conductor path to provide an effec¬ 
tive retum path for ac ground-fault current while blocking 
de current. 

250.8 Connection of Grounding and Bonding Equip¬ 
ment. 


(4) Path for Fault Current. Electrical equipment, wiring, 
and other electrically conductive material likely to become 
energized shall be installed in a manner that creates a low- 
impedance circuit from any point on the wiring system to 
the electrical supply source to facilítate the operation of 
overcurrent devices should a second ground fault from a 
diíferent phase occur on the wiring system. The earth shall 
not be considered as an effective fault-current path. 

250.6 Objectionable Current. 

(A) Arrangement to Prevent Objectionable Current. 

The grounding of electrical systems, circuit conductors, 


(A) Permitted Methods. Equipment grounding conduc¬ 
tors, grounding electrode conductors, and bonding jumpers 
shall be connected by one or more of the following means: 

[ROP 5-53] 

(1) Listed pressure connectors 

(2) Termin a l bars 

(3) Pressure connectors listed as grounding and bonding 
equipment 

(4) Exothermic welding process 

(5) Machine screw-type fasteners that engage not less than 
two threads or are secured with a nut 
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(6) Thread-forming machine screws that engage not less 
than two threads in the enclosure 

(7) Connections that are part of a listed assembly 

(8) Other listed means 

(B) Methods Not Permitted. Connection devices or fit- 
tings that depend solely on solder shall not be used. 

250.10 Protection of Ground Clamps and Fittings. 

Ground clamps or other fittings exposed to physical dam- 
age shall be enclosed in metal, wood, or equivalent protec- 
tive covering. [ROP 5-55] 


(C) Alternating-Current Systems of Over 1000 Volts. 

Altemating-current systems supplying mobile or portable 
equipment shall be grounded as specified in 250.188. 
Where supplying other than mobile or portable equipment, 
such systems shall be permitted to be grounded. [ROP 
5-60] 

(D) Impedance Grounded Neutral Systems. Impedance 
grounded neutral systems shall be grounded in accordance 
with 250.36 or 250.187. 

250.21 Alternating-Current Systems of 50 Volts to 1000 
Volts Not Required to Be Grounded. [ROP 5-61] 


250.12 Clean Surfaces. Nonconductive coatings (such as 
paint, lacquer, and enamel) on equipment to be grounded 
shall be removed from threads and other contact surfaces to 
ensure good electrical continuity or be connected by means 
of fittings designed so as to make such removal unneces- 
sary. 

II. System Grounding 

250.20 Alternating-Current Systems to Be Grounded. 

Alternating-current systems shall be grounded as provided 
for in 250.20(A), (B), (C), or (D). Other systems shall be^ 
permitted to be grounded. If such systems are grounded,T 
they shall comply with the applicable provisions of this 1 
article. 

Informational Note: An example of a systen 
be grounded is a comer-grounded delta transfe 
tion. See 250.26(4) for conductor to be groi 

(A) Alternating-Current Systems ofj 

Altemating-current systems of l e$g 
grounded under any of the follo^Kg conditu^ 

(1) Where supplied by transforr^fc^if the trani mer sup- 
ply system exceeds 150 volts^^fcound 

(2) Where supplied by transformers, mer sup- 

ply system is ungrounded 

(3) Where installed outside as overhead conductors 



(A) General. The following ac systems of 50 volts to 1000 
volts shall be permitted to be grounded but shall not be 
required to be grounded: [ROP 5-61] 

(1) Electrical sy^Kis used exclusively to supply industrial 
electric ü^rcí^^tfor melting, refining, tempering, and 
the lite 

(2) Sa^Pitely derived ^fc^ns used exclusively for recti- 
that atpply only aS^istable-speed industrial drives 

derived systems supplied by transformers 
primary voltage rating of 1000 volts or less, 
provfiBLthat all the following conditions are met: 
,pP5 

'stem is used exclusively for control circuits. 

b. The conditions of maintenance and supervisión en¬ 
sure that only qualified persons Service the installa- 
tion. 

c. Continuity of control power is required. 

(4) Other systems that are not required to be grounded in 

accordance with the requirements of 250.20(B) 

(B) Ground Detectors. Ground detectors shall be installed 
in accordance with 250.21(B)(1) and (B)(2). 

(1) Ungrounded alternating current systems as permitted in 
250.21(A)(1) through (A)(4) operating at not less than 
120 volts and 1000 volts or less shall have ground 
detectors installed on the system. [ROP 5-63] 


(B) Alternating-Current Systems of 50 Volts to 1000 
Volts. Altemating-current systems of 50 volts to 1000 volts 
that supply premises wiring and premises wiring systems 
shall be grounded under any of the following conditions: 

[ROP 5-58] 

(1) Where the system can be grounded so that the máxi¬ 
mum voltage to ground on the ungrounded conductors 
does not exceed 150 volts 

(2) Where the system is 3-phase, 4-wire, wye connected in 
which the neutral conductor is used as a circuit conduc¬ 
tor 

(3) Where the system is 3-phase, 4-wire, delta connected in 
which the midpoint of one phase winding is used as a 
circuit conductor 


(2) The ground detection sensing equipment shall be con¬ 
nected as cióse as practicable to where the system re- 
ceives its supply. 

(C) Marking. Ungrounded systems shall be legibly 

marked “Caution Ungrounded System Operating —_ 

Volts Between Conductors” at the source or first discon- 
necting means of the system. The marking shall be of suf- 
ficient durability to withstand the environment involved. 
[ROP 5-66] 

250.22 Circuits Not to Be Grounded. The following cir¬ 
cuits shall not be grounded: 

(1) Circuits for electric cranes operating over combustible 
fibers in Class III locations, as provided in 503.155 
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(2) Circuits in health care facilities as provided in 517.61 
and 517.160 

(3) Circuits for equipment within electrolytic cell working 
zone as provided in Article 668 

(4) Secondary circuits of lighting systems as provided in 
411.5(A) 


(5) Load-Side Grounding Connections. A grounded con¬ 
ductor shall not be connected to normally non-current- 
carrying metal parts of equipment, to equipment grounding 
conductor(s), or be reconnected to ground on the load side 
of the Service disconnecting means except as otherwise per- 
mi tted in this article. 


(5) Secondary circuits of lighting systems as provided ii 
680.23(A)(2). 


Service-Supplied Alternating- 


250.24 Grounding 
Current Systems. 

(A) System Grounding Connections. A premises wiring 
system supplied by a grounded ac Service shall have a 
grounding electrode conductor connected to the grounded 
Service conductor, at each Service, in accordance with 
250.24(A)(1) through (A)(5). 

(1) General. The grounding electrode conductor connec- 
tion shall be made at any accessible point from the load end 
of the overhead Service conductors, Service drop, under- 
ground Service conductors, or Service lateral to and includ- * 
ing the terminal or bus to which the grounded Service con¬ 
ductor is connected at the Service disconnecting r 
[ROP 5-68] 

Informational Note: See definitions of Service Con 
tors, Overhead, Service Conductors, 

Drop, and Service Lateral in Article 

(2) Outdoor Transformen Where 
ing the Service is located outside th 
additional grounding connecl 
grounded Service conducir 
at the transformer or el^^Bere oulside' 

Exception: The additiona^jmwnding t trode conductor 
connection shall not be made tnRüghJá dance grounded 
neutral systems. The system shaíntBt requirements of 
250.36. ' 

(3) Dual-Fed Services. For Services that are dual fed 
(double ended) in a common enclosure or grouped together 
in sepárate enclosures and employing a secondary tie, a 
single grounding electrode conductor connection to the tie 
point of the grounded conductor(s) from each power source 
shall be permitted. 



Informational Note: See 250.30 for separately derived sys¬ 
tems, 250.32 for connections at sepárate buildings or struc- 
tures, and 250.142 for use of the grounded Circuit conduc¬ 
tor for grounding equipment. 

(B) Main Bonding Jumper. For a grounded system, an 
unspliced main bonding jumper shall be used to connect the 
equipment grounding conductor(s) and the service- 
disconnect enclosure to the grounded conductor within the 
enclosure for^tch service disconnect in accordance with 
250.28. 

Where more than one service disconnect- 
r ans is 'IWkted in an assembly Usted for use as ser- 
equipment, a^unspliced main bonding jumper shall 
<ond thegrounded^Qtductor(s) to the assembly enclosure. 

No. 2: Impedance grounded neutral systems 
permitted to be connected as provided in 250.36 
'<0.187. 

Gmunded Conductor Brought to Service Equip- 

^Where an ac system operating at 1000 volts or less is 
grounded at any point, the grounded conductor(s) shall be 
routed with the ungrounded conductors to each service dis¬ 
connecting means and shall be connected to each discon¬ 
necting means grounded conductor(s) terminal or bus. A 
main bonding jumper shall connect the grounded conduc¬ 
tores) to each service disconnecting means enclosure. The 
grounded conductor(s) shall be installed in accordance with 
250.24(0(1) through (0(4). [ROP 5-73] 

Exception: Where two or more service disconnecting 
means are located in a single assembly Usted for use as 
service equipment, it shall be permitted to connect the 
grounded conductor(s) to the assembly common grounded 
conductor(s) terminal or bus. The assembly shall inelude a 
main bonding jumper for connecting the grounded conduc- 
tor(s) to the assembly enclosure. 

(1) Sizing for a Single Raceway. The grounded conductor 
shall not be smaller than specified in Table 250.102(0 

[ROP 5-42] 


(4) Main Bonding Jumper as Wire or Busbar. Where the 
main bonding jumper specified in 250.28 is a wire or bus- 
bar and is installed from the grounded conductor terminal 
bar or bus to the equipment grounding terminal bar or bus 
in the service equipment, the grounding electrode conduc¬ 
tor shall be permitted to be connected to the equipment 
grounding terminal, bar, or bus to which the main bonding 
jumper is connected. 


(2) Parallel Conductors in Two or More Raceways. If 

the ungrounded service-entrance conductors are installed in 
parallel in two or more raceways, the grounded conductor 
shall also be installed in parallel. The size of the grounded 
conductor in each raceway shall be based on the total cir¬ 
cular mil area of the parallel ungrounded conductors in the 
raceway, as indicated in 250.24(C)(1), but not smaller than 
1/0 AWG. 
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Informational Note: See 310.10(H) for grounded conduc- 
tors connected in parallel. 

(3) Delta-Connected Service. The grounded conductor of 
a 3-phase, 3-wire delta Service shall have an ampacity not 
less than that of the ungrounded conductors. 

(4) High Impedance. The grounded conductor on a high- 
impedance grounded neutral system shall be grounded in 
accordance with 250.36. 

(D) Grounding Electrode Conductor. A grounding elec- 
trode conductor shall be used to connect the equipment 
grounding conductors, the service-equipment enclosures, 
and, where the system is grounded, the grounded Service 
conductor to the grounding electrode(s) required by Part III 
of this article. This conductor shall be sized in accordance 
with 250.66. 

High-impedance grounded neutral system connections 
shall be made as covered in 250.36. 

[ROP 5-74a] 

(E) Ungrounded System Grounding Connections. A pre- 
mises wiring system that is supplied by an ac Service that is 
ungrounded shall have, at each Service, a grounding elec¬ 
trode conductor connected to the grounding electrode(s) 
required by Part III of this article. The grounding electrode 
conductor shall be connected to a metal enclosure of the 
Service conductors at any accessible point 
end of the overhead Service conductors, 
derground Service conductors, or Service 
vice disconnecting means. [ROP 5-75] 

250.26 Conductor to Be Grou| 

Current Systems. For ac prej| 
conductor to be grounded sha™ 
lowing: 

(1) Single-phase, 2-wire — one c 

(2) Single-phase, 3-wire — the neutral o 

(3) Multiphase systems having one wire common to all 
phases — the neutral conductor [ROP 5-77] 

(4) Multiphase systems where one phase is grounded — 
one phase conductor 

(5) Multiphase systems in which one phase is used as in 
(2) — the neutral conductor 

250.28 Main Bonding Jumper and System Bonding 
Jumper. For a grounded system, main bonding jumpers 
and system bonding jumpers shall be installed as follows: 

(A) Material. Main bonding jumpers and system bonding 
jumpers shall be of copper or other corrosion-resistant ma¬ 
terial. A main bonding jumper and a system bonding 
jumper shall be a wire, bus, screw, or similar suitable con¬ 
ductor. 



(B) Construction. Where a main bonding jumper or a sys¬ 
tem bonding jumper is a screw only, the screw shall be 
identified with a green finish that shall be visible with the 
screw installed. 

(C) Attachment. Main bonding jumpers and system bond¬ 
ing jumpers shall he connected in the manner specified by 
the applicable provisions of 250.8. 

(D) Size. Main bonding jumpers and system bonding 
jumpers shall be sized in accordance with 250.28(D)(1) 
through (D)(3). 

(1) General. Main bonding jumpers and system bonding 
jumpers shall not be smaller than specified in Table 
250.102(C) . [ROP 5-42] 

(2) Main Bonding jumper for Service with More Than 
One Enclosui™Hiere a Service consists of more than a 
single enclo^Ée a^kmiitted in 230.71 (A), the main bond¬ 
ing jumpg^for each aBk>sure shall be sized in accordance 
with 250E8(D)(1) basec^^the largest ungrounded Service 

Wor serwig that enclwure. 

[y Derived System with More Than One 

Where a separately derived system supplies 
ingle enclosure, the system bonding jumper 
isure shall be sized in accordance with 
based on the largest ungrounded feeder con- 
ig that enclosure, or a single system bonding 
be installed at the source and sized in accor- 
250.28(D)(1) based on the equivalent size of the 
rgest supply conductor determined by the largest sum of 
the areas of the corresponding conductors of each set. 

250.30 Grounding Separately Derived Alternating- 
Current Systems. In addition to complying with 
250.30(A) for grounded systems, or as provided in 
250.30(B) for ungrounded systems, separately derived sys¬ 
tems shall comply with 250.20, 250.21, 250.22, or 250.26, 
as applicable. Múltiple separately derived systems that are 
connected in parallel shall be installed in accordance with 
250.30. [ROP 5-80a, ROP 5-82] 

Informational Note No. 1: An altérnate ac power source, 
such as an on-site generator, is not a separately derived 
system if the grounded conductor is solidly interconnected 
to a service-supplied system grounded conductor. An ex- 
ample of such a situation is where altérnate source transfer 
equipment does not inelude a switching action in the 
grounded conductor and allows it to remain solidly con¬ 
nected to the service-supplied grounded conductor when 
the altérnate source is operational and supplying the load 
served. 

Informational Note No. 2: See 445.13 for the mínimum 
size of conductors that carry fault current. 

(A) Grounded Systems. A separately derived ac system 
that is grounded shall comply with 250.30(A)(1) through 
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(A)(8). Except as otherwise permitted in this article, a 
grounded conductor shall not be connected to normally 
non-current-carrying metal parts of equipment, be con¬ 
nected to equipment grounding conductors, or be recon- 
nected to ground on the load side of the system bonding 
jumper. 

Informational Note: See 250.32 for connections at sepá¬ 
rate buildings or structures, and 250.142 for use of the 
grounded Circuit conductor for grounding equipment. 

Exception: Impedance grounded neutral system grounding 
connections shall be made as specified in 250.36 or 
250.187, as applicable. 


tor to the supply-side bonding jumper, the disconnecting 
means enclosure, and the equipment grounding 
conductor(s). 

(2) Supply-Side Bonding Jumper. If the source of a sepa- 
rately derived system and the first disconnecting means are 
located in sepárate enclosures, a supply-side bonding 
jumper shall be installed with the Circuit conductors from 
the source enclosure to the first disconnecting means. A 
supply-side bonding jumper shall not be required to be 
larger than the derived ungrounded conductors. The supply- 
side bonding jumper shall be permitted to be of nonflexible 
metal raceway type or of the wire or bus type as follows: 


(1) System Bonding Jumper. An unspliced system bond¬ 
ing jumper shall comply with 250.28(A) through (D). This 
connection shall he made at any single point on the sepa- 
rately derived system from the source to the first system 
disconnecting means or overcurrent device, or it shall be 
made at the source of a separately derived system that has 
no disconnecting means or overcurrent devices, in accor- 
dance with 250.30(A)(l)(a) or (b). The system bonding 
jumper shall remain within the enclosure where it origi- 
nates. If the source is located outside the building or struc- 
ture supplied, a system bonding jumper shall be insta! 
the grounding electrode connection in compliancf 
250.30(C). 

Exception No. 1: For systems installed in 
450.6, a single system bonding jumper coa 
point of the grounded Circuit conducta^Ffror 
source shall be permitted. 

Exception No. 2: If a building or struct 
feeder from an outdoor tr am I 
jumper at both the source^Kt the first 
shall be permitted ifdon^too does nc 
path for the grounded contutor. If a gMnded conductor 
is used in this manner, it sha^^ku be si0111er than the size 
specified for the system bonding^j^mer but shall not be 
required to be larger than the ungrounded conductor(s). 
For the purposes of this exception, connection through the 
earth shall not be considered as providing a parallel path. 
[ROP 5-85] 




(a) A supply-side bonding jumper of the wire type 
shall comply with 250.102(C), based on the size of the 
derived ungmAded conductors. 

!ply-side bonding jumper of the bus type shall 
¡ctional area not smaller than a supply-side 
of the wire type as determined in 

A suppl^ide bonding jumper shall not be re- 
létween enclosures for installations made in com¬ 
ié with 250.30(A)(1) Exception No. 2. [ROP 5-88] 

mnded Conductor. If a grounded conductor is in- 
id the system bonding jumper connection is not 
at the source, 250.30(A)(3)(a) through (A)(3)(d) 
shall apply. 

(a) Sizing for a Single Raceway. The grounded con¬ 
ductor shall not be smaller than specified in Table 
250.102(C) . [ROP 5-42] 

(b) Parallel Conductors in Two or More Raceways. If 
the ungrounded conductors are installed in parallel in two 
or more raceways, the grounded conductor shall also be 
installed in parallel. The size of the grounded conductor in 
each raceway shall be based on the total circular mil area of 
the parallel derived ungrounded conductors in the raceway 
as indicated in 250.30(A)(3)(a), but not smaller than 1/0 
AWG. 

Informational Note: See 310.10(H) for grounded conduc¬ 
tors connected in parallel. 


Exception No. 3: The size of the system bonding jumper 
for a system that supplies a Class 1, Class 2, or Class 3 
Circuit, and is derived from a transformer rated not more 
than 1000 volt-amperes, shall not be smaller than the de¬ 
rived ungrounded conductors and shall not be smaller than 
14 AWG copper or 12 AWG aluminum. 

(a) Installed at the Source. The system bonding 
jumper shall connect the grounded conductor to the supply- 
side bonding jumper and the normally non-current-carrying 
metal enclosure. 

(b) Installed at the First Disconnecting Means. The 
system bonding jumper shall connect the grounded conduc¬ 


(c) Delta-Connected System. The grounded conductor 
of a 3-phase, 3-wire delta system shall have an ampacity 
not less than that of the ungrounded conductors. 

(d) Impedance Grounded System. The grounded con¬ 
ductor of an impedance grounded neutral system shall be 
installed in accordance with 250.36 or 250.187, as 
applicable. 

(4) Grounding Electrode. The grounding electrode shall 
be as near as practicable to, and preferably in the same area 
as, the grounding electrode conductor connection to the 
system. The grounding electrode shall be the nearest of one 
of the following: 
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(1) Metal water pipe grounding electrode as specified in 
250.52(A)(1) 

(2) Structural metal grounding electrode as specified in 
250.52(A)(2) 

Exception No. 1: Any of the other electrodes identified in 
250.52(A) shall be used if the electrodes specified by 
250.30(A)(4) are not available. 

Exception No. 2 to (1) and (2): If a separately derived 
system originates in Usted equipment suitable for use as 
Service equipment, the grounding electrode used for the 
Service or feeder equipment shall be permitted as the 
grounding electrode for the separately derived system. 

Informational Note No. 1: See 250.104(D) for bonding 
requirements for interior metal water piping in the area 
served by separately derived systems. 

Informational Note No. 2: See 250.50 and 250.58 for re¬ 
quirements for bonding all electrodes together if located at 
the same building or structure. 

(5) Grounding Electrode Conductor, Single Separately 
Derived System. A grounding electrode conductor for a 
single separately derived system shall be sized in accor- 
dance with 250.66 for the derived ungrounded conductors. 

It shall be used to connect the grounded conductor of the^ 
derived system to the grounding electrode as specified in^ 
250.30(A)(4). This connection shall be made at the same " 
point on the separately derived system where ti 
bonding jumper is connected. 

Exception No. 1: If the system bonding jum 
250.30(A)(1) is a wire or busbar, it shall c 
connect the grounding electrode con^^or tóWj&equip- 
ment grounding terminal, bar, ortm^^uip- 
ment grounding terminal, bar, m^ms is of sujpBmit ,s7^ 
the separately derived W 

Exception No. 2: If the source n^isepart^my derived 
system is located within equipment iH^gLaj^mclentified as 
suitable for use as Service equipment, tmjgrounding elec¬ 
trode conductor from the Service or feeder equipment to the 
grounding electrode shall be permitted as the grounding 
electrode conductor for the separately derived system, pro- 
vided the grounding electrode conductor is of sujficient size 
for the separately derived system. If the equipment ground¬ 
ing bus intemal to the equipment is not smaller than the 
required grounding electrode conductor for the separately 
derived system, the grounding electrode connection for the 
separately derived system shall be permitted to be made to 
the bus. [ROP 5-90] 

Exception No. 3: A grounding electrode conductor shall 
not be required for a system that supplies a Class 1, Class 
2, or Class 3 Circuit and is derived from a transformer 
rated not more than 1000 volt-amperes, provided the 
grounded conductor is bonded to the transformer frame or 
enclosure by a jumper sized in accordance with 


250.30(A)(1), Exception No. 3, and the transformer frame 
or enclosure is grounded by one of the means specified in 
250.134. 

(6) Grounding Electrode Conductor, Múltiple Sepa¬ 
rately Derived Systems. A common grounding electrode 
conductor for múltiple separately derived systems shall be 
permitted. If installed, the common grounding electrode 
conductor shall be used to connect the grounded conductor 
of the separately derived systems to the grounding elec¬ 
trode as specified in 250.30(A)(4). A grounding electrode 
conductor tap shall then be installed from each separately 
derived system to the common grounding electrode con¬ 
ductor. Each tap conductor shall connect the grounded con¬ 
ductor of the separately derived system to the common 
grounding electrodejtonductor. This connection shall be 
made at the samg^mnt on the separately derived system 
where the syst^Bonding jumper is connected. 

Exception Nwí: I^^^ystem bonding jumper specified in 
250.30(jff) is a wire^^nisbar, it shall be permitted to 
rthe grounding mtrode conductor tap to the 
Tnding terminal, bar, or bus, provided the 
equipUutffrounding terminal, bar, or bus is of sujficient 
^separately derived system. 

A grounding electrode conductor shall 
UÍretf for a system that supplies a Class 1, Class 
Y3 Circuit and is derived from a transformer 
t more than 1000 volt-amperes, provided the sys- 
1 grounded conductor is bonded to the transformer 
r enclosure by a jumper sized in accordance with 
E 50.30(A)(1), Exception No. 3, and the transformer frame 
or enclosure is grounded by one of the means specified in 
250.134. 

(a) Common Grounding Electrode Conductor. The 
common grounding electrode conductor shall be permitted 
to be one of the following: 

(1) A conductor of the wire type not smaller than 3/0 AWG 
copper or 250 kcmil aluminum 

(2) The metal frame of the building or structure that com- 
plies with 250.52(A)(2) or is connected to the ground¬ 
ing electrode system by a conductor that shall not be 
smaller than 3/0 AWG copper or 250 kcmil aluminum 

(b) Tap Conductor Size. Each tap conductor shall be 
sized in accordance with 250.66 based on the derived un¬ 
grounded conductors of the separately derived system it 
serves. 

Exception: If the source of a separately derived system is 
located within equipment Usted and identified as suitable 
for use as Service equipment, the grounding electrode con¬ 
ductor from the Service or feeder equipment to the ground¬ 
ing electrode shall be permitted as the grounding electrode 
conductor for the separately derived system, provided the 
grounding electrode conductor is of sujficient size for the 
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separately derived system. If the equipment grounding bus 
intemal to the equipment is not smaller than the required 
grounding electrode conductor for the separately derived 
system, the grounding electrode connection for the sepa¬ 
rately derived system shall be permitted to be made to the 
bus. [ROP 5-91] 

(c) Connections. All tap connections to the coramon 
grounding electrode conductor shall be made at an acces- 
sible location by one of the following methods: 

(1) A connector listed as grounding and bonding equip¬ 
ment. 

(2) Listed connections to aluminum or copper busbars not 
smaller than 6 mm x 50 mm ('A in. x 2 in.). If alumi¬ 
num busbars are used, the installation shall comply 
with 250.64(A). 

(3) The exothermic welding process. 

Tap conductors shall be connected to the common 
grounding electrode conductor in such a manner that the 
common grounding electrode conductor remains without a 
splice or joint. 

(7) Installation. The installation of all grounding electrode 
conductors shall comply with 250.64(A), (B), (C), and (E). 

(8) Bonding. Structural Steel and metal piping sil 
connected to the grounded conductor of a sepárate lAde-'' 
rived system in accordance with 250.104(D). 

(B) Ungrounded Systems. The 

grounded separately derived system, 
bonded as specified in 250.30(B)(1) 

(1) Grounding Electrode Conductor. Á^f^mnding elec¬ 
trode conductor, sized in^Écordanc^Abh zlAfcó for the 
largest derived ungroun^tconductor Ar setTjf derived 
ungrounded conductors, s^^ie used toBnnect the metal 
enclosures of the derived sysra^^o the^Bunding electrode 
as specified in 250.30(A)(5) or^^^^plicable. This con¬ 
nection shall be made at any point <mthe separately derived 
system from the source to the first system disconnecting 
means. If the source is located outside the building or struc- 
ture supplied, a grounding electrode connection shall be 
made in compliance with 250.30(C). 

(2) Grounding Electrode. Except as permitted by 250.34 
for portable and vehicle-mounted generators, the grounding 
electrode shall comply with 250.30(A)(4). 



the source location to one or more grounding electrodes in 
compliance with 250.50. In addition, the installation shall 
comply with 250.30(A) for grounded systems or with 
250.30(B) for ungrounded systems. 

Exception: The grounding electrode conductor connection 
for impedance grounded neutral systems shall comply with 
250.36 or 250.187, as applicable. 

250.32 Buildings or Structures Supplied by a Feeder(s) 
or Branch Circuit(s). 

(A) Grounding Electrode. Building(s) or structure(s) sup¬ 
plied by feeder(s) or branch circuit(s) shall have a ground¬ 
ing electrode or grounding electrode system installed in 
accordance with Part III of Article 250. The grounding 
electrode ca*Bctor(s) shall be connected in accordance 
with 250J^p) or (C). Where there is no existing ground¬ 
ing ele^HAtfie grounding electrode(s) required in 250.50 
£ installed. 

W:eption: A grotmdjng electrode shall not be required 
yvhere AMy a single vranch Circuit, including a multiwire 
T Circuit, supplies the building or structure and the 
^Kh Circuit ineludes an equipment grounding conductor 
fol^mvunding the normally non-current-carrying metal 
¿¿artslfj/quipment. 

(BpGrounded Systems. 

(1) Supplied by a Feeder or Branch Circuit. An equip¬ 
ment grounding conductor, as described in 250.118, shall 
be run with the supply conductors and be connected to the 
building or structure disconnecting means and to the 
grounding electrode(s). The equipment grounding conduc¬ 
tor shall be used for grounding or bonding of equipment, 
structures, or frames required to be grounded or bonded. 
The equipment grounding conductor shall be sized in ac¬ 
cordance with 250.122. Any installed grounded conductor 
shall not be connected to the equipment grounding conduc¬ 
tor or to the grounding electrode(s). 

Exception No. 1: For installations made in compliance 
with previous editions of this Code that permitted such con¬ 
nection, the grounded conductor run with the supply to the 
building or structure shall be permitted to serve as the 
ground-fault retum path if all of the following requirements 
continué to be met: [ROP 5-244c] 


(3) Bonding Path and Conductor. A supply-side bonding 
jumper shall be installed from the source of a separately 
derived system to the first disconnecting means in compli¬ 
ance with 250.30(A)(2). 

(C) Outdoor Source. If the source of the separately de¬ 
rived system is located outside the building or structure 
supplied, a grounding electrode connection shall be made at 


(1) An equipment grounding conductor is not run with the 
supply to the building or structure. 

(2) There are no continuous metallic paths bonded to the 
grounding system in each building or structure in¬ 
volved. 

(3) Ground-fault protection of equipment has not been in¬ 
stalled on the supply side of the feeder(s). 
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If the grounded conductor is used for grounding in accor- 
dance with the provisión of this exception, the size of the 
grounded conductor shall not be smaller than the larger of 
either of the following: 

(1) That required by 220.61 


701.12(B)(5), or 702.12, all of the following conditions 
shall be met: 

(1) The connection of the grounded conductor to the 
grounding electrode, to normally non-current-carrying 
metal parts of equipment, or to the equipment ground¬ 
ing conductor at a sepárate building or structure shall 
not be made. 


(2) That required by 250.122 

Exception No. 2: If system bonding jumpers are installed 
in accordance with 250.30(A)(1), Exception No. 2, the 
feeder grounded Circuit conductor at the building or struc¬ 
ture served shall be connected to the equipment grounding 
conductors, grounding electrode conductor and the enclo- 
sure for the first disconnecting means. [ROP 5-244c] 

(2) Supplied by Separately Derived System. 

(a) With Overcurrent Protection. If overcurrent protec- 
tion is provided where the conductors origínate, the instal- 
lation shall comply with 250.32(B)(1). 

(b) Without Overcurrent Protection. If overcurrent 
protection is not provided where the conductors origínate, 
the installation shall comply with 250.30(A). If installed, 
the supply-side bonding jumper shall be connected to the 
building or structure disconnecting means and to theá 
grounding electrode(s). 

(C) Ungrounded Systems. 

(1) Supplied by a Feeder or Branch Circuí 

ment grounding conductor, as described i 
be installed with the supply conductors and b 
the building or structure disconnecrii 
grounding electrode(s). The gro*nng e!8 
also be connected to the building or structure 3 


(2) Supplied by a Separately Derm 

(a) With Overcurrent Protection. If oWrcurrent protec¬ 
tion is provided where the conductors origínate, the instal¬ 
lation shall comply with (C)(l). 

(b) Without Overcurrent Protection. If overcurrent 
protection is not provided where the conductors origínate, 
the installation shall comply with 250.30(B). If installed, 
the supply-side bonding jumper shall be connected to the 
building or structure disconnecting means and to the 
grounding electrode(s). 


(2) An equipment grounding conductor for grounding and 
bonding any normally non-current-carrying metal parts 
of equipment, interior metal piping systems, and build¬ 
ing or structural metal frames is run with the Circuit 
conductors to a sepárate building or structure and con¬ 
nected to existing grounding electrode(s) required in 
Part III of this arricie, or, where there are no existing 
electrodes, the grounding electrode(s) required in Part 
III of this arriar shall be installed where a sepárate 
building oj^Kicture is supplied by more than one 
branch d^ut^^k 

(3) The «Éanection betffcen the equipment grounding con- 

and the grounlfcc electrode at a sepárate build- 
or stnjMure shall bé’friade in a junction box, panel- 
^^tfd^^^imilar enclosure located immediately inside 
oi^fcWae the sepárate building or structure. 

^jround|Í& Electrode Conductor. The size of the 
^elrctrode conductor to the grounding elec- 
E(s) slffll not be smaller than given in 250.66, based on 
Re largest ungrounded supply conductor. The installation 
all comply with Part III of this arricie. 

?250.34 Portable and Yehicle-Mounted Generators. 

(A) Grounded Conductor Bonding.. A system conductor 
that is required to be grounded by 250.20 and 250.26 shall 
be connected to the generator frame if used as a portable 
generator as provided in (B) or a vehicle-mounted genera¬ 
tor as provided in (C) or if the generator is a connected as 
a separately derived system as provided in 250.30. [ROP 
5-95] 

(B) Portable Generators. The frame of a portable genera¬ 
tor shall not he required to be connected to a grounding 
electrode as defined in 250.52 for a system supplied by the 
generator under the following conditions: [ROP 5-95] 

(1) The generator supplies only equipment mounted on the 
generator, cord-and-plug-connected equipment through 
receptacles mounted on the generator, or both, and 


(D) Disconnecting Means Located in Sepárate Building 
or Structure on the Same Premises. Where one or more 
disconnecting means supply one or more additional build- 
ings or structures under single management, and where 
these disconnecting means are located remóte from those 
buildings or structures in accordance with the provisions of 
225.32, Exception No. 1 and No. 2, 700.12(B)(6), 


(2) The normally non-current-carrying metal parts of 
equipment and the equipment grounding conductor ter¬ 
mináis of the receptacles are connected to the generator 
frame. 

(C) Yehicle-Mounted Generators. The frame of a vehicle 
shall not be required to be connected to a grounding elec¬ 
trode as defined in 250.52 for a system supplied by a gen- 
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erator located on this vehicle under the following condi- 
tions: [ROP 5-95] 

(1) The frame of the generator is bonded to the vehicle 
frame, and 

(2) The generator supplies only equipment located on the 
vehicle or cord-and-plug-connected equipment through 
receptacles mounted on the vehicle, or both equipment 
located on the vehicle and cord-and-plug-connected 
equipment through receptacles mounted on the vehicle 
or on the generator, and 

(3) The normally non-current-carrying metal parts of 
equipment and the equipment grounding conductor ter¬ 
mináis of the receptacles are connected to the generator 
frame. [ROP 5-95] 

Informational Note: See 250.30 for grounding and bond- 
ing connections if portable or vehicle-mounted generators 
supply fixed wiring systems. [ROP 5-95] 

250.35 Permanently Installed Generators. A conductor 
that provides an effective ground-fault current path shall be 
installed with the supply conductors from a permanently 
installed generator(s) to the first disconnecting mean(s) in 
accordance with (A) or (B). 

(A) Separately Derived System. If the generator^ 
stalled as a separately derived system, the requireme 
250.30 shall apply. 

(B) Nonseparately Derived System. JpfThe 

installed as a nonseparately derived^Ptem, 
rent protection is not integral with the 
supply-side bonding jumper sha^je insWK between the 
generator equipment groumfifePe^^^lanc^kfc equipment 
grounding terminal, ba|^ror bus o^Éhe d^bnnecting 
mean(s). It shall be siz^fcb accordanclwith 250.102(C) 
based on the size of the co rafifeío rs suppjjpn by the genera- 


250.36 High-Impedance Grounded Neutral Systems. 

High-impedance grounded neutral systems in which a 
grounding impedance, usually a resistor, hmits the ground- 
fault current to a low valué shall be permitted for 3-phase 
ac systems of 480 volts to 1000 volts if all the following 
conditions are met: 

(1) The conditions of maintenance and supervisión ensure 
that only qualified persons Service the installation. 

(2) Ground detectors are installed on the system. 



not available, the grounding impedance shall be installed 
between the grounding electrode conductor and the neutral 
point derived from a grounding transformer. 

(B) Grounded System Conductor. The grounded system 
conductor from the neutral point of the transformer or gen¬ 
erator to its connection point to the grounding impedance 
shall be fully insulated. 

The grounded system conductor shall have an ampacity 
of not less than the máximum current rating of the ground¬ 
ing impedance but in no case shall the grounded system 
conductor be smaller than 8 AWG copper or 6 AWG alu- 
minum or copper-clad aluminum. 

(C) System Grounding Connection. The system shall not 
be connected^ ground except through the grounding im¬ 
pedance. 

te: The impedance is normally selected 

_id-fault current to a valué slightly greater 

equal capacitive charging current of the sys- 
ús valué (n^ujedance will also limit transient o 
to safe vrnues. For guidance, refer to criteria for 
íg transient overvoltages in ANSI/IEEE 142-2007, 
ommended Practice for Grounding of Industrial and 
nmereial Power Systems. [ROP 5-98a] 

feral Point to Grounding Impedance Conductor 

big. The conductor connecting the neutral point of the 
transformer or generator to the grounding impedance shall 
be permitted to be installed in a sepárate raceway from the 
ungrounded conductors. It shall not be required to run this 
conductor with the phase conductors to the first system 
disconnecting means or overcurrent device. 

(E) Equipment Bonding Jumper. The equipment bond¬ 
ing jumper (the connection between the equipment ground¬ 
ing conductors and the grounding impedance) shall be an 
unspliced conductor run from the first system disconnecting 
means or overcurrent device to the grounded side of the 
grounding impedance. 

(F) Grounding Electrode Conductor Connection Loca- 
tion. For Services or separately derived systems, the 
grounding electrode conductor shall be connected at any 
point from the grounded side of the grounding impedance 
to the equipment grounding connection at the Service 
equipment or the first system disconnecting means of a 
separately derived system. [ROP 5-99] 



(3) Line-to-neutral loads are not served. 

High-impedance grounded neutral systems shall com- 
ply with the provisions of 250.36(A) through (G). 

(A) Grounding Impedance Location. The grounding im¬ 
pedance shall be installed between the grounding electrode 
conductor and the system neutral point. If a neutral point is 


(G) Equipment Bonding Jumper Size. The equipment 
bonding jumper shall be sized in accordance with (1) or (2) 
as follows: 

(1) If the grounding electrode conductor connection is 
made at the grounding impedance, the equipment bond¬ 
ing jumper shall be sized in accordance with 250.66, 
based on the size of the Service entrance conductors for 
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a Service or the derived phase conductors for a sepa- 
rately derived system. 

(2) If the grounding electrode conductor is connected at the 
first system disconnecting means or overcurrent device, 
the equipment bonding jumper shall be sized the same 
as the neutral conductor in 250.36(B). 


not less than 13 mm {Vi in.) in diameter, installed in 
one continuous 6.0 m (20 ft) length, or if in múltiple 
pieces connected together by the usual Steel tie wires, 
exothermic welding, welding, or other effective means 
to create a 6.0 m (20 ft) or greater length; or 
(2) Bare copper conductor not smaller than 4 AWG 


III. Grounding Electrode System and Grounding 
Electrode Conductor 

250.50 Grounding Electrode System. All grounding elec- 
trodes as described in 250.52(A)(1) through (A)(7) that are 
present at each building or structure served shall be bonded 
together to form the grounding electrode system. Where 
none of these grounding electrodes exist, one or more of 
the grounding electrodes specified in 250.52(A)(4) through 
(A)(8) shall be installed and used. 

Exception: Concrete-encased electrodes of existing build- 
ings or structures shall not be required to be part of the 
grounding electrode system where the Steel reinforcing bars 
or rods are not accessible for use without disturbing the 
concrete. 


250.52 Grounding Electrodes. 

(A) Electrodes Permitted for Grounding. 

(1) Metal Underground Water Pipe. A 

ground water pipe in direct contad with the 
(10 ft) or more (including any metal well cí 
the pipe) and electrically continuous (or m 
continuous hy bonding around insulati 
ing pipe) to the points of connecth 
trode conductor and the bondina^Ríductor(s^ 
if installed. 


(2) Metal Frame of the Building ór StructuijVl he metal 
frame of the building or structure tha^^k^flnected to the 
earth by one or more of the foliowing mSnods: 




Metallic components shall be encased by at least 
50 mm (2 in.) of concrete and shall be located horizontally 
within that portion of a concrete foundation or footing that 
is in direct contad with the earth or wi thin vertical foun- 
dations or structural components or members that are in 
direct contad with the earth. If múltiple concrete-encased 
electrodes are present at a building or structure, it shall be 
permissible to bond only one into the grounding electrode 
system. [ROP 5-10J 

InformationayjK: Concrete installed with insulation, \ 
por barriere, films (^similar ítems separating the concrete 
from th^ Snrth is m^gnsidered to be in “direct contad” 
with Ú 

*und Ring. A grounJPíing encircling the building or 
red contad with the earth, consisting of at 
least Hjjy (20 ft) of bare copper conductor not smaller 
than 2 

’ipe Electrodes. Rod and pipe electrodes 
less than 2.44 m (8 ft) in length and shall 
Tnsist of the following materials. 

(a) Grounding electrodes of pipe or conduit shall not 
smaller than metric designator 21 (trade size %) and, 

where of Steel, shall have the outer surface galvanized or 
otherwise metal-coated for corrosión protection. 

(b) Rod-type grounding electrodes of stainless Steel 
and copper or zinc coated Steel shall be at least 15.87 mm 
( 5 /s in.) in diameter, unless listed. 

(6) Other Listed Electrodes. Other listed grounding elec¬ 
trodes shall be permitted. 


(1) At least one structural metal member that is in direct 
contad with the earth for 3.0 m (10 ft) or more, with or 
without concrete encasement. 

(2) Hold-down bolts securing the structural Steel column 
that are connected to a concrete-encased electrode that 
comphes with 250.52(A)(3) and is located in the sup- 
port footing or foundation. The hold-down bolts shall 
be connected to the concrete-encased electrode by 
welding, exothermic welding, the usual Steel tie wires, 
or other approved means. 

(3) Concrete-Encased Electrode. A concrete-encased 
electrode shall consist of at least 6.0 m (20 ft) of either (1) 
or (2): 

(1) One or more bare or zinc galvanized or other electri¬ 
cally conductive coated Steel reinforcing bars or rods of 


(7) Píate Electrodes. Each píate electrode shall expose not 
less than 0.186 m 2 (2 ft 2 ) of surface to exterior soil. Elec¬ 
trodes of bare or conductively coated iron or Steel plates 
shall be at least 6.4 mm ('A in.) in thickness. Solid, un- 
coated electrodes of nonferrous metal shall be at least 
1.5 mm (0.06 in.) in thickness. 

(8) Other Local Metal Underground Systems or Struc¬ 
tures. Other local metal underground systems or structures 
such as piping systems, underground tanks, and under¬ 
ground metal well casings that are not bonded to a metal 
water pipe. 

(B) Not Permitted for Use as Grounding Electrodes. 

The following systems and materials shall not be used as 
grounding electrodes: 


70-118 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 250 — GROUNDING AND BONDING 


250.54 


(1) Metal underground gas piping systems 

(2) Aluminum 

Informational Note: See 250.104(B) for bonding require- 
ments of gas piping. 

250.53 Grounding Electrode System Installation. [ROP 
5-llla] 

(A) Rod, Pipe, and Píate Electrodes. Rod, pipe, and píate 
electrodes shall meet the requirements of 250.53(A)(1) 
through (A)(3). 

(1) Below Permanent Moisture Level. If practicable, rod, 
pipe, and píate electrodes shall be embedded below perma¬ 
nent moisture level. Rod, pipe, and píate electrodes shall be 
free from nonconductive coatings such as paint or enamel. 

(2) Supplemental Electrode Required. A single rod, pipe, 
or píate electrode shall be supplemented by an additional 
electrode of a type specified in 250.52(A)(2) through 
(A)(8). The supplemental electrode shall be permitted to be 
bonded to one of the following: 

(1) Rod, pipe, or píate electrode 

(2) Grounding electrode conductor 

(3) Grounded service-entrance conductor 

(4) Nonflexible grounded Service raceway 

(5) Any grounded Service enclosure 

Exception: If a single rod, pipe, 
trode has a resistance to earth of 
supplemental electrode shall 

(3) Supplemental Elect 

electrodes are insta]lee 
section, they shall not 


Informational Note: The pa 
increased by spacing them t\ 



Pcíency of rods is 
Ingth of the longest 


(B) Electrode Spacing. Where more than one of the elec¬ 
trodes of the type specified in 250.52(A)(5) or (A)(7) are 
used, each electrode of one grounding system (including 
that used for strike termination devices) shall not be less 
than 1.83 m (6 ft) from any other electrode of another 
grounding system. Two or more grounding electrodes that 
are bonded together shall be considered a single grounding 
electrode system. 

(C) Bonding Jumper. The bonding jumper(s) used to con- 
nect the grounding electrodes together to form the ground¬ 
ing electrode system shall be installed in accordance with 
250.64(A), (B), and (E), shall be sized in accordance with 
250.66, and shall be connected in the manner specified in 
250.70. 


(D) Metal Underground Water Pipe. If used as a ground¬ 
ing electrode, metal underground water pipe shall meet the 
requirements of 250.53(D)(1) and (D)(2). 

(1) Continuity. Continuity of the grounding path or the 
bonding connection to interior piping shall not rely on wa¬ 
ter meters or filtering devices and similar equipment. 

(2) Supplemental Electrode Required. A metal under¬ 
ground water pipe shall be supplemented by an additional 
electrode of a type specified in 250.52(A)(2) through 
(A)(8). If the supplemental electrode is of the rod, pipe, or 
píate type, it shall comply with 250.53(A). The supplemen¬ 
tal electrode shall be bonded to one of the following: 

(1) Grounding electrode conductor 

(2) Grounded^ervice-entrance conductor 

(3) Nonfla^Re grounded Service raceway 

(4) An^flkuded Service enclosure 

(5) l^mjrovK^v 250.32(B) 

'eption: The saf^emental electrode shall be permitted 
to be JAtided to the^interior metal water piping at any 
tent point as specified in 250.68(C)(1), Exception. 

(É) Snpplemental Electrode Bonding Connection Size. 

Whe^fce supplemental electrode is a rod, pipe, or píate 
re, that portion of the bonding jumper that is the solé 
■ction to the supplemental grounding electrode shall 
not be required to be larger than 6 AWG copper wire or 4 
AWG aluminum wire. 

(F) Ground Ring. The ground ring shall be buried at a 
depth below the earth’s surface of not less than 750 mm 
(30 in.). 

(G) Rod and Pipe Electrodes. The electrode shall be in¬ 
stalled such that at least 2.44 m (8 ft) of length is in contact 
with the soil. It shall be driven to a depth of not less than 
2.44 m (8 ft) except that, where rock bottom is encoun- 
tered, the electrode shall be driven at an oblique angle not 
to exceed 45 degrees from the vertical or, where rock bot¬ 
tom is encountered at an angle up to 45 degrees, the elec¬ 
trode shall be permitted to be buried in a trench that is at 
least 750 mm (30 in.) deep. The upper end of the electrode 
shall be flush with or below ground level unless the above- 
ground end and the grounding electrode conductor attach- 
ment are protected against physical damage as specified in 
250.10. 

(H) Píate Electrode. Píate electrodes shall be installed not 
less than 750 mm (30 in.) below the surface of the earth. 

250.54 Auxiliary Grounding Electrodes. One or more 
grounding electrodes shall be permitted to be connected to 
the equipment grounding conductors specified in 250.118 
and shall not be required to comply with the electrode 
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bonding requirements of 250.50 or 250.53(C) or the resis- 
tance requirements of 250.53(A)(2) Exception, but the 
earth shall not be used as an effective ground-fault current 
path as specified in 250.4(A)(5) and 250.4(B)(4). 

250.58 Common Grounding Electrode. Where an ac Sys¬ 
tem is connected to a grounding electrode in or at a build- 
ing or structure, the same electrode shall be used to ground 
conductor enclosures and equipment in or on that building 
or structure. Where sepárate Services, feeders, or branch 
circuits supply a building and are required to be connected 
to a grounding electrode(s), the same grounding elec- 
trode(s) shall be used. 

Two or more grounding electrodes that are bonded to- 
gether shall be considered as a single grounding electrode 
system in this sense. 

250.60 Use of Strike Termination Devices. Conductors 
and driven pipes, rods, or píate electrodes used for ground¬ 
ing strike termination devices shall not be used in lieu of 
the grounding electrodes required by 250.50 for grounding 
wiring systems and equipment. This provisión shall not 
prohibit the required bonding together of grounding elec¬ 
trodes of different systems. 

Informational Note No. 1: See 250.106 for spacing from 
strike termination devices. See 800.100(D), 810.21(J), and 
820.100(D) for bonding of electrodes. 

Informational Note No. 2: Bonding together 
rate grounding electrodes will limit potentia] 
between them and between their associated \^irin 

250.62 Grounding Electrode Condi 

grounding electrode conductor sta 
num, or copper-clad aluminum^Wé material^ 
be resistant to any corrosive coi^kkm existing She instal- 
lation or shall be protected agains^krrosion. K conduc¬ 
tor shall be solid or stranded, insulat^^o^^i, or bare. 

250.64 Grounding Electrode Conductor Installation. 

Grounding electrode conductors at the Service, at each 
building or structure where supplied by a feeder(s) or 
branch circuit(s), or at a separately derived system shall be 
installed as specified in 250.64(A) through (F). 

(A) Aluminum or Copper-Clad Aluminum Conductors. 

Bare aluminum or copper-clad aluminum grounding elec¬ 
trode conductors shall not be used where in direct contact 
with masonry or the earth or where subject to corrosive 
conditions. Where used outside, aluminum or copper-clad 
aluminum grounding electrode conductors shall not be ter- 
minated within 450 mm (18 in.) of the earth. 

(B) Securing and Protection Against Physical Damage. 

Where exposed, a grounding electrode conductor or its en- 
closure shall be securely fastened to the surface on which it 



is carried. Grounding electrode conductors shall be permit- 
ted to be installed on or through framing members. A 4 
AWG or larger copper or aluminum grounding electrode 
conductor shall be protected if exposed to physical damage. 
A 6 AWG grounding electrode conductor that is free from 
exposure to physical damage shall be permitted to be run 
along the surface of the building construction without metal 
covering or protection if it is securely fastened to the con¬ 
struction; otherwise, it shall be protected in rigid metal 
conduit RMC, intermedíate metal conduit (IMC), rigid 
polyvinyl chloride conduit (PVC), reinforced thermosetting 
resin conduit (RTRC), electrical metallic tubing EMT, or 
cable armor. Grounding electrode conductors smaller than 6 
AWG shall be protected in (RMC), IMC, PVC , RTRC, 
(EMT), or cable armor. 

(C) Continuou^^cept as provided in 250.30(A)(5) and 
(A)(6), 250,^^fck and 250.68(C), grounding electrode 
conductorts^hall ^^úistalled in one continuous length 
withou^^Bplice or joi^^If necessary, splices or connec- 
tion^™il be made as pen^tted in (1) through (4): 
(lí^fclicin^^rthe wire-type grounding electrode conduc- 

permitted only by irreversible compres sion- 
typü^unectors listed as grounding and bonding equip¬ 
ment o^^t the exothermic welding process. 
(2]^fc^s oí busbars shall be permitted to be connected 
:ogetnlr to form a grounding electrode conductor, 
i) Bolted, riveted, or welded connections of structural 
metal frames of buildings or structures. 

Threaded, welded, brazed, soldered or bolted-flange 
connections of metal water piping. 

(D) Service with Múltiple Disconnecting Means Enclo¬ 
sures. If a Service consists of more than a single enclosure 
as permitted in 230.71 (A), grounding electrode connections 
shall be made in accordance with 250.64(D)(1), (D)(2), or 
(D)(3). 

(1) Common Grounding Electrode Conductor and 
Taps. A common grounding electrode conductor and 
grounding electrode conductor taps shall be installed. The 
common grounding electrode conductor shall be sized in 
accordance with 250.66, based on the sum of the circular 
mil area of the largest ungrounded service-entrance conduc¬ 
tor^). If the service-entrance conductors connect directly to 
overhead Service conductors, Service drop, underground 
Service conductors, or Service lateral, the common ground¬ 
ing electrode conductor shall be sized in accordance with 
Table 250.66, Note 1. [ROP 5-121] 

A grounding electrode conductor tap shall extend to the 
inside of each Service disconnecting means enclosure. The 
grounding electrode conductor taps shall be sized in accor¬ 
dance with 250.66 for the largest service-entrance conduc¬ 
tor serving the individual enclosure. The tap conductors 
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shall be connected to the common grounding electrode con¬ 
ductor by one of the following methods in such a manner 
that the common grounding electrode conductor remains 
without a splice or joint: 

(1) Exothermic welding. 

(2) Connectors listed as grounding and bonding equip- 
ment. 


or larger than, the enclosed grounding electrode conductor. 

[ROP 5-124] 

(4) Wiring Methods. If a raceway is used as protection for 
a grounding electrode conductor, the installation shall com- 
ply with the requirements of the appropriate raceway ar- 
ticle. [ROP 5-124] 


(3) Connections to an aluminum or copper busbar not less 
than 6 mm thick x 50 mm wide (Va in. x 2 in.) and of 
sufficient length to accommodate the number of termi- 
nations necessary for the installation. The busbar shall 
be securely fastened and shall be installed in an acces- 
sible location. Connections shall be made by a listed 
connector or by the exothermic welding process. If alu¬ 
minum busbars are used, the installation shall comply 
with 250.64(A). [ROP 5-120] 

(2) Individual Grounding Electrode Conductors. A 

grounding electrode conductor shall be connected between 
the grounded conductor in each service equipment discon- 
necting means enclosure and the grounding electrode Sys¬ 
tem. Each grounding electrode conductor shall be sized in * 
accordance with 250.66 based on the service-entrance con¬ 
ductores) supplying the individual service disconnj 
means. 

(3) Common Location. A grounding electrode condil 

shall be connected to the grounded servic|^^fcrctor(sjl 
a wireway or other accessible enclosur^nthe ^^ply sia| 
of the service disconnecting means^ 
be made with exothermic welding ora 
grounding and bonding eaui ruaeaL T elec¬ 

trode conductor shall be siai 

based on the service-enüj^rce conductóri at common 
location where the connS*n is made. ' 



inding Electrode 


(E) Raceways and Enclosui 
Conductors. [ROP 5-124] 

(1) General. Ferrous metal raceways and enclosures for 
grounding electrode conductors shall be electrically con- 
tinuous from the point of attachment to cabinets or equip¬ 
ment to the grounding electrode and shall be securely fas- 
tened to the ground clamp or fitting. Ferrous metal 
raceways and enclosures shall be bonded at each end of the 
raceway or enclosure to the grounding electrode or ground¬ 
ing electrode conductor. Nonferrous metal raceways and 
enclosures shall not be required to be electrically continu- 
ous. [ROP 5-124] 

(2) Methods. Bonding shall be in compliance with 
250.92(B) ensured by one of the methods in 250.92(B)(2) 
through (B)(4). [ROP 5-124] 

(3) Size. The bonding jumper for a grounding electrode 
conductor raceway or cable armor shall be the same size as, 


(F) Installation to Electrode(s). Grounding electrode con¬ 
ductores) and bonding jumpers interconnecting grounding 
electrodes shall be installed in accordance with (1), (2), or 

(3). The grounding electrode conductor shall be sized for 
the largest grounding electrode conductor required among 
all the electrodes connected to it. 

(1) The grounding electrode conductor shall be permitted 
to be run Ja any convenient grounding electrode avail- 
rgrounding electrode system where the other 
, is connected by bonding jumpers 
n accordance with 250.53(C). 
iBrounding "S|htrode conductor(s) shall be permitted to 
pre grounding electrode(s) individu- 

JKnding jumper(s) from grounding electrode(s) shall 
e permitted to be connected to an aluminum or copper 
jbar not less than 6 mm x 50 mm (Vi in. x 2 in.). The 
, buü&r shall be securely fastened and shall be installed 
an accessible location. Connections shall be made by 
a listed connector or by the exothermic welding pro¬ 
cess. The grounding electrode conductor shall be per¬ 
mitted to be run to the busbar. Where aluminum bus¬ 
bars are used, the installation shall comply with 
250.64(A). 

250.66 Size of Alternating-Current Grounding Elec¬ 
trode Conductor. The size of the grounding electrode con¬ 
ductor at the service, at each building or structure where 
supplied by a feeder(s) or branch circuit(s), or at a sepa- 
rately derived system of a grounded or ungrounded ac Sys¬ 
tem shall not be less than given in Table 250.66, except as 
permitted in 250.66(A) through (C). 

[ROP 5-128a] 

(A) Connections to Rod, Pipe, or Píate Electrode(s). 

Where the grounding electrode conductor is connected to a 
single, or múltiple rod, pipe, or píate electrode(s) or any 
combination thereof as permitted in 250.52(5) or (A)(7), 
that portion of the conductor that is the solé connection to 
the grounding electrode(s) shall not be required to be larger 
than 6 AWG copper wire or 4 AWG aluminum wire. [ROP 
5-131] 

(B) Connections to Concrete-Encased Electrodes. 

Where the grounding electrode conductor is connected to a 
single or múltiple concrete-encased electrode(s) as permit¬ 
ted in 250.52(A)(3), that portion of the conductor that is the 
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Table 250.66 Grounding Electrode Conductor for 
Alternating-Current Systems 


Size of Largest Ungrounded 
Service-Entrance 
Conductor or Equivalent 
Area for Parallel 


Size of Grounding Electrode 


Conductors 3 

(AWG/kcmil) 

Conductor (AWG/kcmil) 


Aluminum or 


Aluminum or 

Copper 

Copper-Clad 

Aluminum 

Copper 

Copper-Clad 

Aluminum b 

2 or smaller 

1/0 or smaller 

8 

6 

1 or 1/0 

2/0 or 3/0 

6 

4 

2/0 or 3/0 

4/0 or 250 

4 

2 

Over 3/0 

Over 250 

2 

1/0 

through 

350 

through 500 



Over 350 

Over 500 

1/0 

3/0 

through 

600 

through 900 



Over 600 

Over 900 

2/0 

4/0 

through 

1100 

through 1750 



Over 1100 

Over 1750 

3/0 

250 


Notes: 

1. If múltiple sets of service-entrance conductors com^PciircctljJ 
Service drop, set of overhead Service conductors, ni' undery^ 
Service conductors, or Service lateral, the equivalente 
service-entrance conductor shall be determin ed by the 
the areas of the corresponding conductor^rf^ach set. [K¡ 

2. Where there are no scrvicc-cnti-an^Bconductofl 
electrode conductor size shall be deta^Bned by the ec 
the largest service-entrance conduc^«gquired for ti 
served. 

“This table also applies to the derived c 
rived ac Systems. 

b See installation restrictions in 250.64(A). 


solé connection to the grounding electrode(s) shall not be 
required to be larger than 4 AWG copper wire. [ROP 
5-135] 

(C) Connections to Ground Rings. Where the grounding 
electrode conductor is connected to a ground ring as per- 
mitted in 250.52(A)(4), that portion of the conductor that is 
the solé connection to the grounding electrode shall not be 
required to be larger than the conductor used for the ground 
ring. 

250.68 Grounding Electrode Conductor and Bonding 
Jumper Connection to Grounding Electrodes. The con¬ 
nection of a grounding electrode conductor at the Service, at 
each building or structure where supplied by a feeder(s) or 


branch circuit(s), or at a separately derived system and as- 
sociated bonding jumper(s) shall be made as specified 
250.68(A) through (C). 

(A) Accessibility. All mechanical elements used to termí¬ 
nate a grounding electrode conductor or bonding jumper to 
a grounding electrode shall be accessible. 

Exception No. 1: An encased or buried connection to a 
concrete-encased, driven, or buried grounding electrode 
shall not be required to be accessible. 

Exception No. 2: Exothermic or irreversible compression 
connections used at terminations, together with the me¬ 
chanical means used to attach such terminations to fire- 
proofed structural metal whether or not the mechanical 
means is reversible, djall not be required to be accessible. 

(B) Effective Grounding Path. The connection of a 
grounding el^^^^conductor or bonding jumper to a 
grounding^e^rctrode^fc^l be made in a manner that will 
ensure a^ftfective grot^mg path. Where necessary to en- 
sureJ^grounding path fo^^metal piping system used as a 
gr^Eling e^node, bonding shall be provided around in- 
sularafc^^B and around any equipment likely to be dis- 
connecra^Wor repairs or replacement. Bonding jumpers 

iall be (^■ufficient length to permit removal of such 
t wlfe retaining the integrity of the grounding 

ÍC) Grounding Electrode Connections. Grounding elec- 
kle conductors and bonding jumpers shall be permitted to 
e connected at the following locations and used to extend 
~the connection to an electrode(s): [ROP 5-138] 

(1) Interior metal water piping located not more than 1.52 
m (5 ft) from the point of entrance to the building shall 
be permitted to be used as a conductor to interconnect 
electrodes that are part of the grounding electrode sys¬ 
tem. 

Exception: In industrial, commercial, and institutional 
buildings or structures, if conditions of maintenance and 
supervisión ensure that only qualified persons Service the 
installation, interior metal water piping located more than 
1.52 m (5ft)from the point of entrance to the building shall 
be permitted as a bonding conductor to interconnect elec¬ 
trodes that are part ofthe grounding electrode system, or as 
a grounding electrode conductor, if the entire length, other 
than short sections passing perpendicularly through walls, 
fioors, or ceilings, of the interior metal water pipe that is 
being used for the conductor is exposed. 

(2) The structural frame of a building that is directly con¬ 
nected to a grounding electrode as specified in 
250.52(A)(2) or 250.68(C)(2)(a), (b), or (c) shall be 
permitted as a bonding conductor to interconnect elec¬ 
trodes that are part of the grounding electrode system, 
or as a grounding electrode conductor. 


70-122 


NATIONAL ELECTRICAL CODE 2014 Edition 














ARTICLE 250 — GROUNDING AND BONDING 


250.90 


a. By connecting the structural metal frame to the re- 
inforcing bars of a concrete-encased electrode, as 
provided in 250.52(A)(3), or ground ring as pro- 
vided in 250.52(A)(4) 

b. By bonding the structural metal frame to one or 
more of the grounding electrodes, as specified in 
250.52(A)(5) or (A)(7), that comply with 
250.53(A)(2) 

c. By other approved means of establishing a connec- 
tion to earth 

(3) A concrete encased electrode of either the conductor 
type, reinforcing rod or bar installed in accordance with 
250.52(A)(3) extended from its location within the con¬ 
crete to an accessible location above the concrete shall 
be permitted. [ROP 5-138] 

250.70 Methods of Grounding and Bonding Conductor 
Connection to Electrodes. The grounding or bonding con¬ 
ductor shall be connected to the grounding electrode by 
exothermic welding, listed lugs, listed pressure connectors, 
listed clamps, or other listed means. Connections depend- 
ing on solder shall not be used. Ground clamps shall be 
listed for the materials of the grounding electrode and the 
grounding electrode conductor and, where used on. 
rod, or other buried electrodes, shall also be listed foi 
soil burial or concrete encasement. Not more than on( 
ductor shall be connected to the grounding elec trode 
single clamp or fitting unless the clamp 
for múltiple conductors. One of the^ 
shall be used: 

(1) A pipe fitting, pipe plug, or 
screwed into a pipe 

(2) A listed bolted clam 
or malleable iron 

(3) For indoor commum^fcwis purpo J only, a listed 
sheet metal strap-type g^Hd cl^p having a rigid 
metal base that seats on tnlkpKrode and having 
strap of such material and dimensions that it is not 
likely to stretch during or after installation 

(4) An equally substantial approved means 

IY. Enclosure, Raceway, and Service Cable 
Connections 

250.80 Service Raceways and Enclosures. Metal enclo- 
sures and raceways for Service conductors and equipment 
shall be connected to the grounded system conductor if the 
electrical system is grounded or to the grounding electrode 
conductor for electrical systems that are not grounded. 

Exception: A metal elbow that is installed in an under- 
ground nonmetallic raceway and is isolated from possible 
contact by a mínimum cover of450 mm (18 in.) to any part 
of the elbow shall not be required to be connected to the 


grounded system conductor 
conductor. 


grounding electrode 



250.84 Underground Service Cable or Raceway. 

(A) Underground Service Cable. The sheath or armor of 
a continuous underground metal-sheathed or armored Ser¬ 
vice cable system that is connected to the grounded system 
conductor on the supply side shall not be required to be 
connected to the grounded system conductor at the building 
or structure. The sheath or armor shall be permitted to be 
insulated from the interior metal raceway or piping. 

(B) Underground Service Raceway Containing Cable. 

An underground metal Service raceway that contains a 
metal-sheathed or armored cable connected to the grounded 
system con<Mror shall not be required to he connected to 
the grouj^system conductor at the building or structure. 
The sor shall be permitted to be insulated from 
uior m^^uceway or piping. 

¡0.86 Other Conductor Enclosures and Raceways. Ex- 

pt í^frermitted by 250.112(1), metal enclosures and race- 
tor other than Service conductors shall be connected 
equipment grounding conductor. 



or plain 


No. 1: Metal enclosures and raceways for con- 
added to existing installations of open wire, knob- 
and-tube wiring, and nonmetallic-sheathed cable shall not 
be required to be connected to the equipment grounding 
conductor where these enclosures or wiring methods com¬ 
ply with (1) through (4) as follows: 

(1) Do not provide an equipment ground 

(2) Are in runs of less than 7.5 m (25 ft) 

(3) Are free from probable contact with ground, grounded 
metal, metal lath, or other conductive material 

(4) Are guarded against contact by persons 

Exception No. 2: Short sections of metal enclosures or 
raceways used to provide support or protection of cable 
assemblies from physical damage shall not be required to 
be connected to the equipment grounding conductor. 
Exception No. 3: A metal elbow shall not be required to be 
connected to the equipment grounding conductor where it 
is installed in a run of nonmetallic raceway and is isolated 
from possible contact by a mínimum cover of 450 mm 
(18 in.) to any part of the elbow or is encased in not less 
than 50 mm (2 in.) of concrete. 

V. Bonding 

250.90 General. Bonding shall be provided where neces- 
sary to ensure electrical continuity and the capacity to con- 
duct safely any fault current likely to be imposed. 
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250.92 Services. 

(A) Bonding of Equipment for Services. The normally 
non-current-carrying metal parts of equipment indicated in 
250.92(A)(1) and (A)(2) shall be bonded together. 

(1) All raceways, cable trays, cablebus framework, auxil- 
iary gutters, or Service cable armor or sheath that en¬ 
dose, contain, or support Service conductors, except as 
permitted in 250.80 

(2) All enclosures containing Service conductors, including 
meter fittings, boxes, or the like, interposed in the Ser¬ 
vice raceway or armor 

(B) Method of Bonding at the Service. Bonding jumpers 
meeting the requirements of this article shall be used 
around impaired connections, such as reducing washers or 
oversized, concentric, or eccentric knockouts. Standard 
locknuts or bushings shall not he the only means for the 
bonding required by this section but shall be permitted to 
be installed to make a mechanical connection of the race- 
way(s). 

Electrical continuity at Service equipment, Service race¬ 
ways, and Service conductor enclosures shall be ensured by 
one of the following methods: 

(1) Bonding equipment to the grounded Service conductor 
in a manner provided in 250.8 

(2) Connections utilizing threaded couplings or threadec 
hubs on enclosures if made up wrenchtight 

(3) Threadless couplings and connectors if 
for metal raceways and metal-ciad cabj 

(4) Other listed devices, such as bonding 
bushings, or bushings with bondiaaii 

250.94 Bonding for Other £Kems. 

bonding termination for conrwfcuig intersyst^ bonding 
conductors required for other s^«ns shall lv provided 
extemal to enclosures at the Service e^úunej™R- metering 
equipment enclosure and at the disco^fc^mg means for 
any additional buildings or structures. The intersystem 
bonding termination shall comply with the following: 

(1) Be accessible for connection and inspection. 

(2) Consist of a set of termináis with the capacity for con¬ 
nection of not less than three intersystem bonding con¬ 
ductors. 

(3) Not interfere with opening the enclosure for a Service, 
building or structure disconnecting means, or metering 
equipment. 

(4) At the Service equipment, be securely mounted and 
electrically connected to an enclosure for the Service 
equipment, to the meter enclosure, or to an exposed 
nonflexible metallic Service raceway, or be mounted at 
one of these enclosures and be connected to the enclo¬ 
sure or to the grounding electrode conductor with a 
minimum 6 AWG copper conductor 



(5) At the disconnecting means for a building or structure, 
be securely mounted and electrically connected to the 
metallic enclosure for the building or structure discon¬ 
necting means, or be mounted at the disconnecting 
means and be connected to the metallic enclosure or to 
the grounding electrode conductor with a minimum 6 
AWG copper conductor. 

(6) The termináis shall be listed as grounding and bonding 
equipment. 

Exception: In existing buildings or structures where any of 
the intersystem bonding and grounding electrode conduc¬ 
tors required by 770.100(B)(2), 800.100(B)(2) 

810.21(F)(2), 820.100(B)(2), and 830.100(B)(2) exisi 
stallation of the intersystem bonding termination is not re 
quired. An accessibteépeans extemal to enclosures for con- 
necting intersys^^r bonding and grounding electrode 
conductors shaj^toermitted at the Service equipment and 
at the disco jcctin^^eans for any additional buildings or 
structur^^y at least^^^rf the following means: 

inflexible metallic raceways 
>sed grounding electrode conductor 

means for the extemal connection of a cop- 
corrosion-resistant bonding or grounding 
conductor to the grounded raceway or 

equipment 

Informational Note No. 1: A 6 AWG copper conductor 
end bonded to the grounded nonflexible metallic 
raceway or equipment and with 150 mm (6 in.) or more of 
the other end made accessible on the outside wall is an 
example of the approved means covered in 250.94, Excep¬ 
tion Ítem (3). 

Informational Note No. 2: See 770.100, 800.100, 810.21, 
820.100, and 830.100 for intersystem bonding and ground¬ 
ing requirements for conductive optical fiber cables, Com¬ 
munications circuits, radio and televisión equipment, 
CATV circuits and network-powered broadband Communi¬ 
cations systems, respectively. 

250.96 Bonding Other Enclosures. 

(A) General. Metal raceways, cable trays, cable armor, 
cable sheath, enclosures, frames, fittings, and other metal 
non-current-carrying parts that are to serve as equipment 
grounding conductors, with or without the use of supple- 
mentary equipment grounding conductors, shall be bonded 
where necessary to ensure electrical continuity and the ca¬ 
pacity to conduct safely any fault current likely to be im- 
posed on them. Any nonconductive paint, enamel, or simi¬ 
lar coating shall be removed at threads, contact points, and 
contad surfaces or be connected by means of fittings de- 
signed so as to make such removal unnecessary. 

(B) Isolated Grounding Circuits. Where installed for the 
reduction of electrical noise (electromagnetic interference) 
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on the grounding circuit, an equipment enclosure supplied 
by a branch circuit shall be permitted to be isolated from a 
raceway containing circuits supplying only that equipment 
by one or more listed nonmetallic raceway fittings located 
at the point of attachment of the raceway to the equipment 
enclosure. The metal raceway shall comply with provisions 
of this article and shall be supplemented by an intemal 
insulated equipment grounding conductor installed in ac- 
cordance with 250.146(D) to ground the equipment enclo¬ 
sure. 

Informational Note: Use of an isolated equipment ground¬ 
ing conductor does not relieve the requirement for ground¬ 
ing the raceway system. 


Informational Note: See 501.30, 502.30, 503.30, 505.25, 
or 506.25 for specific bonding requirements. [ROP 5-160] 

250.102 Bonding Conductors and Jumpers. 

(A) Material. Bonding jumpers shall be of copper or other 
corrosion-resistant material. A bonding jumper shall be a 
wire, bus, screw, or similar suitable conductor. 

(B) Attachment. Bonding jumpers shall be attached in the 
manner specified by the applicable provisions of 250.8 for 
circuits and equipment and by 250.70 for grounding elec- 
trodes. 

(C) Size — Supply-Side Bonding Jumper. 


250.97 Bonding for Over 250 Volts. For circuits of over 
250 volts to ground, the electrical continuity of metal race- 
ways and cables with metal sheaths that contain any con¬ 
ductor other than Service conductors shall be ensured by 
one or more of the methods specified for Services in 
250.92(B), except for (B)(l). 

Exception: Where oversized, concentric, or eccentric 
knockouts are not encountered, or where a box or enclosure 
with concentric or eccentric knockouts is listed to provide a 
reliable bonding connection, the following methods si 
permitted: 

(1) Threadless couplings and connectotxá 
metal sheaths 

(2) Two locknuts, on rigid metal 
metal conduit, one inside and one 
cabinets 

(3) Fittings with shouldej^nat seafjagainst the box 
or cabinet, such as^m^trical metatwk tubmg connec- 
tors, flexible metal com^kconnectoW and cable con- 
nectors, with one lockm^m^the^Mde of boxes and 

(4) Listed fittings 

250.98 Bonding Loosely Jointed Metal Raceways. Ex¬ 
pansión fittings and telescoping sections of metal raceways 
shall be made electrically continuous by equipment bond¬ 
ing jumpers or other means. 

250.100 Bonding in Hazardous (Classified) Locations. 

Regardless of the voltage of the electrical system, the elec¬ 
trical continuity of non-current-carrying metal parts of 
equipment, raceways, and other enclosures in any hazard¬ 
ous (classified) location as defined in 500.5, 505.5, and 
506.5 shall be ensured by any of the bonding methods 
specified in 250.92(B)(2) through (B)(4). One or more of 
these bonding methods shall be used whether or not equip¬ 
ment grounding conductors of the wire type are installed. 
[ROP 5-160] 


(1) Size for Supply Conductors in a Single Raceway or 
Cable. The^^pply-side bonding jumper shall not be 
smaller th^^ecified in Table 250.102(C). [ROP 5-42] 

(2) Size fonfParallel Conductor Installations in Two or 
M o re Race w^^kWhere the ungrounded supply conduc- 

rare parallelea^^two or more raceways or cables, and 
Wn individual suppl^rae bonding jumper is used for bond- 
T raceways or cables, the size of the supply-side 
fng jumper for each raceway or cable shall be selected 
^able 250.102(C) based on the size of the ungrounded 
suppflfcconductors in each raceway or cable. A single 
[y ^ide bonding jumper installed for bonding two or 
moreraceways or cables shall be sized in accordance with 
250.102(0(1). [ROP 5-42] 

(3) Different Materials. Where the ungrounded supply 
conductors and the supply-side bonding jumper are of dif¬ 
ferent materials (copper or aluminum), the minimum size 
of the supply-side bonding jumper shall be based on the 
assumed use of ungrounded conductors of the same mate¬ 
rial as the supply-side bonding jumper and with an ampac- 
ity equivalent to that of the installed ungrounded supply 
conductors. 

(D) Size — Equipment Bonding Jumper on Load Side 
of an Overcurrent Device. The equipment bonding jumper 
on the load side of an overcurrent device(s) shall be sized 
in accordance with 250.122. 

A single common continuous equipment bonding 
jumper shall be permitted to connect two or more raceways 
or cables if the bonding jumper is sized in accordance with 
250.122 for the largest overcurrent device supplying cir¬ 
cuits therein. 

(E) Installation. Bonding jumpers or conductors and 
equipment bonding jumpers shall be permitted to be in¬ 
stalled inside or outside of a raceway or an enclosure. 

(1) Inside a Raceway or an Enclosure. If installed inside 
a raceway, equipment bonding jumpers and bonding jump¬ 
ers or conductors shall comply with the requirements of 
250.119 and 250.148. 
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Table 250.102(C) Grounded Conductor, Main Bonding 
Jumper, System Bonding Jumper, and Supply Side Bonding 
Jumper for Alternating-Current Systems [ROP 5-42] 


Size of Largest 
Ungrounded Conductor or 
Equivalent Area for 

Parallel Conductors 
(AWG/kcmil) 

Size of Grounded 
Conductor or Bonding 
Jumper® (AWG/kcmil) 

Copper 

Aluminum 

Copper-Clad 

Aluminum 

Copper 

Aluminum or 
Copper-Clad 
Aluminum 

2 or smaller 

1/0 or 
smaller 

8 

6 

1 or 1/0 

2/0 or 3/0 

6 

4 

2/0 or 3/0 

4/0 or 250 

4 

2 

Over 3/0 
through 

350 

Over 250 
through 500 

2 

1/0 

Over 350 
through 

600 

Over 500 
through 900 

1/0 

3/0 

Over 600 
through 
1100 

Over 900 
through 1750 

2/0 

4/0 

Over 1100 

Over 1750 

See Notes j 


a For the purposes of this table, the term bonding jumper refers to 
main bonding jumpers, System bonding jumpers, and supply-side 
bonding jumpers. 

Notes: 

1. If the ungrounded supply conductors are large 
copper or 1750 kcmil aluminum the grounded 
jumper shall have an area not less than 12 Vz perce 
largest ungrounded supply conductor 
supply conductors. The grounded com 
not be required to be larger than the 
set of ungrounded conductors. 

2. If the ungrounded supply conducto! 
different materials (copper, aluminum o! 
minimum size of the grounded conductor 
based on the assumed use of ungroundet 
same material as the grounded conductor 
an ampacity equivalent to that of the installed ungrounded supply 
conductors. 

3. If múltiple sets of service-entrance conductors are used as permitted 
in 230.40 Exception No. 2, or if múltiple sets of ungrounded supply 
conductors are installed for a separately derived system, the equiva¬ 
lent size of the largest ungrounded supply conductor(s) shall be deter- 
mined by the largest sum of the areas of the corresponding conductors 
of each set. 



or equipment bonding jumper shall not exceed 1.8 m (6 ft) 
and shall be routed with the raceway or enclosure. 

Exception: An equipment bonding jumper or supply-side 
bonding jumper longer than 1.8 m (6 ft) shall be permitted 
at outside pole locations for the parpóse of bonding or 
grounding isolated sections of metal raceways or elbows 
installed in exposed risers of metal conduit or other metal 
raceway, and for bonding grounding electrodes, and shall 
not be required to be routed with a raceway or enclosure. 

(3) Protection. Bonding jumpers or conductors and equip¬ 
ment bonding jumpers shall be installed in accordance with 
250.64(A) and (B). 

250.104 Bonding of Piping Systems and Exposed Struc- 
tural Metal. [ROPjpl64| 

(A) Metal Watf^^típing. The metal water piping system 
shall be boníjra as^Mred in (A)(l), (A)(2), or (A)(3) of 
this sec:tion. The boiK^^jumper(s) shall be installed in 
accordarrce with 250.64(A), (B), and (E). The points of 
Lent oliáh e bonding jumper(s) shall be accessible. 

(1) General. Metal water piping system(s) installed in or 
attacheo^kfl building or structure shall be bonded to the 

:e equq^|nt enclosure, the grounded conductor at the 
xíunding electrode conductor where of suffi- 
size,TSr to the one or more grounding electrodes used. 
le bonding jumper(s) shall be sized in accordance with 
ile 250.66 except as permitted in 250.104(A)(2) and 
í(3). 

(2) Buildings of Múltiple Occupancy. In buildings of 
múltiple occupancy where the metal water piping system(s) 
installed in or attached to a building or structure for the 
individual occupancies is metallically isolated from all 
other occupancies by use of nonmetallic water piping, the 
metal water piping system(s) for each occupancy shall be 
permitted to be bonded to the equipment grounding termi¬ 
nal of the panelboard, switchboard, or metal-enclosed 
switchgear enclosure (other than Service equipment) sup- 
plying that occupancy. The bonding jumper shall be sized 
in accordance with Table 250.122, based on the rating of 
the overcurrent protective device for the Circuit supplying 
the occupancy. [ROP 9-15c, ROP 5-167] 


4. If there are no service-entrance conductors, the supply conductor 
size shall be determined by the equivalent size of the largest service- 
entrance conductor required for the load to be served. 


Informational Note: See Chapter 9, Table 8 for the circular 
mil area of conductors 18 AWG to 4/0 AWG. [ROP 5-42] 

(2) Outside a Raceway or an Enclosure. If installed on 
the outside, the length of the bonding jumper or conductor 


(3) Múltiple Buildings or Structures Supplied by a 
Feeder(s) or Branch Circuit(s). The metal water piping 
system(s) installed in or attached to a building or structure 
shall be bonded to the building or structure disconnecting 
means enclosure where located at the building or structure, 
to the equipment grounding conductor run with the supply 
conductors, or to the one or more grounding electrodes 
used. The bonding jumper(s) shall be sized in accordance 
with 250.66, based on the size of the feeder or branch 
Circuit conductors that supply the building or structure. The 
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bonding jumper shall not be required to be larger than the 
largest ungrounded feeder or branch circuit conductor sup- 
plying the building or structure. [ROP 5-168] 

(B) Other Metal Piping. If installed in, or attached to, a 
building or structure, a metal piping system(s), including 
gas piping, that is likely to become energized shall be 
bonded to the Service equipment enclosure; the grounded 
conductor at the Service; the grounding electrode conduc¬ 
tor, if of sufficient size; or to one or more grounding elec- 
trodes used. The bonding conductor(s) or jumper(s) shall be 
sized in accordance with 250.122, using the rating of the 
circuit that is likely to energize the piping system(s). The 
equipment grounding conductor for the circuit that is likely 
to energize the piping shall be permitted to serve as the 
bonding means. The points of attachment of the bonding 
jumper(s) shall be accessible. 

Informational Note No. 1: Bonding all piping and metal 

air ducts within the premises will provide additional safety. 

Informational Note No. 2: Additional information for gas 

piping systems can be found in Section 7.13 of NFPA 54- 

2012, National Fuel Gas Code. [ROP 5-172a] 

(C) Structural Metal. Exposed structural metal that^ 

terconnected to form a metal building frame and^ 
intentionally grounded or bonded and is likely to beq 
energized shall be bonded to the Service e quipm ent en^ 
sure; the grounded conductor at the Service; the disconnec 
ing means for buildings or structuress^^lied q®a feede| 
or branch circuit; the grounding ele^Ede conj 
sufficient size; or to one or more grounu^kaj^rodeSl 
The bonding jumper(s) shall he sized in •'^tordance with 
Table 250.66 and installet^^tccOT^re w^^50.64(A), 
(B), and (E). The points^Bttachment olme bomnng jump- 
er(s) shall be accessible installed iB;ompliance with 

250.68(A), Exception No. 

(D) Separately Derived SystenSÉ^tal water piping Sys¬ 
tems and structural metal that is interconnected to form a 
building frame shall be bonded to separately derived Sys¬ 
tems in accordance with (D)(l) through (D)(3). 

(1) Metal Water Piping System(s). The grounded conduc¬ 
tor of each separately derived system shall be bonded to the 
nearest available point of the metal water piping system(s) 
in the area served by each separately derived system. This 
connection shall be made at the same point on the sepa¬ 
rately derived system where the grounding electrode con¬ 
ductor is connected. Each bonding jumper shall be sized in 
accordance with Table 250.66 based on the largest un¬ 
grounded conductor of the separately derived system. 

Exception No. 1: A sepárate bonding jumper to the metal 
water piping system shall not be required where the metal 
water piping system is used as the grounding electrode for 


the separately derived system and the water piping system 
is in the area served. 

Exception No. 2: A sepárate water piping bonding jumper 
shall not be required where the metal frame of a building or 
structure is used as the grounding electrode for a sepa¬ 
rately derived system and is bonded to the metal water 
piping in the area served by the separately derived system. 

(2) Structural Metal. Where exposed structural metal that 
is interconnected to form the building frame exists in the 
area served by the separately derived system, it shall be 
bonded to the grounded conductor of each separately de¬ 
rived system. This connection shall be made at the same 
point on the separately derived system where the grounding 
electrode conductor is connected. Each bonding jumper 
shall be sized^accordance with Table 250.66 based on the 
largest unj^pTnded conductor of the separately derived sys- 
tem. 

n No. sepárate bonding jumper to the build- 

f structural meW^Aall not be required where the metal 
Wframe (JAi building or structure is used as the grounding 
Te for the separately derived system. 
n No. 2: A sepárate bonding jumper to the build- 
)HCtural metal shall not be required where the water 
2 building or structure is used as the grounding 
fode for a separately derived system and is bonded to 
the building structural metal in the area served by the sepa¬ 
rately derived system. 

(3) Common Grounding Electrode Conductor. Where a 
common grounding electrode conductor is installed for 
múltiple separately derived systems as permitted by 
250.30(A)(6), and exposed structural metal that is intercon¬ 
nected to form the building frame or interior metal piping 
exists in the area served by the separately derived system, 
the metal piping and the structural metal member shall be 
bonded to the common grounding electrode conductor in 
the area served by the separately derived system. 

Exception: A sepárate bonding jumper from each derived 
system to metal water piping and to structural metal mem- 
bers shall not be required where the metal water piping and 
the structural metal members in the area served by the 
separately derived system are bonded to the common 
grounding electrode conductor. 

250.106 Lightning Protection Systems. The lightning 
protection system ground termináis shall be bonded to the 
building or structure grounding electrode system. 

Informational Note No. 1: See 250.60 for use of strike 
termination devices. For further information, see 
NFPA 780-2011, Standard for the Installation of Lightning 
Protection Systems, which contains detailed information on 
grounding, bonding, and sideflash distance from lightning 
protection systems. 
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Informational Note No. 2: Metal raceways, enclosures, 
frames, and other non-current-carrying metal parts of elec- 
trical equipment installed on a building equipped with a 
lightning protection system may require bonding or spacing 
from the lightning protection conductors in accordance 
with NFPA 780-2011, Standard for the lnstallation of 
Lightning Protection Systems. 


VI. Equipment Grounding and Equipment Grounding 
Conductors 


(A) Switchboard or Switchgear Frames and Structures. 

Switchboard or switchgear frames and structures support- 
ing switching equipment, except frames of 2-wire de 
switchboards or switchgear where effectively insulated 
from ground. [ROP 9-15d] 

(B) Pipe Organs. Generator and motor frames in an elec- 
trically operated pipe organ, unless eífectively insulated 
from ground and the motor driving it. 


250.110 Equipment Fastened in Place (Fixed) or Con- 
nected by Permanent Wiring Methods. Exposed, nor- 
mally non-current-carrying metal parts of fixed equipment 
supplied by or enclosing conductors or components that are 
likely to become energized shall be connected to an equip¬ 
ment grounding conductor under any of the following con- 
ditions: 

(1) Where within 2.5 m (8 ft) vertically or 1.5 m (5 ft) 
horizontally of ground or grounded metal objeets and 
subject to contact by persons 

(2) Where located in a wet or damp location and not iso- 
lated 

(3) Where in electrical contact with metal 

(4) Where in a hazardous (classified) location as coveret' 
by Articles 500 through 517 

(5) Where supplied by a wiring method that provides an 
equipment grounding conductor, except as pejpfftei by 
250.86 Exception No. 2 for short sectinj^of 
enclosures 

(6) Where equipment operates with any 1 
150 volts to ground 

Exception No. 1: If exempted 
metal frame of electrically hea^Fappliances 
frame permanently and effective^^nsulated 
shall not be required to be grount 
Exception No. 2: Distribution appar'átftt^ Mch 
forrner and capacitor cases, mounted on w Woden poles 
height exceeding 2.5 m (8 ft) above ground or grade level 
shall not be required to be grounded. 

Exception No. 3: Listed equipment protected by a system 
ofdouble insulation, or its equivalent, shall not be required 
to be connected to the equipment grounding conductor. 
Where such a system is employed, the equipment shall be 
distinctively marked. 

250.112 Specific Equipment Fastened in Place (Fixed) 
or Connected by Permanent Wiring Methods. Except as 
permitted in 250.112(F) and (I), exposed, normally non- 
current-carrying metal parts of equipment described in 
250.112(A) through (K), and normally non-current- 
carrying metal parts of equipment and enclosures described 
in 250.112(L) and (M), shall be connected to an equipment 
grounding conductor, regardless of voltage. 


(C) Motor Frames. Motor frames, 
430.242. 


provided by 


(D) Enclosures for Motor Controllers. Enclosures for 
motor controllers unless attached to ungrounded portable 
equipment. 

ectrical equipment for eleva- 


(I rages, Theaters, and Motion Picture Studios. 

El al equipment in cowiercial garages, theaters, and 
pictu^^studios, except pendant lampholders sup- 
pl kd^raits not over 150 volts to ground. 

signs. Electric signs, outline lighting, and as- 


gil». JZ/1CULI1U Mgllí», UUlllll 

ient as provided in 600.7 



Motion Picture Projection Equipment. Motion pic- 
íre projection equipment. 

Remote-Control, Signaling, and Fire Alarm Circuits. 

xjuipment supplied by Class 1 circuits shall be grounded 
unless operating at less than 50 volts. Equipment supplied 
by Class 1 power-limited circuits, by Class 2 and Class 3 
remote-control and signaling circuits, and by fire alarm cir¬ 
cuits shall be grounded where system grounding is required 
by Part II or Part VIII of this article. 

(J) Luminaires. Luminaires as provided in Part V of Ar¬ 
ticle 410. 

(K) Skid-Mounted Equipment. Permanently mounted 
electrical equipment and skids shall be connected to the 
equipment grounding conductor sized as required by 
250.122. 

(L) Motor-Operated Water Pumps. Motor-operated wa¬ 
ter pumps, including the submersible type. 

(M) Metal Well Casings. Where a submersible pump is 
used in a metal well casing, the well casing shall be con¬ 
nected to the pump Circuit equipment grounding conductor. 

250.114 Equipment Connected by Cord and Plug. Un¬ 
der any of the conditions described in 250.114(1) through 
(4), exposed, normally non-current-carrying metal parts of 
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cord-and-plug-connected equipment shall be connected to 
the equipment grounding conductor. 

Exception: Listed tools. Usted appliances, and Usted 
equipment covered in 250.114(2) through (4) shall not be 
required to be connected to an equipment grounding con¬ 
ductor where protected by a system of double insulation or 
its equivalent. Double insulated equipment shall be distinc- 
tively marked. 

(1) In hazardous (classified) locations (see Articles 500 

through 517) 

(2) Where operated at o ver 150 volts to ground 
Exception No. 1: Motors, where guarded, shall not be 
required to be connected to an equipment grounding 
conductor. 

Exception No. 2: Metal frames of electrically heated ap- 
pliances, exempted by special permission, shall not be re¬ 
quired to be connected to an equipment grounding conduc¬ 
tor, in which case the frames shall be permanently and 
effectively insulated from ground. 

(3) In residential occupancies: 

a. Refrigerators, freezers, and air conditioners 

b. Clothes-washing, clothes-drying, dish-washing ma¬ 
chines; ranges; kitchen waste disposers; inford 
technology equipment; sump pumps and ele? 
aquarium equipment 

c. Hand-held motor-operated 
fixed motor-operated tools, 
motor-operated tools 

d. Motor-operated appliances o^ 
hedge clippers, lawn mo¡ 
wet scrubbers 

e. Portable handlamuí 

(4) In other than residemBLoccupanciesl 

a. Refrigerators, freezen¡^kid air c«Bitioners 

h. Clothes-washing, clothCTB^úprdish-washing ma¬ 
chines; information technS^^y equipment; sump 
pumps and electrical aquarium equipment 

c. Hand-held motor-operated tools, stationary and 
fixed motor-operated tools, and light industrial 
motor-operated tools 

d. Motor-operated appliances of the following types: 
hedge clippers, lawn mowers, snow blowers, and 
wet scrubbers 

e. Portable handlamps 

f. Cord-and-plug-connected appliances used in damp 
or wet locations or by persons standing on the 
ground or on metal floors or working inside of metal 
tanks or boilers 

g. Tools likely to be used in wet or conductive loca¬ 
tions 

Exception: Tools and portable handlamps likely to be used 
in wet or conductive locations shall not be required to be 


connected to an equipment grounding conductor where 
supplied through an isolating transformer with an un- 
grounded secondary of not over 50 volts. 

250.116 Nonelectrical Equipment. The metal parts of the 
following nonelectrical equipment described in this section 
shall be connected to the equipment grounding conductor: 

(1) Frames and tracks of electrically operated cranes and 
hoists 

(2) Frames of nonelectrically driven elevator cars to which 
electrical conductors are attached 

(3) Hand-operated metal shifting ropes or cables of electric 
elevators 

InformationaLNote: Where extensive metal in or on build- 
ings or sta»nres may become energized and is subject to 
personaJ^Ritact, adequate bonding and grounding will pro- 
vide additiónal safety. [ROP 5-182] 

.118 Types uf Equipment Grounding Conductors. 

Me equipment gron^ing conductor run with or enclosing 
Éthe chAt conductors shall be one or more or a combina- 
W the following: 

k copper, aluminum, or copper-clad aluminum con- 
|ctor. This conductor shall be solid or stranded; in- 
rated, covered, or bare; and in the form of a wire or 
5 busbar of any shape. 

(2) Rigid metal conduit. 

(3) Intermedíate metal conduit. 

(4) Electrical metalhc tubing. 

(5) Listed flexible metal conduit meeting all the following 

conditions: 

a. The conduit is terminated in listed fittings. 

b. The Circuit conductors contained in the conduit are 
protected by overcurrent devices rated at 20 am¬ 
peres or less. 

c. The combined length of flexible metal conduit and 
flexible metallic tubing and liquidtight flexible 
metal conduit in the same ground-fault current 
path does not exceed 1.8 m (6 ft). 

d. If used to connect equipment where flexibility is 
necessary to minimize the transmission of vibra- 
tion from equipment or to provide flexibility for 
equipment that requires movement after installa- 
tion, an equipment grounding conductor shall be 
installed. 

(6) Listed liquidtight flexible metal conduit meeting all 

the following conditions: 

a. The conduit is terminated in listed fittings. 

b. For metric designators 12 through 16 (trade sizes 
% through 1 4), the Circuit conductors contained in 
the conduit are protected by overcurrent devices 
rated at 20 amperes or less. 
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c. For metric designators 21 through 35 (trade sizes 
% through 1 Va), the Circuit conductors contained in 
the conduit are protected by overcurrent devices 
rated not more than 60 amperes and there is no 
flexible metal conduit, flexible metallic tubing, or 
liquidtight flexible metal conduit in trade sizes 
metric designators 12 through 16 (trade sizes 3 /s 
through H) in the ground-fault current path. 

d. The combined length of flexible metal conduit and 
flexible metallic tubing and liquidtight flexible 
metal conduit in the same ground-fault current 
path does not exceed 1.8 m (6 ft). 

e. If used to connect equipment where flexibility is 
necessary to minimize the transmission of vibra- 
tion from equipment or to provide flexibility for 
equipment that requires movement after installa- 
tion, an equipment grounding conductor shall be 
installed. 

(7) Flexible metallic tubing where the tubing is termi- 
nated in listed fittings and meeting the following con- 
ditions: 

a. The circuit conductors contained in the tubing are 
protected by overcurrent devices rated at 20 am-* 
peres or less. 

b. The combined length of flexible metal conduit and ^ 
flexible metallic tubing and bquidtight : 
metal conduit in the same ground-í 
path does not exceed 1.8 m (6 ft). 

(8) Armor of Type AC cable as providec 

(9) The copper sheath of min eral-in 
sheathed cable Type MI. [RO, 

(10) Type MC cable that provk^Kn effectiv?| 
current path in accordam^^jth one or 
following: 

a. It contains an insulated < quipment 

grounding conductor 
250.118(1) 

b. The combined metallic sheath and uninsulated 
equipment grounding/bonding conductor of inter- 
locked metal tape-type MC cable that is Usted and 
identified as an equipment grounding conductor 

c. The metallic sheath or the combined metallic 
sheath and equipment grounding conductors of the 
smooth or corrugated tube-type MC cable that is 
listed and identified as an equipment grounding 
conductor 

(11) Cable trays as permitted in 392.10 and 392.60. 

(12) Cablebus framework as permitted in 370.3. 

(13) Other listed electrically continuous metal raceways 
and listed auxiliary gutters. 

(14) Surface metal raceways Usted for grounding. 



Informational Note: For effective ground-fault current 
path, see Article 100, Definitions. [ROP 5-184a] 

250.119 Identification of Equipment Grounding Con¬ 
ductors. Unless required elsewUere in this Code, equip¬ 
ment grounding conductors shall be permitted to be bare, 
covered, or insulated. Individually covered or insulated 
equipment grounding conductors shall have a continuous 
outer finish that is either green or green with one or more 
yellow stripes except as permitted in this section. Conduc¬ 
tors with insulation or individual covering that is green, 
green with one or more yellow stripes, or otherwise identi¬ 
fied as permitted by this section shall not be used for un- 
grounded or grounded circuit conductors. 

Exception No. 1: Pawer-limited Class 2 or Class 3 cables, 
power-limited fire^mrm cables, or Communications cables 
containing onbjmzuits operating at less than 50 volts 
where connq^Kl t^^mipment not required to be grounded 
in accord^ce with 2 j^U 2(I) shall be permitted to use a 
condu^Kr mth green inn^áon or green with one or more 
yelj•stripesMor other tmn equipment grounding pur- 

ltíF-188] 

^o. 2: Flexible cords that do not have an equip- 
e conductor, where the insulation and jacket 
h each other, shall be permitted to have a 
:r finish that is green. [ROP 5-188] 

Informational Note: An example of a flexible cord with 
.integral type insulation is Type SPT-2, 2 conductor. [ROP 

►s-188] 

w Exception No. 3: Conductors with green insulation shall be 
permitted to be used as ungrounded signal conductors 
where installed between the output terminations of traffic 
signal control and traffic signal indicating heads. Signaling 
circuits installed in accordance with this exception shall 
inelude an equipment grounding conductor in accordance 
with 250.118. Wire type equipment grounding conductors 
shall be bare or have insulation or covering that is green 
with one or more yellow stripes. [ROP 5-41a] 

(A) Conductors 4 AWG and Larger. Equipment ground¬ 
ing conductors 4 AWG and larger shall comply with 
250.119(A)(1) and (A)(2). [ROP 5-189] 

(1) An insulated or covered conductor 4 AWG and larger 
shall be permitted, at the time of installation, to be 
permanently identified as an equipment grounding con¬ 
ductor at each end and at every point where the con¬ 
ductor is accessible. [ROP 5-189] 

Exception: Conductors 4 AWG and larger shall not be 
required to be marked in conduit bodies that contain no 
splices or unused hubs. [ROP 5-189] 

(2) Identification shall encircle the conductor and shall be 
accomplished by one of the following: 
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a. Stripping the insulation or covering from the entire 
exposed length 

b. Coloring the insulation or covering green at the ter- 
mination 

c. Marking the insulation or covering with green tape 
or green adhesive labels at the termination 

(B) Multiconductor Cable. Where the conditions of 
maintenance and supervisión ensure that only qualified per- 
sons Service the installation, one or more insulated conduc- 
tors in a multiconductor cable, at the time of installation, 
shall be permitted to be permanently identified as equip- 
ment grounding conductors at each end and at every point 
where the conductors are accessible by one of the following 
means: 

(1) Stripping the insulation from the entire exposed length 

(2) Coloring the exposed insulation green 

(3) Marking the exposed insulation with green tape or 
green adhesive labels 

(C) Flexible Cord. An uninsulated equipment grounding 
conductor shall be permitted, but, if individually covered, 
the covering shall have a continuous outer finish that is 
either green or green with one or more yellow stripe^ 

250.120 Equipment Grounding Conductor Installat 

An equipment grounding conductor shall beinstalleS 
accordance with 250.120(A), (B), and (Q| 

(A) Raceway, Cable Trays, Cableé 
Cable Sheaths. Where it consists of a 
cable armor, cablebus framewori^^cabWKath or where 
it is a wire within a racewa^^^affii^Mial^^mstalled in 
accordance with the appMrole provisil^kin t ^^Code us- 
ing fittings for joints ankterminationsmiproved for use 
with the type raceway o^kble used^Pdl connections, 
joints, and fittings shall be míü^tigh^Bng suitable tools. 

Informational Note: See the UL^guide information on 
FHIT systems for equipment grounding conductors in- 
stalled in a raceway that are part of an electrical Circuit 
protective system or a fire-rated cable listed to maintain 
Circuit integrity. 

(B) Aluminum and Copper-Clad Aluminum Conduc¬ 
tors. Equipment grounding conductors of bare or insulated 
aluminum or copper-clad aluminum shall be permitted. 
Bare conductors shall not come in direct contad with ma- 
sonry or the earth or where subject to corrosive conditions. 
Aluminum or copper-clad aluminum conductors shall not 
be terminated within 450 mm (18 in.) of the earth. 

(C) Equipment Grounding Conductors Smaller Than 6 
AWG. Where not routed with circuit conductors as permit¬ 
ted in 250.130(C) and 250.134(B) Exception No. 2, equip¬ 
ment grounding conductors smaller than 6 AWG shall be 



protected from physical damage by an identified raceway or 
cable armor unless installed within hollow spaces of the 
framing members of buildings or structures and where not 
subject to physical damage. 

250.121 Use of Equipment Grounding Conductors. An 

equipment grounding conductor shall not be used as a 
grounding electrode conductor. 

250.122 Size of Equipment Grounding Conductors. 

(A) General. Copper, aluminum, or copper-clad aluminum 
equipment grounding conductors of the wire type shall not 
be smaller than shown in Table 250.122, but in no case 
shall they be required to be larger than the circuit conduc¬ 
tors supplyinsgtíie equipment. Where a cable tray, a race¬ 
way, or aal armor or sheath is used as the equipment 
groundiM^onductor, as provided in 250.118 and 
250.1^^)^^hall comply with 250.4(A)(5) or (B)(4). 
iquipment g^tanding conductors shall be permitted to 
Fsectioned witlm^k multiconductor cable, provided the 
Pcombiij^ circular rrm area complies with Table 250.122. 

fncreased in Size. Where ungrounded conductors are 
jued in size from the minimum size that has sufficient 
^ampá^^for the intended installation, wire type equipment 
¡¿ ling conductors, where installed, shall be increased in 
si zé' r proporti on ate 1 y according to the circular mil area of 
the ungrounded conductors. [ROP 5-199] 

(C) Múltiple Circuits. Where a single equipment ground¬ 
ing conductor is run with múltiple circuits in the same 
raceway, cable, or cable tray, it shall be sized for the largest 
overcurrent device protecting conductors in the raceway, 
cable, or cable tray. Equipment grounding conductors in¬ 
stalled in cable trays shall meet the minimum requirements 
of 392.10(B)(l)(c). 

(D) Motor Circuits. Equipment grounding conductors for 
motor circuits shall be sized in accordance with (D)(l) or 

(D)(2). 

(1) General. The equipment grounding conductor size 
shall not be smaller than determined by 250.122(A) based 
on the rating of the branch-circuit short-circuit and ground- 
fault protective device. 

(2) Instantaneous-Trip Circuit Breaker and Motor 
Short-Circuit Protector. Where the overcurrent device is 
an instantaneous-trip circuit breaker or a motor short-circuit 
protector, the equipment grounding conductor shall be 
sized not smaller than that given by 250.122(A) using the 
máximum permitted rating of a dual element time-delay 
fuse selected for branch-circuit short-circuit and ground- 
fault protection in accordance with 430.52(C)(1), Exception 
No. 1. 
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(E) Flexible Cord and Fixture Wire. The equipment 
grounding conductor in a flexible cord with the largest Cir¬ 
cuit conductor 10 AWG or smaller, and the equipment 
grounding conductor used with fixture wires of any size in 
accordance with 240.5, shall not be smaller than 18 AWG 
copper and shall not be smaller than the circuit conductors. 
The equipment grounding conductor in a flexible cord with 
a circuit conductor larger than 10 AWG shall be sized in 
accordance with Table 250.122. 

(F) Conductors in Parallel. Conductors installed in paral- 
lel shall have equipment grounding conductors installed in 
accordance with (1) or (2). Each equipment grounding con¬ 
ductor shall be sized in compliance with 250.122. [ROP 
5-201a] 

(1) If conductors are installed in múltiple raceways or 
cables as permitted in 310.10(H), wire type equipment 
grounding conductors, if installed, shall be in parallel 
in each raceway or cable and shall not be required to be 
larger than the largest ungrounded conductor installed 
in each raceway or cable. [ROP 5-201a] 


Table 250.122 Minimum Size Equipment Grounding 
Conductors for Grounding Raceway and Equipment 


Rating or Setting of 
Automatic Overcurrent 

Size (AWG 

or kemil) 

Device in Circuit Ahead 
of Equipment, Conduit, 
etc., Not Exceeding 
(Amperes) 

Copper 

Aluminum or 
Copper-Clad 
Aluminum* * 

15 

14 

12 

20 

12 

10 

60 

10 

8 

100 

8 

6 


4UU 

500 

£ k 

000 

200 ^ 


2 


1/0 

2/0 

3/0 


4/0 

250 

350 


Exception: Under engineering supervisión in industrial lo- 
cations the total area ofthe combined equipment grounding 
conductors of the wire type shall not be less than the cir¬ 
cular mil area specified in Table 250.122. The individual' 
equipment grounding conductors shall not be smaller than 
6 AWG copper or 4 AWG aluminum. [ROP 

(2) If conductors are installed in the same 
or cable tray as permitted in 310.10(H)< 
ment grounding conductor shall be pe 
ment grounding conductors install 
meet the minimum requirei 
[ROP 5-201a] 

(G) Feeder Taps. Equipment g^fc^ing conMctors run 
with feeder taps shall not be smalle^^n sj^rn in Table 
250.122 based on the rating of the overS^^rdevice ahead 
of the feeder but shall not be required to tre larger than the 
tap conductors. 




1200 

1200 


Where necessary to comply with 250.4(A)(5) or (B)(4), the 
[uipment grounding conductor shall be sized larger than given in this 
table. 

*See installation restrictions in 250.120. 


250.126 Identification of Wiring Device Termináis. The 

terminal for the connection of the equipment grounding 
conductor shall be identified by one of the following: 

(1) A green, not readily removable terminal screw with a 
hexagonal head. 


250.124 Equipment Grounding Conductor Continuity. 


(2) A green, hexagonal, not readily removable terminal 
nut. 


(A) Separable Connections. Separable connections such 
as those provided in drawout equipment or attachment 
plugs and mating connectors and receptacles shall provide 
for first-make, last-break of the equipment grounding con¬ 
ductor. First-make, last-break shall not be required where 
interlocked equipment, plugs, receptacles, and connectors 
preelude energization without grounding continuity. 


(3) A green pressure wire connector. If the terminal for the 
equipment grounding conductor is not visible, the con¬ 
ductor entrance hole shall be marked with the word 
green or ground, the letters G or GR, a grounding Sym¬ 
bol, or otherwise identified by a distinctive green color. 
If the terminal for the equipment grounding conductor 
is readily removable, the area adj acent to the terminal 
shall be similarly marked. [ROP 5-207] 


(B) Switches. No automatic cutout or switch shall be 
placed in the equipment grounding conductor of a premises 
wiring system unless the opening of the cutout or switch 
disconnects all sources of energy. 


Informational Note: See Informational Note Figure 
250.126. 
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Informational Note Figure 250.126 One Example of a Symbol 
Used to Identify the Grounding Termination Point for an 
Equipment Grounding Conductor. 


VII. Methods of Equipment Grounding 

250.130 Equipment Grounding Conductor Connec- 
tions. Equipment grounding conductor connections at the 
source of separately derived systems shall be made in ac- 
cordance with 250.30(A)(1). Equipment grounding conduc¬ 
tor connections at Service equipment shall be made as in- 
dicated in 250.130(A) or (B). For replacement of non- 
grounding-type receptacles with grounding-type receptacles 
and for branch-circuit extensions only in existing installa- 
tions that do not have an equipment grounding conductor in 
the branch circuit, connections shall be permitted as indi- 
cated in 250.130(C). 

(A) For Grounded Systems. The connection shall be 
made by bonding the equipment grounding conductor to the i 
grounded Service conductor and the grounding electrode 
conductor. 

(B) For Ungrounded Systems. The connection sh; 
made by bonding the equipment grounding condu ctor 
grounding electrode conductor. 

(C) Nongrounding Receptacle Re¡ 

Circuit Extensions. The equipmenl 
of a grounding-type receptacle 
shall be permitted to be 

(1) Any accessible poii 
tem as described 

(2) Any accessible poi 
ductor 

(3) The equipment grounding terüHíal bar within the en- 
closure where the branch circuit for the receptacle or 
branch circuit originates 

(4) To an equipment grounding conductor that is part of 
another branch circuit that originates from the enclo- 
sure where the branch circuit for the receptacle or 
branch circuit originates [ROP 5-209] 

(5) For grounded systems, the grounded Service conductor 
within the Service equipment enclosure 

(6) For ungrounded systems, the grounding terminal bar 
within the Service equipment enclosure 

Informational Note: See 406.4(D) for the use of a ground- 
fault circuit-interrupting type of receptacle. 

250.132 Short Sections of Raceway. Isolated sections of 
metal raceway or cable armor, where required to be 



grounded, shall be connected to an equipment grounding 
conductor in accordance with 250.134. 

250.134 Equipment Fastened in Place or Connected by 
Permanent Wiring Methods (Fixed) — Grounding. Un- 

less grounded by connection to the grounded circuit con¬ 
ductor as permitted by 250.32, 250.140, and 250.142, non- 
current-carrying metal parts of equipment, raceways, and 
other enclosures, if grounded, shall be connected to an 
equipment grounding conductor by one of the methods 
specified in 250.134(A) or (B). 

(A) Equipment Grounding Conductor Types. By con- 
necting to any of the equipment grounding conductors per¬ 
mitted by 250.118. 

?uit Conductors. By connecting to an equip- 
ig conductor contained within the same race- 
íerwise run with the circuit conductors. 

\ption No. provided in 250.130(C), the equip- 

i nt grounding conQhctor shall be permitted to be r 
^epar^my from the circuit conductors. 

<tion No. 2: For de circuits, the equipment grounding 
tor shall be permitted to be run separately from the 
circulAanductors. 

irmational Note No. 1: See 250.102 and 250.168 for 
equipment bonding jumper requirements. 

Informational Note No. 2: See 400.7 for use of cords for 
fixed equipment. 

250.136 Equipment Considered Grounded. Under the 
conditions specified in 250.136(A) and (B), the normally 
non-current-carrying metal parts of the equipment shall be 
considered grounded. 

(A) Equipment Secured to Grounded Metal Supports. 

Electrical equipment secured to and in electrical contad 
with a metal rack or structure provided for its support and 
connected to an equipment grounding conductor by one of 
the means indicated in 250.134. The structural metal frame 
of a building shall not be used as the required equipment 
grounding conductor for ac equipment. 

(B) Metal Car Frames. Metal car frames supported by 
metal hoisting cables attached to or running over metal 
sheaves or drums of elevator machines that are connected 
to an equipment grounding conductor by one of the meth¬ 
ods indicated in 250.134. 

250.138 Cord-and-Plug-Connected Equipment. Non- 
current-carrying metal parts of cord-and-plug-connected 
equipment, if grounded, shall be connected to an equipment 
grounding conductor by one of the methods in 250.138(A) 
or (B). 
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(A) By Means of an Equipment Grounding Conductor. 

By means of an equipment grounding conductor run with 
the power supply conductors in a cable assembly or flexible 
cord properly terminated in a grounding-type attachment 
plug with one fixed grounding contact. 

Exception: The grounding contacting pole of grounding- 
type plug-in ground-fault Circuit interrupters shall be per- 
mitted to be of the movable, self-restoring type on circuits 
operating at not over 150 volts between any two conductors 
or over 150 volts between any conductor and ground. 

(B) By Means of a Sepárate Flexible Wire or Strap. By 

means of a sepárate flexible wire or strap, insulated or bare, 
connected to an equipment grounding conductor, and pro- 
tected as well as practicable against physical damage, 
where part of equipment. 

250.140 Frames of Ranges and Clothes Dryers. Frames 
of electric ranges, wall-mounted ovens, counter-mounted 
cooking units, clothes dryers, and outlet or junction boxes 
that are part of the circuit for these appliances shall be 
connected to the equipment grounding conductor in the 
manner specified by 250.134 or 250.138. 

Exception: For existing branch-circuit installations onl) 
where an equipment grounding conductor is not present in 
the outlet or junction box, the frames of electric ranges, 
wall-mounted ovens, counter-mounted 
clothes dryers, and outlet or junction boxes 
the circuit for these appliances shall be 
connected to the grounded circuit conduct 
lowing conditions are met 


(1) The supply circuit is ^K/240-volt, 

3- wire; or 208Y/120-voltl^ed frc 3-phase, 

4- wire, wye-connected system. 

(2) The grounded conductor is ni 10 AWG 

copper or 8 AWG aluminum. 

(3) The grounded conductor is insulated, or the grounded 
conductor is uninsulated and part of a Type SE service- 
entrance cable and the branch circuit originates at the 
Service equipment. 

(4) Grounding contacts of receptacles fumished as part of 
the equipment are bonded to the equipment. 


(2) On the supply side or within the enclosure of the main 
disconnecting means for sepárate buildings as provided 
in 250.32(B) 

(3) On the supply side or within the enclosure of the main 
disconnecting means or overcurrent devices of a sepa- 
rately derived system where permitted by 250.30(A)(1) 

(B) Load-Side Equipment. Except as permitted in 
250.30(A)(1) and 250.32(B) Exception, a grounded circuit 
conductor shall not be used for grounding non-current- 
carrying metal parts of equipment on the load side of the 
Service disconnecting means or on the load side of a sepa- 
rately derived system disconnecting means or the overcur¬ 
rent devices for a separately derived system not having a 
main disconnecting means. 

frames of ranges, wall-mounted ov- 
cooking units, and clothes dryers u 
litted for existing installations by 
to be connected to the grounded 

It shall be permissible to ground meter 
connection to the grounded circuit conductor 
ide of the Service disconnect where all of the 
litions apply: 



Service ground-fault protection is installed. 

All meter enclosures are located immediately adjacent 
to the Service disconnecting means. 

The size of the grounded circuit conductor is not 
smaller than the size specified in Table 250.122 for 
equipment grounding conductors. 

Exception No. 3: Direct-current systems shall be permitted 
to be grounded on the load side ofthe disconnecting means 
or overcurrent device in accordance with 250.164. 
Exception No. 4: Electrode-type boilers operating at over 
1000 volts shall be grounded as required in 490.72(E)(1) 
and 490.74. [ROP 5-212] 

250.144 Múltiple Circuit Connections. Where equipment 
is grounded and is supplied by sepárate connection to more 
than one circuit or grounded premises wiring system, an 
equipment grounding conductor termination shall be pro¬ 
vided for each such connection as specified in 250.134 and 


250.142 Use of Grounded Circuit Conductor for 
Grounding Equipment. 

(A) Supply-Side Equipment. A grounded circuit conduc¬ 
tor shall be permitted to ground non-current-carrying metal 
parts of equipment, raceways, and other enclosures at any 
of the following locations: 

(1) On the supply side or within the enclosure of the ac 
service-disconnecting means 


250.138. 

250.146 Connecting Receptacle Grounding Terminal to 
Box. An equipment bonding jumper shall be used to con- 
nect the grounding terminal of a grounding-type receptacle 
to a grounded box unless grounded as in 250.146(A) 
through (D). The equipment bonding jumper shall be sized 
in accordance with Table 250.122 based on the rating of the 
overcurrent device protecting the circuit conductors. 
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250.162 


(A) Surface-Mounted Box. Where the box is mounted on 
the surface, direct metal-to-metal contad between the de- 
vice yoke and the box or a contad yoke or device that 
complies with 250.146(B) shall be permitted to ground the 
receptacle to the box. At least one of the insulating washers 
shall be removed from receptacles that do not have a con¬ 
tad yoke or device that complies with 250.146(B) to ensure 
direct metal-to-metal contad. This provisión shall not apply 
to cover-mounted receptacles unless the box and cover 
combination are listed as providing satisfactory ground 
continuity between the box and the receptacle. A listed ex- 
posed work cover shall be permitted to be the grounding 
and bonding means when (1) the device is attached to the 
cover with at least two fasteners that are permanent (such 
as a rivet) or have a thread locking or screw or nut locking 
means and (2) when the cover mounting holes are located 
on a fíat non-raised portion of the cover. 

(B) Contad Devices or Yokes. Contad devices or yokes 
designed and listed as self-grounding shall be permitted in 
conjunction with the supporting screws to establish bond¬ 
ing between the device yoke and flush-type boxes. [ROP 
5-214] 

(C) Floor Boxes. Floor boxes designed for and li¡ 
providing satisfactory ground continuity between ti 
and the device shall be permitted. 

(D) Isolated Ground Receptacles. 

reduction of electrical noise (electro 
on the grounding circuit, a receptad í 
ing terminal is purposely insulated 
mounting means shall be peí 
ing terminal shall be 
grounding conductor 
equipment grounding 
through one or more panelB 
the panelboard grounding 
408.40, Exception, so 



juipment 
This 

írmitted to pass 
a connection to 
permitted in 
within the same 
building or structure directly at an equipment grounding 
conductor terminal of the applicable derived system or Ser¬ 
vice. Where installed in accordance with the provisions of 
this section, this equipment grounding conductor shall also 
be permitted to pass through boxes, wireways, or other 
enclosures without being connected to such enclosures. 
[ROP 5-215, ROP 5-216] 



be connected within the box or to the box with devices 
suitable for the use in accordance with 250.148(A) through 
(E). 

Exception: The equipment grounding conductor permitted 
in 250.146(D) shall not be required to be connected to the 
other equipment grounding conductors or to the box. 

(A) Connections. Connections and splices shall be made 
in accordance with 110.14(B) except that insulation shall 
not be required. 

(B) Grounding Continuity. The arrangement of ground¬ 
ing connections shall be such that the disconnection or the 
removal of a receptacle, luminaire, or other device fed from 
the box does ato l interfere with or interrupt the grounding 
continuity^ 

¡. A connection shall be made between the 
more ecf^ment grounding conductors and a metal 
by means of a^rcunding screw that shall be used for 
io otl]^, purpose, equipment listed for grounding, or a 
tunding device. 

(Dfiipslonrnetallic Boxes. One or more equipment ground¬ 
ing ^fcpctors brought into a nonmetallic outlet box shall 
inged such that a connection can be made to any 
fittñTg or device in that box requiring grounding. 

(E) Solder. Connections depending solely on solder shall 
not be used. 


VIII. Direct-Current Systems 

250.160 General. Direct-current systems shall comply 
with Part VIII and other sections of Article 250 not specifi- 
cally intended for ac systems. 

250.162 Direct-Current Circuits and Systems to Be 
Grounded. Direct-current circuits and systems shall be 
grounded as provided for in 250.162(A) and (B). 

(A) Two-Wire, Direct-Current Systems. A 2-wire, de 
system supplying premises wiring and operating at greater 
than 60 volts but not greater than 300 volts shall be 
grounded. [ROP 5-221] 


Informational Note: Use of an isolated equipment ground¬ 
ing conductor does not relieve the requirement for ground¬ 
ing the raceway system and outlet box. 

250.148 Continuity and Attachment of Equipment 
Grounding Conductors to Boxes. Where circuit conduc¬ 
tors are spliced within a box, or terminated on equipment 
within or supported by a box, any equipment grounding 
conductor(s) associated with those circuit conductors shall 


Exception No. 1: A system equipped with a ground detec¬ 
tor and supplying only industrial equipment in limited or¬ 
eas shall not be required to be grounded where installed 
adjacent to or integral with the source of supply. [ROP 
5-221], 

Exception No. 2: A rectifier-derived de system supplied 
from an ac system complying with 250.20 shall not be re¬ 
quired to be grounded. 
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Exception No. 3: Direct-current fire alarm circuits having 
a máximum current of 0.030 ampere as specified in Ardele 
760, Part III, shall not be required to be grounded. 

(B) Three-Wire, Direct-Current Systems. The neutral 
conductor of all 3-wire, de systems supplying premises wir- 
ing shall be grounded. 

250.164 Point of Connection for Direct-Current Sys¬ 
tems. 

(A) Off-Premises Source. Direct-current systems to be 
grounded and supplied from an off-premises source shall 
have the grounding connection made at one or more supply 
stations. A grounding connection shall not be made at indi¬ 
vidual Services or at any point on the premises wiring. 

(B) On-Premises Source. Where the de system source is 
located on the premises, a grounding connection shall be 
made at one of the following: 

(1) The source 

(2) The first system disconnection means or overcurrent 
device 

(3) By other means that accomplish equivalent system pro- 
tection and that utilize equipment listed and identifie< 
for the use 


(D) Connected to a Concrete-Encased Electrode. Where 
connected to a concrete-encased electrode as in 
250.52(A)(3), that portion of the grounding electrode con¬ 
ductor that is the solé connection to the grounding electrode 
shall not be required to be larger than 4 AWG copper wire. 

(E) Connected to a Ground Ring. Where connected to a 
ground ring as in 250.52(A)(4), that portion of the ground¬ 
ing electrode conductor that is the solé connection to the 
grounding electrode shall not be required to be larger than 
the conductor used for the ground ring. 

250.167 Direct-Current Ground Fault Detection. [ROP 
5-223] 


(A) Ungroundet 
shall be require^ 


250.166 Size of the Direct-Current Grourn 
trode Conductor. The size of the grounding d«rodt 
ductor for a de system shall be as specifieij^p 250. h 
and (B), except as permitted by 250.166(1 
The grounding electrode conductor for«A,i 
meet the sizing requirements in thi 
required to be larger than 3/0 a 
num. [ROP 5-222] 

(A) Not Smaller Than the NeutrSI^ondSpíor. Where 
the de system consists of a 3-wire balan^k^For a balancer 
winding with overcurrent protection as provided in 
445.12(D), the grounding electrode conductor shall not be 
smaller than the neutral conductor and not smaller than 8 
AWG copper or 6 AWG aluminum. 

(B) Not Smaller Than the Largest Conductor. Where the 
de system is other than as in 250.166(A), the grounding 
electrode conductor shall not be smaller than the largest 
conductor supplied by the system, and not smaller than 8 
AWG copper or 6 AWG aluminum. 

(C) Connected to Rod, Pipe, or Píate Electrodes. Where 
connected to rod, pipe, or píate electrodes as in 
250.52(A)(5) or (A)(7), that portion of the grounding elec¬ 
trode conductor that is the solé connection to the grounding 
electrode shall not be required to be larger than 6 AWG 
copper wire or 4 AWG aluminum wire. 



ems. Ground fault detection systems 
r ungrounded systems. [ROP 5-223] 


i. Ground fault detection shall be 
ítems. [ROP 5-223] 

(Q^Tarkina^Direct-current systems shall be legibly 
acate the grounding type at the de source or 
the firS^Kconnecting means of the system. The marking 
lall be (^kufficient durability to withstand the environ- 

i¿Dl\lp[ROP 5-223] 


[formatronal Note: NFPA 70E-2012 identifies four 
direct-current grounding types in detail. [ROP 5-223] 

1.168 Direct-Current System Bonding Jumper. For 

direct-current systems that are to be grounded, an unspliced 
bonding jumper shall be used to connect the equipment 
grounding conductor(s) to the grounded conductor at the 
source or the first system disconnecting means where the 
system is grounded. The size of the bonding jumper shall 
not be smaller than the system grounding electrode conduc¬ 
tor specified in 250.166 and shall comply with the provi- 
sions of 250.28(A), (B), and (C). 

250.169 Ungrounded Direct-Current Separately De- 
rived Systems. Except as otherwise permitted in 250.34 for 
portable and vehicle-mounted generators, an ungrounded 
de separately derived system supplied from a stand-alone 
power source (such as an engine-generator set) shall have a 
grounding electrode conductor connected to an electrode 
that complies with Part III of this article to provide for 
grounding of metal enclosures, raceways, cables, and ex- 
posed non-current-carrying metal parts of equipment. The 
grounding electrode conductor connection shall be to the 
metal enclosure at any point on the separately derived sys¬ 
tem from the source to the first system disconnecting means 
or overcurrent device, or it shall be made at the source of a 
separately derived system that has no disconnecting means 
or overcurrent devices. 
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250.184 


The size of the grounding electrode conductor shall be 
in accordance with 250.166. 


IX. Instruments, Meters, and Relays 

250.170 Instrument Transformer Circuits. Secondary 
circuits of current and potential instrument transformers 
shall be grounded where the primary windings are con- 
nected to circuits of 300 volts or more to ground and, where 
installed on or in metal-enclosed switchgear and switch- 
boards, shall be grounded irrespective of voltage. [ROP 
5-224, ROP 9-15e] 

Exception No. 1: Circuits where the primary windings are 
connected to circuits of 1000 volts or less with no live parís 
or wiring exposed or accessible to other than qualified 
persons. [ROP 5-225] 

Exception No. 2: Current transformer secondaries con¬ 
nected in a three-phase delta configuration shall not be 
required to be grounded. 

250.172 Instrument Transformer Cases. Cases or frames , 
of instrument transformers shall be connected to the equip- 
ment grounding conductor where accessible to other than 
qualified persons. 

Exception: Cases or frames of current transformerM 
primaries of which are not over 150 volts J^^round q 
that are used exclusively to supply currejú 

250.174 Cases of Instruments, M< 
erating at 1000 Volts or Less. In: 

relays operating with windii_ 

volts or less shall be connM^Tto thf 
conductor as specified 4*250.174(./ 

5-227] 

(A) Not on Switchboards or Switchgear. Instruments, 
meters, and relays not located orWBRchboards or switch¬ 
gear operating with windings or working parts at 300 volts 
or more to ground, and accessible to other than qualified 
persons, shall have the cases and other exposed metal parts 
connected to the equipment grounding conductor. [ROP 
9—15f] 

(B) On Metal-Enclosed Switchgear and Dead Front 
Switchhoards. Instruments, meters, and relays (whether 
operated from current and potential transformers or con¬ 
nected directly in the circuit) on or in metal-enclosed 
switchgear and switchboards having no live parts on the 
front of the panels shall have the cases connected to the 
equipment grounding conductor. [ROP 5-227] 



boards having exposed live parts on the front of panels 
shall not have their cases connected to the equipment 
grounding conductor. Mats of insulating rubber or other 
suitable floor insulation shall be provided for the operator 
where the voltage to ground exceeds 150. 

250.176 Cases of Instruments, Meters, and Relays — 
Operating Voltage 1000 Volts and Over. Where Instru¬ 
ments, meters, and relays have current-carrying parts of 
1000 volts and over to ground, they shall be isolated by 
elevation or protected by suitable barriers, grounded metal, 
or insulating covers or guards. Their cases shall not be 
connected to the equipment grounding conductor. [ROP 
5-228] 

Exception: Cases of electrostatic ground detectors where 
the interna^mound segments of the instrument are con¬ 
nected t<^^instrument case and grounded and the ground 
detecj^ms nButed by elevation. 

fÍ78 InstrumenlEquipment Grounding Conductor. 

r he equipment grou*íng conductor for secondary circuits 
rnent transformers and for instrument cases shall 
^smaller than 12 AWG copper or 10 AWG aluminum. 
jtof instrument transformers, instruments, meters, and 
__ rela^Bfcit are mounted directly on grounded metal surfaces 
rosures or grounded metal switchboard or metal- 
enOTsed switchgear panels shall be considered to be 
grounded, and no additional equipment grounding conduc¬ 
tor shall be required. [ROP 9-15g] 

X. Grounding of Systems and Circuits of over 1000 
Volts [ROP 5-231] 

250.180 General. Where systems over 1000 volts are 
grounded, they shall comply with all applicable provisions 
of the preceding sections of this article and with 250.182 
through 250.194, which supplement and modify the preced¬ 
ing sections. [ROP 5-230] 

250.182 Derived Neutral Systems. A system neutral point 
derived from a grounding transformer shall be permitted to 
be used for grounding systems over 1 kV. 

250.184 Solidly Grounded Neutral Systems. Solidly 
grounded neutral systems shall be permitted to be either 
single point grounded or multigrounded neutral. 

(A) Neutral Conductor. 

(1) Insulation Level. The mínimum insulation level for 
neutral conductors of solidly grounded systems shall be 600 
volts. 


(C) On Live-Front Switchboards. Instruments, meters, 
and relays (whether operated from current and potential 
transformers or connected directly in the circuit) on switch- 
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Exception No. 1: Bare copper conductors shall be permit- 
ted to be used for the neutral conductor of the following: 

(1) Service-entrance conductors 

(2) Service laterals or underground Service conductors 

[ROP 5-233] 

(3) Direct-buried portions offeeders. 

Exception No. 2: Bare conductors shall be permitted for 
the neutral conductor of overhead portions installed 
outdoors. 

Exception No. 3: The grounded neutral conductor shall be 
permitted to be a bare conductor if isolated from phase 
conductors and protected from physical damage. 

Informational Note: See 225.4 for conductor covering 
where within 3.0 m (10 ñ) of any building or other 
structure. 

(2) Ampacity. The neutral conductor shall be of sufficient 
ampacity for the load imposed on the conductor but not less 
than 33Vá percent of the ampacity of the phase conductors. 
Exception: In industrial and commercial premises under 
engineering supervisión, it shall be permissible to size the 
ampacity of the neutral conductor to not less than 20 per- 
cent of the ampacity of the phase conductor. 

(B) Single-Point Grounded Neutral System. Where a 1 
single-point grounded neutral system is used, the ft 
shall apply: 

(1) A single-point grounded neutral system A 
ted to be supplied from (a) or (b): 

a. A separately derived system 

b. A multigrounded neutral shRi 
grounding conductor ^^nnected to^ 
grounded neutral condr^»: at the soSe of the 
single-point grounded neut^fc^stem M 

(2) A grounding electrode shall be provided for fie system. 

(3) A grounding electrode conductor shall connect the 
grounding electrode to the system neutral conductor. 

(4) A bonding jumper shall connect the equipment ground¬ 
ing conductor to the grounding electrode conductor. 

(5) An equipment grounding conductor shall be provided 
to each building, structure, and equipment enclosure. 

(6) A neutral conductor shall only be required where 
phase-to-neutral loads are supplied. 

(7) The neutral conductor, where provided, shall be insu- 
lated and isolated from earth except at one location. 

(8) An equipment grounding conductor shall be run with 
the phase conductors and shall comply with (a), (b), 
and (c): 

a. Shall not carry continuous load 

b. May be bare or insulated 

c. Shall have sufficient ampacity for fault current duty 


(C) Multigrounded Neutral Systems. Where a multi¬ 
grounded neutral system is used, the following shall apply: 

(1) The neutral conductor of a solidly grounded neutral 
system shall be permitted to be grounded at more than 
one point. Grounding shall be permitted at one or more 
of the following locations: 

a. Transformers supplying conductors to a building or 
other structure 

b. Underground circuits where the neutral conductor is 
exposed 

c. Overhead circuits installed outdoors 

(2) The multigrounded neutral conductor shall be grounded 
at each transformer and at other additional locations by 
connection to a grounding electrode. 

(3) At least one gro^ding electrode shall be installed and 

connected to4^r multigrounded neutral conductor ev- 
ery 400 ft). 

(4) The ma^um carnee between any two adjacent elec- 
tro^Ahall not b^^ue than 400 m (1300 ft). 

(5) h^rmulti grounded sn^Jed cable system, the shielding 
^Kall be^Ainded at each cable joint that is exposed to 

^250.1 SóTrimind Fault Circuit Conductor Brought to 
e Equipment. [ROP 5-234] 

(A) Systems with a Grounded Conductor at the Service 

’oint. Where an ac system operating at over 1000 volts is 
&ounded at any point and is provided with a grounded con¬ 
star at the Service point, grounded conductor(s) shall be 
Ristalled and routed with the ungrounded conductors to each 
Service disconnecting means and shall be connected to each 
disconnecting means grounded conductor(s) terminal or bus. 
A main bonding jumper shall connect the grounded conduc¬ 
tores) to each Service disconnecting means enclosure. The 
grounded conductor(s) shall be installed in accordance with 
250.186(A)(1) through (A)(3). The size of the grounded Cir¬ 
cuit conductor(s) shall be the larger of that determined by 
250.184 or 250.186(A)(1) or (2). [ROP 5-234] 

Exception: Where two or more Service disconnecting 
means are located in a single assembly Usted for use as 
Service equipment, it shall be permitted to connect the 
grounded conductor(s) to the assembly common grounded 
conductor(s) terminal or bus. The assembly shall inelude a 
main bonding jumper for connecting the grounded conduc- 
tor(s) to the assembly enclosure. [ROP 5-234] 

(1) Sizing for a Single Raceway or Overhead Conduc¬ 
tor. The grounded conductor shall not be smaller than the 
required grounding electrode conductor specified in Table 
250.66 but shall not be required to be larger than the largest 
ungrounded Service entrance conductor(s). In addition, for 
sets of ungrounded service-entrance conductors larger than 
1100 kemil copper or 1750 kemil aluminum, the grounded 
conductor shall not be smaller than 12V2 percent of the 
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250.188 


circular mil area of the largest set of service-entrance un- cated in 250.186(A)(1), but not smaller than 1/0 AWG. 
grounded conductor(s). [ROP 5-234] [ROP 5-234] 


(2) Parallel Conductors in Two or More Raceways or 
Overhead Conductors. If the ungrounded service-entrance 
conductors are installed in parallel in two or more raceways 
or as overhead parallel conductors, the grounded conduc¬ 
tors shall also be installed in parallel. The size of the 
grounded conductor in each raceway or overhead shall be 
based on the total circular mil area of the parallel un¬ 
grounded conductors in the raceway or overhead, as indi- 
cated in 250.186(A)(1), but not smaller than 1/0 AWG. 
[ROP 5-234] 


250.187 Impedance Grounded Neutral Systems. Imped- 
ance grounded neutral systems in which a grounding im¬ 
pedance, usually a resistor, limits the ground-fault current 
shall be permitted where all of the following conditions are 
met: 

(1) The conditions of maintenance and supervisión ensure 
that only qualified persons Service the installation. 

(2) Ground detectors are installed on the system. 

(3) Line-to-neutral loads are not served. 


Informational Note: See 310.10(H) for grounded conduc¬ 
tors connected in parallel. [ROP 5-234] 

(3) Delta-Connected Service. The grounded conductor of 
a 3-phase, 3-wire delta Service shall have an ampacity not 
less than that of the ungrounded conductors. [ROP 5-234] 

(B) Systems without a Grounded Conductor at the Ser¬ 
vice Point. Where an ac system operating at greater than 
1000 volts is grounded at any point and is not provided 
with a grounded conductor at the Service point, a supply 
side bonding jumper shall be installed and routed v 
ungrounded conductors to each Service disconn® 
means and shall be connected to each disconnecting n 
equipment grounding conductor terminal c 
ply side bonding jumper shall be instaM ordan^ 

with 250.186(B)(1) and (B)(2). [ROB ' 

Exception: Where two or more i 
means are located in a sin gla 
Service equipment, it shalljfpermiJH 
ply side bonding jumpq^m the asserm^ 
ment grounding terminan^bits. [ROP 5-234] 

(1) Sizing for a Single Rac&óÉK orjlferhead Conduc¬ 
tor. The supply side bonding jun®^^hall not be smaller 
than the required grounding electrode conductor specified 
in Table 250.66 but shall not be required to be larger than 
the largest ungrounded Service entrance conductor(s). In 
addition, for sets of ungrounded service-entrance conduc¬ 
tors larger than 1100 kcmil copper or 1750 kcmil alumi- 
num, the supply side bonding jumper shall not be smaller 
than HV 2 percent of the circular mil area of the largest set 
of service-entrance ungrounded conductor(s). [ROP 5-234] 



sup- 

equip- 


Impedance grounded neutral systems shall comply with 
the provisions of 250.187(A) through (D). 

(A) Locat^ÉrThe grounding impedance shall be inserted 
in the gjpHmg electrode conductor between the ground¬ 
ing eWrodnLthe supply system and the neutral point of 
>upply tran^kmer or generator. 

B) Identified and Inlulated. The neutral conductor of an 
rce grounded neutral system shall be identified, as 
Pfs fully insulated with the same insulation as the phase 
bctors. 

) Sylrem Neutral Conductor Connection. The system 
1 conductor shall not be connected to ground, except 
through the neutral grounding impedance. 

(D) Equipment Grounding Conductors. Equipment 
grounding conductors shall be permitted to be bare and 
shall be electrically connected to the ground bus and 
grounding electrode conductor. 

250.188 Grounding of Systems Supplying Portable or 
Mobile Equipment. Systems supplying portable or mobile 
equipment over 1000 volts, other than substations installed 
on a temporary basis, shall comply with 250.188(A) 
through (F). [ROP 5-235] 

(A) Portable or Mobile Equipment. Portable or mobile 
equipment over 1000 volts shall be supplied from a system 
having its neutral conductor grounded through an imped¬ 
ance. Where a delta-connected system over 1000 volts is 
used to supply portable or mobile equipment, a system neu¬ 
tral point and associated neutral conductor shall be derived. 
[ROP 5-236] 


(2) Parallel Conductors in Two or More Raceways or 
Overhead Conductors. If the ungrounded service-entrance 
conductors are installed in parallel in two or more raceways 
or overhead conductors, the supply side bonding jumper 
shall also be installed in parallel. The size of the supply 
side bonding jumper in each raceway or overhead shall be 
based on the total circular mil area of the parallel un¬ 
grounded conductors in the raceway or overhead, as indi- 


(B) Exposed Non-Current-Carrying Metal Parts. Ex- 

posed non-current-carrying metal parts of portable or mo¬ 
bile equipment shall be connected by an equipment ground¬ 
ing conductor to the point at which the system neutral 
impedance is grounded. 

(C) Ground-Fault Current. The voltage developed be¬ 
tween the portable or mobile equipment frame and ground 
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by the flow of máximum ground-fault current shall not 
exceed 100 volts. 

(D) Ground-Fault Detection and Relaying. Ground-fault 
detection and relaying shall be provided to automatically 
de-energize any component of a system over 1000 volts 
that has developed a ground fault. The continuity of the 
equipment grounding conductor shall be continuously 
monitored so as to de-energize automatically the circuit of 
the system over 1000 volts to the portable or mobile equip¬ 
ment upon loss of continuity of the equipment grounding 
conductor. [ROP 5-237] 


(2) Shielded Cables. The metallic insulation shield encir- 
cling the current carrying conductors shall be permitted to 
be used as an equipment grounding conductor, if it is rated 
for clearing time of ground fault current protective device 
operation without damaging the metallic shield. The metal¬ 
lic tape insulation shield and drain wire insulation shield 
shall not be used as an equipment grounding conductor for 
solidly grounded systems. 

(3) Sizing. Equipment grounding conductors shall be sized 
in accordance with Table 250.122 based on the current rat- 
ing of the fuse or the overcurrent setting of the protective 
relay. 


(E) Isolation. The grounding electrode to which the por¬ 
table or mobile equipment system neutral impedance is 
connected shall be isolated from and separated in the 
ground by at least 6.0 m (20 ft) from any other system or 
equipment grounding electrode, and there shall be no direct 
connection between the grounding electrodes, such as bur- 
ied pipe and fence, and so forth. 

(F) Trailing Cable and Couplers. Trailing cable and cou- 
plers of systems over 1000 volts for interconnection of 
portable or mobile equipment shall meet the requirements 
of Part III of Article 400 for cables and 490.55 for couplers.^ 

[ROP 5-238] 

250.190 Grounding of Equipment. 

(A) Equipment Grounding. All non-c 
metal parts of fixed, portable, and mobile 
associated fences, housings, enclosures, 
structures shall be grounded. 

Exception: Where isolated fromA 
that any person in contad with^Kund canno 7^ 
metal parts when the equipm^^ü energizea he metal 
parts shall not be required to be dffiS&jded. 


Informational Note: See 250.110, E 
pole-mounted distribution apparatus. 



. 2, for 


(B) Grounding Electrode Conductor. If a grounding 
electrode conductor connects non-current-carrying metal 
parts to ground, the grounding electrode conductor shall be 
sized in accordance with Table 250.66, based on the size of 
the largest ungrounded Service, feeder, or branch-circuit 
conductors supplying the equipment. The grounding elec¬ 
trode conductor shall not be smaller than 6 AWG copper or 
4 AWG aluminum. 


250.191 GromaK| System at Alternating-Current 
Substations. For al^tostations, the grounding system shall 
be in accaklance witt^Md III of Article 250. 

itional Note: ForT^her information on outdoor ac 
station^fcmnding, see ANSI/IEEE 80-2000, IEEE 
in AC Substation Grounding. 

tunding and Bonding of Fences and Other 

Metallic Fences enclosing and other 
Ts in or surrounding a substation with ex- 
!trical conductors and equipment shall be 
¡rounded and bonded to limit step, touch and transfer volt- 

5—241] 

) Metal Fences. Where metal fences are located within 
5 m (16 Ft) of the exposed electrical conductors or equip¬ 
ment, the fence shall be bonded with wire type bonding 
jumpers to the grounding electrode system as follows: 

(1) Bonding jumpers shall be installed at each fence córner 
and at a máximum 50 m (160 ft) intervals along the 
fence. 

(2) Where bare overhead conductors cross the fence, bond¬ 
ing jumpers shall be installed on each side of the Cross¬ 
ing. 

(3) Gates shall be bonded to the gate support post and each 
gate support post bonded to the grounding electrode 
system. 

(4) Any gate or other opening in the fence shall be bonded 
across the opening by a buried bonding jumper. 

(5) The grounding grid or grounding electrode systems 
shall be extended to cover the swing of all gates 


(C) Equipment Grounding Conductor. Equipment 
grounding conductors shall comply with 250.190(C)(1) 
through (C)(3). 

(1) General. Equipment grounding conductors that are not 
an integral part of a cable assembly shall not be smaller 
than 6 AWG copper or 4 AWG aluminum. 


(6) The barbed wire strands above the fence shall be 
bonded to the grounding electrode system 

Altérnate designs performed under engineering supervi¬ 
sión shall be permitted for grounding or bonding of metal 
fences. 

[ROP 5-241] 
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Informational Note No. 1: A non-conducting fence or sec- 
tion may provide isolation for transfer of voltage to other 

areas.[ROP 5-241] 

Informational Note No. 2: See IEEE 80-2000 IEEE Guide 
for Safety In AC Substation Grounding for design and in- 
stallation of fence grounding. [ROP 5-241] 

(B) Metal Structures. All exposed conductive metal struc- 
tures including guy wires within 2.5 m (8 Ft) vertically or 5 
m (16 Ft) horizontally of exposed conductors or equipment 
and subject to contact by persons shall be bonded to the 
grounding electrode systems in the area. [ROP 5-241] 


ARTICLE 280 

Surge Arresters, Over 1000 Volts 


I. General 

280.1 Scope. This article covers general requiremei 
stallation requirements, and connection requiremei 
surge arresters installed on premises wiring system 
1000 volts. [ROP 5-241b] 


280.2 Uses Not Permitted. A surge 
installed where the rating of the sur| 
the máximum continuous phase-to-gr 
voltage available at the poii 


280.3 Number Required. Where used Ba poirit on a Cir¬ 
cuit, a surge arrester shall l^konnected t Jach ungrounded 
conductor. A single installatio^fc^uch^^ge arresters shall 
be permitted to protect a numbei^k»erconnected circuits, 
provided that no circuit is exposed to surges while discon- 
nected from the surge arresters. 



(B) Silicon Carbide Types. The rating of a Silicon 
carbide-type surge arrester shall be not less than 125 per- 
cent of the rating specified in 280.4(A). 

Informational Note No. 1: For further information on 
surge arresters, see ANSI/IEEE C62.11-2005, Standard for 
Metal-Oxide Surge Arresters for Alternating-Current 
Power Circuits (>1 kV); and ANSI/IEEE C62.22-2009, 
Guide for the Application of Metal-Oxide Surge Arresters 
for Alternating-Current Systems. [ROP 5-242a] 

Informational Note No. 2: The selection of a properly 
rated metal oxide arrester is based on considerations of 
máximum continuous operating voltage and the magnitude 
and duration of overvoltages at the arrester location as af- 
fected by phase-to-ground faults, system grounding tech- 
niques, switching surges, and other causes. See the manu- 
facturer’s apnlication rules for selection of the specific 
arrester t oiwro sed at a particular location. 




Til Location. Surge arresters shall be permitted to be 
Pocated^ndoors or onfcoors. Surge arresters shall be made 
>le to unqualified persons, unless listed for instal- 
in accessible locations. 

outing of Surge Arrester Grounding Condue¬ 
le conductor used to connect the surge arrester to 
lineTbus, or equipment and to a grounding conductor con¬ 
nection point as provided in 280.21 shall not be any longer 
than necessary and shall avoid unnecessary bends. 

III. Connecting Surge Arresters 

280.21 Connection. The arrester shall be connected to one 
of the following: 

(1) Grounded Service conductor 

(2) Grounding electrode conductor 

(3) Grounding electrode for the Service 

(4) Equipment grounding terminal in the Service 
equipment 


280.4 Surge Arrester Selection. The surge arresters shall 
comply with 280.4(A) and (B). 

(A) Rating. The rating of a surge arrester shall be equal to 
or greater than the máximum continuous operating voltage 
available at the point of application. 

(1) Solidly Grounded Systems. The máximum continuous 
operating voltage shall be the phase-to-ground voltage of 
the system. 


280.23 Surge-Arrester Conductors. The conductor be- 
tween the surge arrester and the line and the surge arrester 
and the grounding connection shall not be smaller than 6 
AWG copper or aluminum. 

280.24 Interconnections. The surge arrester protecting a 
transformer that supphes a secondary distribution system 
shall be interconnected as specified in 280.24(A), (B), or 
(C). 


(2) Impedance or Ungrounded System. The máximum 
continuous operating voltage shall be the phase-to-phase 
voltage of the system. 


(A) Metallic Interconnections. A metallic interconnection 
shall be made to the secondary grounded circuit conductor 
or the secondary circuit grounding electrode conductor pro- 
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vided that, in addition to the direct grounding connection at 
the surge arrester, the following occurs: 

(1) Additional Grounding Connection. The grounded 
conductor of the secondary has elsewhere a grounding con¬ 
nection to a continuous metal underground water piping 
system. In urban water-pipe areas where there are at least 
four water-pipe connections on the neutral conductor and 
not fewer than four such connections in each mile of neu¬ 
tral conductor, the metallic interconnection shall be permit- 
ted to be made to the secondary neutral conductor with 
omission of the direct grounding connection at the surge 
arrester. 

(2) Multigrounded Neutral System Connection. The 

grounded conductor of the secondary system is a part of a 
multigrounded neutral system or static wire of which the 
primary neutral conductor or static wire has at least four 
grounding connections in each mile of line in addition to a 
grounding connection at each Service. 

(B) Through Spark Gap or Device. Where the surge ar¬ 
rester grounding electrode conductor is not connected as in 
280.24(A), or where the secondary is not grounded as in 
280.24(A) but is otherwise grounded as in 250.52, an inter-^ 
connection shall be made through a spark gap or listedi 
device as required by 280.24(B)(1) or (B)(2). 

(1) Ungrounded or Unigrounded Primary S 

ungrounded or unigrounded primary systems, i 
or listed device shall have a 60-Hz breakdcm 
least twice the primary circuit voltage but 3 
more than 10 kV, and there shall J¡ 
ground on the grounded conductojÉ 
not less than 6.0 m (20 ft) di star from thel 
grounding electrode. 

(2) Multigrounded Neutral Primai^Kvstej^FFor multi¬ 
grounded neutral primary systems, the^fc^rgap or listed 
device shall have a 60-Hz breakdown of not more than 3 
kV, and there shall be at least one other ground on the 
grounded conductor of the secondary that is not less than 
6.0 m (20 ft) distant from the surge-arrester grounding elec¬ 
trode. 

(C) By Special Permission. An interconnection of the 
surge-arrester ground and the secondary neutral conductor, 
other than as provided in 280.24(A) or (B), shall be permit- 
ted to be made only by special permission. 


ARTICLE 285 

Surge-Protective Devices (SPDs), 1000 
Volts or Less 


I. General 

285.1 Scope. This article covers general requirements, in- 
stallation requirements, and connection requirements for 
SPDs [surge arresters and transient voltage surge suppres- 
sors (TVSSs)] permanently installed on premises wiring 
systems 1000 volts atless. [ROP 5-243b] 

InformationalNo. 1: Surge arresters 1000 volts or 
ts Type 1 SPDs. [ROP 5-234b] 

Transient voltage surge sup- 
as Type 2 and Type 3 


285.3^E|spr Not Permitted. An SPD (surge arrester or 
^TVSS) oevicc shall not be installed in the following: 
üjcuit^^r 1000 volts [ROP 5-244a] 

peunded systems, impedance grounded systems, 
r or comer grounded delta systems unless listed specifi- 
cally for use on these systems. 

► Where the rating of the SPD (surge arrester or TVSS) 
is less than the máximum continuous phase-to-ground 
power frequency voltage available at the point of 
application 

Informational Note: For further information on SPDs 
(TVSSs), see NEMALS 1-1992, Standard for Low Voltage 
Surge Suppression Devices. The selection of a properly 
rated SPD (TVSS) is based on criteria such as máximum 
continuous operating voltage, the magnitude and duration 
of overvoltages at the suppressor location as affected by 
phase-to-ground faults, system grounding techniques, and 
switching surges. 

285.4 Number Required. Where used at a point on a Cir¬ 
cuit, the SPD (surge arrester or TVSS) shall be connected 
to each ungrounded conductor. 

285.5 Listing. An SPD (surge arrester or TVSS) shall be a 
listed device. 


280.25 Grounding Electrode Conductor Connections 
and Enclosures. Except as indicated in this article, surge- 
arrester grounding electrode conductor connections shall be 
made as specified in Article 250, Parts III and X. Ground¬ 
ing electrode conductors installed in metal enclosures shall 
comply with 250.64(E). 


285.6 Short-Circuit Current Rating. The SPD (surge ar¬ 
rester or TVSS) shall be marked with a short-circuit current 
rating and shall not be installed at a point on the system 
where the available fault current is in excess of that rating. 
This marking requirement shall not apply to receptacles. 
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II. Installation 

285.11 Location. SPDs (surge arresters or TVSSs) shall be 
permitted to be located indoors or outdoors and shall be 
made inaccessible to unqualified persons, unless listed for 
installation in accessible locations. 

285.12 Routing of Connections. The conductors used to 
connect the SPD (surge arrester or TVSS) to the line or bus 
and to ground shall not be any longer than necessary and 
shall avoid unnecessary bends. 

285.13 Type 4 and Other Component Type SPDs. Type 
4 component assemblies and other component type SPDs 
are only intended for factory installation and shall not be 
installed in the field. [ROP 5-244b] 


III. Connecting SPDs 

285.21 Connection. Where an SPD (surge arrester or 
TVSS) device is installed, it shall comply with 285.23 
through 285.28. 

285.23 Type 1 SPDs (Surge Arresters). Type 1 SPDs 
shall be installed in accordance with 285.23(A) and^^ 

(A) Installation. Type 1 SPDs (surge arresters) sha 
installed as follows: 

(1) Type 1 SPDs (surge arresters) shalU 
connected to the supply side of 
as permitted in 230.82(4) or 

(2) Type 1 SPDs (surge arrestg^^ to be 

connected as specified k 

(B) At the Service. installed al 

SPDs shall be connected t^kg of the f¡ 

(1) Grounded Service conducu 

(2) Grounding electrode conductc 

(3) Grounding electrode for the Service 

(4) Equipment grounding terminal in the Service 
equipment 



285.24 Type 2 SPDs (TVSSs). Type 2 SPDs (TVSSs) 
shall be installed in accordance with 285.24(A) through 
(C). 

(A) Service-Supplied Building or Structure. Type 2 
SPDs (TVSSs) shall be connected anywhere on the load 
side of a Service disconnect overcurrent device required in 
230.91, unless installed in accordance with 230.82(8). 

(B) Feeder-Supplied Building or Structure. Type 2 SPDs 
(TVSSs) shall be connected at the building or structure 
anywhere on the load side of the first overcurrent device at 
the building or structure. 

(C) Separately Derived System. The SPD (TVSS) shall 
be connected on the load side of the first overcurrent device 
in a separatebAlerived system. 

Type 3 SPDs (TVSSs) shall be per- 
mitted^T blB^talled on the load side of branch-circuit 
;urrent pn^gjgion up to the equipment served. If in- 
¡turer’s instructions, the Type 3 SPD 
:onnectipn shall be TPminimum 10 m (30 ft) of conductor 
from the Service or separately derived system dis- 

285.26 Conductor Size. Line and grounding conductors 
nm be smaller than 14 AWG copper or 12 AWG alu- 


285.27 Connection Between Conductors. An SPD (surge 
arrester or TVSS) shall be permitted to be connected be¬ 
tween any two conductors — ungrounded conductor(s), 
grounded conductor, equipment grounding conductor, or 
grounding electrode conductor. The grounded conductor 
and the equipment grounding conductor shall be intercon- 
nected only by the normal operation of the SPD (surge 
arrester or TVSS) during a surge. 

285.28 Grounding Electrode Conductor Connections 
and Enclosures. Except as indicated in this article, SPD 
grounding connections shall be made as specified in Article 
250, Part III. Grounding electrode conductors installed in 
metal enclosures shall comply with 250.64(E). 
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Chapter 3 Wiring Methods [ROP 3-8] 


ARTICLE 300 

General Requirements for Wiring 
Methods and Materials [ROP 3-8] 


I. General Requirements 
300.1 Scope. 

(A) All Wiring Installations. This article covers general 
requirements for wiring methods and materials for all wir¬ 
ing installations unless modified by other articles in Chap¬ 
ter 3. [ROP 3-9] 

(B) Integral Parts of Equipment. The provisions of this 
article are not intended to apply to the conductors that form 
an integral part of equipment, such as motors, controllers, 
motor control centers, or factory assembled control equip¬ 
ment or Usted utihzation equipment. 

(C) Metric Designators and Trade Sizes. Metric designa- 
tors and trade sizes for conduit, tubing, and associated fit-C 
tings and accessories shall be as designated in Table' 
300.1(C). 


Table 300.1(C) Metric Designators and Trad 


Metric 

Designator 



Note: The metric designators and trade sizes 
purposes only and are not actual dimensions. 


e for identification 


(B) Temperature. Temperature limitation of conductors 
shall be in accordance with 310.15(A)(3). 

300.3 Conductors. 

(A) Single Conductors. Single conductors specified in 
Table 310.104(A) shall only be installed where part of a 
recognized wiring method of Chapter 3. 

Exception: Individual conductors shall be permitted 
where installed as sepárate overhead conductors in accor¬ 
dance with 225.6. 

(B) Conductors^pthe Same Circuit. All conductors of 
the same circuj^^L where used, the grounded conductor 
and all equifpnent grojuiding conductors and bonding con¬ 
ductorssAl be contaiWLwithin the same raceway, auxil- 
iary aprer, cable tray, ctu^wjs assembly, trench, cable, or 

unless^^therwise permitted in accordance with 
30Ó ^KlP firough (B)(4). 

Installations. Conductors shall be permit- 
parallel in accordance with the provisions 
'he requirement to run all Circuit conductors 
un ttítT^ same raceway, auxiliary gutter, cable tray, 
fench, cable, or cord shall apply separately to each portion 
the paralleled installation, and the equipment grounding 
iductors shall comply with the provisions of 250.122. 
’arallel runs in cable tray shaU comply with the provisions 
of 392.20(C). 

Exception: Conductors installed in nonmetallic raceways 
run underground shall be permitted to be arranged as iso- 
lated phase installations. The raceways shall be installed in 
cióse proximity, and the conductors shall comply with the 
provisions of 300.20(B). 

(2) Grounding and Bonding Conductors. Equipment 
grounding conductors shall be permitted to be installed out- 
side a raceway or cable assembly where in accordance with 
the provisions of 250.130(C) for certain existing installa¬ 
tions or in accordance with 250.134(B), Exception No. 2, 
for de circuits. Equipment bonding conductors shall be per¬ 
mitted to be installed on the outside of raceways in accor¬ 
dance with 250.102(E). 


300.2 Limitations. 

(A) Yoltage. Wiring methods specified in Chapter 3 shall 
be used for 1000 volts, nominal, or less where not specifi- 
cally limited in some section of Chapter 3. They shall be 
permitted for over 600 volts, nominal, where specifically 
permitted elsewhere in this Code. [ROP 3-10] 


(3) Nonferrous Wiring Methods. Conductors in wiring 
methods with a nonmetallic or other nonmagnetic sheath, 
where run in different raceways, auxiliary gutters, cable 
trays, trenches, cables, or cords, shall comply with the pro¬ 
visions of 300.20(B). Conductors in single-conductor Type 
MI cable with a nonmagnetic sheath shall comply with the 
provisions of 332.31. Conductors of single-conductor Type 
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MC cable with a nonmagnetic sheath shall comply with the 
provisions of 330.31, 330.116, and 300.20(B). 

(4) Enclosures. Where an auxiliary gutter runs between a 
column-width panelboard and a pulí box, and the pulí box 
ineludes neutral terminations, the neutral conductors of cir- 
cuits supplied from the panelboard shall be permitted to 
origínate in the pulí box. 


Conductors having nonshielded insulation and operat- 
ing at different voltage levels shall not occupy the same 
enclosure, cable, or raceway. 

300.4 Protection Against Physical Damage. Where sub- 
ject to physical damage, conductors, raceways, and cables 
shall be protected. 

(A) Cables and Raceways Through Wood Members. 


(C) Conductors of Diíferent Systems. 

(1) 1000 Volts, Nominal, or Less. Conductors of ac and de 
circuits, rated 1000 volts, nominal, or less, shall be permit¬ 
ted to occupy the same equipment wiring enclosure, cable, 
or raceway. All conductors shall have an insulation rating 
equal to at least the máximum circuit voltage applied to any 
conductor within the enclosure, cable, or raceway. [ROP 
3-12] 

Secondary wiring to electric-discharge lamps of 1000 
volts or less, if insulated for the secondary voltage in¬ 
volved, shall be permitted to occupy the same luminaire, 
sign, or outline lighting enclosure as the branch circuit con¬ 
ductors. [ROP 3-12] 

Informational Note No. 1: See 725.136(A) for Class 2^ 

Class 3 circuit conductors. 

Informational Note No. 2: See 690.4(B) for photovo 
source and output circuits. 

(2) Over 1000 Volts, Nominal. 

rated over 1000 volts, nominal, shí 
equipment wiring enclosure, cable, 
ductors of circuits rated 1000 
otherwise permitted in (CT 

3-12] 

(a) Primary leads of el^fc^-dischargHamp ballasts in¬ 
sulated for the primary volta^^tfth^Mllast, where con- 
tained within the individual wiri^fcpcíosure, shall be per¬ 
mitted to occupy the same luminaire, sign, or outline 
lighting enclosure as the branch-circuit conductors. [ROP 
3-12] 

(b) Excitation, control, relay, and ammeter conductors 
used in connection with any individual motor or starter 
shall be permitted to occupy the same enclosure as the 
motor-circuit conductors. [ROP 3-12] 

(c) In motors, transformers, switchgear, switchboards, 
control assemblies, and similar equipment, conductors of 
diíferent voltage ratings shall be permitted. [ROP 3-12, 
ROP 3-15, ROP 3-15a] 

(d) In manholes, if the conductors of each system are 
permanently and effectively separated from the conductors 
of the other systems and securely fastened to racks, insula- 
tors, or other approved supports, conductors of different 
voltage ratings shall be permitted. [ROP 3-12] 



(1) Bored Holes. In both exposed and concealed locations, 
where a cable- or raceway-type wiring method is installed 
through bored holes in joists, rafters, or wood members, 
holes shall be bored so that the edge of the hole is not less 
than 32 mm (114 in.) from the nearest edge of the wood 
member. Where this distance cannot be maintained, the 
cable or ra^Aty shall be protected from penetration by 
screws or^Rls by a Steel plate(s) or bushing(s), at least 

1.6 mnaáP^MÜ thick, and of appropriate length and width 
area of the wiring. 

■eption No. I: Steel plates shall not be required to 
<rotect¿ágid metal conduit, intermedíate metal conduit, 
mmetallic conduit, or electrical metallic tubing. 
<tion No. 2: A Usted and marked Steel píate less than 
in.) thick that provides equal or better protec- 
ist nail or screw penetration shall be permitted. 

(i^Wotches in Wood. Where there is no objection because 
of weakening the building structure, in both exposed and 
concealed locations, cables or raceways shall be permitted 
to be laid in notches in wood studs, joists, rafters, or other 
wood members where the cable or raceway at those points 
is protected against nails or screws by a Steel píate at least 

1.6 mm (Vi 6 in.) thick, and of appropriate length and width, 
installed to cover the area of the wiring. The Steel píate 
shall be installed before the building finish is applied. 
Exception No. 1: Steel plates shall not be required to 
protect rigid metal conduit, intermedíate metal conduit, 
rigid nonmetallic conduit, or electrical metallic tubing. 
Exception No. 2: A Usted and marked Steel píate less than 

1.6 mm (Vi6 in.) thick that provides equal or better protec¬ 
tion against nail or screw penetration shall be permitted. 

(B) Nonmetallic-Sheathed Cables and Electrical Non¬ 
metallic Tubing Through Metal Framing Memhers. 

(1) Nonmetallic-Sheathed Cable. In both exposed and 
concealed locations where nonmetallic-sheathed cables 
pass through either factory- or field-punched, cut, or drilled 
slots or holes in metal members, the cable shall be pro¬ 
tected by listed bushings or listed grommets covering all 
metal edges that are securely fastened in the opening prior 
to installation of the cable. 

(2) Nonmetallic-Sheathed Cable and Electrical Nonme¬ 
tallic Tubing. Where nails or screws are likely to penétrate 
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nonmetallic-sheathed cable or electrical nonmetallic tubing, 
a Steel sleeve, Steel píate, or Steel clip not less than 1.6 mm 
(Vi6 in.) in thickness shall be used to protect the cable or 
tubing. 

Exception: A Usted and marked Steel píate less than 

1.6 mm (Vm in.) thick that provides equal or better protec- 
tion against nail or screw penetration shall be permitted. 

(C) Cables Through Spaces Behind Panels Designed to 
Allow Access. Cables or raceway-type wiring methods, in- 
stalled behind panels designed to allow access, shall be 
supported according to their applicable articles. 

(D) Cables and Raceways Parallel to Framing Mem- 
bers and Furring Strips. In both exposed and concealed 
locations, where a cable- or raceway-type wiring method is 
installed parallel to framing members, such as joists, 
rafters, or studs, or is installed parallel to furring strips, the 
cable or raceway shall be installed and supported so that the 
nearest outside surface of the cable or raceway is not less 
than 32 mm (1 'A in.) from the nearest edge of the framing 
member or furring strips where nails or screws are likely to 
penétrate. Where this distance cannot be maintained, the 
cable or raceway shall be protected from penetration by^ 
nails or screws by a Steel píate, sleeve, or equivalent at least^ 

1.6 mm (Vi6 in.) thick. 

Exception No. 1: Steel plates, sleeves, i 
shall not be required to protect rigid metal c 
medíate metal conduit, rigid nonmetallic a 
trical metallic tubing. 

Exception No. 2: For concealed wñ 
ings, or finished panels for pref^mcated'W^i 
such supporting is impracticable, it shall be 
fish the cables between access po^^ 

Exception No. 3: A Usted and marK^mteeljMfe less than 

1.6 mm (Vi6 in.) thick that provides equal or better protec- 
tion against nail or screw penetration shau be permitted. 

(E) Cables, Raceways, or Boxes Installed in or Under 
Roof Decking. A cable, raceway, or box, installed in ex¬ 
posed or concealed locations under metal-corrugated sheet 
roof decking, shall be installed and supported so there is 
not less than 38 mm (1 Vi in.) measured from the lowest 
surface of the roof decking to the top of the cable, raceway, 
or box. A cable, raceway, or box shall not be installed in 
concealed locations in metal-corrugated, sheet decking- 
type roof. 

Informational Note: Roof decking material is often re- 
paired or replaced after the initial raceway or cabling and 
roofing installation and may be penetrated by the screws or 
other mechanical devices designed to provide “hold down” 
strength of the waterproof membrane or roof insulating 
material. 


Exception: Rigid metal conduit and intermedíate metal 
conduit shall not be required to comply with 300.4(E). 

(F) Cables and Raceways Installed in Shallow Grooves. 

Cable- or raceway-type wiring methods installed in a 
groove, to be covered by wallboard, siding, paneling, car- 
peting, or similar finish, shall be protected by 1.6 mm (Vi6 
in.) thick Steel píate, sleeve, or equivalent or by not less 
than 32-mm (114-in.) free space for the full length of the 
groove in which the cable or raceway is installed. 

Exception No. 1: Steel plates, sleeves, or the equivalent 
shall not be required to protect rigid metal conduit, inter¬ 
medíate metal conduit, rigid nonmetallic conduit, or elec¬ 
trical metallic tubing. 

Exception No. 2: A Usted and marked Steel píate less than 

1.6 mm (Vi6 in.)J^ck that provides equal or better protec- 
tion against nail or screw penetration shall be permitted. 

(G) Insulated Fittings. Where raceways contain 4 AWG 
or laj^^rinsulated circui^^kductors, and these conductors 
enj^ra cabinjAt box, an enclosure, or a raceway, the con- 
ducra^M^^te protected by an identified fitting providing 
a smoOT^Prounded insulating surface, unless the conduc¬ 
tas are sejkated from the fitting or raceway by identified 

hal that is securely fastened in place. 

freptionr Where threaded hubs or bosses that are an 
fitegral part of a cabinet, box, enclosure, or raceway pro- 
e a smoothly rounded or flared entry for conductors. 

Conduit bushings constructed wholly of insulating ma¬ 
terial shall not be used to secure a fitting or raceway. The 
insulating fitting or insulating material shall have a tem- 
perature rating not less than the insulation temperature rat- 
ing of the installed conductors. 

(H) Structural Joints. A listed expansion/deflection fitting 
or other approved means shall be used where a raceway 
crosses a structural joint intended for expansión, contrac- 
tion or deflection, used in buildings, bridges, parking ga¬ 
rages, or other structures. 

300.5 Underground Installations. 

(A) Mínimum Cover Requirements. Direct-buried cable 
or conduit or other raceways shall be installed to meet the 
mínimum cover requirements of Table 300.5. 

(B) Wet Locations. The interior of enclosures or raceways 
installed underground shall be considered to be a wet loca- 
tion. Insulated conductors and cables installed in these en¬ 
closures or raceways in underground installations shall 
comply with 310.10(C). Any connections or splices in an 
underground installation shall be approved for wet loca¬ 
tions. [ROP 3-40] 
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Table 300.5 Minimum Cover Requirements, 0 to 1000 Volts, Nominal, Burial in Millimeters (Inches) [ROP 3-36] 


Type of Wiring Method or Circuit 


Location of Wiring Method 
or Circuit 

Column 1 
Direct Burial 
Cables or 
Conductors 

Column 2 
Rigid Metal 
Conduit or 
Intermedíate 
Metal Conduit 

Column 3 
Nonmetallic 
Raceways Listed 
for Direct Burial 
Without 
Concrete 
Encasement or 
Other Approved 
Raceways 

Column 4 
Residential 
Branch Circuits 
Rated 120 Volts or 
Less with GFCI 
Protection and 
Máximum 
Overcurrent 
Protection of 20 
Amperes 

Column 5 
Circuits for 
Control of 
Irrigation and 
Landscape 
Lighting Limited 
to Not More Than 
30 Volts and 
Installed with 
Type UF or in 
Other Identified 
Cable or Raceway 

mm in. 

mm in. 

mm 


mm in. 

All locations not specified 
below 

600 24 

150 6 

A 

300 12 

150 6 

In trench below 50 mm (2 in.) 
thick concrete or equivalent 

450 18 

150 6 

r \ 

150 6 

150 6 

Under a building 

0 0 
(in raceway or 
Type MC or Type 
MI cable 
identified for 
direct burial) 

N 

0 

0 0 
(in raceway or 
Type MC or Type 
MI cable identified 
for direct burial) ) 

0 0 
(in raceway or 
Type MC or Type 
MI cable identified 
for direct burial) ) 

Under minimum of 102 mm 
(4 in.) thick concrete exterior 
slab with no vehicular traffic 
and the slab extending not 
less than 152 mm (6 in.) 
beyond the underground 
installation A 

450 Jfe 

, lOO^^^l 

^100 4 

150 6 

(direct burial) 

100 4 

(in raceway) 

150 6 

(direct burial) 

100 4 

(in raceway) 

Under streets, highways, r^K, 
alleys, driveways, and 
parking lots 

600 ^^24 ^ 

* 600 24 

600 24 

600 24 

600 24 

One- and two-family dwelling 
driveways and outdoor 
parking areas, and used only 
for dwelling-related purposes 

18 

450 18 

450 18 

300 12 

450 18 

In or under airport runways, 
including adj acent areas 
where trespassing prohibited 

450 18 

450 18 

450 18 

450 18 

450 18 


Notes: 

1. Cover is defined as the shortest distance in millimeters (inches) measured between a point on the top surface of any direct-buried conductor, 
cable, conduit, or other raceway and the top surface of finished grade, concrete, or similar cover. 

2. Raceways approved for burial only where concrete encased shall require concrete envelope not less than 50 mm (2 in.) thick. 

3. Lesser depths shall be permitted where cables and conductors rise for terminations or splices or where access is otherwise required. 

4. Where one of the wiring method types listed in Columns 1 through 3 is used for one of the Circuit types in Columns 4 and 5, the shallowest depth 
of burial shall be permitted. 

5. Where solid rock prevents compliance with the cover depths specified in this table, the wiring shall be installed in metal or nonmetallic raceway 
permitted for direct burial. The raceways shall be covered by a minimum of 50 mm (2 in.) of concrete extending down to rock. 
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(C) Underground Cables and Conductors Under Build- 
ings. Underground cable and conductors installed under a 
building shall be in a raceway. [ROP 3-41] 

Exception No. 1: Type MI Cable shall be permitted under 
a building without installation in a raceway where embed- 
ded in concrete, fill, or other masonry in accordance with 
332.10(6) or in underground runs where suitably protected 
against physical damage and corrosive conditions in accor¬ 
dance with 332.10(10). 


of granular or selected material, suitable running boards, 
suitable sleeves, or other approved means. 

(G) Raceway Seáis. Conduits or raceways through which 
moisture may contact live parts shall be sealed or plugged 
at either or both ends. 

Informational Note: Presence of hazardous gases or va¬ 
pore may also necessitate sealing of underground conduits 
or raceways entering buildings. 


Exception No. 2: Type MC Cable Usted for direct burial or 
concrete encasement shall be permitted under a building 
without installation in a raceway in accordance with 
330.10(A)(5) and in wet locations in accordance with 
330.10(A)(11). 

(D) Protection from Damage. Direct-buried conductors 
and cables shall be protected from damage in accordance 
with 300.5(D)(1) through (D)(4). 

(1) Emerging from Grade. Direct-buried conductors and 
cables emerging from grade and specified in columns 1 and 
4 of Tahle 300.5 shall be protected by enclosures or race¬ 
ways extending from the minimum cover distance below 
grade required by 300.5(A) to a point at least 2.5 m (8 ft) 
above finished grade. In no case shall the protection be 
required to exceed 450 mm (18 in.) below finished grade. 

(2) Conductors Entering Buildings. Conduct 
a building shall be protected to the point of m 

(3) Service Conductors. Underground serví 
that are not encased in concrete and thgyy&t 
(18 in.) or more below grade shalU^! 
tified by a waming ribbon th^^r placed in 
least 300 mm (12 in.) above tnik^lerground i^allation. 

(4) Enclosure or Raceway Damag^Kbere^e enclosure 
or raceway is subject to physical damak^ne conductors 
shall be installed in rigid metal conduit, intermedíate metal 
conduit, RTRC-XW, Schedule 80 PVC conduit, or equiva- 

lent. [ROP 3-97] 


(H) Bushing. A bushing, or terminal fitting, with an inte¬ 
gral bushed opening shall be used at the end of a conduit or 
other raceway that terminates underground where the con¬ 
ductors or cables emerge as a direct burial wiring method. 
A seal incorporating the physical protection characteristics 
of a bushing sha!permitted to be used in lieu of a 
bushing. 

(I) Coi cí^s of^< kS ame Circuit. All conductors of 

the san ircuit and, used, the grounded conductor 

Equipment grounc^^ conductors shall be installed 
same j^^way or cable or shall be installed in cióse 
pr " the same trench. 

1: Conductors shall be permitted to be in- 
jJn paraMel in raceways, multiconductor cables, or 
l single conductor cables. Each raceway or 
Wticonductor cable shall contain all conductors of the 
<me Circuit, including equipment grounding conductors. 
V:h direct-buried single conductor cable shall be located 
cióse proximity in the trench to the other single conduc- 
r cables in the same parallel set of conductors in the 
Circuit, including equipment grounding conductors. 
Exception No. 2: Isolated phase, polarity, grounded con¬ 
ductor, and equipment grounding and bonding conductor 
installations shall be permitted in nonmetallic raceways or 
cables with a nonmetallic covering or nonmagnetic sheath 
in cióse proximity where conductors are paralleled as per¬ 
mitted in 310.10(H), and where the conditions of300.20(B) 
are met. 



(E) Splices and Taps. Direct-buried conductors or cables 
shall be permitted to be spliced or tapped without the use of 
splice boxes. The splices or taps shall he made in accor¬ 
dance with 110.14(B). 


(J) Earth Movement. Where direct-buried conductors, 
raceways, or cables are subject to movement by settlement 
or frost, direct-buried conductors, raceways, or cables shall 
he arranged so as to prevent damage to the enclosed con¬ 
ductors or to equipment connected to the raceways. 


(F) Backflll. Backfill that contains large rocks, paving ma- 
terials, cinders, large or sharply angular substances, or cor¬ 
rosive material shall not be placed in an excavation where 
materials may damage raceways, cables, or other substrae - 
tures or prevent adequate compaction of fill or contribute to 
corrosión of raceways, cables, or other substructures. 

Where necessary to prevent physical damage to the 
raceway or cable, protection shall be provided in the form 


Informational Note: This section recognizes “S” loops in 
underground direct burial to raceway transitions, expansión 
fittings in raceway risers to fixed equipment, and, generally, 
the provisión of flexible connections to equipment subject 
to settlement or frost heaves. 

(K) Directional Boring. Cables or raceways installed us- 
ing directional boring equipment shall be approved for the 
purpose. 


70-148 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 300 — GENERAL REQUIREMENTS FOR WIRING METHODS AND MATERIALS [ROP 3-8] 


300.7 


300.6 Protection Against Corrosión and Deterioration. 

Raceways, cable trays, cablebus, auxiliary gutters, cable 
armor, boxes, cable sheathing, cabinets, elbows, couplings, 
fittings, supports, and support hardware shall be of materi- 
als suitable for the environment in which they are to be 
installed. 


tings, supports, and support hardware shall be made of ma¬ 
terial approved for the condition and shall comply with 
(C)(l) and (C)(2) as applicable to the specific installation. 

(1) Exposed to Sunlight. Where exposed to sunlight, the 
materials shall be listed as sunlight resistant or shall be 
identified as sunlight resistant. 


(A) Ferrous Metal Equipment. Ferrous metal raceways, 
cable trays, cablebus, auxiliary gutters, cable armor, boxes, 
cable sheathing, cabinets, metal elbows, couplings, nipples, 
fittings, supports, and support hardware shall be suitably 
protected against corrosión inside and outside (except 
threads at joints) by a coating of approved corrosion- 
resistant material. Where corrosión protection is necessary 
and the conduit is threaded in the field, the threads shall be 
coated with an approved electrically conductive, corrosion- 
resistant compound. 

Informational Note: Field-cut threads are those threads 
that are cut in conduit anywhere other than at the factory 
where the product is Usted. [ROP 3-51] 


f be required to have 


Exception: Stainless Steel shall r, 
protective coatings. 

(1) Protected from Corrosión Solely by Enamel. 

protected from corrosión solely by enamel, ferrous 
raceways, cable trays, cablebus, auxiliary gutters, cal 
mor, boxes, cable sheathing, cabinets, metal elbows, 
plings, nipples, fittings, supports, and s|^^^iardw^ 
shall not be used outdoors or in wet lqggf&ns a^escrit 
in 300.6(D). 

(2) Organic Coatings on Boxes 

boxes or cabinets have an api 
ings and are marked “Rait 
Type,” they shall be per^ 

(3) In Concrete or in DnN¡|| Contact with the Earth. 

Ferrous metal raceways, cable^kroi^Kes, cable sheath¬ 
ing, cabinets, elbows, couplings, nBWes, fittings, supports, 
and support hardware shall be permitted to be installed i: 
concrete or in direct contad with the earth, or in areas 
subject to severe corrosive influences where made of mate¬ 
rial approved for the condition, or where provided with 
corrosión protection approved for the condition. 

(B) Aluminum Metal Equipment. Aluminum raceways, 
cable trays, cablebus, auxiliary gutters, cable armor, boxes, 
cable sheathing, cabinets, elbows, couplings, nipples, fit¬ 
tings, supports, and support hardware embedded or encased 
in concrete or in direct contad with the earth shall be pro¬ 
vided with supplementary corrosión protection. 

(C) Nonmetallic Equipment. Nonmetallic raceways, 
cable trays, cablebus, auxiliary gutters, boxes, cables with a 
nonmetallic outer jacket and intemal metal armor or jacket, 
cable sheathing, cabinets, elbows, couplings, nipples, fit- 




(2) Chemical Exposure. Where subject to exposure to 
Chemical solvents, vapors, splashing, or immersion, mate¬ 
rials or coatings shall either be inherently resistant to 
Chemicals based on their listing or be identified for the 
specific Chemical reagent. 

(D) Indoor Wet Locations. In portions of dairy processing 
facilities, laundries, canneries, and other indoor wet loca¬ 
tions, and in^p&tions where walls are frequently washed or 
where tha^pre surfaces of absorbent materials, such as 
damp paperv|rwood, the entire wiring system, where in- 
Wxpos^kúicluding all boxes, fittings, raceways, and 
used ther^^jL shall be mounted so that there is at 
ist a 6-mm (14-m^airspace between it and the wall or 
s u PP(J#g surface. 

: Nonmetallic raceways, boxes, and fittings shall 
útted to be installed without the airspace on a con- 
crete^fjjfrsonrv. tile, or similar surface. 

irmational Note: In general, areas where acids and al- 
kali Chemicals are handled and stored may present such 
corrosive condiüons, particularly when wet or damp. Se- 
corrosive conditions may also be present in portions of 
meatpacking plants, tanneries, glue houses, and some 
stables; in installations immediately adjacent to a seashore 
and swimming pool areas; in areas where Chemical deicers 
are used; and in storage cehars or rooms for hides, casings, 
fertilizer, salt, and bulk Chemicals. 

300.7 Raceways Exposed to Diíferent Temperatures. 

(A) Sealing. Where portions of a raceway or sleeve are 
known to be subjected to diíferent temperatures, and where 
condensation is known to be a problem, as in coid storage 
areas of buildings or where passing from the interior to the 
exterior of a building, the raceway or sleeve shall be filled 
with an approved material to prevent the circulation of 
warm air to a colder section of the raceway or sleeve. An 
explosionproof seal shall not be required for this purpose. 

(B) Expansión Fittings. Raceways shall be provided with 
expansión fittings where necessary to compénsate for ther- 
mal expansión and contraction. 

Informational Note: Table 352.44 and Table 355.44 pro- 
vide the expansión information for polyvinyl chloride 
(PVC) and for reinforced thermosetting resin conduit 
(RTRC), respectively. A nominal number for Steel conduit 
can be determined by multiplying the expansión length in 
Table 352.44 by 0.20. The coefficient of expansión for Steel 
electrical metallic tubing, intermediate metal conduit, and 
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rigid metal conduit is 1.170 x 10' 5 (0.0000117 mm per mm 
of conduit for each °C in temperature change) [0.650 x 10 5 
(0.0000065 in. per inch of conduit for each °F in tempera- 
ture change)]. [ROP 3-58] 

A nominal number for aluminum conduit and alumi- 
num electrical metallic tubing can be determined by multi- 
plying the expansión length in Table 352.44 by 0.40. The 
coefficient of expansión for aluminum electrical metallic 
tubing and aluminum rigid metal conduit is 2.34 x 10 -5 
(0.0000234 mm per mm of conduit for each °C in tempera- 
ture change) [1.30 x 10 -5 (0.000013) in. per inch of conduit 
for each °F in temperature change]. 


bly, including the ceiling support wires. An independent 
means of secure support shall be provided and shall be 
permitted to be attached to the assembly. Where indepen¬ 
dent support wires are used, they shall be distinguishable 
by color, tagging, or other effective means from those that 
are part of the fire-rated design. 

Exception: The ceiling support system shall be permitted 
to support wiring and equipment that have been tested as 
part of the fire-rated assembly. 


300.8 Installation of Conductors with Other Systems. 

Raceways or cable trays containing electrical conductors 
shall not contain any pipe, tube, or equal for steam, water, 
air, gas, drainage, or any Service other than electrical. 

300.9 Raceways in Wet Locations Abovegrade. Where 
raceways are installed in wet locations abovegrade, the in¬ 
terior of these raceways shall be considered to be a wet 
location. Insulated conductors and cables installed in race¬ 
ways in wet locations abovegrade shall comply with 
310.10(C). 

300.10 Electrical Continuity of Metal Raceways and 
Enclosures. Metal raceways, cable armor, and other metalé* 
enclosures for conductors shall be metallically joined to-1 
gether into a continuous electrical conductor and shall be 
connected to all boxes, fittings, and cabinets s 
vide effective electrical continuity. Unless s 
mitted elsewhere in this Code, raceways a 
blies shall be mechanically secured to 
cabinets, and other enclosures. 


Exception No. 1: Short sections^Jhacewi 
vide support or protection of assemblie: 
cal damage shall not be requite^fp be madt 
continuous. 

Exception No. 2: Equipment enclosm 
permitted by 250.96(B), shall not be reqi 
lically joined to the metal raceway. 

300.11 Securing and Supporting. 



isolated, as 
be metal- 


Informational Note: One method of determining fire rating 
is testing in accordance with ANSI/ASTM El 19-201 la, 
Method for Fire Tests of Building Construction and Mate¬ 
rials. [ROP 3-64] 

(2) Non-Fire-Rated Assemblies. Wiring located within 
the cavity of a noj^Éfe-rated floor-ceiling or roof-ceiling 
assembly shall secured to, or supported by, the ceil¬ 

ing assembh^pc^fcmg the ceiling support wires. An inde¬ 
pendent means of^^fce support shall be provided and 
shall bg^Rmitted to OT^ttached to the assembly. Where 
inden^Kent support wire^^e used, they shall be distin- 
Eble bv^Ror, tagging, or other effective means. 
Exce^^^pThe ceiling support system shall be permitted 
o suppo^^ranch-circuit wiring and associated equipment 
installed in accordance with the ceiling system 
Tinstructions. 

i Raceways Used as Means of Support. Raceways 
fcall be used only as a means of support for other race- 
jys, cables, or nonelectrical equipment under any of the 
pfóllowing conditions: 

(1) Where the raceway or means of support is identified as 
a means of support [ROP 3-65] 

(2) Where the raceway contains power supply conductors 
for electrically controlled equipment and is used to sup¬ 
port Class 2 circuit conductors or cables that are solely 
for the purpose of connection to the equipment control 
circuits 

(3) Where the raceway is used to support boxes or conduit 
bodies in accordance with 314.23 or to support lumi- 
naires in accordance with 410.36(E) 


(A) Secured in Place. Raceways, cable assemblies, boxes, 
cabinets, and fittings shall be securely fastened in place. 
Support wires that do not provide secure support shall not 
be permitted as the solé support. Support wires and associ¬ 
ated fittings that provide secure support and that are in¬ 
stalled in addition to the ceiling grid support wires shall be 
permitted as the solé support. Where independent support 
wires are used, they shall be secured at both ends. Cables 
and raceways shall not be supported by ceiling grids. 

(1) Fire-Rated Assemblies. Wiring located within the cav¬ 
ity of a fire-rated floor-ceiling or roof-ceiling assembly 
shall not be secured to, or supported by, the ceiling assem- 


(C) Cables Not Used as Means of Support. Cable wiring 
methods shall not be used as a means of support for other 
cables, raceways, or nonelectrical equipment. 

300.12 Mechanical Continuity — Raceways and 
Cables. Metal or nonmetallic raceways, cable armors, and 
cable sheaths shall be continuous between cabinets, boxes, 
fittings, or other enclosures or outlets. 

Exception No. 1: Short sections of raceways used to pro¬ 
vide support or protection of cable assemblies from physi- 
cal damage shall not be required to be mechanically 
continuous. 
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Exception No. 2: Raceways and cables installed into the 
bottom of open bottom equipment, such as switchboards, 
motor control centers, andfloor or pad-mounted transform- 
ers, shall not be required to be mechanically secured to the 
equipment. 

300.13 Mechanical and Electrical Continuity — Con¬ 
ductora. 

(A) General. Conductors in raceways shall be continuous 
between outlets, boxes, devices, and so forth. There shall be 
no spbce or tap within a raceway unless permitted by 
300.15; 368.56(A); 376.56; 378.56; 384.56; 386.56; 
388.56; or 390.7. 

(B) Device Removal. In multiwire branch circuits, the 
continuity of a grounded conductor shall not depend on 
device connections such as lampholders, receptacles, and 
so forth, where the removal of such devices would interrupt 
the continuity. 

300.14 Length of Free Conductora at Outlets, Junc- 
tions, and Switch Points. At least 150 mm (6 in.) of free 
conductor, measured from the point in the box where it ( 
emerges from its raceway or cable sheath, shall be left at 
each outlet, junction, and switch point for splices «yhe 
connection of luminaires or devices. Where the ope™ 
an outlet, junction, or switch point is less than 20( 

(8 in.) in any dimensión, each conductor^ 
enough to extend at least 75 mm (3 in.)^ÉRrci*toe opdl 
ing. 

Exception: Conductors that a 
at the outlet, junction, or switc h poin t s¡ 
to comply with 300.14. 

300.15 Boxes, Conduit ^ 

quired. A box shall be ir^fcUed at each^itlet and switch 
point for concealed knob-ancl 

Fittings and connectors shal^only with the spe- 
cific wiring methods for which the^re designed and listed. 

Where the wiring method is conduit, tubing, Type AC 
cable, Type MC cable, Type MI cable, nonmetallic- 
sheathed cable, or other cables, a box or conduit body shall 
be installed at each conductor splice point, outlet point, 
switch point, junction point, termination point, or pulí 
point, unless otherwise permitted in 300.15(A) through (L). 

(A) Wiring Methods with Interior Access. A box or con¬ 
duit body shall not be required for each splice, junction, 
switch, pulí, termination, or outlet points in wiring methods 
with removable covers, such as wireways, multioutlet as- 
semblies, auxiliary gutters, and surface raceways. The cov¬ 
ers shall be accessihle after installation. 

(B) Equipment. An integral junction box or wiring com- 
partment as part of approved equipment shall be permitted 
in lieu of a box. 


(C) Protection. A box or conduit body shall not be re¬ 
quired where cables enter or exit from conduit or tubing 
that is used to provide cable support or protection against 
physical damage. A fitting shall be provided on the end(s) 
of the conduit or tubing to protect the cable from abrasión. 

(D) Type MI Cable. A box or conduit body shall not be 
required where accessihle fittings are used for straight- 
through splices in mineral-insulated metal-sheathed cable. 

(E) Integral Enclosure. A wiring device with integral en- 
closure identified for the use, having brackets that securely 
fasten the device to walls or ceilings of conventional on- 
site frame construction, for use with nonmetallic-sheathed 
cable, shall be permitted in lieu of a box or conduit body. 

Information^Note: See 334.30(C); 545.10; 550.15(1); 
551.47(E^®tception No. 1; and 552.48(E), Exception No. 

1 . 

(F) Fitting. A fitting identified for the use shall be permit- 
5 lieu of almctr conduit body where conductors are 

P5t spliced or termSkpd within the fitting. The fitting shall 
f be ac^Able after installation. 

Direct-Buried Conductora. As permitted in 300.5(E), 
tf>r conduit body shall not be required for splices and 
fcjap s n^|jrect-buried conductors and cables. 

isulated Devices. As permitted in 334.40(B), a box 
or conduit body shall not be required for insulated devices 
supplied by nonmetallic-sheathed cable. 

(I) Enclosures. A box or conduit body shall not be re¬ 
quired where a splice, switch, terminal, or pulí point is in a 
cabinet or cutout box, in an enclosure for a switch or over- 
current device as permitted in 312.8, in a motor controller 
as permitted in 430.10(A), or in a motor control center. 

(J) Luminaires. A box or conduit body shall not be re¬ 
quired where a luminaire is used as a raceway as permitted 
in 410.64. 

(K) Embedded. A box or conduit body shall not be re¬ 
quired for splices where conductors are embedded as per¬ 
mitted in 424.40, 424.41(D), 426.22(B), 426.24(A), and 
427.19(A). 

(L) Manholes and Handhole Enclosures. A box or con¬ 
duit body shall not be required for conductors in manholes 
or handhole enclosures, except where connecting to electri¬ 
cal equipment. The installation shall comply with the pro- 
visions of Part V of Article 110 for manholes, and 314.30 
for handhole enclosures. 

300.16 Raceway or Cable to Open or Concealed Wir- 


(A) Box, Conduit Body, or Fitting. A box, conduit body, 
or terminal fitting having a separately bushed hole for each 
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conductor shall be used wherever a change is made from 
conduit, electrical metallic tubing, electrical nonmetallic 
tubing, nonmetallic-sheathed cable, Type AC cable, Type 
MC cable, or mineral-insulated, metal-sheathed cable and 
surface raceway wiring to open wiring or to concealed 
knob-and-tube wiring. A fitting used for this purpose shall 
contain no taps or splices and shall not be used at luminaire 
outlets. A conduit body used for this purpose shall contain 
no taps or splices, unless it complies with 314.16(C)(2). 

(B) Bushing. A bushing shall be permitted in lieu of a box 
or terminal where the conductors emerge from a raceway 
and enter or termínate at equipment, such as open switch- 
boards, unenclosed control equipment, or similar equip¬ 
ment. The bushing shall be of the insulating type for other 
than lead-sheathed conductors. 

300.17 Number and Size of Conductors in Raceway. 

The number and size of conductors in any raceway shall 
not be more than will permit dissipation of the heat and 
ready installation or withdrawal of the conductors without 
damage to the conductors or to their insulation. 

Informational Note: See the following sections of this 
Code: intermedíate metal conduit, 342.22; rigid metal con¬ 
duit, 344.22; flexible metal conduit, 348.22; liquidtight 
flexible metal conduit, 350.22; PVC conduit, 352.22; 
HDPE conduit, 353.22; RTRC, 355.22; liquidtight t 
tallic flexible conduit, 356.22; electrical 
358.22; flexible metallic tubing, 360.22; elecü 
talbc tubing, 362.22; cellular concrete 
372.11; cellular metal floor raceways, 374.1 
ways, 376.22; nonmetallic wireways, 378,22; 
raceways, 386.22; surface nonmeUJÉ 
underfloor raceways, 390.6; fixt^^wvire, 40! 

520.6; signs, 600.31(C); eleu^K, 620.33; 

Processing, amplification, and^^»oduction eMpment, 
640.23(A) and 640.24; Class 1, and oM 3 cir- 

cuits, Article 725; fire alarm circuits, ^Brand opti- 

cal fiber cables and raceways, Article 77 


300.18 Raceway Installations. 

(A) Complete Runs. Raceways, other than busways or ex- 
posed raceways having hinged or removable covers, shall 
be installed complete between outlet, junction, or splicing 
points prior to the installation of conductors. Where re- 
quired to facilítate the installation of utilization equipment, 
the raceway shall be permitted to be initially installed with¬ 
out a terminating connection at the equipment. Prewired 
raceway assemblies shall be permitted only where specifi- 
cally permitted in this Code for the applicable wiring 
method. 

Exception: Short sections of raceways used to contain 
conductors or cable assemblies for protection from physi- 
cal damage shall nojJye required to be installed complete 
between outlet, jw^mon, or splicing points. 

(B) VVe 1 d i n a jÉíffi el^tac e w a y s shall not be supported, ter- 
minated, or connect^^^ welding to the raceway unless 
specififl^ty designed to otherwise specifically permit¬ 
ted J»oe in this Code. 



300.19 Supporting Conductors in Vertical Raceways. 

Jntervals — Máximum. Conductors in ver- 
lysNhall be supported if the vertical rise exceeds 
a Table 300.19(A). One cable support shall be 
it the top of the vertical raceway or as cióse to the 
s practical. Intermedíate supports shall be provided as 
limit supported conductor lengths to not 
Pgreater than those valúes specified in Table 300.19(A). 

Exception: Steel wire armor cable shall be supported at 
the top of the riser with a cable support that clamps the 
Steel wire armor. A safety device shall be permitted at the 
lower end of the riser to hold the cable in the event there is 
slippage of the cable in the wire-armored cable support. 
Additional wedge-type supports shall be permitted to re- 


Table 300.19(A) Spacings for Conductor Supports 


Conductors 


Conductor Size 

Support of 
Conductors in 

Aluminum or 
Copper-Clad 

Aluminum 


Copper 

Vertical 

Raceways 

m 

ft 

m 

ft 

18 AWG through 8 AWG 

Not greater than 

30 

100 

30 

100 

6 AWG through 1/0 AWG 

Not greater than 

60 

200 

30 

100 

2/0 AWG through 4/0 AWG 

Not greater than 

55 

180 

25 

80 

Over 4/0 AWG through 350 kcmil 

Not greater than 

41 

135 

18 

60 

Over 350 kcmil through 500 kcmil 

Not greater than 

36 

120 

15 

50 

Over 500 kcmil through 750 kcmil 

Not greater than 

28 

95 

12 

40 

Over 750 kcmil 

Not greater than 

26 

85 

11 

35 
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Heve the strain on the equipment termináis caused by ex- all the conductors in the circuit through an insulating wall 
pansion of the cable under load. sufficiently large for all of the conductors of the circuit. 


(B) Fire-Rated Cables and Conductors. Support meth- 
ods and spacing intervals for fire-rated cables and conduc¬ 
tors shall comply with any restrictions provided in the list- 
ing of the electrical circuit protective system used and in no 
case shall exceed the valúes in Table 300.19(A). 


Exception: In the case of circuits supplying vacuum or 
electric-discharge lighting systems or signs or X-ray appa- 
ratus, the currents carried by the conductors are so small 
that the inductive heating effect can be ignored where these 
conductors are placed in metal endosares or pass through 


(C) Support Methods. One of the following methods of 
support shall be used: 

(1) By clamping devices constructed of or employing insu¬ 
lating wedges inserted in the ends of the raceways. 
Where clamping of insulation does not adequately sup¬ 
port the cable, the conductor also shall be clamped. 


Informational Note: Because aluminum is not a magnetic 
metal, there will be no heating due to hysteresis; however, 
induced currents will be present. They will not be of suffi- 
cient magnitude to require grouping of conductors or spe- 
cial treatment in passing conductors through aluminum 
wall sections. 


(2) By inserting boxes at the required intervals in which 
insulating supports are installed and secured in a satis- 
factory manner to withstand the weight of the conduc¬ 
tors attached thereto, the boxes being provided with 
covers. 

(3) In junction boxes, by deflecting the cables not less than 
90 degrees and carrying them horizontally to a distance 
not less than twice the diameter of the cable, the cables 
being carried on two or more insulating supports. and 
additionally secured thereto by tie wires if 
Where this method is used, cables shall be suppoi 
intervals not greater than 20 percent of t hose ment 
in the preceding tabulation. 

(4) By a method of equal effectivenes 

300.20 Induced Currents in Ferrou^ 
or Ferrous Metal Raceways^ 

(A) Conductors Groum^Togethe^l 

carrying altemating cui^ÍLare installe*n ferrous metal 
enclosures or ferrous merafcgceways,^Pey shall be ar- 
ranged so as to avoid heating nk^irnv^Hing ferrous metal 
by induction. To accomphsh this^B^mase conductors and, 
where used, the grounded conductor and all equipment 
grounding conductors shall be grouped together. 

Exception No. 1: Equipment grounding conductors for 
certain existing installations shall be permitted to be in¬ 
stalled sepárate from their associated circuit conductors 
where run in accordance with the provisions of250.130(C). 


300.21 Spr^vof Fire or Products of Combustión. Elec¬ 
trical ins^Ktions in hollow spaces, vertical shafts, and 
ventil^Én^kair-handling ducts shall be made so that the 

sprel^^tf fire or producís of combustión will not 
ibstantially n^^sed. Openings around electrical pen- 
rations into or tnrpigh ñre-resistant-rated walls, parti- 
ms^^rors, or ceilings shall be firestopped using approved 
ís to maintain the fire resistance rating. 

itional Note: Directories of electrical construction 
lis published by qualified testing laboratories contain 
listing installation restrictions necessary to maintain 
fire-resistive rating of assemblies where penetrations or 
mings are made. Building codes also contain restrictions 
membrane penetrations on opposite sides of a fire- 
resistance-rated wall assembly. An example is the 600-mm 
(24-in.) minimum horizontal separation that usually applies 
between boxes installed on opposite sides of the wall. As- 
sistance in complying with 300.21 can be found in building 
codes, fire resistance directories, and product listings. 

300.22 Wiring in Ducts Not Used for Air Handling, 
Fabricated Ducts for Environmental Air, and Other 
Spaces for Environmental Air (Plenums). The provisions 
of this section shall apply to the installation and uses of 
electrical wiring and equipment in ducts used for dust, 
loose stock, or vapor removal; ducts specifically fabricated 
for environmental air; and other spaces used for environ¬ 
mental air (plenums). 



Exception No. 2: A single conductor shall be permitted to 
be installed in a ferromagnetic enclosure and used for skin- 
effect heating in accordance with the provisions of 426.42 
and 427.47. 

(B) Individual Conductors. Where a single conductor 
carrying alternating current passes through metal with mag¬ 
netic properties, the inductive effect shall be minimized by 
(1) cutting slots in the metal between the individual holes 
through which the individual conductors pass or (2) passing 


(A) Ducts for Dust, Loose Stock, or Vapor Removal. No 

wiring systems of any type shall be installed in ducts used 
to transport dust, loose stock, or flammable vapors. No 
wiring system of any type shall be installed in any duct, or 
shaft containing only such ducts, used for vapor removal or 
for ventilation of commercial-type cooking equipment. 

(B) Ducts Specifically Fabricated for Environmental 
Air. Equipment, devices, and the wiring methods specified 
in this section shall be permitted within such ducts only if 
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necessary for the direct action upon, or sensing of, the 
contained air. Where equipment or devices are installed and 
illumination is necessary to facilítate maintenance and re- 
pair, enclosed gasketed-type luminaires shall be permitted. 

[ROP 3-81] 

Only wiring methods consisting of Type MI cable with- 
out an overall nonmetallic covering, Type MC cable em- 
ploying a smooth or corrugated impervious metal sheath 
without an overall nonmetallic covering, electrical metallic 
tubing, flexible metallic tubing, intermedíate metal conduit, 
or rigid metal conduit without an overall nonmetallic cov¬ 
ering shall be installed in ducts specifically fabricated to 
transport environmental air. Flexible metal conduit shall be 
permitted, in lengths not to exceed 1.2 m (4 ft), to connect 
physically adjustable equipment and devices permitted to 
be in these fabricated ducts. The connectors used with flex¬ 
ible metal conduit shall effectively cióse any openings in 
the connection. [ROP 3-83] 

(C) Other Spaces Used for Environmental Air (Ple- 
nums). This section shall apply to spaces not specifically 
fabricated for environmental air-handling purposes but used 
for air-handling purposes as a plenum. This section shall 
not apply to habitable rooms or areas of buildings, the 
prime purpose of which is not air handling. 

Informational Note No. 1: The space over a hung ceiling 
used for environmental air-handling purposes is an example 
of the type of other space to which this section a 
Informational Note No. 2: The phrase “Other Si 
for Environmental Air (Plenum)” as used ii 
correlates with the use of the term “plenum” 1 
2009, Standard for the Installation ofAir-Cor 
Ventilating Systems, and other mechar^ 
plenum is used for retum a 
other air-handling spaces. 

Exception: This section shall m^uxply to the 1 
spaces of dwelling units where tm^úing pajm 
such spaces perpendicular to the lo7% 
spaces. 

(1) Wiring Methods. The wiring methods for such other 
space shall be limited to totally enclosed, nonventilated, 
insulated busway having no provisions for plug-in connec- 
tions, Type MI cable without an overall nonmetallic cover¬ 
ing, Type MC cable without an overall nonmetallic cover¬ 
ing, Type AC cable, or other factory-assembled 
multiconductor control or power cable that is specifically 
listed for use within an air-handling space, or Usted prefab- 
ricated cable assemblies of metallic manufactured wiring 
systems without nonmetallic sheath. Other types of cables, 
conductors, and raceways shall be permitted to be installed 
in electrical metallic tubing, flexible metallic tubing, inter¬ 
medíate metal conduit, rigid metal conduit without an over¬ 
all nonmetallic covering, flexible metal conduit, or, where 
accessible, surface metal raceway or metal wireway with 
metal covers. [ROP 3-84] 



Cable ties used to secure cables shall be listed as having 
adequate fire resistant and low smoke producing character- 
istics. [ROP 3-86] 

Informational Note: One method of defining adequate 
fire-resistant and low-smoke producing characteristics is in 
ANSI/UL 2043-2008, Fire Test for Heat and Visible Smoke 
Release for Discrete Products and Their Accessories In- 
stalled in Air-Handling Spaces. [ROP 3-86] 

(2) Cable Tray Systems. The provisions in (a) or (b) shall 
apply to the use of metallic cable tray systems in other 
spaces used for environmental air (plenums), where acces¬ 
sible, as follows: 

(a) Metal Cable Tray Systems. Metal cable tray sys¬ 
tems shall be permitted to support the wiring methods in 
300.22(0(1). 

(b) Solid SJ^^and Bottom Metal Cable Tray Systems. 

Solid side metal cable tray systems with solid 

metal cows^hall b^^rnitted to endose wiring methods 
and cahp^not alreadj^kgred in 300.22(C)(1), in accor- 
dano^mth 39T10(A) andyP*). 

(3) Equipment. Electrical equipment with a metal enclo- 
sure, or electrical equipment with a nonmetallic enclosure 

¿ted for n^^yithin an air-handling space and having ad- 
:ant and low-smoke-producing characteris- 
:iated wiring material suitable for the ambient 
iperature shall be permitted to be installed in such other 
iace unless prohibited elsewhere in this Code. 

Informational Note: One method of defining adequate 
fire-resistant and low-smoke producing characteristics for 
electrical equipment with a nonmetallic enclosure is in 
ANSI/UL 2043-2008, Fire Test for Heat and Visible Smoke 
Release for Discrete Products and Their Accessories In- 
stalled in Air-Handling Spaces. 

Exception: Integral fan systems shall be permitted where 
specifically identified for use within an air-handling space. 

(D) Information Technology Equipment. Electrical wir¬ 
ing in air-handling areas beneath raised floors for informa- 
tion technology equipment shall be permitted in accordance 
with Article 645. 

300.23 Panels Designed to Allow Access. Cables, race¬ 
ways, and equipment installed behind panels designed to 
allow access, including suspended ceiling panels, shall be 
arranged and secured so as to allow the removal of panels 
and access to the equipment. 


II. Requirements for over 1000 Volts, Nominal 
[ROP 3-89] 

300.31 Covers Required. Suitable covers shall be in¬ 
stalled on all boxes, fittings, and similar enclosures to pre- 
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300.50 


vent accidental contact with energized parts or physical 
damage to parts or insulation. 

300.32 Conductors of Different Systems. See 

300.3(C)(2). 

300.34 Conductor Bending Radius. The conductor shall 
not be bent to a radius less than 8 times the overall diameter 
for nonshielded conductors or 12 times the overall diameter 
for shielded or lead-covered conductors during or after in- 
stallation. For multiconductor or multiplexed single- 
conductor cables having individually shielded conductors, 
the minimum bending radius is 12 times the diameter of the 
individually shielded conductors or 7 times the overall di¬ 
ameter, whichever is greater. 

300.35 Protection Against Induction Heating. Metallic 
raceways and associated conductors shall be arranged so as 
to avoid heating of the raceway in accordance with the 
applicable provisions of 300.20. 

300.37 Aboveground Wiring Methods. Aboveground , 
conductors shall be installed in rigid metal conduit, in in¬ 
termedíate metal conduit, in electrical metallic tubing, in 
RTRC and PVC conduit, in cable trays, in auxiliary g 
as busways, as cablebus, in other identified raceways® 
exposed runs of metal-ciad cable suitable for the us^ 
purpose. In locations accessible to qualifiedgi 
exposed runs of Type MV cables, haré co^Kicto^Éand baj 
busbars shall also be permitted. Busl^pshall b^ermitteí 
to be either copper or aluminum. 

300.39 Braid-Covered Insulated Conductors — Ex¬ 
posed Installation. Expa^nruns o^kaid-^^kred insu¬ 
lated conductors shall a flame-retl»nt braid. If the 
conductors used do not this prrHction, a flame- 

retardant saturant shall be apfc^d braid covering 

after installation. This treated^fcd^covering shall be 
stripped back a safe distance at conductor termináis, ac- 
cording to the operating voltage. Where practicable, this 
distance shall not be less than 25 mm (1 in.) for each 
kilovolt of the conductor-to-ground voltage of the circuit. 


metal sheath and where protection against moisture or 
physical damage is necessary, the insulation of the conduc¬ 
tors shall be protected by a cable sheath terminating device. 

300.50 Underground Installations. 

(A) General. Underground conductors shall be identified 
for the voltage and conditions under which they are in¬ 
stalled. Direct-burial cables shall comply with the provi¬ 
sions of 310.10(F). Underground cables shall be installed in 
accordance with 300.50(A)(1), (A)(2), or (A)(3) and the 
installation shall meet the depth requirements of Table 
300.50. [ROP 3-96] 

(1) Shielded Cables and Nonshielded Cables in Metal- 
Sheathed Cable Assemblies. Underground cables, includ- 
ing nonsh^Éred, Type MC and moisture-impervious metal 
sheath o^^^^hall have those sheaths grounded through an 
effecl^^ grOT^fing path meeting the requirements of 
r^k^l). They shall be direct buried or in- 
i raceways^mntified for the use. 

ünistrial Establishments. In industrial establish- 
, where conditions of maintenance and supervisión 
kthat only qualified persons Service the installed 
¿¿¡.bleA^nshielded single-conductor cables with insulations 
wp to 2000 volts that are listed for direct burial shall 
be permitted to be directly buried. [ROP 3-96] 

(3) Other Nonshielded Cables. Other nonshielded cables 
not covered in 300.50(A)(1) or (A)(2) shall be installed in 
rigid metal conduit, intermediate metal conduit, or rigid 
nonmetallic conduit encased in not less than 75 mm (3 in.) 
of concrete. [ROP 3-96] 

(B) Wet Locations. The interior of enclosures or raceways 
installed underground shall be considered to be a wet loca- 
tion. Insulated conductors and cables installed in these en¬ 
closures or raceways in underground installations shall be 
listed for use in wet locations and shall comply with 
310.10(C). Any connections or splices in an underground 
installation shall be approved for wet locations. 


300.40 Insulation Shielding. Metallic and semiconducting 
insulation shielding components of shielded cables shall be 
removed for a distance dependent on the circuit voltage and 
insulation. Stress reduction means shall be provided at all 
terminations of factory-applied shielding. 

Metallic shielding components such as tapes, wires, or 
braids, or combinations thereof, shall be connected to a 
grounding conductor, grounding busbar, or a grounding 
electrode. 

300.42 Moisture or Mechanical Protection for Metal- 
Sheathed Cables. Where cable conductors emerge from a 


(C) Protection from Damage. Conductors emerging from 
the ground shall be enclosed in listed raceways. Raceways 
installed on poles shall he of rigid metal conduit, interme¬ 
diate metal conduit, RTRC-XW, Schedule 80 PVC conduit, 
or equivalent, extending from the minimum cover depth 
specified in Table 300.50 to a point 2.5 m (8 ft) above 
finished grade. Conductors entering a building shall be pro¬ 
tected by an approved enclosure or raceway from the mini¬ 
mum cover depth to the point of entrance. Where direct- 
buried conductors, raceways, or cables are subject to 
movement by settlement or frost, they shall be installed to 
prevent damage to the enclosed conductors or to the equip- 
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Table 300.50 Mínimum Cover a Requirements 



General Conditions (not otherwise specified) 

Special Conditions (use if applicable) 


Column 1 

Column 2 

Column 3 

Column 4 

Column 5 

Column 6 


Direct-Buried 

Cables* 1 

RTRC, PVC, 
and HDPE 
Conduit b 

Rigid Metal 
Conduit and 
Intermedíate 
Metal Conduit 

Raceways 
Under 
Buildings or 
Exterior 
Concrete 
Slabs, 100 mm 
(4 in.) 
Minimum 
Thickness c 

Cables in 
Airport 
Runways or 
Adj acent 
Areas Where 
Trespass Is 
Prohibited 

Areas Subject to 
Vehicular Traffic, 
Such as 

Thoroughfares and 
Commercial Parking 

Circuit Voltage 

mm 

in. 

mm 

in. 

mm 

in. 

mm 

in. 

mm 

in. 

mm 

in. 

Over 600 V 
through 22 kV 

750 

30 

450 

18 

150 

6 

100 . 


450 

18 

600 

24 

Over 22 kV 
through 40 kV 

900 

36 

600 

24 

150 

6 


\ 


18 

600 

24 

Over 40 kV 

1000 

42 

750 

30 

150 


^100 

4 


► 18 

600 

24 


ires shall 


General Notes: 

1. Lesser depths shall be permitted where cables and conductors rise for terminatiol 

2. Where sobd rock prevents compliance with the cover depths specifií 
permitted for direct burial. The raceways shall be covered by 

3. In industrial establishments, where conditions of maintenance and’ 
minimum cover requirements, for other than rigid metal conduit and 
for each 50 mm (2 in.) of concrete or equivalent 
Specific Footnotes: 

a Cover is defined as the shortest distance in millin 
conduit, or other raceway and the top surface of 
b Listed by a qualified testing agency as suitable 
of concrete or equivalent above conduit 
c The slab shall extend a minimum of 15Í 
for the conditions shall be placed abo^flRe undergl 

d Underground direct-buried cables ^^Tarc not encasé proteSted by concrete and 
their location identified by a waming^Bfcm that is pk in the trench at least 300 


ment connected to the raceways. Metal 
be grounded. 

(D) Splices. Direct burial cables shall be permitted to be 
spliced or tapped without the use of splice boxes, provided 
they are installed using materials suitable for the applica- 
tion. The taps and splices shall be watertight and protected 
from mechanical damage. Where cables are shielded, the 
shielding shall be continuous across the splice or tap. 

Exception: At splices of an engineered cabling system, 
metallic shields of direct-buried single-conductor cables 
with maintained spacing between phases shall be permitted 
to be interrupted and overlapped. Where shields are inter- 
rupted and overlapped, each shield section shall be 
grounded at one point. 

(E) Backñll. Backfill containing large rocks, paving mate¬ 
rials, cinders, large or sharply angular substances, or corro- 



splices or where access is otherwise required. 

; shall be installed in a metal or nonmetallic raceway 
"concrete extending down to rock. 
r qualified persons will Service the installation, the 
hduit, shall be permitted to be reduced 150 mm (6 in.) 
underground installation. 

the top surface of any direct-buried conductor, cable, 
Icasement. All other nonmetallic systems shall require 50 mm (2 in.) 

>n, and a waming ribbon or other effective means suitable 
below grade shall have 


sive materials shall not be placed in an excavation where 
materials can damage or contribute to the corrosión of race¬ 
ways, cables, or other substructures or where it may pre- 
vent adequate compaction of fill. 

Protection in the form of granular or selected material 
or suitable sleeves shall be provided to prevent physical 
damage to the raceway or cable. 

(F) Raceway Seal. Where a raceway enters from an under¬ 
ground system, the end within the building shall be sealed 
with an identified compound so as to prevent the entrance 
of moisture or gases, or it shall be so arranged to prevent 
moisture from contacting live parts. 
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ARTICLE 310 

Conductors for General Wiring 


I. General 

310.1 Scope. This article covers general requirements for 
conductors and their type designations, insulations, mark- 
ings, mechanical strengths, ampacity ratings, and uses. 
These requirements do not apply to conductors that form an 
integral part of equipment, such as motors, motor control- 
lers, and similar equipment, or to conductors specifically 
provided for elsewhere in this Code. 

Informational Note: For flexible cords and cables, see Ar¬ 
ticle 400. For fixture wires, see Article 402. 

310.2 Deñnitions. 

Electrical Ducts. Electrical conduits, or other raceways 
round in cross section, that are suitable for use underground 
or embedded in concrete. 

Thermal Resistivity. As used in this Code, the heat trans- 
fer capability through a substance by conduction. 

Informational Note: Thermal resistivity is the recipi 
of thermal conductivity and is designated Rho, whic 
expressed in the units °C-cm/W. [ROP 6-5] 



»and cables used 
í identified in this 


II. Installation 

310.10 Uses Permitted. The coi 

310.104 shall be permitted for use 
methods covered in Chaptei 
respective tables or as pendrad elsel 

[ROP 6-8] 

(A) Dry Locations. InsulaT Bfc conduch 
in dry locations shall be any o! 

Code. 


(B) Dry and Damp Locations. Insulated conductors and 
cables used in dry and damp locations shall be Types FEP, 
FEPB, MTW, PFA, RHH, RHW, RHW-2, SA, THHN, 
THW, THW-2, THHW, THWN, THWN-2, TW, XHH, 
XHHW, XHHW-2, Z, or ZW. 

(C) Wet Locations. Insulated conductors and cables used 
in wet locations shall comply with one of the following: 

(1) Be moisture-impervious metal-sheathed 

(2) Be types MTW, RHW, RHW-2, TW, THW, THW-2, 
THHW, THWN, THWN-2, XHHW, XHHW-2, ZW 

(3) Be of a type bsted for use in wet locations 

(D) Locations Exposed to Direct Sunlight. Insulated con¬ 
ductors or cables used where exposed to direct rays of the 
sun shall comply with (D)(l) or (D)(2): 


(1) Conductors and cables shall be listed, or listed and 
marked, as being sunlight resistant 

(2) Conductors and cables shall be covered with insulating 
material, such as tape or sleeving, that is listed, or 
listed and marked, as being sunlight resistant 

(E) Shielding. Non-shielded, ozone-resistant insulated 
conductors with a máximum phase-to-phase voltage of 
5000 volts shall be permitted in Type MC cables in indus¬ 
trial establishments where the conditions of maintenance 
and supervisión ensure that only qualified persons Service 
the installation. For other establishments, solid dielectric 
insulated conductors operated above 2000 volts in perma- 
nent installations shall have ozone-resistant insulation and 
shall be shielded. All metallic insulation shields shall be 
connected to^ferounding electrode conductor, a grounding 
busbar, ar^Épiipment grounding conductor, or a grounding 
electrodo 

FdrmationaJ^kte: The primary purposes of shielding ai 
confine the ^^^e stresses to the insulation, dissipate 
insulíjpon leakage o^fent, drain off the capacitive charging 
and carry ground-fault current to facilítate opera- 
r of ground-fault protective devices in the event of an 
Ectrical cable fault. 

No. 1: Nonshielded insulated conductors listed 
íified testing laboratory shall be permitted for use 
r 2400 volts under the following conditions: 

(a) Conductors shall have insulation resistant to elec- 
tric discharge and surface tracking, or the insulated con- 
ductor(s) shall be covered with a material resistant to 
ozone, electric discharge, and surface tracking. 

(b) Where used in wet locations, the insulated conduc¬ 
to r(s) shall have an overall nonmetallic jacket or a continu- 
ous metallic sheath. 

(c) Insulation and jacket thicknesses shall be in accor- 
dance with Table 310.104(D). 

Exception No. 2: Nonshielded insulated conductors listed 
by a qualified testing laboratory shall be permitted for use 
up to 5000 volts to replace existing nonshielded conduc¬ 
tors, on existing equipment in industrial establishments 
only, under the following conditions: 

(a) Where the condition of maintenance and supervi¬ 
sión ensures that only qualified personnel install and Ser¬ 
vice the installation. 

(b) Conductors shall have insulation resistant to elec¬ 
tric discharge and surface tracking, or the insulated con¬ 
ductors) shall be covered with a material resistant to 
ozone, electric discharge, and surface tracking. 

(c) Where used in wet locations, the insulated conduc¬ 
tor s) shall have an overall nonmetallic jacket or a continu- 
ous metallic sheath. 

(d) Insulation and jacket thicknesses shall be in accor- 
dance with Table 310.104(D). 
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Informational Note: Relocation or replacement of equip- 
ment may not comply with the temí existing as related to 
this exception. 

Exception No. 3: Where permitted in 310.10(F), Exception 
No. 2. 

(F) Direct-Burial Conductors. Conductors used for 
direct-burial applications shall be of a type identified for 
such use. 

Cables rated above 2000 volts shall be shielded. 

Exception No. 1: Nonshielded multiconductor cables rated 
2001-2400 volts shall be permitted if the cable has an 
overall metallic sheath or armor. 

The metallic shield, sheath, or armor shall be connected 
to a grounding electrode conductor, grounding busbar, or a 
grounding electrode. 

Exception No. 2: Airfield lighting cable used in series cir- 
cuits that are rated up to 5000 volts and are powered by 
regulators shall be permitted to be nonshielded. 

Informational Note to Exception No. 2: Federal Aviation Ad- 
ministration (FAA) Advisory Circulare (ACs) provide addi- 
tional practices and methods for airport lighting. 

Informational Note No. 1: See 300.5 for installation re- 
quirements for conductors rated 1000 volts or less. [ROP 
6-14] 

Informational Note No. 2: See 300.50 for installation re- 
quirements for conductors rated over 1000 volts^ 

6-14] 

(G) Corrosive Conditions. Conductors 
greases, vapors, gases, fumes, liquids, or 
having a deleterious effect on the 
shall be of a type suitable for thj^ 

(H) Conductors in Parallel. 

(I) General. Aluminum, copper-cí^taumim^f or copper 
conductors, for each phase, polarity, ^®|^^or grounded 
Circuit shall be permitted to be connectec^m parallel (elec- 
trically joined at both ends) only in sizes 1/0 AWG and 
larger where installed in accordance with 310.10(H)(2) 
through (H)(6). 

Exception No. 1: Conductors in sizes smaller than 1/0 
AWG shall be permitted to be run in parallel to supply 
control power to indicating instruments, contactors, relays, 
solenoids, and similar control devices, or for frequencies of 
360 Hz and higher, provided all of the following apply: 



or more of the parallel conductors become inadvertently 
disconnected. 

Exception No. 2: Under engineering supervisión, 2 AWG 
and 1 AWG grounded neutral conductors shall be permitted 
to be installed in parallel for existing installations. 

Informational Note to Exception No. 2: Exception No. 2 can 
be used to alleviate overheating of neutral conductors in exist¬ 
ing installations due to high content of triplen harmonic 
currents. 

(2) Conductor and Installation Characteristics. The par- 
alleled conductors in each phase, polarity, neutral, 
grounded Circuit conductor, equipment grounding conduc¬ 
tor, or equipment bonding jumper shall comply with all of 
the following: [ROP 6-15] 

(1) Be the same lensuh 

(2) Consist of th^^mie conductor material 

(3) Be the sana^^^in circular mil area 

(4) Have th^ame^kdation type 

(5) BeJ^Rinated in ttflkmne manner 

(6) líren paral]eled in f<^pus metal enclosures or race- 
ictors shall be grouped to prevent inductive 

ROP 6-15] 

Inform SiBna l Note: Where conductors are paralleled in 
aiclosures or raceways, failure to group one 
each phase in each raceway or grouping 
íring method may result in overheating and cur- 
rent imbalance. [ROP 6-15] 

Sepárate Cables or Raceways. Where run in sepárate 
iles or raceways, the cables or raceways with conductors 
£hall have the same number of conductors and shall have 
the same electrical characteristics. Conductors of one 
phase, polarity, neutral, grounded circuit conductor, or 
equipment bonding conductor shall not be required to have 
the same physical characteristics as those of another phase, 
polarity, neutral, grounded circuit conductor, or equipment 
grounding conductor. [ROP 6-13] 

(4) Ampacity Adjustment. Conductors installed in paral¬ 
lel shall comply with the provisions of 310.15(B)(3)(a). 

(5) Equipment Bonding Conductors. Where parallel 
equipment bonding conductors are used, they shall be sized 
in accordance with 250.122. Sectioned equipment bonding 
conductors smaller than 1/0 AWG shall be permitted in 
multiconductor cables provided the combined circular mil 
area of the sectioned equipment bonding conductors in each 
cable complies with 250.122. [ROP 6-13, ROP 6-16a] 


(a) They are contained within the same raceway or 
cable. 

(b) The ampacity of each individual conductor is suf- 
ficient to carry the entire load current shared by the paral¬ 
lel conductors. 

(c) The overcurrent protection is such that the ampac¬ 
ity of each individual conductor will not be exceeded if one 


(6) Bonding Jumpers. Where parallel equipment bonding 
jumpers or supply side bonding jumpers are installed in 
raceways, they shall be sized and installed in accordance 
with 250.102. [ROP 6-17] 

310.15 Ampacities for Conductors Rated 0-2000 Volts. 
(A) General. 
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(1) Tables or Engineering Supervisión. Ampacities for 
conductors shall be permitted to be determined by tables as 
provided in 310.15(B) or under engineering supervisión, as 
provided in 310.15(C). 

Informational Note No. 1: Ampacities provided by this 
section do not take voltage drop into consideration. See 
210.19(A), Informational Note No. 4, for branch circuits 
and 215.2(A), Informational Note No. 2, for feeders. 

Informational Note No. 2: For the allowable ampacities of 
Type MTW wire, see Table 13.5.1 in NFPA 79-2007, Elec- 
trical Standard for Industrial Machinery. 


(B) Tables. Ampacities for conductors rated 0 to 2000 
volts shall be as specified in the Allowable Ampacity Table 
310.15(B)(16) through Table 310.15(B)(19), and Ampacity 
Table 310.15(B)(20) and Table 310.15(B)(21) as modified 
by 310.15(B)(1) through (B)(7). 

The temperature correction and adjustment factors shall 
be permitted to be applied to the ampacity for the tempera- 
ture rating of the conductor, if the corrected and adjusted 
ampacity does not exceed the ampacity for the temperature 
rating of the termination in accordance with the provisions 
of 110.14(C). 


(2) Selection of Ampacity. Where more than one ampacity 
applies for a given circuit length, the lowest valué shall be 
used. 

Exception: Where two different ampacities apply to adja- 
cent portions of a circuit, the higher ampacity shall be 
permitted to be used beyond the point of transition, a dis- 
tance equal to 3.0 m (10 ft) or 10 percent of the circuit 
length figured at the higher ampacity, whichever is less. 

Informational Note: See 110.14(C) for conductor tempera- 
ture limitations due to termination provisions. 

(3) Temperature Limitation of Conductors. No c 

tor shall be used in such a manner that its operatinj» 
perature exceeds that designated for the type of insu 
conductor involved. In no case shall c 
ated together in such a way, with respetan typeTOf circuM 
the wiring method employed, or the jwiber of «nductorsi 
that the limiting temperature of any c 

Informational Note No. 
conductor [see Table 310. 
the máximum temperatuí 
that the conductor c 
period without serious di 
tables, the ampacity tables o: 
tables of Informative Annex I 
correction factors in 310.15(B)(2]J 
tables provide guidance for coordinating conductor s 
types, allowable ampacities, ampacities, ambient tempera- 
tures, and number of associated conductors. The principal 
determinants of operating temperature are as follows: 

(1) Ambient temperature — ambient temperature may vary 
along the conductor length as well as from time to 

(2) Heat generated intemally in the conductor as the result 
of load current flow, including fundamental and har- 
monic currents. 

(3) The rate at which generated heat dissipates into the 
ambient médium. Thermal insulation that covers or sur- 
rounds conductors affects the rate of heat dissipation. 

(4) Adjacent load-carrying conductors — adjacent conduc¬ 
tors have the dual effect of raising the ambient tempera- 
ture and impeding heat dissipation. 

Informational Note No. 2: Refer to 110.14(C) for the tem¬ 
perature limitation of terminations. 



Informational Note: Table 310.15(B)(16) through Table 
310.15(B)(19) are application tables for use in determining 
conductor sizes on loads calculated in accordance with Ar- 
ticle 220. Allowable ampacities result from consideration of 
one or moi^®f the following: 

(1) Ta^Kature compatibility with connected equipment, 
the connection points. 

Ttoordim^^i with circuit and system overcurrent pro- 
tection. 

’3) Compliance^^^the requirements of product listings 
atifications^ee 110.3(B). 

(4j^Peservation of the safety benefits of established indus- 
try practices and standardized procedures. 

teral. For explanation of type letters used in tables 
:ognized sizes of conductors for the various con- 
insulations, see Table 310.104(A) and Table 
310.104(B). For installation requirements, see 310.1 
through 310.15(A)(3) and the various articles of this Code. 
For flexible cords, see Table 400.4, Table 400.5(A)(1), and 
Table 400.5(A)(2). 

(2) Ambient Temperature Correction Factors. Ampaci¬ 
ties for ambient temperatures other than those shown in the 
ampacity tables shall be corrected in accordance with Table 
310.15(B)(2)(a) or Table 310.15(B)(2)(b) , or shall be per¬ 
mitted to be calculated using the following equation: 


where: 

/' = ampacity corrected for ambient temperature 
I = ampacity shown in the tables 
T c = temperature rating of conductor (°C) 

Tf = new ambient temperature (°C) 

T a = ambient temperature used in the table (°C) 

(3) Adjustment Factors. 

(a) More Than Three Current-Carrying Conductors in a 
Raceway or Cable. Where the number of current-carrying 
conductors in a raceway or cable exceeds three, or where 
single conductors or multiconductor cables are installed 
without maintaining spacing for a continuous length longer 
than 600 mm (24 in.) and are not installed in raceways, the 
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Table 310.15(B)(2)(a) Ambient Temperature Correction Factors Based on 30°C (86°F) 


Ambient Temperature 

(°C) 

Temperature Rating of Conductor 

Ambient Temperature 
(°F) 

60°C 

75°C 

90°C 

10 or less 

1.29 

1.20 

1.15 

50 or less 

11-15 

1.22 

1.15 

1.12 

51-59 

16-20 

1.15 

1.11 

1.08 

60-68 

21-25 

1.08 

1.05 

1.04 

69-77 

26-30 

1.00 

1.00 

LOO 

78-86 

31-35 

0.91 

0.94 

0.96 

87-95 

36-40 

0.82 

0.88 

A 

96-104 

41-45 

0.71 

0.82 

>v 

105-113 

46-50 

0.58 

0.75 

0.82^^k 

114-122 

51-55 

0.41 

0.67 A 

r „. 76 ^ 

, 123-131 

56-60 

- 


>o„ 

132-140 

61-65 

- 

0.47 ^ 


141-149 

66-70 

- 


^0.58 

150-158 

71-75 

- 


0.50 

159-167 

76-80 

A 

s X 

0.41 

168-176 

81-85 

£ 

I \ 

0.29 

177-185 


allowable ampacity of each conducteí^^ibe r^^ed a 
shown in Table 310.15(B)(3)(a). 
ductor of a paralleled set of co^mctors shall o^kountd' 
a current-carrying conductor. 

Where conductors of different as^rovided in 

300.3, are installed in a common raceway or cable, the 
adjustment factors shown in Table 310^o(B)(3)(a) shall 
apply only to the number of power and lighting conductors 
(Articles 210, 215, 220, and 230). 

Informational Note No. 1: See Annex B, Table 
B.310.15(B)(2)(11), for adjustment factors for more than 
three current-carrying conductors in a raceway or cable 
with load diversity. 

Informational Note No. 2: See 366.23(A) for adjustment 
factors for conductors in sheet metal auxiliary gutters and 
376.22(B) for adjustment factors for conductors in metal 
wireways. 

(1) Where conductors are installed in cable trays, the 
provisions of 392.80 shall apply. [ROP 6-47] 

(2) Adjustment factors shall not apply to conductors in 
raceways having a length not exceeding 600 mm (24 in.). 

[ROP 6-47] 


(3) Adjustment factors shall not apply to underground 
conductors entering or leaving an outdoor trench if those 
conductors have physical protection in the form of rigid 
metal conduit, intermedíate metal conduit, rigid polyvinyl 
chloride conduit (PVC), or reinforced thermosetting resin 
conduit (RTRC) having a length not exceeding 3.05 m 
(10 ft), and if the number of conductors does not exceed 
four. [ROP 6-47] 

(4) Adjustment factors shall not apply to Type AC cable 
or to Type MC cable under the following conditions: [ROP 
6-47] 

a. The cables do not have an overall outer jacket. [ROP 
6-47] 

b. Each cable has not more than three current-carrying 
conductors. [ROP 6-47] 

c. The conductors are 12 AWG copper. [ROP 6-47] 

d. Not more than 20 current-carrying conductors are 
installed without maintaining spacing, are stacked, or are 
supported on“bridle rings.” [ROP 6-47] 

(5) An adjustment factor of 60 percent shall be applied 
to Type AC cable or Type MC cable under the following 
conditions: [ROP 6-47] 
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Table 310.15(B)(2)(b) Ambient Temperature Correction Factors Based on 40°C (104°F) 


For ambient temperatures other than 40°C (104°F), multiply the allowable ampacities specifled in the ampacity tables by the appropriate 
correction factor shown below. 


Ambient 

Temperature 

(°C) 

Temperature Rating of Conductor 

Ambient 

Temperature 

(°F) 

60°C 

75°C 

90°C 

150°C 

200°C 

250°C 

10 or less 

1.58 

1.36 

1.26 

1.13 

1.09 

1.07 

50 or less 

11-15 

1.50 

1.31 

1.22 

1.11 

1.08 

1.06 

51-59 

16-20 

1.41 

1.25 

1.18 

1.09 

1.06 

1.05 

60-68 

21-25 

1.32 

1.2 

1.14 

1.07 

1.05 

1.04 

69-77 

26-30 

1.22 

1.13 

1.10 

1.04 

1.03 

1.02 

78-86 

31-35 

1.12 

1.07 

1.05 

1.02 

1.02 

1.01 

87-95 

36-40 

1.00 

LOO 

LOO 

LOO 

^^1.00 

1.00 

96-104 

41-45 

0.87 

0.93 

0.95 

0.98 A 

^^0.98 

0.99 

105-113 

46-50 

0.71 

0.85 

0.89 

/ 

0.0, 

0.98 

114-122 

51-55 

0.50 

0.76 

0.84 

Mi 

0.9^^ 

0.96 

123-131 

56-60 

- 

0.65 

0.77 

^0.9<^T 

0.94 

0.95 

132-140 

61-65 

- 

0.53 

0.71 

“ 

0.92 

0.94 

141-149 

66-70 

- 

0.38 



0.90 

0.93 

150-158 

71-75 

- 

- 

°Vi 


0.88 

0.91 

159-167 

76-80 

- 


\ °- 45 V 

0.80 

0.87 

0.90 

168-176 

81-90 

- 


1 1 

L 0.74 

0.83 

0.87 

177-194 

91-100 

- 

v 


0.67 

0.79 

0.85 

195-212 

101-110 



- 

0.60 

0.75 

0.82 

213-230 

111-120 

£ 

A 1 


0.52 

0.71 

0.79 

231-248 

121-130 



- 

0.43 

0.66 

0.76 

249-266 

131-140 

-> 

y 

- 

0.30 

0.61 

0.72 

267-284 

141-160 



- 

- 

0.50 

0.65 

285-320 

161-180 

- 

- 

- 

- 

0.35 

0.58 

321-356 

181-200 

- 

- 

- 

- 

- 

0.49 

357-392 

201-225 

- 

- 

- 

- 

- 

0.35 

393—4-37 


a. The cables do not have an overall outer jacket. [ROP 
6-47] 

b. The number of current carrying conductors exceeds 

20. [ROP 6-47] 

c. The cables are stacked or bundled longer that 
600 mm (24 in) without spacing being maintained.[ROP 

6-47] 

(b) More Than One Conduit, Tube, or Raceway. Spac¬ 
ing between conduits, tubing, or raceways shall be main- 
tained. 


(c) Raceways and Cables Exposed to Sunlight on Roof- 
tops. Where raceways or cables are exposed to direct sun¬ 
light on or above rooftops, the adjustments shown in Table 
310.15(B)(3)(c) shall be added to the outdoor temperature 
to determine the applicable ambient temperature for appli- 
cation of the correction factors in Table 310.15(B)(2)(a) or 
Table 310.15(B)(2)(b). [ROP 6-31] 

Informational Note: One source for the ambient tempera- 
tures in various locations is the ASHRAE Handbook — 
Fundamentáis. [ROP 6-45] 
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Table 310.15(B)(3)(a) Adjustment Factors for More Than 
Three Current-Carrying Conductors in a Raceway or Cable 


Percent of Valúes in Table 
310.15(B)(16) through Table 
310.15(B)(19) as Adjusted for 
Number of Ambient Temperature if 

Conductors 1 * * 4 5 Necessary 


4-6 80 

7-9 70 

10-20 50 

21-30 45 

31-10 40 

41 and above 35 


shall not be required to be counted when applying the pro- 
visions of 310.15(B)(3)(a). 

(b) In a 3-wire Circuit consisting of two phase conduc¬ 
tors and the neutral conductor of a 4-wire, 3-phase, wye- 
connected system, a common conductor carries approxi- 
mately the same current as the line-to-neutral load currents 
of the other conductors and shall be counted when applying 
the provisions of 310.15(B)(3)(a). 

(c) On a 4-wire, 3-phase wye circuit where the major 
portion of the load consists of nonlinear loads, harmonic 
currents are present in the neutral conductor; the neutral 
conductor shall therefore be considered a current-carrying 
conductor. 


Number of conductors is the total number of conductors in the race¬ 
way or cable, including spare conductors. The count shall be adjusted 
in accordance with 310.15(B)(5) and (6), and shall not inelude con¬ 
ductors that are connected to electrical components but that cannot be 
simultaneously energized. [ROP 6-40] 

Table 310.15(B)(3)(c) Ambient Temperature Adjustment for 
Raceways or Cables Exposed to Sunlight on or Above 
Rooftops [ROP 6-29, ROP 6-31] 



Informational Note to Table 310: 
adders in Table 310.15(B)(3)(c) 
temperature rise above the local clima! 
due to sunlight heating. [ROP 6-46] 


(6) Grounding or Bonding Conductor. A grounding or 
bonding conductor sj^ll not be counted when applying the 
provisions of 310J^^)(3)(a). 

(7) 120/240 Volt, Single-Phase Dwelling Services and 
Feeders. Fa^^ervUkmid feeder conductors of 120/240- 
volt, sinA-phase, irSfctíual dwelling unit one-family, 
two- faÉi fTv. and m u 11 i fatm^^er vi ce ratings from 100 am- 

'ougl^BO amperes, an adjustment factor of 0.83 of 
theT^úc^mpere rating shall be permitted to be used to 
determ^^Che size of the ungrounded conductors. The 
mnded^^ductor shall be permitted to be smaller than 
'conductors, provided that the requirements 
.61, and 230.42 are met. [ROP 6-49a] 

Informational Note No. 1: The conductor ampacity may 
require other correction or adjustment factors applicable to 
:he conductor installation. [ROP 6-49a] 

Informational Note No. 2: See example DXXX in Annex 

D. [ROP 6-49a] 

(C) Engineering Supervisión. Under engineering supervi¬ 
sión, conductor ampacities shall be permitted to be calcu- 
lated by means of the following general equation: 


R dÁ 1 + Y c) R ca 


(4) Bare or Covered Conductors. Where bare or covered 
conductors are installed with insulated conductors, the tem¬ 
perature rating of the bare or covered conductor shall be 
equal to the lowest temperature rating of the insulated con¬ 
ductors for the purpose of determining ampacity. 

(5) Neutral Conductor. 

(a) A neutral conductor that carries only the unbal- 
anced current from other conductors of the same circuit 


where: 

T c = conductor temperature in degrees Celsius (°C) 
T a = ambient temperature in degrees Celsius (°C) 
R dc = de resistance of conductor at temperature T c 
Y c = component ac resistance resulting from skin 
effect and proximity effect 

R ca = effective thermal resistance between conductor 
and surrounding ambient 
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Table 310.15(B)(16) (formerly Table 310.16) Allowable Ampacities of Insulated Conductors Rated Up to and Including 2000 
Volts, 60°C Through 90°C (140°F Through 194°F), Not More Than Three Current-Carrying Conductors in Raceway, Cable, or 
Earth (Directly Buried), Based on Ambient Temperature of 30°C (86°F)* 


Size AWG or 

Temperature Rating of Conductor [See Table 310.104(A).] 

Size AWG or kcmil 

60°C (140°F) 

75°C (167°F) 

90°C (194°F) 

60°C 

(140°F) 

75°C (167°F) 

90°C (194°F) 

Types TW, UF 

Types RHW, 
THHW, THW, 
THWN, XHHW, 
USE, ZW 

Types TBS, SA, 
SIS, FEP, 
FEPB, MI, 
RHH, RHW-2, 
THHN, THHW, 
THW-2, 
THWN-2, 
USE-2, XHH, 
XHHW, 

XHHW-2, ZW-2 

Types TW, 
UF 

Types RHW, 
THHW, THW, 
THWN, XHHW, 
USE 

Types TBS, SA, 
SIS, THHN, 
THHW, THW-2, 
THWN-2, RHH, 
RHW-2, USE-2, 
XHH, XHHW, 
XHHW-2, ZW-2 


COPPER 

ALUMINUMJ^OPPER-CLAD 
ALUMINUM 

18* ** 

- 

- 

14 

- 

/\ 


- 

14** 

15 

20 

25 

> 



z 

12** 

20 

25 

30 


20 ^ 

25 

12** 

10** 

30 

35 

40 


30 

^ 35 

10** 

8 

40 

50 

55 

#35 

^ 40 

45 

8 

6 

55 

65 

75 

á 

r 

55 

6 


70 

85 

95 


65 

75 


3 

85 

100 


65« 

75 

85 

3 

2 

95 

115 

130'. 

^ 75 ^ 

90 

100 

2 

1 

110 

130 

14^ 

85 

▼ 100 

115 

1 

1/0 

125 

150 

_ 170 

^100 ^ 

120 

135 

1/0 

2/0 

145 

175 ^ 

■^195 M 

r 115 

135 

150 

2/0 

3/0 

165 

200 


. 130 

155 

175 

3/0 

4/0 

195 

230 

«60 1 

k 150 

180 

205 

4/0 

250 

215 


, go 

>zz 

205 

230 

250 

300 

240 

285^^i 

^32^^^ 

195 

230 

260 

300 

350 

260 


L 350 

210 

250 

280 

350 

400 

280 A 

335 

380 

225 

270 

305 

400 

500 

320 


^^.430 

260 

310 

350 

500 

600 

350^^ 

420 « 

475 

285 

340 

385 

600 

700 

385 ^ 

k 460 ■ 

520 

315 

375 

425 

700 

750 

400 N 

^ 475 M 

535 

320 

385 

435 

750 

800 

410 


555 

330 

395 

445 

800 

900 

435 

5# 

585 

355 

425 

480 

900 

1000 

455 

545 

615 

375 

445 

500 

1000 

1250 

495 

590 

665 

405 

485 

545 

1250 

1500 

525 

625 

705 

435 

520 

585 

1500 

1750 

545 

650 

735 

455 

545 

615 

1750 

2000 

555 

665 

750 

470 

560 

630 

2000 


*Refer to 310.15(B)(2) for the ampacity correction factors where the ambient temperature is other than 30°C (86°F). 

**Refer to 240.4(D) for conductor overcurrent protection limitaüons. 
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Table 310.15(B)(17) (formerly Table 310.17) Allowable Ampacities of Single-Insulated Conductors Rated Up to and Including 
2000 Volts in Free Air, Based on Ambient Temperature of 30°C (86°F)* 


Slze AWG or 

Temperature Rating of Conductor [See Table 310.104(A).] 

Size AWG or 

60°C (140°F) 

75°C (167°F) 

90°C (194°F) 

60°C (140°F) 

75°C (167°F) 

90°C (194°F) 

Types TW, UF 

Types RHW, 
THHW, THW, 
THWN, 
XHHW, ZW 

Types TBS, SA, SIS, 
FEP, FEPB, MI, RHH, 
RHW-2, THHN, THHW, 
THW-2, THWN-2, 
USE-2, XHH, XHHW, 
XHHW-2, ZW-2 

Types TW, UF 

Types RHW, 
THHW, THW, 
THWN, 
XHHW 

Types TBS, SA, SIS, 
THHN, THHW, 
THW-2, THWN-2, 
RHH, RHW-2, USE-2, 
XHH, XHHW, 
XHHW-2, ZW-2 

COPPER 

ALUMINUM OR COPPER-CLAD ALUMINUM 

18 

16 

14** 

12** 

10** 

8 

25 

30 

40 

60 

30 

35 

50 

70 

18 

24 

35 

40 

55 

80 

25 

35 

45 

30 

2* 

35 

45 

60 

12** 

10** 

8 

6 

80 

95 

105 

60 

ZtL 

85 

6 


105 

125 

140 

80 

100 

115 


3 

120 

145 

165 

95 A 

W 115^ 

. 130 

3 

2 

140 

170 

190 

110 A 

► 135 ^ 

^ 150 

2 

1 

165 

195 

220 


155 

V 175 

1 

1/0 

195 

230 

260 

€ 

.^►l80 

▼ 

205 

1/0 

2/0 

225 

265 

300 

175 

210 

235 

2/0 

3/0 

260 

310 

350 

2O0%4 

Y 240 

270 

3/0 

4/0 

300 

360 

405 

235 

L 280 

315 

4/0 

250 

340 

405 

455 

«i 

v= 

355 

250 

300 

375 

445 

500 

290 

▼ 350 

395 

300 

350 

420 

505 

570 1 

330 

Y 395 

445 

350 

400 

455 

545 

615^ 1 

355 

425 

480 

400 

500 

515 

620 

700 

■■405 

485 

545 

500 

600 

575 

690 

780 ■ 

■455 

545 

615 

600 

700 

630 

755 


_^>00 

595 

670 

700 

750 

655 

785 


■^515 

620 

700 

750 

800 

680 

815 

920 

^ 535 

645 

725 

800 

900 

730 

870 ^ 


580 

700 

790 

900 

1000 

780 



625 

750 

845 

1000 

1250 

890 

1065 

^M200 ▼ 

710 

855 

965 

1250 

1500 

980 


■325 

795 

950 

1070 

1500 

1750 

1070 


■445 

875 

1050 

1185 

1750 

2000 

1155 

1385^^ 

^1560 

960 

1150 

1295 

2000 


*Refer to 310.15(B)(2) for the ampacity corretón factors where the ambient temperature is other than 30°C (86°F). 
**Refer to 240.4(D) for conductor overcurrent proteclion limitations. 
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ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


310.15 


Table 310.15(B)(18) (formerly Table 310.18) Allowable Ampacities of Insulated Conductors Rated Up to and Including 2000 
Volts, 150°C Through 250°C (302°F Through 482°F). Not More Than Three Current-Carrying Conductors in Raceway or 
Cable, Based on Ambient Air Temperature of 40°C (104°F)* 


Size AWG or kcmil 

Tem 

jerature Rating of Conductor [See Table 310.104(A).] 

Size AWG or kcmil 

150°C (302°F) 

200°C (392°F) 

250°C (482°F) 

150°C (302°F) 

Type Z 

Types FEP, FEPB, 
PFA, SA 

Types PFAH, TFE 

Type Z 

COPPER 

NICKEL OR 
NICKEL-COATED 
COPPER 

ALUMINUM OR 
COPPER-CLAD 
ALUMINUM 

14 

34 

36 

39 


14 

12 

43 

45 

54 

30 

12 

10 

55 

60 

73 

44 

10 

8 

76 

83 

93 

57 

8 

6 

96 

110 

117 ^ 

75 

6 


120 

125 

148 

94 

4 

3 

143 

152 

I66^F^ 

109 

3 


160 

171 

19 ^^ 

124 

2 

1 

186 

197 

_ 

145 

1 

1/0 

215 

229 

^^244 

^ 169 

1/0 

2/0 

251 

260 

273 

198 

2/0 

3/0 

288 

297 

W 3os 

▼ 227 

3/0 

4/0 

332 

346 A 

L # 

260 

4/0 


*Refer to 310.15(B)(2) for the ampacity correction factors where the ambi^BWrperature is other than 40°C (104°F). 


Table 310.15(B)(19) (formerly 
2000 Volts, 150°C lhrough,250 C (302^ 


afable Ampacities of Single-Insulated Conductors, Rated Up to and Including 
482°F), in Free Air, Based on Ambient Air Temperature of 40°C (104°F)* 


Size AWG or kcmil 

Temperature Rating of Conductor [See Table 310.104(A).] 

Size AWG or kcmil 

150°C (30rF) 

20 QjÉri 392 1- 1 

250°C (482°F) 

150°C (302°F) 

Type z 

Tvpes FEP, 
FEPB, PFA, SA 

Types PFAH, TFE 

Type z 

COPPER 

NICKEL, OR 

NICKEL-COATED COPPER 

ALUMINUM OR 
COPPER-CLAD 
ALUMINUM 

14 

46 

54 

59 


14 

12 

60 

68 

78 

47 

12 

10 

80 

90 

107 

63 

10 

8 

106 

124 

142 

83 

8 

6 

155 

165 

205 

112 

6 


190 

220 

278 

148 

4 

3 

214 

252 

327 

170 

3 

2 

255 

293 

381 

198 

2 

1 

293 

344 

440 

228 

1 

1/0 

339 

399 

532 

263 

1/0 

2/0 

390 

467 

591 

305 

2/0 

3/0 

451 

546 

708 

351 

3/0 

4/0 

529 

629 

830 

411 

4/0 


*Refer to 310.15(B)(2) for the ampacity correction factors where the ambient temperature is other than 40°C (104°F). 


NATIONAL ELECTRICAL CODE 
































310.60 


ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


Table 310.15(B)(20) (formerly Table 310.20) Ampacities of Not More Than Three Single Insulated Conductors, Rated Up to and 
Including 2000 Volts, Supported on a Messenger, Based on Amblent Air Temperature of 40°C (104°F)* 


Size AWG or kcmil 

Temperature Rating of Conductor [See Table 310.104(A).] 

Size AWG or kcmil 

75°C (167°F) 

90°C (194°F) 

75°C (167°F) 

90°C (194°F) 

Types RHW, THHW, 
THW, THWN, 
XHHW, ZW 

Types MI, THHN, 
THHW, THW-2, 
THWN-2, RHH, 
RHW-2, USE-2, 
XHHW, XHHW-2, 
ZW-2 

Types RHW, THW, 
THWN, THHW, 
XHHW 

Types THHN, THHW, 
RHH, XHHW, RHW-2, 
XHHW-2, THW-2, 
THWN-2, USE-2, ZW-2 

COPPER 

ALUMINUM OR COPPER-CLAD ALUMINUM 

8 

57 

66 

44 

51 

8 

6 

76 


59 

69 

6 


101 

117 

78 

91 

4 

3 

118 

138 

92 

107 

3 

2 

135 

158 

106 

A. 123 

2 

1 

158 

185 

123 

144 

1 

1/0 

183 

214 

143 A 

^k 167 

1/0 

2/0 

212 

247 

165 

^^k 193 

2/0 

3/0 

245 

287 

192 . ▼ 

224 

3/0 

4/0 

287 

335 

224 ^ 

^^62 

4/0 

250 

320 

374 

jr . 

> 

250 

300 

359 

419 


' 328 

300 

350 

397 

464 


364 

350 

400 

430 

503 


395 

400 

500 

496 

580 

39^K 

458 

500 

600 

553 

647 


514 

600 

700 

610 

714 1 


570 

700 

750 

638 

747 

512 . 

598 

750 

800 

660 

773_ 

m^32 ^ 

622 

800 

900 

704 

826 

572 

669 

900 

1000 

748 


LUÍ! 

716 

1000 


*Refer to 310.15(B)(2) for the ampacity corrcctiorf^ 


Pemperature is other than 40°C (104°F). 


310.60 Conductors Rated 2001J 
6-5, ROP 6-67a] 

(A) Ampacities of Conductors^Étated 2001 to 35,000 

Volts. Ampacities for solid dielectrS^fculat|^rconductors 
shall be permitted to be determined >r under en- 

gineering supervisión, as provided in 31oT()(B) and (D). 

(1) Selection of Ampacity. Where more than one calcu- 
lated or tabulated ampacity could apply for a given circuit 
length, the lowest valué shall be used. 

Exception: Where two different ampacities apply to adja- 
cent portions of a circuit, the higher ampacity shall be 
permitted to be used beyond the point of transition, a dis- 
tance equal to 3.0 m (10 ft) or 10 percent of the circuit 
length calculated at the higher ampacity, whichever is less. 

Informational Note: See 110.40 for conductor temperature 
limitations due to termination provisions. 

(B) Tables. Ampacities for conductors rated 2001 to 
35,000 volts shall be as specified in Table 310.60(C)(67) 
through Table 310.60(C)(86). Ampacities for ambient tem- 


peratures other than those specified in the ampacity tables 
shall be corrected in accordance with 310.60(B)(4). 

Informational Note No. 1: For ampacities calculated in 
accordance with 310.60(A), reference IEEE 835-1994 (IP- 
CEA Pub. No. P-46-426), Standard Power Cable Ampacity 
Tables, and the references therein for availability of all fac- 
tors and constants. 

Informational Note No. 2: Ampacities provided by this 
section do not take voltage drop into consideration. See 
210.19(A), Informational Note No. 4, for branch circuits 
and 215.2(A), Informational Note No. 2, for feeders. 

(1) Grounded Shields. Ampacities shown are for shields 
grounded at múltiple points except that ampacities in Table 
310.60(0(69), Table 310.60(0(70), Table 310.60(0(81), 
and Table 310.60(0(82) are for cable with shields 
grounded at one point only. Where shields for those cables 
are grounded at more than one point, ampacities shall be 
adjusted to take into consideration the heating due to shield 
currents. [ROP 6-68] 

(2) Burial Depth of Underground Circuits. Where the 
burial depth of direct burial or electrical duct bank circuits 
is modified from the valúes shown in a figure or table, 
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ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


Table 310.15(B)(21) (formerly Table 310.21) Ampacities of Bare or Covered Conductors in Free Air, Based oí 
Ambient, 80°C (176°F) Total Conductor Temperature, 610 mm/sec (2 ft/sec) Wind Velocity 

i 40°C (104°F) 


Copper Conductors 



AAC Aluminum Conductors 

Bare 

Covered 

Bare 


Covered 

AWG or 
kemil 

Amperes 

AWG or 
kemil 

Amperes 

AWG or 
kemil 

Amperes 

AWG oí 
kemil 

Amperes 

8 

98 

8 

103 

8 

76 

8 

80 

6 

124 

6 

130 

6 

96 

6 

101 

4 

155 

4 

163 

4 

121 

4 

127 

2 

209 

2 

219 

2 

163 

2 

171 

1/0 

282 

1/0 

297 

1/0 

220 

1/0 

231 

2/0 

329 

2/0 

344 

2/0 

255 

2/0 

268 

3/0 

382 

3/0 

401 

3/0 

297 

3/0 

312 


1103 

1267 

1454 


ampacities shall be permitted to be modifie< 
(C)(2)(a) and (C)(2)(b). 

(a) Where burial depths are inq 
electrical duct run, no decrease in ar 
tors is needed, provided 
run increased in depth 
run length. 


(b) Where burial de 
specific underground ampa? 
derating factor of 6 percenl 
depth for all valúes of 



4/0 

266.8 

336.4 

397.5 
477.0 

556.5 
636.0 
795.0 

1033.5 

1272 

1590 

2000 


1017 

1201 

1381 

1527 


Inan shown in a 
■re, an ampacity 
' 1 -ft) increase in 
nitted. 


/' = ampacity corrected for ambient temperature 
I = ampacity shown in the table for T c and T a 
T c = temperature rating of conductor (°C) 

T a ' = new ambient temperature (°C) 

T a = ambient temperature used in the table (°C) 

(C) Engineering Supervisión. Under engineering supervi¬ 
sión, conductor ampacities shall be permitted to be calcu- 
lated by using the following general equation: 


No rating change is needed where the burial depth is 
decreased. 


¡T c -(T a + 


AT d ) 
Y c )R m X 


(3) Electrical Ducts in Figure 310.60. At locations where 
electrical ducts enter equipment enclosures from under 
ground, spacing between such ducts, as shown in Figure 
310.60, shall be permitted to be reduced without requiring 
the ampacity of conductors therein to be reduced. 

(4) Ambient Temperature Correction. Ampacities for 
ambient temperatures other than those specified in the am¬ 
pacity tables shall be corrected in accordance with Table 
310.60(C)(4) or shall be permitted to be calculated using 
the following equation: [ROP 6-68a] 



where: 

T c = conductor temperature (°C) 

T a = ambient temperature (°C) 

A T d = dielectric loss temperature rise 
R dc = de resistance of conductor at temperature T c 
Y c = component ac resistance resulting from skin 
effect and proximity effect 

R ca = effective thermal resistance between conductor 
and surrounding ambient 

Informational Note: The dielectric loss temperature rise 
(Ar d ) is negligible for single Circuit extruded dielectric 
cables rated below 46 kV. 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-167 















310.60 


ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 



Detail 9 

Buried single-conductor 
cables (1 Circuit) 


Note: Mínimum burial depths to top electr 
in accordance with 300.50. Máximum' 
duct banks shall be 750 mm (30 in.) 
of direct buried cables shall-- 


Figure 310.60 Cable Installation Dimensions for Use with Table 310.60(C)(77) Through Table 
310.60(0(86). 
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ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


310.60 


Table 310.60(C)(4) Ambient Temperature Correction Factors 

For ambient temperaturas other than 40 oo C (104°F), multiply the 
allowable ampacities specified in the ampacity tables by the 
appropriate factor shown below. 


Ambient 

Temperature Rating of Conductor 

Ambient 

Temperature 

(°F) 

Temperature 

(°C) 

90°C 

105°C 

10 or less 

1.26 

1.21 

50 or less 

11-15 

1.22 

1.18 

51-59 

16-20 

1.18 

1.14 

60-68 

21-25 

1.14 

1.11 

69-77 

26-30 

1.10 

1.07 

78-86 

31-35 

1.05 

1.04 

87-95 

36-40 

LOO 

LOO 

96-104 

41-45 

0.95 

0.96 

105-113 

46-50 

0.89 

0.92 

114-122 

51-55 

0.84 

0.88 

123-131 

56-60 

0.77 

0.83 

132-140 

61-65 

0.71 

0.78 


66-70 

0.63 

0.73 

150^6^ 

71-75 

0.55 

0.68 ^ 

^ 159-1^^ 

76-80 

0.45 

0.62^^ 

^»8-176^ 

81-85 

0.32 


177-185 

86-90 



186-194 

91-95 

- J 


195-203 

96-100 

-< 


204-212 




Table 310.60(C)(67) Ampacities of Insulated Single Copper 
Conductor Cables Triplexed in Air Based on Conductor 
Temperatures of 90°C (194°F) and 105°C (221°F) and 
Ambient Air Temperature of 40°C (104°F)* 


105°C 105°C 
90°C (221°F) 90°C (221°F) 
(194°F) Type (194°F) Type 



Table 310.60(C)(68) Ampacities of Insulated Single 
Aluminum Conductor Cables Triplexed in Air Based on 
Conductor Temperatures of 90°C (194°F) and 105°C (221°F) 
and Ambient Air Temperature of 40°C (104°F)* 


2001-5000 Volts 
Ampacity 


5001-35,000 Volts 
Ampacity 


Conductor 105°C 105°C 

Size 90°C (221°F) 90°C (221°F) 

(AWG (194°F) Type (194°F) Type 

or kcmil) Type MV-90 MV-105 Type MV-90 MV-105 


250 295 325 
350 365 405 
500 460 510 
750 600 665 
1000 715 800 


300 335 
370 415 
460 515 
590 660 
700 780 


*Refer to 310.60(C)(4) for the ampacity correction factors where the 
ambient air temperature is other than 40°C (104°F). 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-169 
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ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


Table 310.60(C)(69) Ampacities of Insulated Single Copper 
Conductor Isolated in Air Based on Conductor Temperatures 
of 90°C (194°F) and 105°C (221°F) and Ambient Air 
Temperature of 40°C (104°F)* 


Temperature Rating of Conductor [See Table 
310.104(C).] 


2001-5000 Volts 5001-15,000 15,001-35,000 

Ampacity Volts Ampacity Volts Ampacity 


Conductor 90°C 105°C 90°C 105°C 90°C 105°C 

Size (194°F) (221°F) (194°F) (221°F) (194°F) (221°F) 

(AWG Type Type Type Type Type Type 

orkcmil) MV-90 MV-105 MV-90 MV-105 MV-90 MV-105 


Table 310.60(C)(70) Ampacities of Insulated Single 
Aluminum Conductor Isolated in Air Based on Conductor 
Temperatures of 90°C (194°F) and 105°C (221°F) and 
Ambient Air Temperature of 40°C (104°F)* 


Temperature Rating of Conductor [See Table 
310.104(C).] 


2001-5000 Volts 5001-15,000 15,001-35,000 

Ampacity Volts Ampacity Volts Ampacity 


Conductor 90°C 105°C 90°C 105°C 90°C 105°C 

Size (194°F) (221°F) (194°F) (221°F) (194°F) (221°F) 

(AWG Type Type Type Type Type Type 

orkcmil) MV-90 MV-105 MV-90 MV-105 MV-90 MV-105 



efer to 310.60(C)(4) for the ampacity correction factors where the 
[bicnt air temperature is other than 40°C (104°F). 


able 310.60(C)(71) Ampacities of an Insulated 
Three-Conductor Copper Cable Isolated in Air Based on 
Conductor Temperatures of 90°C (194°F) and 105°C (221°F) 
and Ambient Air Temperature of 40°C (104°F)* 


Conductor 105°C 105°C 

Size 90°C (221°F) (221°F) 

(AWG (194°F) Type 90°C (194°F) Type 
or kcmil) Type MV-90 MV-105 Type MV-90 MV-105 


8 59 66 

6 79 88 

4 105 115 

2 140 154 

1 160 180 


93 105 

120 135 

165 185 

185_210 


1/0 185 205 

2/0 215 240 

3/0 250 280 

4/0 285 320 


215 240 
245 275 
285 315 
325 360 


250 320 355 
350 395 440 
500 485 545 
750 615 685 
1000 705 790 


360 400 
435 490 
535 600 
670 745 
770 860 


*Refer to 310.60(C)(4) for the ampacity correction factors where the 
ambient air temperature is other than 40°C (104°F). 
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ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


310.60 


Table 310.60(C)(72) Ampacities of an Insulated 
Three-Conductor Aluminum Cable Isolated in Air Based on 
Conductor Temperatures of 90°C (194°F) and 105°C (221°F) 
and Ambient Air Temperature of 40°C (104°F)* 


Table 310.60(C)(74) Ampacities of an Insulated Triplexed or 
Three Single-Conductor Aluminum Cables in Isolated 
Conduit in Air Based on Conductor Temperatures of 90°C 
(194°F) and 105°C (221°F) and Ambient Air Temperature of 
40°C (104°F)* 


2001-5000 Volts Ampacity 


105°C 105°C 
90°C (221 Q F) 90°C (221°F) 
(194°F) Type (194°F) Type 


105°C 105°C 

Conductor 90°C (221°F) 90°C (221°F) 

Size (AWG (194°F) Type (194°F) Type 

or kcmil) Type MV-90 MV-105 Type MV-90 MV-105 



*Refer to 310.60(C)(4) for the ampacity correction factors where the 
ambient air temperature is other than 40°C (104°F). 


*Refer to 310.60(C)(4) for the ampacity correction factors where the 
ambient air temperature is other than 40°C (104°F). 
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ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


Table 310.60(C)(76) Ampacities of an Insulated 
Three-Conductor Aluminum Cable in Isolated Conduit in 
Air Based on Conductor Temperatures of 90°C (194°F) and 
105°C (221°F) and Ambient Air Temperature of 40°C 
(104°F)* 



Temperature Rating of Conductor [See Table 
310.104(C).] 


2001-5000 Volts 

5001-35,000 Volts 


Ampacity 

Ampacity 

Conductor 


105°C 


105°C 

Size 

90°C 

(221°F) 

90°C 

(221°F) 

(AWG 

(194°F) 

Type 

(194°F) 

Type 

or kcmil) 

Type MV-90 

MV-105 

Type MV-90 

MV-105 

8 

41 

46 

_ 


6 

53 

59 

64 

71 


71 

79 

84 

94 

2 

96 

105 

115 

125 

1 

110 

125 

130 

145 

1/0 

130 

145 

150 

170 

2/0 

150 

165 

170 

190 

3/0 

170 

190 

195 

220 

4/0 

200 

225 

225 

255 

250 

220 

245 

250 

280 

350 

275 

305 

305 

340 

500 

340 

380 

380 

425 

750 

430 

480 

470 

520 

1000 

505 

560 

550 

615 . 


Table 310.60(C)(77) Ampacities of Three Single-Insulated 
Copper Conductors in Underground Electrical Ducts (Three 
Conductors per Electrical Duct) Based on Ambient Earth 
Temperature of 20°C (68°F), Electrical Duct Arrangement in 
Accordance with Figure 310.60, 100 Percent Load Factor, 
Thermal Resistance (RHO) of 90, Conductor Temperatures 
of 90°C (194°F) and 105°C (221°F) 


Conductor 
Size 
(AWG 
or kcmil) 


90°C 

(194°F) 

Type 

MV-90 


105° C 
(221°F) 
Type 
MV-105 


o 310.60(C)(4) for 
air temperature 



the ampacity correction factors where thí 
other than 40°C (104°F). 


Six Circuits (See Figure 
310.60, Detail 3.) 


8 48 52 

6 62 67 

4 80 86 

2 105 110 

1 115 125 


64 68 

82 88 

105 115 

120 125 


135 145 
150 160 
170 185 
195 210 


135 145 
150 165 
170 185 
190 205 


210 225 
250 270 
300 325 
365 395 
410 445 


210 225 
245 265 
290 310 
350 375 
390 415 
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ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


310.60 


Table 310.60(C)(78) Ampacities of Three Single-Insulated 
Aluminum Conductors in Underground Electrical Ducts 
(Three Conductors per Electrical Duct) Based on Ambient 
Earth Temperature of 20°C (68°F), Electrical Duct 
Arrangement in Accordance with Figure 310.60, 100 Percent 
Load Factor, Thermal Resistance (RHO) of 90, Conductor 
Temperatures of 90°C (194°F) and 105°C (221°F) 


Conductor 
Size 
(AWG 
or kcmil) 

Temperature Rating of Conductor [See Table 
310.104(C).] 

2001-5000 Volts 
Ampacity 

5001-35,000 Volts 
Ampacity 

90°C 

(194°F) 

Type 

MV-90 

105°C 
(221 °F) 
Type 
MV-105 

90°C 

(194°F) 

Type 

MV-90 

105°C 
(221°F) 
Type 
MV-105 

One Circuit (See Figure 




310.60, Detail 

1.) 




8 

50 

54 



6 

66 

71 

70 

75 

4 


93 

91 

98 

2 

115 

125 

120 

130 

1 

130 

140 

135 

145 


Table 310.60(C)(79) Ampacities of Three Insulated Copper 
Conductors Cabled Within an Overall Covering 
(Three-Conductor Cable) in Underground Electrical Ducts 
(One Cable per Electrical Duct) Based on Ambient Earth 
Temperature of 20°C (68°F), Electrical Duct Arrangement in 
Accordance with Figure 310.60, 100 Percent Load Factor, 
Thermal Resistance (RHO) of 90, Conductor Temperatures 
of 90°C (194°F) and 105°C (221°C) 


Temperature Rating of Conductor [See Table 
310.104(C).] 



1/0 105 110 

2/0 115 125 

3/0 135 145 

4/0_150_165 


105 110 
115 125 
130 145 
150 160 


1/0 

2/0 

3/0 

4/0 


130 

150 

170 

190 


145 

160 

180 

200 


250 165 180 
350 195 210 
500 240 255 
750 290 315 
1000 335 360 


165 

195 

230 

280 

320 


250 200 220 
350 240 270 
500 290 310 
750 350 375 
1000 390 420 
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ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


Table 310.60(C)(80) Ampacities of Three Insulated 
Aluminum Conductors Cabled Within an Overall Covering 
(Three-Conductor Cable) in Underground Electrical Ducts 
(One Cable per Electrical Duct) Based on Ambient Earth 
Temperature of 20°C (68°F), Electrical Duct Arrangement in 
Accordance with Figure 310.60, 100 Percent Load Factor, 
Thermal Resistance (RHO) of 90, Conductor Temperatures 
of 90°C (194°F) and 105°C (221°C) 



Temperature Rating of Conductor [See Table 



310.104(C).] 



2001-5000 Volts 

5001-35,000 Volts 


Ampacity 

Ampacity 

Conductor 

90°C 

105°C 

90°C 

105°C 

Size 

(194°F) 

(221°F) 

(194°F) 

(221°F) 

(AWG 

Type 

Type 

Type 

Type 

or kcmil) 

MV-90 

MV-105 

MV-90 

MV-105 

One Circuit (See Figure 




310.60, Detail 

1.) 





Table 310.60(C)(81) Ampacities of Single Insulated Copper 
Conductors Directly Buried in Earth Based on Ambient 
Earth Temperature of 20°C (68°F), Arrangement per Figure 
310.60, 100 Percent Load Factor, Thermal Resistance (RHO) 
of 90, Conductor Temperatures of 90°C (194°F) and 105°C 
(221°C) 



Temperature Rating of Conductor [See Table 
310.104(C).] 


2001-5000 Volts 
Ampacity 

5001-35,000 Volts 
Ampacity 

Conductor 
Size 
(AWG 
or kcmil) 

90°C 

(194°F) 

Type 

MV-90 

105°C 
(221°F) 
Type 
MV-105 

90°C 

(194°F) 

Type 

MV-90 

105°C 

(221°F) 

Type 

MV-105 


One Circuit, 

Three Conductors (Sí 
Figure 
310.60, Detail 9.)^ 



36 


60 

77 

87 


105 110 
115 125 
130 140 
150 160 


250 160 170 
350 190 205 
500 230 245 
750 280 305 
1000 320 345 


170 

205 

245 

295 

335 
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ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


310.104 


Table 310.60(C)(82) Ampacities of Single Insulated 
Aluminum Conductors Directly Buried in Earth Based on 
Ambient Earth Temperature of 20°C (68°F), Arrangement 
per Figure 310.60, 100 Percent Load Factor, Thermal 
Resistance (RHO) of 90, Conductor Temperatures of 90°C 
(194°F) and 105°C (221°F) 



Temperature Rating of Conductor [See Table 
310.104(C).] 


2001-5000 Volts 
Ampacity 

5001-35,000 Volts 
Ampacity 

Conductor 
Size 
(AWG 
or kcmil) 

90°C 

(194°F) 

Type 

MV-90 

105°C 

(221°F) 

Type 

MV-105 

90°C 

(194°F) 

Type 

MV-90 

105°C 

(221°F) 

Type 

MV-105 


One Circuit, Three 
Conductors (See Figure 
310.60, Detail 9.) 


Table 310.60(C)(83) Ampacities of Three Insulated Copper 
Conductors Cabled Within an Overall Covering 
(Three-Conductor Cable), Directly Buried in Earth Based on 
Ambient Earth Temperature of 20°C (68°F), Arrangement 
per Figure 310.60, 100 Percent Load Factor, Thermal 
Resistance (RHO) of 90, Conductor Temperatures of 90°C 
(194°F) and 105°C (221°F) 



Temperature Rating of Conductor [See Table 
310.104(C).] 


2001-5000 Volts 
Ampacity 

5001-35,000 Volts 
Ampacity 

Conductor 

Size 

(AWG 

90°C 

(194°F) 

Type 

MV-90 

105°C 

(221°F) 

Type 

MV-105 

90°C 

(194°F) 

Type 

MV-90 

105°C 
(221°F) 
Type 
MV-105 

One Circuit (Sea 
310.60, Detail 5 

fgure 





8 85 90 

6 110 115 

4 140 150 

2 180 195 

1 205 220 


100 110 

130 140 

165 175 

185_200 


115 120 
145 155 
185 200 
210 225 



340 365 
410 440 
495 530 
610 655 
710 765 


320 345 
385 415 
470 505 
580 625 
680 730 


340 365 
410 440 
490 525 
595 640 
665 715 


350 375 
420 450 
500 535 
605 650 
675 730 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-175 






























310.104 


ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


Table 310.60(C)(84) Ampacities of Three Insulated 
Aluminum Conductors Cabled Within an Overall Covering 
(Three-Conductor Cable), Directly Buried in Earth Based on 
Ambient Earth Temperature of 20°C (68°F), Arrangement 
per Figure 310.60, 100 Percent Load Factor, Thermal 
Resistance (RHO) of 90, Conductor Temperatures of 90°C 
(194°F) and 105°C (221°F) 


Table 310.60(C)(85) Ampacities of Three Triplexed Single 
Insulated Copper Conductors Directly Buried in Earth 
Based on Ambient Earth Temperature of 20°C (68°F), 
Arrangement per Figure 310.60, 100 Percent Load Factor, 
Thermal Resistance (RHO) of 90, Conductor Temperatures 
90°C (194°F) and 105°C (221°F) 


90°C 10S°C 
(194°F) (221°F) 
Type Type 


90°C 105°C 
(194°F) (221°F) 
Type Type 



Temperatu 

iré Rating of Conductor [See Table 



310.104(C).] 



2001-5000 Volts 

5001-35,000 Volts 


Ampacity 

Ampacity 

Conductor 

90°C 

105°C 

90°C 

105°C 

Size 

(194°F) 

(221°F) 

(194°F) 

(221°F) 

(AWG 

Type 

Type 

Type 

Type 

or kcmil) 

MV-90 

MV-105 

MV-90 

MV-105 


MV-90 MV-105 MV-90 MV-105 


One Circuit, Three 
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ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


310.104 


Table 310.60(C)(86) Ampacities of Three Triplexed Single 
Insulated Aluminum Conductors Directly Buried in Earth 
Based on Ambient Earth Temperature of 20°C (68°F), 


Arrangement per Figure 310.60, 100 Percent Load Factor, 
Thermal Resistance (RHO) of 90, Conductor Temperatures 
90°C (194°F) and 105°C (221°F) 


Temperature Rating of Conductor [See Table 
310.104(C).] 


2001-5000 Volts 
Ampacity 

5001-35,000 Volts 
Ampacity 

Conductor 
Size 
(AWG 
or kcmil) 

90°C 105°C 

(194°F) (221 °F) 

lype Type 

MV-90 MV-105 

90°C 105°C 

(194°F) (221°F) 

Type Type 

MV-90 MV-105 


III. Construction Specifications 

310.104 Conductor Constructions and Applications. In- 

sulated conductors shall comply with the applicable provi- 
sions of Table 310.104(A) through Table 310.104(E). 

Informational Note: Thermoplastic insulation may stiffen 
at temperatures lower than -10°C (+14°F). Thermoplastic 
insulation may also be deformed at normal temperatures 
where subjected to pressure, such as at points of support. 
Thermoplastic insulation might result in the migration of 
plasticizer between the conductor and insulation. Plasticizer 
might migrate onto conductor terminations and associated 
equipment. [ROP 6-71] 



290 310 
350 375 
420 455 
520 560 
600 645 


280 300 
335 360 
405 435 
485 525 
565 605 


Table 310.104(A) Conductor Applications and Insulations Rated 600 Volts 7 [ROP 6-70] 


Thickness of Insulation 


Huorinated 

ethylene 

propylene 


Dry and damp locatior 
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ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


Table 310.104(A) Continued 


Trade Ñame Type Letter 

dineral insulation MI 
(metal sheathed) 


Moisture-, heat-, MTW 


Perfluoro-alkoxy PFA 


Perfluoro-alkoxy PFAH 


Extended polytetra- TFE 
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ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


310.104 


Table 310.104(A) Continued 


Trade Ñame 

Heat-resistant 


Type Letter 
THHN 


Máximum 

Temperature 


Application Provisions 

Dry and damp local 


1-4/0 

250-500 

501-1000 


Moisture- and 
heat-resis 
thermopk 


Moisture- and 


Flame-retardant, 




Special applications 
within electric discharge 
lighting equipment. 
Limited to 1000 
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ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


Table 310.104(A) Continued 



4 Ineludes integral jacket. 

5 For ampacity limitation, see 340.80. 

6 Insulation thickness shall be permitted to be 2.03 
The nonmetallic covering over individual rubí 
shall not be required to be fíame retardant 
cable, see Article 340, Part 1 
7 Conductors can be rated up to 1001|^^lts if Usted 


le USE conductors that have been subjected to special investigations. 
piductors of aluminum-sheathed cable and of lead-sheathed or multiconductor cable 
:e 330.104. For nonmetalbc-sheathed cable, see Article 334, Part III. For Type UF 


Conductor Size 
(AWG or kemil) 


14-10 2.03 

8 2.03 

6-2 2.41 

1-2/0 2.79 

3/0-4/0 2.79 

213-500 3.18 

501-1000 3.56 

1001-2000 3.56 


80 1.52 60 

80 1.78 70 

95 1.78 70 

110 2.29 90 

110 2.29 90 

125 2.67 105 

140 3.05 120 

140 3.56 140 


'Column A insulations are limited to natural, SBR, and butyl rubbers. 

2 Column B insulations are materials such as cross-Unked polyethylene, ethylene propylene rubber, and composites thereof. 
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ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


310.110 


Table 310.104(C) Conductor Application and Insulation Rated 2001 Volts and Higher 


Trade 

Ñame 

Type Letter 

Máximum Operating 
Temperature 

Application 

Provisión 

Insulation 

Outer Covering 

Médium voltage solid 

MV-90 

90°C 

Dry or wet locations 

Thermo- 

Jacket, sheath, or 

dielectric 

MV-105* 

105°C 


plastic or thermo- 

armor 


*Where design conditions require máximum conductor temperatures above 90°C. 


Table 310.104(D) Thickness of Insulation and Jacket for Nonshielded Solid Dielectric Insulated Conductors Rated 2001 to 5000 
Volts 


Dry Locations, Single Conductor 


Wet or Dry Locations 


Multiconductor 

Insulation* 



(A) Mínimum Size of Conductors. TlTwiininmm size of 
conductors shall be as snlk^in Table 3®.106(A), except 
as permitted elsewhere in tn^g^de. 

(B) Conductor Material. CondU®^ in this article shall 
be of aluminum, copper-clad aluminum, or copper unless 
otherwise specified. 

Solid aluminum conductors 8, 10, and 12 AWG shall be 
made of an AA-8000 series electrical grade aluminum alloy 
conductor material. Stranded aluminum conductors 8 AWG 


Informational Note: See 250.184 for insulation of neutral 
conductors of a solidly grounded high-voltage system. 

310.110 Conductor Identification. 

(A) Grounded Conductors. Insulated or covered 
grounded conductors shall be identified in accordance with 
200 . 6 . 

(B) Equipment Bonding Conductors. Equipment 
grounding conductors shall be in accordance with 250.119. 

[ROP 6-13] 


through 1000 kcmil marked as Type RHH, RHW, XHHW, 
THW, THHW, THWN, THHN, service-entrance Type SE 
Style U and SE Style R shall he made of an AA-8000 series 
electrical grade aluminum alloy conductor material. 

(C) Stranded Conductors. Where installed in raceways, 
conductors 8 AWG and larger, not specifically permitted or 
required elsewhere in this Code to be solid, shall be 
stranded. 


(C) Ungrounded Conductors. Conductors that are in¬ 
tended for use as ungrounded conductors, whether used as a 
single conductor or in multiconductor cables, shall be fin- 
ished to be clearly distinguishable from grounded and 
grounding conductors. Distinguishing markings shall not 
conflict in any manner with the surface markings required 
by 310.120(B)(1). Branch-circuit ungrounded conductors 
shall be identified in accordance with 210.5(C). Feeders 
shall be identified in accordance with 215.12. 


(D) Insulated. Conductors, not specifically permitted else- Exception: Conductor Identification shall be permitted in 
where in this Code to be covered or bare, shall be insulated. accordance with 200. 7. 
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ARTICLE 310 — CONDUCTORS FOR GENERAL WIRING 


Table 310.104(E) Thickness of Insulation for Shielded Solid Dielectric Insulated Conductors Rated 2001 to 35,000 Volts 


2001-5000 

Volts _ 5001-8000 Volts _ _ 8001-15,000 Volts _ _ 15,001-25,000 Volts 


100 100 133 

Percent Percent Percent 

Conductor Insulation Insulation Insulation 

Size Level 1 Level 1 Level 2 

(AWG- 

or kcniil) mm mils mm mils mm mils 


173 

Percent 

Insulation 


100 

Percent 

Insulation 

Level 1 


133 

Percent 

Insulation 

Level 2 


173 

Percent 

Insulation 

Level 3 


100 

Percent 

Insulation 


133 

Percent 

Insulation 

Level 2 


173 

Percent 
Insulation 
Level 3 


6^1 


1/0-2000 


2.29 90 
2.29 90 
2.29 90 
2.29 90 
2.29 90 


2.92 115 3.56 140 4.45 175 — — — — ____ __ __ 

2.92 115 3.56 140 4.45 175 4.45 175 5.59 220 6.60 260 — — — — — — 

2.92 115 3.56 140 4.45 175 4.45 175 5.59 220 6.60 260 6.60 260 8.13 320 10.67 420 

2.92 115 3.56 140 4.45 175 4.45 175 5.59 220 6.60 260 6.60 260 8.13 320 10.67 420 


25,001-28,000 volts 


28,001-35,000 volts 



100 Percent Insulation Level. Cables in this category shall be permitted to be app| 
that ground faults will be cleared as rapidly as possible but, in any eag^^ithin 1 
of cable installations that are on grounded systems, they shall be peri 
acceptable, provided the above clearing requirements are met in com[^cly' 

2 133 Percent Insulation Level. This insulation level corresponds to thatl 
be permitted to be applied in situations where the clearin<^M|c requircl 
adequate assurance that the faulted section will be d e : 

100 percent insulation level applications where addit^fln Ínsula] 
a 173 Percent Insulation Level. Cables in this cat^^(y shall 

(1) In industrial establishments where the conditions 

(2) Where the fault clearing time requiremenh^f the 

(3) Where an orderly shutdown is essenti 

(4) There is adequate assurance that 
Also, cables with this insulation ti riüK ess shall be 
insulation strength is deshable. 


here the system is provided with relay protection such 
¿Vhile these cables are applicable to the great majority 
mther systems for which the application of cables is 
Taulted section. 

for ungrounded systems. Cables in this category shall 
percent level category cannot be met and yet there is 
exceeding 1 hour. Also, they shall be permitted to be used in 

applied under all of the following conditions: 
fervision ensure that only qualified persons Service the installation 
level category cannot be met 
and personnel 

energized in an orderly shutdown 

be used in 100 or 133 percent insulation level applications where additional 


Table 310.106(A) Mínimum Size of Condnt 


Conductor 
Voltage Rating 
(Volts) 

Mínimum Conductor Size (AWG) 

Copper 

Aluminum or Copper-Clad 
Aluminum 

0-2000 

14 

12 

2001-5000 

8 

8 

5001-8000 

6 

6 

8001-15,000 

2 

2 

15,001-28,000 

1 

1 

28,001-35,000 

1/0 

1/0 


310.120 Marking. 

(A) Required Information. All conductors and cables 
shall be marked to indícate the following information, us- 
ing the applicable method described in 310.120(B): 


(1) The máximum rated voltage. 

(2) The proper type letter or letters for the type of wire or 
cable as specified elsewhere in this Code. 

(3) The manufacturer’s ñame, trademark, or other distinc- 
tive marking by which the organization responsible for 
the product can be readily identified. 

(4) The AWG size or circular mil area. 

Informational Note: See Conductor Properties, Table 8 of 
Chapter 9, for conductor area expressed in SI units for 
conductor sizes specified in AWG or circular mil area. 

(5) Cable assemblies where the neutral conductor is 
smaller than the ungrounded conductors shall be so 
marked. 

(B) Method of Marking. 

(1) Surface Marking. The following conductors and 

cables shall be durably marked on the surface. The AWG 

size or circular mil area shall be repeated at intervals not 
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ARTICLE 312 — CABINETS, CUTOUT BOXES, AND METER SOCKET ENCLOSURES 


312.4 


exceeding 610 mm (24 in.). All other markings shall be 
repeated at intervals not exceeding 1.0 m (40 in.). 

(1) Single-conductor and multiconductor rubber- and 
thermoplastic-insulated wire and cable 

(2) Nonmetallic-sheathed cable 

(3) Service-entrance cable 

(4) Underground feeder and branch-circuit cable 

(5) Tray cable 

(6) Irrigation cable 

(7) Power-limited tray cable 

(8) Instrumentation tray cable 

(2) Marker Tape. Metal-covered multiconductor cables 
shall employ a marker tape located within the cable and 
running for its complete length. 

Exception No. 1: Type MI cable. 

Exception No. 2: Type AC cable. 

Exception No. 3: The information required in 310.120(A) 
shall be permitted to be durably marked on the outer non- 
metallic covering of Type MC, Type ETC, or Type PLTC 
cables at intervals not exceeding 1.0 m (40 in.). 

Exception No. 4: The information required in 310. 
shall be permitted to be durably marked on 
covering under the metallic sheath of Type ITC 
>t exceeding 


PLTC cable at intervals 


Informational Note: Included 
covered cables are Type AC cable 0 
cable (Article 330), and lead-sheathí 

(3) Tag Marking. The 
shall be marked by meai 
coil, reel, or cartón: 

(1) Type MI cable 

(2) Switchboard wires 

(3) Metal-covered, sing 

(4) Type AC cable 


(1) D — For two insulated conductors laid parallel within 
an outer nonmetallic covering 

(2) M — For an assembly of two or more insulated con¬ 
ductors twisted spirally within an outer nonmetallic 
covering 

(D) Optional Markings. All conductors and cables con- 
tained in Chapter 3 shall be permitted to be surface marked 
to indicate special characteristics of the cable materials. 
These markings inelude, but are not limited to, markings 
for limited smoke, sunlight resistant, and so forth. 


ARTICLE 312 
ts, Cutout Boxes, and Meter 
Socket Enclosures 



r Scope and Insta 
P 9-16] 



(4) Optional Marking of Wire Size. The information re¬ 
quired in 310.120(A)(4) shall be permitted to be marked on 
the surface of the individual insulated conductors for the 
foliowing multiconductor cables: 


É ai 
9 

)pe. This article covers the installation and con- 
¡pecifications of cabinets, cutout boxes, and meter 
closures. 

312.2 Damp and Wet Locations. In damp or wet loca- 
tions, surface-type enclosures within the scope of this ar¬ 
ticle shall be placed or equipped so as to prevent moisture 
or water from entering and accumulating within the cabinet 
or cutout box, and shall be mounted so there is at least 
6-mm (Vi-in.) airspace between the enclosure and the wall 
or other supporting surface. Enclosures installed in wet lo¬ 
cations shall be weatherproof. For enclosures in wet loca¬ 
tions, raceways or cables entering above the level of unin- 
sulated live parts shall use fittings listed for wet locations. 

Exception: Nonmetallic enclosures shall be permitted to 
be installed without the airspace on a concrete, masonry, 
tile, or similar surface. 


(1) Type MC cable 

(2) Tray cable 

(3) Irrigation cable 

(4) Power-limited tray cable 

(5) Power-limited fire alarm cable 

(6) Instrumentation tray cable 


312.3 Position in Wall. In walls of concrete, tile, or other 
noncombustible material, cabinets shall be installed so that 
the front edge of the cabinet is not set back of the finished 
surface more than 6 mm ('A in.). In walls constructed of 
wood or other combustible material, cabinets shall be flush 
with the finished surface or project therefrom. 


(C) Suffixes to Desígnate Number of Conductors. A type 
letter or letters used alone shall indicate a single insulated 
conductor. The letter suffixes shall be indicated as follows: 


312.4 Repairing Noncombustible Surfaces. Noncombus¬ 
tible surfaces that are broken or incomplete shall be re- 
paired so there will be no gaps or open spaces greater than 
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ARTICLE 312 — CABINETS, CUTOUT BOXES, AND METER SOCKET ENCLOSURES 


3 mm (Vs in.) at the edge of the cabinet or cutout box 
employing a flush-type cover. 

312.5 Cabinets, Cutout Boxes, and Meter Socket Enclo- 
sures. Conductors entering enclosures within the scope of 
this article shall be protected from abrasión and shall com- 
ply with 312.5(A) through (C). 

(A) Openings to Be Closed. Openings through which con¬ 
ductors enter shall be closed in an approved manner. [ROP 
9-2] 


Exception: Wire-bending space in enclosures for motor 
controllers with provisions for one or two wires per termi¬ 
nal shall comply with 430.10(B). 

(A) Width of Wiring Gutters. Conductors shall not be 
deflected within a cabinet or cutout box unless a gutter 
having a width in accordance with Table 312.6(A) is pro- 
vided. Conductors in parallel in accordance with 310.10(H) 
shall be judged on the basis of the number of conductors in 
parallel. 


(B) Metal Cabinets, Cutout Boxes, and Meter Socket 
Enclosures. Where metal enclosures within the scope of 
this article are installed with messenger-supported wiring, 
open wiring on insulators, or concealed knob-and-tube wir¬ 
ing, conductors shall enter through insulating bushings or, 
in dry locations, through flexible tubing extending from the 
last insulating support and firmly secured to the enclosure. 

(C) Cables. Where cable is used, each cable shall be se¬ 
cured to the cabinet, cutout box, or meter socket enclosure. 

Exception: Cables with entirely nonmetallic sheaths shall 
be permitted to enter the top of a surface-mounted enclo¬ 
sure through one or more nonflexible raceways not lessf 
than 450 mm (18 in.) and not more than 3.0 m (10 ft) ii 
length, provided all of the following conditions are met: 

(a) Each cable is fastened within 300 r, 
measured along the sheath, of the outer enda 

(b) The raceway extends directly aboW 
and does not penetróte a structural ceiling. 

(c) A fitting is provided o 
protect the cable(s) from abrasig& 
accessible after installation. 

(d) The raceway is sealed o 
using approved means so as to previ 
sure through the raceway. 

(e) The cable sheath is continuous nmmgh the race¬ 
way and extends into the enclosure beyond the fitting not 
less than 6 mm (V4 in.). 

(f) The raceway is fastened at its outer end and at 
other points in accordance with the applicable article. 

(g) Where installed as conduit or tubing, the allowable 
cable fill does not exceed that permitted for complete con¬ 
duit or tubing systems by Table 1 ofChapter 9 of this Code 
and all applicable notes thereto. 

Informational Note: See Table 1 in Chapter 9, including 
Note 9, for allowable cable fill in circular raceways. See 
310.15(B)(3)(a) for required ampacity reductions for múl¬ 
tiple cables installed in a common raceway. 


(B) Wire-Bending Space at Termináis. Wire-bending 
space at each terminal shall be provided in accordance with 
312.6(B)(1) or (B)(2). 

(1) Conductors NoOEntering or Leaving Opposite Wall. 

Table 312.6(A) sb^rapply where the conductor does not 
enter or leaveJpKnclosure through the wall opposite its 
terminal. 

(2) Conductors Enterro, or Leaving Opposite Wall. 

Tabl|^^.6(B) shall appl^^fiere the conductor does enter 
or^^ve the^Éelosure through the wall opposite its termi- 

Exception No. 1: Where the distance between the wall and 
igrm ina^^in accordance with Table 312.6(A), a con- 
i ductor shall Ife permitted to enter or leave an enclosure 
mgntmwall opposite its terminal, provided the con- 
mctor enters or leaves the enclosure where the gutter joins 
\adjacent gutter that has a width that conforms to Table 
z.6(B) for the conductor. 
m Exception No. 2: A conductor not larger than 350 kcmil 
shall be permitted to enter or leave an enclosure containing 
only a meter socket(s) through the wall opposite its termi¬ 
nal, provided the distance between the terminal and the 
opposite wall is not less than that specified in Table 
312.6(A) and the terminal is a lay-in type, where the termi¬ 
nal is either of the following: 

(a) Directed toward the opening in the enclosure and 
within a 45 degree angle of directly facing the enclosure 
wall 

(b) Directly facing the enclosure wall and offset not 
greater than 50 percent of the bending space specified in 
Table 312.6(A) 

Informational Note: Offset is the distance measured along 
the enclosure wall from the axis of the centerline of the 
terminal to a fine passing through the center of the opening 
in the enclosure. 

(C) Conductors 4 AWG or Larger. Installation shall com¬ 
ply with 300.4(G). 


312.6 Deflection of Conductors. Conductors at termináis 
or conductors entering or leaving cabinets or cutout boxes 
and the like shall comply with 312.6(A) through (C). 


312.7 Space in Enclosures. Cabinets and cutout boxes 
shall have approved space to accommodate all conductors 
installed in them without crowding. [ROP 9-2] 
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ARTICLE 312 — CABINETS, CUTOUT BOXES, AND METER SOCKET ENCLOSURES 


Table 312.6(A) Mínimum Wire-Bending Space at Termináis and Mínimum Width of Wiring Gutters 

Wire Size (AWG or 
kcmil) 





Wires per Terminal 





] 

L 

2 


3 


4 


5 


mm 

in. 

mm 

in. 

mm 

in. 

mm 

in. 

mm 

in. 

14-10 

Not specified 









8-6 

38.1 

m 









4-3 

50.8 

2 









2 

63.5 

2Vz 









1 

76.2 

3 









1/0-2/0 

88.9 

31/2 

127 

5 

178 

7 

_ 

_ 

_ 

_ 

3/0-4/0 

102 

4 

152 

6 

203 

8 

— 

— 

— 

— 

250 

114 

41/2 

152 

6 

203 

8 

254 

10 

— 

— 

300-350 

127 

5 

203 

8 

254 

i(L 

305 

12 

— 

— 

400-500 

152 

6 

203 

8 

254 

10 

305 

12 

356 

14 

600-700 

203 

8 

254 

10 

305 A 

12 

356 

14 

406 

16 

750-900 

203 

8 

305 

12 

356^ 

14 

406 

16 

457 

18 

1000-1250 

254 

10 

— 

— 




— 

— 

— 

1500-2000 

305 

12 

- 

- 




- 

- 

- 


Elector (in the direction that the w 



taps in- 
space does not 
tal area of that 


312.8 Switch and Overcurrent Device Enclosures 
Splices, Taps, and Feed-Through Conductors. Tt^ 

ing space of enclosures for switches or overcurrent de^fees 
shall be permitted for conductors feeding tht^^h, splice 
or tapping ofif to other enclosures, switcfa 
devices where all of the following c ojjj 

(1) The total of all conductors instaltl 
of the wiring space does notexceeSJ 
cross-sectional area of t¡¡ 

(2) The total area of alG 
stalled at any cross s 
exceed 75 percent of^l 
space. 

(3) A warning label complying 0.21 (B) is applied 

to the enclosure that identifies the closest disconnecting 
means for any feed-through conductors. [ROP 9-26] 

312.9 Side or Back Wiring Spaces or Gutters. Cabinets 
and cutout boxes shall be provided with back-wiring 
spaces, gutters, or wiring compartments as required by 
312.11(C) and (D). 


II. Construction Specifications 

312.10 Material. Cabinets, cutout boxes, and meter socket 
enclosures shall comply with 312.10(A) through (C). 

(A) Metal Cabinets and Cutout Boxes. Metal enclosures 
within the scope of this article shall be protected both in- 
side and outside against corrosión. 

[ROP 9-26a] 


(B) Strength. The design and construction of enclosures 
^withiWke scope of this article shall be such as to secure 

e strength and rigidity. If constructed of sheet Steel, the 
metiu thickness shall not be less than 1.35 mm (0.053 in.) 
uncoated. 

(C) Nonmetallic Cabinets. Nonmetallic cabinets shall be 
Usted, or they shall be submitted for approval prior to in- 
stallation. 

312.11 Spacing. The spacing within cabinets and cutout 
boxes shall comply with 312.11(A) through (D). 

(A) General. Spacing within cabinets and cutout boxes 
shall provide approved spacing for the distribution of wires 
and cables placed in them and for a separation between 
metal parts of devices and apparatus mounted within them 
in accordance with (A)(l), (A)(2), and (A)(3). [ROP 9-2] 

(1) Base. Other than at points of support, there shall be an 
airspace of at least 1.59 mm (0.0625 in.) between the base 
of the device and the wall of any metal cabinet or cutout 
box in which the device is mounted. 

(2) Doors. There shall be an airspace of at least 25.4 mm 
(1.00 in.) between any live metal part, including live metal 
parts of enclosed fuses, and the door. 

Exception: Where the door is lined with an approved in- 
sulating material or is of a thickness of metal not less than 
2.36 mm (0.093 in.) uncoated, the airspace shall not be less 
than 12.7 mm (0.500 in.). 
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Table 312.6(B) Minimum Wire-Bending Space at Termináis 



2. For removable and lay-in 
of millimeters (inches): 


Irstraight line from the end of the lug or wire connector in a direction perpendicular to the 
e termináis intended for only one wire, bending space shall be permitted to be reduced by the following number 


c 38.1 mm (1 Vi in.) 
d 50.8 mm (2 in.) 
e 76.2 mm (3 in.) 

3. This column shall be permitted to determine the required wire-bending space for compact stranded aluminum conductors in 
kcmil and manufactured using AA-8000 series electrical grade aluminum alloy conductor material in accordance with 310.14. 


(3) Live Parts. There shall be an airspace of at least 
12.7 mm (0.500 in.) between the walls, back, gutter parti- 
tion, if of metal, or door of any cabinet or cutout box and 
the nearest exposed current-carrying part of devices 
mounted within the cabinet where the voltage does not 
exceed 250. This spacing shall be increased to at least 
25.4 mm (1.00 in.) for voltages of 251 to 1000, nominal. 
[ROP 9-27] 


Exception: Where the conditions in 312.11(A)(2), Excep- 
tion, are met, the airspace for nominal voltages from 251 to 
600 shall be permitted to be not less than 12.7 mm 
(0.500 in.). 

(B) Switch Clearance. Cabinets and cutout boxes shall be 
deep enough to allow the closing of the doors when 30- 
ampere branch-circuit panelboard switches are in any posi- 
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tion, when combination cutout switches are in any position, 
or when other single-throw switches are opened as far as 
their construction permits. 

(C) Wiring Space. Cabinets and cutout boxes that contain 
devices or apparatus connected within the cabinet or box to 
more than eight conductors, including those of branch cir- 
cuits, meter loops, feeder circuits, power circuits, and simi¬ 
lar circuits, but not including the supply Circuit or a con- 
tinuation thereof, shall have back-wiring spaces or one or 
more side-wiring spaces, side gutters, or wiring compart- 
ments. 

(D) Wiring Space — Enclosure. Side-wiring spaces, side 
gutters, or side-wiring compartments of cabinets and cutout 
boxes shall be made tight enclosures by means of covers, 
barriers, or partitions extending from the bases of the de¬ 
vices contained in the cabinet, to the door, frame, or sides 
of the cabinet. 

Exception: Side-wiring spaces, side gutters, and side- 
wiring compartments of cabinets shall not be required to be 
made tight enclosures where those side spaces contain only < 
conductors that enter the cabinet directly opposite to the 
devices where they termínate. 

Partially enclosed back-wiring spaces shall be prS 
with covers to complete the enclosure. Wiring space» 
are required by 312.11(C) and are exposed v 
open shall be provided with covers t< 
sure. Where space is provided for fee ductor^ 

and for splices as required in 312.8, ¡I 
not be required. [ROP 9-2] 


AR r 

Outlet, Device, P 
Conduit Bodies; 



tion Boxes; 
Handhole 


I. Scope and General 

314.1 Scope. This article covers the installation and use of 
all boxes and conduit bodies used as outlet, device, junc- 
tion, or pulí boxes, depending on their use, and handhole 
enclosures. Cast, sheet metal, nonmetallic, and other boxes 
such as FS, FD, and larger boxes are not classified as con¬ 
duit bodies. This article also ineludes installation require- 
ments for fittings used to join raceways and to connect 
raceways and cables to boxes and conduit bodies. 

314.2 Round Boxes. Round boxes shall not be used where 
conduits or connectors requiring the use of locknuts or 
bushings are to be connected to the side of the box. 


314.3 Nonmetallic Boxes. Nonmetallic boxes shall be per- 
mi tted only with open wiring on insulators, concealed 
knob-and-tube wiring, cabled wiring methods with entirely 
nonmetallic sheaths, flexible cords, and nonmetallic race¬ 
ways. 

Exception No. 1: Where infernal bonding means are pro¬ 
vided between all entries, nonmetallic boxes shall be per¬ 
mitted to be used with metal raceways or metal-armored 
cables. 

Exception No. 2: Where integral bonding means with a 
provisión for attaching an equipment bonding jumper in- 
side the box are provided between all threaded entries in 
nonmetallic boxes Usted for the purpose, nonmetallic boxes 
shall be permitted to be used with metal raceways or metal- 
armored cabU 

314.4 IVlJ^LBoxes. Metal boxes shall be grounded and 
bond^jm acc®dance with Parts I, IV, V, VI, VII, and X of 

►le 250 as apfc^able, except as permitted in 250.112(1). 

Klation 

.15 Damp or Wet Locations. In damp or wet loca- 
Éboxes, conduit bodies, and fittings shall be placed or 
^►so as to prevent moisture from entering or accu- 
tting within the box, conduit body, or fitting. Drainage 
openings shall be permitted to be installed in the field in 
accordance with the manufacturéis instructions. Boxes, 
conduit bodies, outlet box hoods, and fittings installed in 
wet locations shall be listed for use in wet locations. [ROP 
9-35, ROP 9-33] 

Informational Note No. 1: For boxes in floors, see 
314.27 (B). 


314.16 Number of Conductors in Outlet, Device, and 
Junction Boxes, and Conduit Bodies. Boxes and conduit 
bodies shall be of an approved size to provide free space 
for all enclosed conductors. In no case shall the volume of 
the box, as calculated in 314.16(A), be less than the fifi 
calculation as calculated in 314.16(B). The minimum vol¬ 
ume for conduit bodies shall be as calculated in 314.16(C). 
[ROP 9-2] 

The provisions of this section shall not apply to termi¬ 
nal housings supplied with motors or generators. 

Informational Note: For volume requirements of motor or 
generator terminal housings, see 430.12. 

Boxes and conduit bodies enclosing conductors 4 AWG 
or larger shall also comply with the provisions of 314.28. 

(A) Box Volume Calculations. The volume of a wiring 
enclosure (box) shall be the total volume of the assembled 
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sections and, where used, the space provided by plaster 
rings, domed covers, extensión rings, and so forth, that are 
marked with their volume or are made from boxes the di- 
mensions of which are listed in Table 314.16(A). 

(1) Standard Boxes. The volumes of standard boxes that 
are not marked with their volume shall be as given in Table 
314.16(A). 

(2) Other Boxes. Boxes 1650 cm 3 (100 in. 3 ) or less, other 
than those described in Table 314.16(A), and nonmetallic 


canopy volume shall be compared with the volume required 
for the luminaire supply fixture wires in accordance with 
Table 314.16(B) in order to determine whether additional 
volume in the box is required to accommodate the lumi¬ 
naire supply fixture wires. [ROP 9-37a] 

(B) Box Fill Caleulations. The volumes in paragraphs 
314.16(B)(1) through (B)(5), as applicable, shall be added 
together. No allowance shall be required for small fittings 
such as locknuts and bushings. 


boxes shall be durably and legibly marked by the manufac- 
turer with their volume. Boxes described in Table 
314.16(A) that have a volume larger than is designated in 
the table shall be permitted to have their volume marked as 
required by this section. 

(3) Luminaire Canopies. Where a luminaire or similar 
canopy is marked with its volume in accordance with 
410.20, the marked volume shall not be counted as part of 
the volume of the box to which it is mounted. The marked 


(1) Conductor Fill. Each conductor that originates outside 
the box and terminates or is spliced within the box shall be 
counted once, and each conductor that passes through the 
box without splice or termination shall be counted once. 
Each loop or coil ofaabroken conductor not less than twice 
the minimum lena^ffequired for free conductors in 300.14 
shall be countM^^ce. The conductor fill shall be calcu- 
lated using «ble 314.16(B). A conductor, no part of which 
leaves thábox, shall t^kbe counted. 



i. 44.5 depth FS — múltiple cover/gang (l 3 /4) 

i. 60.3 depth FD — múltiple cover/gang (2 3 /s) 


*Where no volume allowances are required by 314.16(B)(2) through (B)(5). 
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Exception: An equipment grounding conductor or conduc- 
tors or not over four fixture wires smaller than 14 AWG, or 
both, shall be permitted to be omitted from the calculations 
where they enter a box from a domed luminaire or similar 
canopy and termínate within that box. 

(2) Clamp Fill. Where one or more internal cable clamps, 
whether factory or field supplied, are present in the box, a 
single volume allowance in accordance with Table 
314.16(B) shall be made based on the largest conductor 
present in the box. No allowance shall be required for a 
cable connector with its clamping mechanism outside the 
box. 

A clamp assembly that incorporates a cable termination 
for the cable conductors shall be listed and marked for use 
with specific nonmetallic boxes. Conductors that originate 
within the clamp assembly shall be included in conductor 
fill calculations covered in 314.16(B)(1) as though they 
entered from outside the box. The clamp assembly shall not 
require a fill allowance but the volume of the portion of the 
assembly that remains within the box after installation shall 
be excluded from the box volume as marked 
314.16(A)(2). [ROP 9-37] 

(3) Support Fittings Fill. Where one or more luminaire 
studs or hickeys are present in the box, a single i 
allowance in accordance with Table 314.16(B) shc^be^ 
made for each type of fitting based on the la rgest condwor^ 
present in the box. 

(4) Device or Equipment Fill. For e 

taining one or more devices or equipl 
allowance in accordance with Tabl 
made for each yoke or strap 
connected to a device(sl^frhquipm£ 
yoke or strap. A device ^Ktilization 
a single 50 mm (2 in.) deK box 
314.16(A) shall have double' 
for each gang required for moui 

Table 314.16(B) Volume Allowance Required per Conductor 



Size of Conductor 
(AWG) 

Free Space Within Box for Each 
Conductor 

cm' 

in. 3 

18 

24.6 

1.50 

16 

28.7 

1.75 

14 

32.8 

2.00 

12 

36.9 

2.25 

10 

41.0 

2.50 

8 

49.2 

3.00 

6 

81.9 

5.00 


(5) Equipment Grounding Conductor Fill. Where one or 
more equipment grounding conductors or equipment bond- 


ing jumpers enter a box, a single volume allowance in ac¬ 
cordance with Table 314.16(B) shall be made based on the 
largest equipment grounding conductor or equipment bond- 
ing jumper present in the box. Where an additional set of 
equipment grounding conductors, as permitted by 
250.146(D), is present in the box, an additional volume 
allowance shall be made based on the largest equipment 
grounding conductor in the additional set. 

(C) Conduit Bodies. 

(1) General. Conduit bodies enclosing 6 AWG conductors 
or smaller, other than short-radius conduit bodies as de- 
scribed in 314.16(C)(3), shall have a cross-sectional area 
not less than twice the cross-sectional area of the largest 
conduit or tubing to which they can be attached. The máxi¬ 
mum numbaAf conductors permitted shall be the máxi¬ 
mum nura^p permitted by Table 1 of Chapter 9 for the 
condui»ÉBHÍ fflft¿n g to which it is attached. 

Taps, or Devices. Only those conduit 
and legibly marked by the manufac- 
ime shall be permitted to contain 
or devices. The máximum number of conduc¬ 
ían be calculated in accordance with 314.16(B). Con- 
5 shall be supported in a rigid and secure manner. 
Radius Conduit Bodies. Conduit bodies such as 
elbows and service-entrance elbows that endose 
conductors 6 AWG or smaller, and are only intended to 
enable the installation of the raceway and the contained 
conductors, shall not contain splices, taps, or devices and 
shall be of an approved size to provide free space for all 
conductors enclosed in the conduit body. [ROP 9-2] 

314.17 Conductors Entering Boxes, Conduit Bodies, or 
Fittings. Conductors entering boxes, conduit bodies, or fit¬ 
tings shall be protected from abrasión and shall comply 
with 314.17(A) through (D). 

(A) Openings to Be Closed. Openings through which con¬ 
ductors enter shall be closed in an approved manner. [ROP 
9-2] 

(B) Metal Boxes and Conduit Bodies. Where metal boxes 
or conduit bodies are installed with messenger-supported 
wiring, open wiring on insulators, or concealed knob-and- 
tube wiring, conductors shall enter through insulating bush- 
ings or, in dry locations, through flexible tubing extending 
from the last insulating support to not less than 6 mm (1/4 
in.) inside the box and beyond any cable clamps. Except as 
provided in 300.15(C), the wiring shall be firmly secured to 
the box or conduit body. Where raceway or cable is in¬ 
stalled with metal boxes or conduit bodies, the raceway or 
cable shall be secured to such boxes and conduit bodies. 

(C) Nonmetallic Boxes and Conduit Bodies. Nonmetallic 
boxes and conduit bodies shall be suitable for the lowest 
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temperature-rated conductor entering the box. Where non- 
metallic boxes and conduit bodies are used with messenger- 
supported wiring, open wiring on insulators, or concealed 
knob-and-tube wiring, the conductors shall enter the box 
through individual holes. Where flexible tubing is used to 
endose the conductors, the tubing shall extend from the last 
insulating support to not less than 6 mm (Va in.) inside the 
box and beyond any cable clamp. Where nonmetallic- 
sheathed cable or multiconductor Type UF cable is used, 
the sheath shall extend not less than 6 mm (Va in.) inside 
the box and beyond any cable clamp. In all instances, all 
permitted wiring methods shall be secured to the boxes. 

Exception: Where nonmetallic-sheathed cable or multi¬ 
conductor Type UF cable is used with single gang boxes 
not larger than a nominal size 57 mm x 100 mm (2V4 in. 
x 4 in.) mounted in walls or ceilings, and where the cable 
isfastened within 200 mm (8 in.) of the box measured along 
the sheath and where the sheath extends through a cable 
knockout not less than 6 mm ('A in.), securing the cable to 
the box shall not be required. Múltiple cable entries shall 
be permitted in a single cable knockout opening. 

(D) Conductors 4 AWG or Larger. Installation shall com- 
ply with 300.4(G). 


Informational Note: See 110.12(A) for requirements 
closing unused cable and raceway knockout openings. 


314.19 Boxes Enclosing Flush Devices. B 

cióse flush devices shall be of such desigrn 
will be completely enclosed on back and su 
tial support for the devices will 
supporting the box shall not be 
device contained therein. 


314.20 In Wall or Ceiling. In or ceiMgs with a 
surface of concrete, tile, gypsum, plas^^u^ner noncom- 
bustible material, boxes employing a fll^type cover or 
faceplate shall be installed so that the front edge of the box, 
plaster ring, extensión ring, or listed extender will not be 
set back of the finished surface more than 6 mm (Va in.). 

In walls and ceilings constructed of wood or other com¬ 
bustible surface material, boxes, plaster rings, extensión 
rings, or listed extenders shall be flush with the finished 
surface or project therefrom. 


ring over the box. Equipment grounding shall be in accor- 
dance with Part VI of Article 250. 

Exception: A surface extensión shall be permitted to be 
made from the cover of a box where the cover is designed 
so it is unlikely to fall off or be removed if its securing 
means becomes loose. The wiring method shall be flexible 
for an approved length that permits removal of the cover 
and provides access to the box interior, and arranged so 
that any grounding continuity is independent ofthe connec- 
tion between the box and cover. [ROP 9-2] 

314.23 Supports. Enclosures within the scope of this ar¬ 
ticle shall be supported in accordance with one or more of 
the provisions in 314.23(A) through (H). 

enclosure mounted on a build- 
rigidly and securely fastened in 
provide rigid and secure sup- 
cordance with other provisions 
ided. 

( ural Mounting. An enclosure supported from a 

s Jember or from grade shall be rigidly supported 

e 4ly or by using a metal, polymeric, or wood 

bH 

1 Screws. Nails and screws, where used as a 
ening means, shall be attached by using brackets on the 
s of the enclosure, or they shall pass through the 
kprior within 6 mm (Va in.) of the back or ends of the 
mclosure. Screws shall not be permitted to pass through the 
~ box unless exposed threads in the box are protected using 
approved means to avoid abrasión of conductor insulation. 

(2) Braces. Metal braces shall be protected against corro¬ 
sión and formed from metal that is not less than 0.51 mm 
(0.020 in.) thick uncoated. Wood braces shall have a cross 
section not less than nominal 25 mm x 50 mm (1 in. 
x 2 in.). Wood braces in wet locations shall be treated for 
the conditions. Polymeric braces shall be identified as being 
suitable for the use. 

(C) Mounting in Finished Surfaces. An enclosure 
mounted in a finished surface shall be rigidly secured 
thereto by clamps, anchors, or fittings identified for the 
application. 



314.21 Repairing Noncombustible Surfaces. Noncom- 
bustible surfaces that are broken or incomplete around 
boxes employing a flush-type cover or faceplate shall be 
repaired so there will be no gaps or open spaces greater 
than 3 mm (Vs in.) at the edge of the box. 

314.22 Surface Extensions. Surface extensions shall be 
made by mounting and mechanically securing an extensión 


(D) Suspended Ceilings. An enclosure mounted to struc- 
tural or supporting elements of a suspended ceiling shall be 
not more than 1650 cm 3 (100 in. 3 ) in size and shall be 
securely fastened in place in accordance with either (D)(l) 
or (D)(2). 

(1) Framing Members. An enclosure shall be fastened to 
the framing members by mechanical means such as bolts, 
screws, or rivets, or by the use of clips or other securing 


70-190 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 314 — OUTLET, DEVICE, PULL, AND JUNCTION BOXES, CONDUIT BODIESdTTTINGS, AND HANDHOLES 314.23 


means identified for use with the type of ceiling framing 
member(s) and enclosure(s) employed. The framing mem- 
bers shall be supported in an approved manner and securely 
fastened to each other and to the building structure. [ROP 
9-2] 

(2) Support Wires. The installation shall comply with the 
provisions of 300.11(A). The enclosure shall be secured 
using identified methods to ceiling support wire(s), includ- 
ing any additional support wire(s) installed for ceiling sup¬ 
port. Support wire(s) used for enclosure support shall be 
fastened at each end so as to be taut within the ceiling 
cavity. [ROP 9-45] 

(E) Raceway-Supported Enclosure, Without Devices, 
Luminaires, or Lampholders. An enclosure that does not 
contain a device(s) other than splicing devices or support a 
luminaire(s), lampholder, or other equipment and is sup¬ 
ported by entering raceways shall not exceed 1650 cm 3 
(100 in. 3 ) in size. It shall have threaded entries or have 
identified hubs. It shall be supported by two or more con- 
duits threaded wrenchtight into the enclosure or hubs. Each i 
conduit shall be secured within 900 mm (3 ft) of the enclo¬ 
sure, or within 450 mm (18 in.) of the enclosure if all 
conduit entries are on the same side. [ROP 9-47] 

Exception: The following wiring methods shall be ptl 
ted to support a conduit body of any s\ 
duit body constructed with only one co, rovid\ 

the trade size of the conduit body is¿ han tn\ 

largest trade size of the conduit or n 


(1) Intermedíate metal 

(2) Rigid metal conduit 

(3) Rigid polyvinyl chlorü 

(4) Reinforced thermosetti 

(5) Electrical metallic 



| PVC 

Type RTRC 


Exception No. 2: An unbroken length(s) of rigid or inter¬ 
medíate metal conduit shall be permitted to support a box 
used for luminaire or lampholder support, or to support a 
wiring enclosure that is an integral part of a luminaire and 
used in lieu of a box in accordance with 300.15(B), where 
all of the following conditions are met: 

(a) The conduit is securely fastened at a point so that 
the length of conduit beyond the last point of conduit sup¬ 
port does not exceed 900 mm (3 ft). 

(b) The unbroken conduit length before the last point 
of conduit support is 300 mm (12 in.) or greater, and that 
portion of the conduit is securely fastened at some point not 
less than 300 mm (12 in.) from its last point of support. 

(c) Where accessible to unqualified persons, the lumi¬ 
naire or lamplmlder, measured to its lowest point, is at least 
2.5 m (8 f^mbove grade or standing area and at least 
900 mm (3 ft) measured horizontally to the 2.5 m (8 ft) 
elevafj^t fr^^windows, doors, porches, fire escapes, or 

r locatio^^L 

r(d) A lumina^^upported by a single conduit does not 
JexceedjiDO mm (12m.) in any direction from the point of 
yentry. 

W) The weight supported by any single conduit does 
veed 9 kg (20 Ib). 

the luminaire or lampholder end, the conduit(s) 
ided wrenchtight into the box, conduit body, or inte- 
graTwiring enclosure, or into identified hubs. Where a box 
r conduit body is used for support, the luminaire shall be 
secured directly to the box or conduit body, or through a 
threaded conduit nipple not over 75 mm (3 in.) long. [ROP 
9-53] 

(G) Enclosures in Concrete or Masonry. An enclosure 
supported by embedment shall be identified as suitably pro- 
tected from corrosión and securely embedded in concrete or 
masonry. 

(H) Pendant Boxes. An enclosure supported by a pendant 
shall comply with 314.23(H)(1) or (H)(2). 


(F) Raceway-Supported Enclosures, with Devices, Lu¬ 
minaires, or Lampholders. An enclosure that contains a 
device(s), other than splicing devices, or supports a lumi- 
naire(s), lampholder, or other equipment and is supported 
by entering raceways shall not exceed 1650 cm 3 (100 in. 3 ) 
in size. It shall have threaded entries or identified hubs. It 
shall be supported by two or more conduits threaded 
wrenchtight into the enclosure or hubs. Each conduit shall 
be secured within 450 mm (18 in.) of the enclosure. [ROP 
9-49] 

Exception No. 1: Rigid metal or intermedíate metal con¬ 
duit shall be permitted to support a conduit body of any 
size, including a conduit body constructed with only one 
conduit entry, provided the trade size ofthe conduit body is 
not larger than the largest trade size of the conduit. 


(1) Flexible Cord. A box shall be supported from a mul- 
ticonductor cord or cable in an approved manner that pro- 
tects the conductors against strain, such as a strain-relief 
connector threaded into a box with a hub. 

(2) Conduit. A box supporting lampholders or luminaires, 
or wiring enclosures within luminaires used in lieu of boxes 
in accordance with 300.15(B), shall be supported by rigid 
or intermediate metal conduit stems. For stems longer than 
450 mm (18 in.), the stems shall be connected to the wiring 
system with flexible fittings suitable for the location. At the 
luminaire end, the conduit(s) shall be threaded wrenchtight 
into the box or wiring enclosure, or into identified hubs. 
[ROP 9-54] 

Where supported by only a single conduit, the threaded 
joints shall be prevented from loosening by the use of set- 
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screws or other effective means, or the luminaire, at any 
point, shall be at least 2.5 m (8 ft) above grade or standing 
area and at least 900 mm (3 ft) measured horizontally to the 
2.5 m (8 ft) elevation from Windows, doors, porches, fire 
escapes, or similar locations. A luminaire supported by a 
single conduit shall not exceed 300 mm (12 in.) in any 
horizontal direction from the point of conduit entry. 


(5) Conductors 14 AWG and Smaller. Boxes that endose 
devices or utilization equipment supplied by 14 AWG or 
smaller conductors shall have a depth that is not less than 
23.8 mm ( 15 /i6 in.). 

Exception to (1) through (5): Devices or utilization 
equipment that is Usted to be installed with specified boxes 
shall be permitted. 


314.24 Depth of Boxes. Outlet and device boxes shall 
have an approved depth to allow equipment installed within 
them to be mounted properly and without likelihood of 
damage to conductors within the box. [ROP 9-2] 

(A) Outlet Boxes Without Enclosed Devices or Utiliza¬ 
tion Equipment. Outlet boxes that do not endose devices 
or utilization equipment shall have a minimum intemal 
depth of 12.7 mm (Vi in.). 

(B) Outlet and Device Boxes with Enclosed Devices or 
Utilization Equipment. Outlet and device boxes that en¬ 
dose devices or utilization equipment shall have a mini¬ 
mum intemal depth that accommodates the rearward pro- 
jection of the equipment and the size of the conductors that 
supply the equipment. The intemal depth shall inelude, 
where used, that of any extensión boxes, plaster rings, or^ 
raised covers. The internal depth shall comply with all ap-1 
plicable provisions of (B)(l) through (B)(5). 

(1) Large Equipment. Boxes that endose devjg 
lization equipment that projeets more than 48^m (13 
rearward from the mounting plañe of the h^Tshall h 
depth that is not less than the depth of the eqkw^ 

6 mm (14 in.). 

(2) Conductors Larger Tha 

devices or utilization equipi 
larger than 4 AWG shall bt 
function. 

Exception to (2): Devices or utilization eqjqiment supplied 
by conductors larger than 4 AWG shall be permitted to be 
mounted on or in junction and pulí boxes larger than 
1650 cm 3 (100 in. 3 ) if the spacing at the termináis meets 
the requirements of 312.6. 

(3) Conductors 8, 6, or 4 AWG. Boxes that endose de¬ 
vices or utilization equipment supplied by 8, 6, or 4 AWG 
conductors shall have an intemal depth that is not less than 
52.4 mm (2Vie in.). 

(4) Conductors 12 or 10 AWG. Boxes that endose de¬ 
vices or utilization equipment supplied by 12 or 10 AWG 
conductors shall have an intemal depth that is not less than 
30.2 mm (l 3 /i6 in.). Where the equipment projeets rearward 
from the mounting plañe of the box by more than 25 mm 
(1 in.), the box shall have a depth not less than that of the 
equipment plus 6 mm (14 in.). 



314.25 Covers and Canopies. In completed installations, 
each box shall have a cover, faceplate, lampholder, or lu¬ 
minaire canopy, except where the installation complies with 
410.24(B). Screws used for the purpose of attaching covers, 
or other equipment to the box, shall be either machine 
screws matching the thread gage or size that is integral to 
the box or in accordance with the manufacturer’s instruc- 
tions. [ROP 9-55^^ 

(A) Nonmetallic or Metal Covers and Plates. Nonmetal- 
lic or memncovers^fcLplates shall be permitted. Where 
metal or platesll^^sed, they shall comply with the 

ig reqmrements o^pK). 110. 

Note: For additional grounding require- 
410.42 for metal luminaire canopies, and 404.12 
and 4fHffotB) for metal faceplates. 

combustible Wall or Ceiling Finish. Where 
lanopy or pan is used, any combustible wall or 
aling finish exposed between the edge of the canopy or 
pi and the outlet box shall be covered with noncombus- 
le material if required by 410.23. [ROP 9-55a] 

(C) Flexible Cord Pendants. Covers of outlet boxes and 
conduit bodies having holes through which flexible cord 
pendants pass shall be provided with identified bushings or 
shall have smooth, well-rounded surfaces on which the 
cords may bear. So-called hard rubber or composition bush¬ 
ings shall not be used. [ROP 9-56] 

314.27 Outlet Boxes. 

(A) Boxes at Luminaire or Lampholder Outlets. Outlet 
boxes or fittings designed for the support of luminaires and 
lampholders, and installed as required by 314.23, shall be 
permitted to support a luminaire or lampholder. 

(1) Vertical Surface Outlets. Boxes used at luminaire or 
lampholder outlets in or on a vertical surface shall be iden¬ 
tified and marked on the interior of the box to indicate the 
máximum weight of the luminaire that is permitted to be 
supported by the box if other than 23 kg (50 Ib). [ROP 
9-58] 

Exception: A vertically mounted luminaire or lampholder 
weighing not more than 3 kg (6 Ib) shall be permitted to be 
supported on other boxes or plaster rings that are secured 
to other boxes, provided the luminaire or its supporting 
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yoke, or the lampholder, is secured to the box with no fewer 
than two No. 6 or larger screws. [ROP 9-58] 

(2) Ceiling Outlets. At every outlet used exclusively for 
lighting, the box shall be designed or installed so that a 
luminaire or lampholder may be attached. Boxes shall be 
required to support a luminaire weighing a mínimum of 23 
kg (50 Ib). A luminaire that weighs more than 23 kg (50 Ib) 
shall be supported independently of the outlet box, unless 
the outlet box is Usted and marked on the interior of the box 
to indicate the máximum weight the box shall be permitted 
to support. [ROP 9-62] 

(B) Floor Boxes. Boxes listed specifically for this applica- 
tion shall be used for receptacles located in the floor. 
Exception: Where the authority having jurisdiction judges 
them free from likely exposure to physical damage, mois- 
ture, and dirt, boxes located in elevated floors of show 
Windows and similar locations shall be permitted to be 
other than those listed for floor applications. Receptacles 
and covers shall be listed as an assembly for this type of 
location. 

(C) Boxes at Ceiling-Suspended (Paddle) Fan Outlets. 

Outlet boxes or outlet box systems used as the solé si 
of a ceiUng-suspended (paddle) fan shall be Usted, 
marked by their manufacturer as suitable for this pui 
and shaU not support ceiUng-suspended (paddle) fan 
weigh more than 32 kg (70 Ib). For 
box systems designed to suppc S] 

(paddle) fans that weigh more than< 
quired marking shall inelude the m 
supported. 

Where spare, separa 
tors are provided to a, 
location acceptable for al 
single-family, two-family, 
outlet box or outlet box 
support of a ceiUng-suspended 




conduc- 
ix, in a 
(paddle) fan in 
dwellings, the 
Usted for solé 
i. [ROP 9-63] 


(D) Utilization Equipment. Boxes used for the support of 
utilization equipment other than ceiUng-suspended (paddle) 
fans shall meet the requirements of 314.27(A) for the sup¬ 
port of a luminaire that is the same size and weight. 

Exception: Utilization equipment weighing not more than 
3 kg (6 Ib) shall be permitted to be supported on other 
boxes or plaster rings that are secured to other boxes, pro¬ 
vided the equipment or its supporting yoke is secured to the 
box with no fewer than two No. 6 or larger screws. 

314.28 Pulí and Junction Boxes and Conduit Bodies. 

Boxes and conduit bodies used as pulí or junction boxes 
shaU comply with 314.28(A) through (E). 

Exception: Terminal housings supplied with motors shall 
comply with the provisions of 430.12. 


(A) Minimum Size. For raceways containing conductors 
of 4 AWG or larger that are required to be insulated, and for 
cables containing conductors of 4 AWG or larger, the mini¬ 
mum dimensions of pulí or junction boxes installed in a 
raceway or cable run shall comply with (A)(l) through 
(A)(3). Where an enclosure dimensión is to be calculated 
based on the diameter of entering raceways, the diameter 
shall be the metric designator (trade size) expressed in the 
units of measurement employed. 

(1) Straight Pulís. In straight pulís, the length of the box 
or conduit body shall not be less than eight times the metric 
designator (trade size) of the largest raceway. 

(2) Angle or U Pulís, or Splices. Where splices or where 

angle or U pulís are made, the distance between each race¬ 
way entry the box or conduit body and the opposite 

wall of ti^Kox or conduit body shaU not be less than six 
timcsjwe met^c designator (trade size) of the largest race- 

^istance shall be increased for additional 
í of the sum of the diameters of all 
^pway entrie^m the same row on the same wall of 
r Each row shall be calculated individually, and the 
row that provides the máximum distance shall be 

•pf&ipi: Where a raceway or cable entry is in the wall 
^tox or conduit body opposite a removable cover, the 
distance from that wall to the cover shall be permitted to 
comply with the distance required for one wire per terminal 
in Table 312.6(A). 

The distance between raceway entries enclosing the 
same conductor shall not he less than six times the metric 
designator (trade size) of the larger raceway. 

When transposing cable size into raceway size in 
314.28(A)(1) and (A)(2), the minimum metric designator 
(trade size) raceway required for the number and size of 
conductors in the cable shall be used. 

(3) Smaller Dimensions. Boxes or conduit bodies of di¬ 
mensions less than those required in 314.28(A)(1) and 
(A)(2) shall be permitted for installations of combinations 
of conductors that are less than the máximum conduit or 
tubing fill (of conduits or tubing being used) permitted by 
Table 1 of Chapter 9, provided the box or conduit body has 
been Usted for, and is permanently marked with, the máxi¬ 
mum number and máximum size of conductors permitted. 

The conductor fill for Usted conduit bodies of dimen¬ 
sions less than those required in 314.28(A)(2) and having a 
radius of the curve to the centerline not less than as indi- 
cated in Table 2, Chapter 9 for one shot and fuU shoe 
benders shall be limited only by Table 1 of Chapter 9 as 
applied to the entering raceways. These conduit bodies 
shall be marked to show they have been specifically evalu- 
ated in accordance with this provisión. [ROP 9-67] 
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(B) Conductors in Pulí or Junction Boxes. In pulí boxes 
or junction boxes having any dimensión over 1.8 m (6 ft), 
all conductors shall be cabled or racked up in an approved 
manner. 

(C) Covers. All pulí boxes, junction boxes, and conduit 
bodies shall be provided with covers compatible with the 
box or conduit body construction and suitable for the con- 
ditions of use. Where used, metal covers shall comply with 
the grounding requirements of 250.110. 

(D) Permanent Barriers. Where permanent barriers are 
installed in a box, each section shall be considered as a 
sepárate box. 

(E) Power Distribution Blocks. Power distribution blocks 
shall be permitted in pulí and junction boxes over 1650 cm 3 
(100 in. 3 ) for connections of conductors where installed in 
boxes and where the installation complies with (1) through 
(5). 

Exception: Equipment grounding terminal bars shall be 
permitted in smaller enclosures. 

(1) Installation. Power distribution blocks installed in 
boxes shall be listed. 

(2) Size. In addition to the overall size requirement in the 1 
first sentence of 314.28(A)(2), the power distributi on bl ock 
shall be installed in a box with dimensions not sn$ 
specified in the installation instructions of the^ 
bution block. 

(3) Wire Bending Space. Wire ben ding s pa^j 
mináis of power distribution blo¡ 

312.6. 

(4) Live Parts. Power distribuS^kblocks shaHnot have 
uninsulated live parts exposed witnl^jpox, wimrher or not 
the box cover is installed. 

(5) Through Conductors. Where the pulí or junction 
boxes are used for conductors that do not terminate on the 
power distribution block(s), the through conductors shall be 
arranged so the power distribution block termináis are un- 
obstructed following installation. 

314.29 Boxes, Conduit Bodies, and Handhole Enclo¬ 
sures to Be Accessible. Boxes, conduit bodies, and hand¬ 
hole enclosures shall be installed so that the wiring con- 
tained in them can be rendered accessible without removing 
any part of the building or structure, or, in underground 
circuits, without excavating sidewalks, paving, earth, or 
other substance that is to be used to establish the finished 
grade. [ROP 9-1] 

Exception: Listed boxes and handhole enclosures shall be 
permitted where covered by gravel, light aggregate, or non- 


cohesive granulated soil iftheir location is effectively iden- 
tified and accessible for excavation. 

314.30 Handhole Enclosures. Handhole enclosures shall 
be designed and installed to withstand all loads likely to be 
imposed on them. They shall be identified for use in under¬ 
ground systems. 

Informational Note: See ANSI/SCTE 77-2002, Specifica- 
tion for Underground Enclosure Integrity, for additional 
information on delibérate and nondeliberate traffic loading 
that can be expected to bear on underground enclosures. 

(A) Size. Handhole enclosures shall be sized in accordance 
with 314.28(A) for conductors operating at 1000 volts or 
helow, and in accordance with 314.71 for conductors oper¬ 
ating at over 1000 vMís. For handhole enclosures without 
bottoms where tiMprovisions of 314.28(A)(2), Exception, 
or 314.71(B)^ífcception No. 1, apply, the measurement 
to the removfníe c^kcshall be taken from the end of the 
conduitaAable assem§jk|ROP 9-68] 

(B) Wiring Eotries. Unde^round raceways and cable as- 

semfcjgs a handhole enclosure shall extend into 

the ernffe, but they shall not be required to be mechani- 

^cally cometed to the enclosure. 

ÍViring. All enclosed conductors and any 
pPes oT^iFminations, if present, shall be listed as suitable 
Pr wet locations. 

) Covers. Handhole enclosure covers shall have an iden- 
ifying mark or logo that prominently identifies the function 
of the enclosure, such as “electric.” Handhole enclosure 
covers shall require the use of tools to open, or they shall 
weigh over 45 kg (100 Ib). Metal covers and other exposed 
conductive surfaces shall be bonded in accordance with 
250.92 if the conductors in the handhole are Service con¬ 
ductors, or in accordance with 250.96(A) if the conductors 
in the handhole are feeder or branch-circuit conductors. 


III. Construction Specifications 

314.40 Metal Boxes, Conduit Bodies, and Fittings. 

(A) Corrosión Resistant. Metal boxes, conduit bodies, 
and fittings shall be corrosión resistant or shall be well- 
galvanized, enameled, or otherwise properly coated inside 
and out to prevent corrosión. 

Informational Note: See 300.6 for limitation in the use of 
boxes and fittings protected from corrosión solely by 
enamel. 

(B) Thickness of Metal. Sheet Steel boxes not over 
1650 cm 3 (100 in. 3 ) in size shall be made from Steel not 
less than 1.59 mm (0.0625 in.) thick. The wall of a mal- 
leable iron box or conduit body and a die-cast or 
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permanent-mold cast aluminum, brass, bronze, or zinc box 
or conduit body shall not be less than 2.38 mm (¥32 in.) 
thick. Other cast metal boxes or conduit bodies shall have a 
wall thickness not less than 3.17 mm (Vs in.). 

Exception No. 1: Listed boxes and conduit bodies shown 
to have equivalent strength and characteristics shall be 
permitted to be made of thinner or other metáis. 

Exception No. 2: The walls of listed short radius conduit 
bodies, as covered in 314.16(C)(2), shall be permitted to be 
made of thinner metal. 

(C) Metal Boxes Over 1650 cm 3 (100 in. 3 ). Metal boxes 
over 1650 cm 3 (100 in. 3 ) in size shall be constructed so as 
to be of ampie strength and rigidity. If of sheet Steel, the 
metal thickness shall not be less than 1.35 mm (0.053 in.) 
uncoated. 

(D) Grounding Provisions. A means shall be provided in 
each metal box for the connection of an equipment ground¬ 
ing conductor. The means shall be permitted to be a tapped 
hole or equivalent. 

314.41 Covers. Metal covers shall be of the same material 
as the box or conduit body with which they are uti 
they shall be lined with firmly attached insulating mi 
that is not less than 0.79 mm (V32 in.) thick, or they sha* 
listed for the purpose. Metal covers shall ha the same thicls 
ness as the boxes or conduit body for Hh thejtre useqj 
or they shall he listed for the purpo^Kovers g 
or other approved insulating materials^ 
of such form and thickness asjj 
tion and strength. 

314.42 Bushings. Covei^Hkoutlet boxe®nd conduit bod¬ 
ies having holes through wn^^lexible^Ri pendants may 
pass shall be provided with cjfcm^^Dushings or shall 
have smooth, well-rounded surfaca^m which the cord may 
bear. Where individual conductors pass through a metal 
cover, a sepárate hole equipped with a hushing of suitable 
insulating material shall be provided for each conductor. 
Such sepárate holes shall be connected by a slot as required 
by 300.20. 



IV. Pulí and Junction Boxes, Conduit Bodies, and 
Handhole Enclosures for Use on Systems over 
1000 Volts, Nominal 


314.70 General. 

(A) Pulí and Junction Boxes. Where pulí and junction 
boxes are used on systems over 1000 volts, the installation 
shall comply with the provisions of Part IV and with the 
following general provisions of this article: [ROP 9-70] 

(1) Part I, 314.2; 314.3; and 314.4 

(2) Part II, 314.15; 314.17; 314.20; 314.23(A), (B), or (G); 
314.28(B); and 314.29 

(3) Part III, 3U.40(A) and (C); and 314.41 

(B) Conduit Bodies. Where conduit bodies are used on 
systems over 1000 volts, the installation shall comply with 

tVision^fck Part IV and with the following general 
Rsions of tho^üicle: [ROP 9-71] 

PT) Partí, 314.4 

^2) mni, 314.15; 314.17; 314.23(A), (E), or (G); and 
ñ4.29 

(3l%rt III, 314.40(A); and 314.41 

rndhole Enclosures. Where handhole enclosures are 
usüP5n systems o ver 1000 volts, the installation shall com¬ 
ply with the provisions of Part IV and with the following 
general provisions of this article: [ROP 9-72] 

(1) Partí, 314.3; and 314.4 

(2) Part II, 314.15; 314.17; 314.23(G); 314.28(B); 314.29; 
and 314.30 

314.71 Size of Pulí and Junction Boxes, Conduit Bodies, 
and Handhole Enclosures. Pulí and junction boxes and 
handhole enclosures shall provide approved space and di- 
mensions for the installation of conductors, and they shall 
comply with the specific requirements of this section. Con¬ 
duit bodies shall be permitted if they meet the dimensional 
requirements for boxes. [ROP 9-2] 

Exception: Terminal housings supplied with motors shall 
comply with the provisions of 430.12. 


314.43 Nonmetallic Boxes. Provisions for supports or 
other mounting means for nonmetallic boxes shall be out- 
side of the box, or the box shall be constructed so as to 
prevent contact between the conductors in the box and the 
supporting screws. 

314.44 Marking. All boxes and conduit bodies, covers, 
extensión rings, plaster rings, and the like shall be durably 
and legibly marked with the manufacturer’s ñame or trade- 
mark. 


(A) For Straight Pulís. The length of the box shall not be 
less than 48 times the outside diameter, over sheath, of the 
largest shielded or lead-covered conductor or cable entering 
the box. The length shall not be less than 32 times the 
outside diameter of the largest nonshielded conductor or 
cable. 

(B) For Angle or U Pulís. 

(1) Distance to Opposite Wall. The distance between each 
cable or conductor entry inside the box and the opposite 
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wall of the box shall not be less than 36 times the outside 
diameter, over sheath, of the largest cable or conductor. 
This distance shall be increased for additional entries by the 
amount of the sum of the outside diameters, over sheath, of 
all other cables or conductor entries through the same wall 
of the box. 

Exception No. 1: Where a conductor or cable entry is in 
the wall of a box opposite a removable cover, the distance 
from that wall to the cover shall be permitted to be not less 
than the bending radius for the conductors as provided in 
300.34. 


(F) Suitable for Expected Handling. Boxes and their 
covers shall be capable of withstanding the handling to 
which they are likely to be subjected. 


ARTICLE 320 
Armored Cable: Type AC 


I. General 


Exception No. 2: Where cables are nonshielded and not 
lead covered, the distance of 36 times the outside diameter 
shall be permitted to be reduced to 24 times the outside 
diameter. 

(2) Distance Between Entry and Exit. The distance be- 
tween a cable or conductor entry and its exit from the hox 
shall not be less than 36 times the outside diameter, over 
sheath, of that cable or conductor. 

Exception: Where cables are nonshielded and not lead 
covered, the distance of 36 times the outside diameter shall 
be permitted to be reduced to 24 times the outside diameter. 

(C) Removable Sides. One or more sides of any pulí box 
shall be removable. 

314.72 Construction and Installation Re 



320.1 Scope. This article covers the use, installation, and 
construction specifications for armored cable, Type AC. 

320.2 Definition. 

Armored CajK^ l fabricated assemhly of insu- 

lated con^poKrs i ; interlocked metallic armor. 

See 32Qá 


(A) Corrosión Protection. Boxes shall b^fcde of. 
rial inherently resistant to corrosión or shall^|^nfably" 
protected, both internally and exterrudM^^narmB^, gal- 
vanizing, plating, or other means 

(B) Passing Through Parti^^. Suitable®bushings, 
shields, or fittings having smooth^^nded e^K shall be 
provided where conductors or cablel^^s^^rough parti- 
tions and at other locations where neces!| 




320.10 Uses Permitted. Type AC cable shall be permitted 
illows:^ 

(1) For feedci's and branch circuits in both exposed and 
uonceaTed installations 
!) In cable trays 
In dry locations 

í) Embedded in plaster finish on brick or other masonry, 
except in damp or wet locations 
(5) To be run or fished in the air voids of masonry block or 
tile walls where such walls are not exposed or subject 
to excessive moisture or dampness 

a all- 


CC) Complete Enclosure. Boxes shall provide a complete 
enclosure for the contained conductors or cables. 

(D) Wiring Is Accessible. Boxes and conduit bodies shall 
be installed so that the conductors are accessible without 
removing any fixed part of the building or structure. Work- 
ing space shall be provided in accordance with 110.34. 

(E) Suitable Covers. Boxes shall be closed by suitable 
covers securely fastened in place. Underground box covers 
that weigh over 45 kg (100 Ib) shall be considered meeting 
this requirement. Covers for boxes shall be permanently 
marked “DANGER — HIGH VOLTAGE — KEEP OUT.” 
The marking shall be on the outside of the box cover and 
shall be readily visible. Letters shall be block type and at 
least 13 mm (Vi in.) in height. 


320.12 Uses Not Permitted. Type AC cable shall not be 
used as follows: 

(1) Where subject to physical damage 

(2) In damp or wet locations 

(3) In air voids of masonry block or tile walls where such 
walls are exposed or subject to excessive moisture or 
dampness 

(4) Where exposed to corrosive conditions 

(5) Embedded in plaster finish on brick or other masonry 
in damp or wet locations 

320.15 Exposed Work. Exposed runs of cable, except as 
provided in 300.11 (A), shall closely follow the surface of 
the building finish or of running boards. Exposed runs shall 
also be permitted to be installed on the underside of joists 
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320.104 


where supported at each joist and located so as not to be 
subject to physical damage. 

320.17 Through or Parallel to Framing Members. Type 
AC cable shall be protected in accordance with 300.4(A), 
(C), and (D) where installed through or parallel to framing 
members. 

320.23 In Accessible Attics. Type AC cables in accessible 
attics or roof spaces shall be installed as specified in 
320.23(A) and (B). 


(1) Is fished between access points through concealed 
spaces in finished buildings or structures and support- 
ing is impracticable 

(2) Is not more than 600 mm (2 ft) in length at termináis 
where flexibility is necessary 

(3) Is not more than 1.8 m (6 ft) in length from the last 
point of cable support to the point of connection to a 
luminaire(s) or other electrical equipment and the cable 
and point of connection are within an accessible ceil- 
ing. For the purposes of this section, Type AC cable 
fittings shall be permitted as a means of cable support. 


(A) Cables Run Across the Top of Floor Joists. Where 
run across the top of floor joists, or within 2.1 m (7 ft) of 
the floor or floor joists across the face of rafters or studding, 
the cable shall be protected by guard strips that are at least 
as high as the cable. Where this space is not accessible by 
permanent stairs or ladders, protection shall only be re- 
quired within 1.8 m (6 ft) of the nearest edge of the scuttle 
hole or attic entrance. [ROP 7-21] 

(B) Cable Installed Parallel to Framing Members. 

Where the cable is installed parallel to the sides of rafters, 
studs, or ceiling or floor joists, neither guard strips ñor 
running boards shall be required, and the installatió] 
also comply with 300.4(D). 

320.24 Bending Radius. Bends in Type M¡fJ8¡||| shall 1 
made such that the cable is not damaged. Thc ra|§|is of tí 
curve of the inner edge of any bend^KilI not J¡ 
five times the diameter of the Type AT Ubah lta 

320.30 Securing and Supporti 

(A) General. Type AC^Éble shall be «oported and se- 
cured by Staples, cable ties^kraps, hanjK, or similar fit¬ 
tings, designed and installed s^ts not to damage the cable. 

(B) Securing. Unless otherwise pemiitted, Type AC cable 
shall be secured within 300 mm (12 in.) of every outlet 
box, junction box, cabinet, or fitting and at intervals not 
exceeding 1.4 m (4'/2 ft) where installed on or across fram¬ 
ing members. 


320.40 Boxes and Fittings. At all points where the armor 
of AC cable terminates, a fitting shall be provided to protect 
wires from abrasión, unless the design of the outlet boxes 
or fittings i^^ch as to afford equivalent protection, and, in 
addition^wnsulating bushing or its equivalent protection 
shall l»prokted between the conductors and the armor. 
Thg^connecto^^kclamp by which the Type AC cable is 
rened to boxe^^cabinets shall be of such design that 
Ke insulating bushm^or its equivalent will be visible for 
fon. Where change is made from Type AC cable to 
r ’cable or raceway wiring methods, a box, fitting, or 
uit body shall be installed at junction points as re- 
_oiiir ^ki 300.15. 

) Ampacity. The ampacity shall be determined in 
accordance with 310.15. 

(A) Thermal Insulation. Armored cable installed in ther- 
mal insulation shall have conductors rated at 90°C (194°F). 
The ampacity of cable installed in these applications shall 
not exceed that of a 60°C (140°F) rated conductor. The 
90°C (194°F) rating shall be permitted to be used for am¬ 
pacity adjustment and correction calculations; however, the 
ampacity shall not exceed that of a 60°C (140°F) rated 
conductor. 

(B) Cable Tray. The ampacity of Type AC cable installed 
in cable tray shall be determined in accordance with 
392.80(A). 

III. Construction Specifications 


(C) Supporting. Unless otherwise permitted, Type AC 
cable shall be supported at intervals not exceeding 1.4 m 
(4V4 ft). 

Horizontal runs of Type AC cable installed in wooden 
or metal framing members or similar supporting means 
shall be considered supported where such support does not 
exceed 1.4-m (4Vi-ft) intervals. 

(D) Unsupported Cables. Type AC cable shall be permit¬ 
ted to be unsupported where the cable complies with any of 
the following: 


320.100 Construction. Type AC cable shall have an armor 
of flexible metal tape and shall have an intemal bonding 
strip of copper or aluminum in intímate contad with the 
armor for its entire length. 

320.104 Conductors. Insulated conductors shall be of a 
type listed in Table 310.104(A) or those identified for use in 
this cable. In addition, the conductors shall have an overall 
moisture-resistant and fire-retardant fibrous covering. For 
Type ACT, a moisture-resistant fibrous covering shall be 
required only on the individual conductors. 
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320.108 Equipment Grounding Conductor. Type AC 
cable shall provide an adequate path for fault current as 
required by 250.4(A)(5) or (B)(4) to act as an equipment 
grounding conductor. 


(3) In any hazardous (classified) location, except as spe- 
cifically permitted by other articles in this Code 

(4) Outdoors or in wet or damp locations unless identified 
for the use 


320.120 Marking. The cable shall be marked in accor- 
dance with 310.120, except that Type AC shall have ready 
Identification of the manufacturer by distinctive extemal 
markings on the cable armor throughout its entire length. 


322.30 Securing and Supporting. The fíat cable assem- 
blies shall be supported by means of their special design 
features, within the surface metal raceways. 

The surface metal raceways shall be supported as re¬ 
quired for the specific raceway to be installed. 


ARTICLE 322 

Fiat Cable Assemblies: Type FC 


322.1 Scope. This article covers the use, installation, and 
construction specifications for Hat cable assemblies, Type 
FC. 

322.2 Definition. 

Fiat Cable Assembly, Type FC. An assembly of parallell 
conductors formed integrally with an insulating material t 
web specifically designed for field installation i n surf ace 
metal raceway. 

II. Installation 

322.10 Uses Permitted. Fiat cablea 
mitted only as follows: 

(1) As branch circuits to sup{^Lsui vice^for 

lighting, small appliances, o^Ém ads. The 

rating of the branch circuit sha!¡ l 30 am¬ 

peres. 

(2) Where installed for exposed work. 


322.40 Boxes and Fittings. 

(A) Dead Fnds. Each fíat cable assembly dead end shall 
be terminated in an end-cap device identified for the use. 

The dead-end fitfing for the enclosing surface metal 
raceway shall be jJ^ufied for the use. 

(B) Luminaire Hí ninaire hangers installed with 

the fíat cablMisser be identified for the use. 




(D) Extensions. All extensions from fíat cable assemblies 
be rrü^^by approved wiring methods, within the 
_ installed at either end of the fíat cable as- 

>ly rutn 

¡.56 Splices and Taps. 

) Splices. Splices shall be made in listed junction boxes. 


(B) Taps. Taps shall be made between any phase conduc¬ 
tor and the grounded conductor or any other phase conduc¬ 
tor by means of devices and fittings identified for the use. 
Tap devices shall be rated at not less than 15 amperes, or 
more than 300 volts to ground, and shall be color-coded in 
accordance with the requirements of 322.120(C). 


(3) In locations where they will not be subjected to physi- 
cal damage. Where a fíat cable assembly is installed 
less than 2.5 m (8 ft) above the floor or fixed working 
platform, it shall be protected by a cover identified for 
the use. 

(4) In surface metal raceways identified for the use. The 
channel portion of the surface metal raceway systems 
shall be installed as complete systems before the fíat 
cable assemblies are pulled into the raceways. 

322.12 Uses Not Permitted. Fiat cable assemblies shall 

not be used as follows: 

(1) Where exposed to corrosive conditions, unless suitable 
for the application 

(2) In hoistways or on elevators or escalators 


III. Construction 

322.100 Construction. Fiat cable assemblies shall consist 
of two, three, four, or five conductors. 

322.104 Conductors. Fiat cable assemblies shall have 
conductors of 10 AWG special stranded copper wires. 

322.112 Insulation. The entire fíat cable assembly shall be 
formed to provide a suitable insulation covering all the 
conductors and using one of the materials recognized in 
Table 310.104(A) for general branch-circuit wiring. 

322.120 Marking. 

(A) Temperature Rating. In addition to the provisions of 
310.120, Type FC cable shall have the temperature rating 
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ARTICLE 324 — FLAT CONDUCTOR CABLE: TYPE FCC 


324.10 


durably marked on the surface at intervals not exceeding another metal shield, to a receptacle housing or self- 
600 mm (24 in.). contained device, or to a transition assembly. 


(B) Identification of Grounded Conductor. The 

grounded conductor shall be identified throughout its length 
by means of a distinctive and durable white or gray mark- 


Informational Note: The color gray may have been used in 
the past as an ungrounded conductor. Care should be taken 
when working on existing systems. 

(C) Terminal Block Identification. Terminal blocks iden¬ 
tified for the use shall have distinctive and durable mark- 
ings for color or word coding. The grounded conductor 
section shall have a white marking or other suitable desig- 
nation. The next adj acent section of the terminal block shall 
have a black marking or other suitable designation. The 
next section shall have a red marking or other suitable 
designation. The final or outer section, opposite the 
grounded conductor section of the terminal block, shall 
have a blue marking or other suitable designation. 


ARTICLE 324 

Fiat Conductor Cable: Type FCC 



Top Shield. A grounded metal shield covering under-carpet 
components of the FCC system for the purposes of provid- 
ing protection against physical damage. 

Transition Assembly. An assembly to facilítate connection 
of the FCC system to other wiring systems, incorporating 
(1) a means of electrical interconnection and (2) a suitable 
box or covering for providing electrical safety and protec¬ 
tion against physical damage. 

Type FCC Cable. Three or more fíat copper conductors 
placed edge-to-edge and separated and enclosed within an 
insulating assembly. 

Requirements. Type FCC cable and associ- 
ill be listed. 


íranch Circuits. Use of FCC systems shall be permit- 
for general-purpose and appliance branch circuits 
idividual branch circuits. 


I. General 

324.1 Scope. This article covers 
system for branch circuits in cornor atinl 
and associated accessories 
wiring system is design^^for insta! 
squares. 

324.2 Definitions. 

Bottom Shield. A protective layei^Pft is installed between 
the floor and Type FCC fíat conductor cable to protect the 
cable from physical damage and may or may not be incor- 
porated as an integral part of the cable. 


Branch-Circuit Ratings. 

Yoltage. Voltage between ungrounded conductors shall 
not exceed 300 volts. Voltage between ungrounded conduc¬ 
tors and the grounded conductor shall not exceed 150 volts. 

(2) Current. General-purpose and appliance branch cir¬ 
cuits shall have ratings not exceeding 20 amperes. Indi¬ 
vidual branch circuits shall have ratings not exceeding 30 
amperes. 

(C) Floors. Use of FCC systems shall be permitted on 
hard, sound, smooth, continuous floor surfaces made of 
concrete, ceramic, or composition flooring, wood, and simi¬ 
lar materials. 


Cable Connector. A connector designed to join Type FCC 
cables without using a junction box. 

FCC System. A complete wiring system for branch circuits 
that is designed for installation under carpet squares. The 
FCC system ineludes Type FCC cable and associated 
shielding, connectors, terminators, adapters, boxes, and re- 
ceptacles. 

Insulating End. An insulator designed to electrically insu- 
late the end of a Type FCC cable. 

Metal Shield Connections. Means of connection designed 
to electrically and mechanically connect a metal shield to 


(D) Walls. Use of FCC systems shall be permitted on wall 
surfaces in surface metal raceways. 

(E) Damp Locations. Use of FCC systems in damp loca- 
tions shall be permitted. 

(F) Heated Floors. Materials used for floors heated in ex- 
cess of 30°C (86°F) shall be identified as suitable for use at 
these temperatures. 

(G) System Height. Any portion of an FCC system with a 
height above floor level exceeding 2.3 mm (0.090 in.) shall 
be tapered or feathered at the edges to floor level. 
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324.12 


ARTICLE 324 — FLAT CONDUCTOR CABLE: TYPE FCC 


324.12 Uses Not Permitted. FCC systems shall not be 
used in the following locations: 

(1) Outdoors or in wet locations 

(2) Where subject to corrosive vapors 

(3) In any hazardous (classified) location 

(4) In residential, school, and hospital buildings 

324.18 Crossings. Crossings of more than two Type FCC 
cable runs shall not be permitted at any one point. Cross¬ 
ings of a Type FCC cable over or under a fíat Communica¬ 
tions or signal cable shall be permitted. In each case, a 
grounded layer of metal shielding shall sepárate the two 
cables, and crossings of more than two fíat cables shall not 
be permitted at any one point. 

324.30 Securing and Supporting. All FCC system com- 
ponents shall be firmly anchored to the floor or wall using 
an adhesive or mechanical anchoring system identified for 
this use. Floors shall be prepared to ensure adherence of the 
FCC system to the floor until the carpet squares are placed. 

324.40 Boxes and Fittings. 

(A) Cable Connections and Insulating Ends. All Type 
FCC cable connections shall use connectors identified forí 
their use, installed such that electrical continuity, insulation, ' 
and sealing against dampness and liquid spillage are pro- 
vided. All bare cable ends shall be insulated í 
against dampness and liquid spillage using listel 
ends. 

(B) Polarization of Connections. All rece 
nections shall be constructed and in¡ 
proper polarization of the systei 

(C) Shields. 

(1) Top Shield. A metal top shiekí^t^l bej^íalled over 
all floor-mounted Type FCC cable, coim®*^ and insulat¬ 
ing ends. The top shield shall completely cover all cable 
runs, comers, connectors, and ends. 


carpet squares not larger than 1.0 m (39.37 in.) square. 
Carpet squares that are adhered to the floor shall be at- 
tached with release-type adhesives. [ROP 7-23] 

324.42 Devices. 

(A) Receptacles. All receptacles, receptacle housings, and 
self-contained devices used with the FCC system shall be 
identified for this use and shall be connected to the Type 
FCC cable and metal shields. Connection from any ground- 
ing conductor of the Type FCC cable shall be made to the 
shield system at each receptacle. 

(B) Receptacles and Housings. Receptacle housings and 
self-contained devices designed either for floor mounting or 
for in-wall or on-wall mounting shall he permitted for use 
with the FCC swhi. Receptacle housings and self- 
contained devic|«nall incorpórate means for facilitating 
entry and ten^p^fcn of Type FCC cable and for electri- 
cally conueemig tnSkousing or device with the metal 
shield. Jpreptacles ana^fctcontained devices shall comply 

. Pgwer and c^hnunications outlets installed 
mon housing shall be permitted in accor- 





0.133(A)(l)(c), Exception No. 2. 

¡ and Taps. 


(A) FCC Systems Alterations. Alterations to FCC sys- 
b shalf’be permitted. New cable connectors shall be 
;ed at new connection points to make alterations. It shall 
permitted to leave unused cable runs and associated 
ile connectors in place and energized. All cable ends 
shall be covered with insulating ends. 


(B) Transition Assemblies. All transition assemblies shall 
be identified for their use. Each assembly shall incorpórate 
means for facilitating entry of the Type FCC cable into the 
assembly, for connecting the Type FCC cable to grounded 
conductors, and for electrically connecting the assembly to 
the metal cable shields and to equipment grounding con¬ 
ductors. 


(2) Bottom Shield. A bottom shield shall be installed be- 
neath all Type FCC cable, connectors, and insulating ends. 

(D) Connection to Other Systems. Power feed, grounding 
connection, and shield system connection between the FCC 
system and other wiring systems shall be accomplished in a 
transition assembly identified for this use. 

(E) Metal-Shield Connectors. Metal shields shall be con¬ 
nected to each other and to boxes, receptacle housings, 
self-contained devices, and transition assemblies using 
metal-shield connectors. 


324.60 Grounding. All metal shields, boxes, receptacle 
housings, and self-contained devices shall be electrically 
continuous to the equipment grounding conductor of the 
supplying branch circuit. All such electrical connections 
shall be made with connectors identified for this use. The 
electrical resistivity of such shield system shall not be more 
than that of one conductor of the Type FCC cable used in 
the installation. 

III. Construction 
324.100 Construction. 


324.41 Floor Coverings. Floor-mounted Type FCC cable, (A) Type FCC Cable. Type FCC cable shall be listed for 

cable connectors, and insulating ends shall be covered with use with the FCC system and shall consist of three, four, or 
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ARTICLE 326 — INTEGRATED GAS SPACER CABLE: TYPE IGS 


326.104 


five flat copper conductors, one of which shall be an equip- duit as an integrated gas spacer cable rated 0 through 600 
ment grounding conductor. volts. 


(B) Shields. 

(1) Materials and Dimensions. All top and bottom shields 
shall be of designs and materials identified for their use. 
Top shields shall be metal. Both metallic and nonmetallic 
materials shall be permitted for bottom shields. 

(2) Resistivity. Metal shields shall have cross-sectional ár¬ 
eas that provide for electrical resistivity of not more than 
that of one conductor of the Type FCC cable used in the 
installation. 

324.101 Corrosión Resistance. Metal components of the 
system shall be either corrosión resistant, coated with 
corrosion-resistant materials, or insulated from contact with 
corrosive substances. 

324.112 Insulation. The insulating material of the cable 
shall be moisture resistant and ñame retardant. All insulat¬ 
ing materials in the FCC systems shall be identified for 
their use. 

324.120 Markings. 

(A) Cable Marking. Type FCC cable shall be clea 
durably marked on both sides at intervals ot 
610 mm (24 in.) with the inform; 

310.120(A) and with the following 

(1) Material of conductors 

(2) Máximum temperature rath 

(3) Ampacity 

(B) Conductor Identif shall be clearly 

and durably identified o out their length 

as specified in 310.110. 


ARTICLE 326 

Integrated Gas Spacer Cable: Type IGS 


II. Installation 

326.10 Uses Permitted. Type IGS cable shall be permitted 
for use under ground, including direct burial in the earth, as 
the following: 

(1) Service-entrance conductors 

(2) Feeder or branch-circuit conductors 

(3) Service conductors, underground [ROP 7-26] 

326.12 Uses Not Permitted. Type IGS cable shall not be 
used as interior wiring or be exposed in contact with build- 
ings. 

ius. Where the coilable nonmetallic 
bent for installation purposes or is 
shipment or installation, the radii of 
inside of the bend shall not be less 
326.24. 



326.26 Bends. A run of Type IGS cable between pulí 
boxes or terminations shall not contain more than the 
equivalent of four quarter bends (360 degrees total), includ¬ 
ing those bends located immediately at the pulí box or 
terminations. 

326.40 Fittings. Terminations and splices for Type IGS 
cable shall be identified as a type that is suitable for main- 
taining the gas pressure within the conduit. A valve and cap 
shall be provided for each length of the cable and conduit 
to check the gas pressure or to inject gas into the conduit. 


I. General 

326.1 Scope. This article covers the use, installation, and 
construction specifications for integrated gas spacer cable, 
Type IGS. 

326.2 Definition. 

Integrated Gas Spacer Cable, Type IGS. A factory as- 
sembly of one or more conductors, each individually insu¬ 
lated and enclosed in a loose fit, nonmetallic flexible con- 


326.80 Ampacity. The ampacity of Type IGS cable shall 
not exceed the valúes shown in Table 326.80. 

III. Construction Specifications 

326.104 Conductors. The conductors shall be solid alumi- 
num rods, laid parallel, consisting of one to nineteen 
12.7 mm {Vi in.) diameter rods. The minimum conductor 
size shall be 250 kcmil, and the máximum size shall be 
4750 kcmil. 
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326.112 


ARTICLE 328 — MEDIUM VOLTAGE CABLE: TYPE MV 


Table 326.80 Ampacity of Type IGS Cable 


Size (kcmil) 

Amperes 

Size (kcmil) 

Amperes 

250 

119 

2500 

376 

500 

168 

3000 

412 

750 

206 

3250 

429 

1000 

238 

3500 

445 

1250 

266 

3750 

461 

1500 

292 

4000 

476 

1750 

315 

4250 

491 

2000 

336 

4500 

505 

2250 

357 

4750 

519 


ARTICLE 328 

Médium Voltage Cable: Type MV 


I. General 

328.1 Scope. This article covers the use, installation, and 
construction specifications for médium voltage cable, Type 
MV. 

328.2 Definition. 


326.112 Insulation. The insulation shall be dry kraft paper 
tapes and a pressurized sulfur hexafluoride gas (SF 6 ), both 
approved for electrical use. The nominal gas pressure shall 
be 138 kPa gauge (20 lb/in. 2 gauge). The thickness of the 
paper spacer shall be as specified in Table 326.112. 

Table 326.112 Paper Spacer Thickness 



326.116 Conduit. The conduit shall be a n 
polyethylene identified as suitable fo r use w itW 
rated pipe in metric designator 5 
3, or 4). The percent fill dimmj 
shown in Table 326.116. 

The size of the conduit pern^^l for eacJ«onductor 
size shall be calculated for a percent tg^ceed those 

found in Table 1, Chapter 9. 

Table 326.116 Conduit Dimensions 


Conduit Size 

Actual 

Outside 

Diameter 

Actual Inside 
Diameter 

Metric 

Designator 

Trade 

Size 

mm in. 

mm 

in. 

53 

2 

60 2.375 

49.46 

1.947 

78 

3 

89 3.500 

73.30 

2.886 

103 

4 

114 4.500 

94.23 

3.710 


Médium Voltage Cable, Type MV. A single or multicon- 
ductor solid dielectric insulated cable rated 2001 volts or 
higher. 


328.10 Mes Permitt^fc^pe MV cable shall be permitted 
for u§«n power system^kted up to and including 35,000 
lom i najáis follows: 

(1) ^^^e^^ary locations. 

(2) In^^uys. 

tys, where identified for the use, in accor- 
k í92.10, 392.20(B), (C), and (D), 392.22(C), 
;)(1), 392.46, 392.56, and 392.60. Type MV 
has an overall metallic sheath or armor, com- 
with the requirements for Type MC cable, and is 
identified as “MV or MC” shall be permitted to be 
installed in cable trays in accordance with 
392.10(B)(2). 

(4) Direct buried in accordance with 300.50. 

(5) In messenger-supported wiring in accordance with Part 
II of Article 396. 

(6) As exposed runs in accordance with 300.37. Type MV 
cable that has an overall metallic sheath or armor, com- 
plies with the requirements for Type MC cable, and is 
identified as “MV or MC” shall be permitted to be 
installed as exposed runs of metal-ciad cable in accor¬ 
dance with 300.37. 

a all- 


328.12 Uses Not Permitted. Type MV cable shall not be 
used where exposed to direct sunlight, unless identified for 
the use. 

328.14 Installation. Type MV cable shall be installed, ter- 
minated, and tested by qualified persons. 


326.120 Marking. The cable shall be marked in accor¬ 
dance with 310.120(A), 310.120(B)(1), and 310.120(D). 


Informational Note: IEEE 576-2000, Recommended Prac- 
tice for Installation, Termination, and Testing of Insulated 
Power Cables as Used in Industrial and Commercial Ap- 
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ARTICLE 330 — METAL-CLAD CABLE: TYPE MC 


330.23 


plications, ineludes installation infonnation and testing cri- 
teria for MV cable. 

328.80 Ampacity. The ampacity of Type MV cable shall 
be determined in accordance with 310.60. The ampacity of 
Type MV cable installed in cable tray shall be determined 
in accordance with 392.80(B). 

III. Construction Specifications 

328.100 Construction. Type MV cables shall have copper, 
aluminum, or copper-clad aluminum conductors and shall 
comply with Table 310.104(C) and Table 310.104(D) or 
Table 310.104(E). 


(11) In wet locations where a corrosión resistant jacket is 
provided over the metallic covering and any of the 
following conditions are met: [ROP 7-27] 

a. The metallic covering is impervious to moisture. 

b. A jacket resistant to moisture is provided under the 
metal covering. [ROP 7-27, ROP 7-26a] 

c. The insulated conductors under the metallic cover¬ 
ing are listed for use in wet locations. [ROP 7-27, 
ROP 7-26a] 

(12) Where single-conductor cables are used, all phase 
conductors and, where used, the grounded conductor 
shall be grouped together to minimize induced voltage 
on the sheath. 


328.120 Marking. Médium voltage cable shall be marked 
as required by 310.120. 


ARTICLE 330 
Metal-Ciad Cable: Type MC 


330.1 Scope. This article covers the use, installation^ 
construction specifications of metal-ciad ca ble, T ype h 

330.2 Definition. 

Metal Ciad Cable, Type MC. A fafl 
or more insulated circuit conductors wlíI^j^Khout c 
fiber members enclosed in aj^^^f n^JJgcking etal 
tape, or a smooth or coi 


II. Installation 
330.10 Uses Permitted. 

(A) General Uses. Type MC cablT shall be permitted a 
follows: 

(1) For Services, feeders, and branch circuits. 

(2) For power, lighting, control, and signal circuits. 

(3) Indoors or outdoors. 

(4) Exposed or concealed. 

(5) To be direct buried where identified for such use. 

(6) In cable tray where identified for such use. 

(7) In any raceway. 

(8) As aerial cable on a messenger. 

(9) In hazardous (classified) locations where specifically 
permitted by other articles in this Code. 

(10) In dry locations and embedded in plaster finish on 
brick or other masonry except in damp or wet loca¬ 
tions. 


(B) Specific Uses. Type MC cable shall be permitted to be 
installed in ^Apliance with Parts II and III of Article 725 
and 770J^p as applicable and in accordance with 
330.1Q^^¡hrough (B)(4). 




:ct Buried. Direct-buried cable shall comply with 
or 300.50, as appropriate. 

(3) Installed as Service-Entrance Cable. Type MC cable 
as service-entrance cable shall be permitted in ac- 

[nce with 230.43. 

(4) Installed Outside of Buildings or Structures or as 
Aerial Cable. Type MC cable installed outside of buildings 
or structures or as aerial cable shall comply with 225.10, 
396.10, and 396.12. 


330.12 Uses Not Permitted. Type MC cable shall not be 
used under either of the following conditions: 

(1) Where subject to physical damage 

(2) Where exposed to any of the destructive corrosive con¬ 
ditions in (a) or (b), unless the metallic sheath or armor 
is resistant to the conditions or is protected by material 
resistant to the conditions: 

a. Direct buried in the earth or embedded in concrete 
unless identified for direct burial 

b. Exposed to cinder filis, strong chlorides, caustic al- 
kalis, or vapors of chlorine or of hydrochloric acids 

330.17 Through or Parallel to Framing Members. Type 
MC cable shall be protected in accordance with 300.4(A), 
(C), and (D) where installed through or parallel to framing 
members. 

330.23 In Accessible Attics. The installation of Type MC 
cable in accessible attics or roof spaces shall also comply 
with 320.23. 
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330.24 


ARTICLE 330 — METAL-CLAD CABLE: TYPE MC 


330.24 Bending Radius. Bends in Type MC cable shall be 
so made that the cable will not be damaged. The radius of 
the curve of the inner edge of any bend shall not be less 
than required in 330.24(A) through (C). 

(A) Smooth Sheath. 

(1) Ten times the extemal diameter of the metallic sheath 
for cable not more than 19 mm (% in.) in extemal 
diameter 

(2) Twelve times the external diameter of the metallic 
sheath for cable more than 19 mm (% in.) but not more 
than 38 mm (1 Vi in.) in external diameter 

(3) Fifteen times the extemal diameter of the metallic 
sheath for cable more than 38 mm (IV2 in.) in extemal 
diameter 

(B) Interlocked-Type Armor or Corrugated Sheath. 

Seven times the extemal diameter of the metallic sheath. 

(C) Shielded Conductors. Twelve times the overall diam¬ 
eter of one of the individual conductors or seven times the 
overall diameter of the multiconductor cable, whichever is 
greater. 

330.30 Securing and Supporting. 

(A) General. Type MC cable shall be supported and se- 
cured by Staples, cable ties, straps, hangers, 1 
tings or other approved means designed and ii 
not to damage the cable. 

(B) Securing. Unless otherwise provided, < 
secured at intervals not exceeding 1.8 1 
taining four or fewer conductoi^Kzed noiB 
AWG shall be secured within^BO mm (12 1 
box, cabinet, fitting, or other caj^Mgrmination J 

(C) Supporting. Unless otherwise provided, cables shall 
be supported at intervals not exceeding n^m (6 ft). 

Horizontal runs of Type MC cable installed in wooden 
or metal framing members or similar supporting means 
shall be considered supported and secured where such sup- 
port does not exceed 1.8-m (6-ft) intervals. 


(3) Is Type MC of the interlocked armor type in lengths 
not exceeding 900 mm (3 ft) from the last point where 
it is securely fastened and is used to connect equipment 
where flexibility is necessary to minimize the transmis- 
sion of vibration from equipment or to provide flexibil¬ 
ity for equipment that requires movement after instal- 
lation. [ROP 7-31] 

330.31 Single Conductors. Where single-conductor cables 
with a nonferrous armor or sheath are used, the installation 
shall comply with 300.20. 

330.40 Boxes and Fittings. Fittings used for connecting 
Type MC cable to boxes, cabinets, or other equipment shall 
be listed and identified for such use. 

330.80 Ampaciü^ffhe ampacity of Type MC cable shall 
be determine^^^fccordance with 310.15 or 310.60 for 14 
AWG and láfgBr cóiwrctors and in accordance with Table 
402.5 f™^8 AWG amkfcAWG conductors. The installa- 
tion^^n not exceed th^fcpperature ratings of termina- 
tions and equipment. 

(A) TypeAlC Cable Installed in Cable Tray. The am- 
j>acities mfc^pe MC cable installed in cable tray shall be 
Hijned^^^cordance with 392.80. 

^ingl^Type MC Conductors Grouped Together. 
Friere single Type MC conductors are grouped together in 
Itriangular or square configuration and installed on a mes- 
Pger or exposed with a maintained free airspace of not 
Hess than 2.15 times one conductor diameter (2.15 x O.D.) 
of the largest conductor contained within the configuration 
and adj acent conductor configurations or cables, the ampac¬ 
ity of the conductors shall not exceed the allowable am- 
pacities in the foliowing tables: 

(1) Table 310.15(B)(20) for conductors rated 0 through 
2000 volts 

(2) Table 310.60(0(67) and Table 310.60(0(68) for con¬ 
ductors rated over 2000 volts 


III. Construction Specifications 


(D) Unsupported Cables. Type MC cable shall be permit- 
ted to be unsupported where the cable: 

(1) Is fished between access points through concealed 
spaces in finished buildings or structures and support¬ 
ing is impractical; or 

(2) Is not more than 1.8 m (6 ft) in length from the last 
point of cable support to the point of connection to 
luminaires or other electrical equipment and the cable 
and point of connection are within an accessible ceil- 
ing. For the purpose of this section, Type MC cable 
fittings shall be permitted as a means of cable support. 


330.104 Conductors. Conductors shall be of copper, alu- 
minum, copper-clad aluminum, nickel or nickel-coated 
copper, solid or stranded. The mínimum conductor size 
shall be 18 AWG copper, nickel or nickel-coated copper, or 
12 AWG aluminum or copper-clad aluminum. 

330.108 Equipment Grounding Conductor. Where Type 
MC cable is used to provide an equipment grounding con¬ 
ductor, it shall comply with 250.118(10) and 250.122. 

330.112 Insulation. Insulated conductors shall comply 
with 330.112(A) or (B). 
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ARTICLE 332 — MINERAL-INSULATED, METAL-SHEATHED CABLE: TYPE MI 


332.30 


(A) 1000 Volts or Less. Insulated conductors in sizes 18 
AWG and 16 AWG shall be of a type Usted in Table 402.3, 
with a máximum operating temperature not less than 90°C 
(194°F) and as permitted by 725.49. Conductors larger than 
16 AWG shall be of a type listed in Table 310.104(A) or of 
a type identified for use in Type MC cable. [ROP 7-34] 

(B) Over 1000 Volts. Insulated conductors shall be of a 
type listed in Table 310.104(B) and Table 310.104(C). 

[ROP 7-34] 


(6) Where embedded in plaster, concrete, fill, or other 
masonry, whether above or below grade 

(7) In hazardous (classified) locations where specifically 
permitted by other articles in this Code 

(8) Where exposed to oil and gasoline 

(9) Where exposed to corrosive conditions not deteriorat- 
ing to its sheath 

(10) In underground runs where suitably protected against 
physical damage and corrosive conditions 


330.116 Sheath. Metallic covering shall be one of the fol¬ 
io wing types: smooth metallic sheath, corrugated metallic 
sheath, interlocking metal tape armor. The metallic sheath 
shall be continuous and cióse fitting. A nonmagnetic sheath 
or armor shall be used on single conductor Type MC. 
Supplemental protection of an outer covering of corrosion- 
resistant material shall be permitted and shall be required 
where such protection is needed. The sheath shall not be 
used as a current-carrying conductor. 


ARTICLE 332 
Mineral-Insulated, Metal 
Cable: Type 


332.1 Scope. This artida^^ers the 
construction specificatio^^for mine 
sheathed cable, Type MI. 


332.2 Definition. 



(11) In or attached to cable tray 


332.12 Uses Not Permitted. Type MI cable shall not be 
used underfolio wing conditions or in the following 
locationsj^^ 

(1) Ii^Mo^Bound runs unless protected from physical 
^*e necessary 

here expos^fcto conditions that are destructive and 
¡ive to the metallic sheath, unless additional pro¬ 
tón is provided 

Through or Parallel to Framing Members. Type 
shall be protected in accordance with 300.4 where 
through or parallel to framing members. 

332.24 Bending Radius. Bends in Type MI cable shall be 
so made that the cable will not be damaged. The radius of 
the inner edge of any bend shall not be less than required as 
follows: 

(1) Five times the external diameter of the metallic sheath 
for cable not more than 19 mm (14 in.) in external 
diameter 

(2) Ten times the external diameter of the metallic sheath 
for cable greater than 19 mm (% in.) but not more than 
25 mm (1 in.) in external diameter 


Mineral-Insulated, Metal-Sheathed Cable, Type MI. A 

factory assembly of one or more conductors insulated with 
a highly compressed refractory mineral insulation and en- 
closed in a liquidtight and gastight continuous copper or 
alloy Steel sheath. 

II. Installation 

332.10 Uses Permitted. Type MI cable shall be permitted 
as follows: 

(1) For Services, feeders, and branch circuits 

(2) For power, lighting, control, and signal circuits 

(3) In dry, wet, or continuously moist locations 


332.30 Securing and Supporting. Type MI cable shall be 
supported and secured by Staples, straps, hangers, or similar 
fittings, designed and installed so as not to damage the 
cable, at intervals not exceeding 1.8 m (6 ft). 

(A) Horizontal Runs Through Holes and Notches. In 

other than vertical runs, cables installed in accordance with 
300.4 shall be considered supported and secured where 
such support does not exceed 1.8 m (6 ft) intervals. 

(B) Unsupported Cable. Type MI cable shall be permitted 
to be unsupported where the cable is fished between access 
points through concealed spaces in finished buildings or 
structures and supporting is impracticable. 


(4) Indoors or outdoors (C) Cable Trays. All MI cable installed in cable trays 

(5) Where exposed or concealed shall comply with 392.30(A). 
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ARTICLE 334 — NONMETALLIC-SHEATHED CABLE: TYPES NM, NMC, AND NMS 


332.31 Single Conductors. Where single-conductor cables 
are used, all phase conductors and, where used, the neutral 
conductor shall be grouped together to minimize induced 
voltage on the sheath. 

332.40 Boxes and Fittings. 

(A) Fittings. Fittings used for connecting Type MI cable to 
boxes, cabinets, or other equipment shall be identified for 
such use. 

(B) Terminal Seáis. Where Type MI cable terminates, an 
end seal fitting shall be installed immediately after stripping 
to prevent the entrance of moisture into the insulation. The 
conductors extending beyond the sheath shall be individu- 
ally provided with an insulating material. 

332.80 Ampacity. The ampacity of Type MI cable shall be 
determined in accordance with 310.15. The conductor tem- 
perature at the end seal fitting shall not exceed the tempera- 
ture rating of the listed end seal fitting, and the installation 
shall not exceed the temperature ratings of terminations or 
equipment. 

(A) Type MI Cable Installed in Cable Tray. The ampaci- 
ties for Type MI cable installed in cable tray shall be deter-. 
mined in accordance with 392.80(A). 

(B) Single Type MI Conductors Grouped Together. 

Where single Type MI conductors are grouped toj 
triangular or square configuration, as requh 
and installed on a messenger or exposed wi| 
free air space of not less than 2.15 times 
diameter (2.15 x O.D.) of the larges^üd¡ 
within the configuration and adjar 
tions or cables, the ampacity conducl 

exceed the allowable ampacitie^^lable 310 )(17). 

III. Construction Specifications 

332.104 Conductors. Type MI cable conductors shall be 
of solid copper, nickel, or nickel-coated copper with a re- 
sistance corresponding to standard AWG and kcmil sizes. 

332.108 Equipment Grounding Conductor. Where the 
outer sheath is made of copper, it shall provide an adequate 
path to serve as an equipment grounding conductor. Where 
the outer sheath is made of Steel, a sepárate equipment 
grounding conductor shall be provided. 

332.112 Insulation. The conductor insulation in Type MI 
cable shall be a highly compressed refractory mineral that 
provides proper spacing for all conductors. 

332.116 Sheath. The outer sheath shall be of a continuous 
construction to provide mechanical protection and moisture 
seal. 



ARTICLE 334 

Nonmetallic-Sheathed Cable: Types NM, 
NMC, and NMS 


334.1 Scope. This article covers the use, installation, and 
construction specifications of nonmetallic-sheathed cable. 

334.2 Definitions. 

Nonmetallic-Sheathed Cable. A factory assembly of two 
or more insulated conductors enclosed within an overall 
nonmetallic jacket. 



334,6 Listed. Type NM, Type NMC, and Type NMS 
roles shall be listed. 


334.10 Uses Permitted. Type NM, Type NMC, and Type 

NMS cables shall be permitted to be used in the following, 

except as prohibited in 334.12: [ROP 7-37] 

(1) One- and two-family dwellings and their attached or 
detached garages, and their storage buildings. 

(2) Multifamily dwellings permitted to be of Types III, IV, 
and V construction. [ROP 7-37] 

(3) Other structures permitted to be of Types III, IV, and V 
construction. Cables shall be concealed within walls, 
floors, or ceilings that provide a thermal barrier of ma¬ 
terial that has at least a 15-minute finish rating as iden¬ 
tified in listings of fire-rated assemblies. [ROP 7-37] 

Informational Note No. 1: Types of building construction 
and occupancy classifications are defined in NFPA 220- 
2009, Standard on Types of Building Construction , or the 
applicable building code, or both. 

Informational Note No. 2: See Informative Annex E for 
determination of building types [NFPA 220, Table 3-1]. 

(4) Cable trays in structures permitted to be Types III, IV, 
or V where the cables are identified for the use. 

Informational Note: See 310.15(A)(3) for temperature 
limitation of conductors. 
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ARTICLE 334 — NONMETALLIC-SHEATHED CABLE: TYPES NM, NMC, AND NMS 


334.17 


(5) Types I and II construction where installed within race- 
ways permitted to be installed in Types I and II 
construction. 

(A) Type NM. Type NM cable shall be permitted as fol- 

lows: 

(1) For both exposed and concealed work in normally dry 
locations except as prohibited in 334.10(3) 

(2) To be installed or fished in air voids in masonry block 
or tile walls 


(2) Where embedded in masonry, concrete, adobe, fill, or 
plaster 

(3) In a shallow chase in masonry, concrete, or adobe and 
covered with plaster, adobe, or similar finish 

(4) In wet or damp locations 

334.15 Exposed Work. In exposed work, except as pro- 
vided in 300.11 (A), cable shall be installed as specified in 
334.15(A) through (C). 


(B) Type NMC. Type NMC cable shall be permitted as 
follows: 

(1) For both exposed and concealed work in dry, moist, 
damp, or corrosive locations, except as prohibited by 
334.10(3) 

(2) In outside and inside walls of masonry block or tile 

(3) In a shallow chase in masonry, concrete, or adobe pro- 
tected against nails or screws by a Steel píate at least 
1.59 mm (Vis in.) thick and covered with plaster, 
adobe, or similar finish 

(C) Type NMS. Type NMS cable shall be permitted a 
follows: 

(1) For both exposed and concealed work in normad 
locations except as prohibited by 334.10(3) 

(2) To be installed or fished in air voids n 
or tile walls 

334.12 Uses Not Permitted. 

(A) Types NM, NMC, and NM 
NMS cables shall not be 

(1) In any dwelling or j*fcture not sJ^ificaUPfiermitted 
in 334.10(1), (2), (^nd (5) |R()P 7-37| 

(2) Exposed in dropped OT^^spend^Beilings in other 
than one- and two-famiIyi*Ln|^JifamiIy dwellings 

(3) As service-entrance cable 

(4) In commercial garages having hazardous (classified) 
locations as defined in 511.3 

(5) In theaters and similar locations, except where permit¬ 
ted in 518.4(B) 

(6) In motion picture studios 

(7) In storage battery rooms 

(8) In hoistways or on elevators or escalators 

(9) Embedded in poured cement, concrete, or aggregate 

(10) In hazardous (classified) locations, except where spe- 

cifically permitted by other articles in this Code. 

(B) Types NM and NMS. Types NM and NMS cables 
shall not be used under the following conditions or in the 
foliowing locations: 

(1) Where exposed to corrosive fumes or vapors 


(A) To Follow Surface. Cable shall closely follow the sur- 
face of the building finish or of running boards. 

(B) Protection from Physical Damage. Cable shall be 
protected fronvphysical damage where necessary by rigid 
metal condujWntermediate metal conduit, electrical metal- 
lie tubin^Khedule 80 PVC conduit, Type RTRC marked 
with tj^^ut^^CW, or other approved means. Where pass- 

nrough a^kor, the cable shall be enclosed in rigid 
^al conduit, intS^^diate metal conduit, electrical metal¬ 
are tubirc, Schedul^m) PVC conduit, Type RTRC marked 
rsuffix -XW, or other approved means extending at 
^Í50 mm (6 in.) above the floor. 
me NMC cable installed in shallow chases or grooves 
r, concrete, or adobe shall be protected in accor- 
ewith the requirements in 300.4(F) and covered with 
mr, adobe, or similar finish. 

(C) In Unfinished Basements and Crawl Spaces. Where 
cable is run at angles with joists in unfinished basements 
and crawl spaces, it shall be permissible to secure cables 
not smaller than two 6 AWG or three 8 AWG conductors 
directly to the lower edges of the joists. Smaller cables 
shall be run either through bored holes in joists or on run¬ 
ning boards. Nonmetallic-sheathed cable installed on the 
wall of an unfinished basement shall be permitted to be 
installed in a listed conduit or tubing or shall be protected 
in accordance with 300.4. Conduit or tubing shall be pro- 
vided with a suitable insulating bushing or adapter at the 
point the cable enters the raceway. The sheath of the 
nonmetallic-sheathed cable shall extend through the con¬ 
duit or tubing and into the outlet or device box not less than 
6 mm (Va in.). The cable shall be secured within 300 mm 
(12 in.) of the point where the cable enters the conduit or 
tubing. Metal conduit, tubing, and metal outlet boxes shall 
be connected to an equipment grounding conductor com- 
plying with the provisions of 250.86 and 250.148. 

334.17 Through or Parallel to Framing Members. Types 
NM, NMC, or NMS cable shall be protected in accordance 
with 300.4 where installed through or parallel to framing 
members. Grommets used as required in 300.4(B)(1) shall 
remain in place and be listed for the purpose of cable pro¬ 
tection. 
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ARTICLE 334 — NONMETALLIC-SHEATHED CABLE: TYPES NM, NMC, AND NMS 


334.23 In Accessible Attics. The installation of cable in 
accessible attics or roof spaces shall also comply with 
320.23. 

334.24 Bending Radius. Bends in Types NM, NMC, and 
NMS cable shall be so made that the cable will not be 
damaged. The radius of the curve of the inner edge of any 
bend during or after installation shall not be less than five 
times the diameter of the cable. 

334.30 Securing and Supporting. Nonmetallic-sheathed 
cable shall be supported and secured by Staples, cable ties, 
straps, hangers, or similar fittings designed and installed so 
as not to damage the cable, at intervals not exceeding 1.4 m 
(4V2 ft) and within 300 mm (12 in.) of every outlet box, 
junction box, cabinet, or fitting. Fiat cables shall not be 
stapled on edge. 

Sections of cable protected from physical damage by 
raceway shall not be required to be secured within the race- 
way. 

(A) Horizontal Runs Through Holes and Notches. In 

other than vertical runs, cables installed in accordance with 
300.4 shall be considered to be supported and secured 
where such support does not exceed 1.4-m (4'/2-ft) intervals^ 
and the nonmetallic-sheathed cable is securely fastened in^ 
place by an approved means within 300 mm (12 in.) of * 
each box, cabinet, conduit body, or other nonmetallic- 
sheathed cable termination. 


(B) Unsupported Cables. Non meta 

shall be permitted to be unsuppotí^^vhere 

(1) Is fished between access^Kints througl 
spaces in finished buildings^krtructures and support¬ 
ing is impracticable. 

(2) Is not more than 1.4 m (4'/2 ft) fra^^j^Tast point of 
cable support to the point of connectiWi to a luminaire 
or other piece of electrical equipment and the cable and 
point of connection are within an accessible ceiling. 


(B) Devices of Insulating Material. Self-contained 
switches, self-contained receptacles, and nonmetallic- 
sheathed cable interconnector devices of insulating material 
that are listed shall be permitted to be used without boxes 
in exposed cable wiring and for repair wiring in existing 
buildings where the cable is concealed. Openings in such 
devices shall form a cióse fit around the outer covering of 
the cable, and the device shall fully endose the part of the 
cable from which any part of the covering has been re¬ 
moved. Where connections to conductors are by binding- 
screw termináis, there shall be available as many termináis 
as conductors. [ROP 7-49, 7-50, 7-51] 

(C) Devices with Integral Enclosures. Wiring devices 
with integral enclosures identified for such use shall be 
permitted as provid^fcby 300.15(E). 

334.80 AmpiMpHFhe ampacity of Types NM, NMC, and 
NMS cable b^ktermined in accordance with 310.15. 
The allraAble ampac^Khall not exceed that of a 60°C 
(140^Brated conductoi^kt90°C (194°F) rating shall be 
permitted toJAused for ampacity adjustment and correc- 
tior^kkufi^mí.s, provided the final derated ampacity does 
not e^É^that of a 60°C (140°F) rated conductor. The 
gimpacitylfcffvpes NM, NMC, and NMS cable installed in 
_ _ be determined in accordance with 

i 39^ 

Tere more than two NM cables containing two or 
fcore current-carrying conductors are installed, without 
^nntaining spacing between the cables, through the same 
>pening in wood framing that is to be sealed with thermal 
"’insulation, caulk, or sealing foam, the allowable ampacity 
of each conductor shall be adjusted in accordance with 
Table 310.15(B)(3)(a) and the provisions of 310.15(A)(2), 
Exception, shall not apply. 

Where more than two NM cables containing two or 
more current-carrying conductors are installed in contact 
with thermal insulation without maintaining spacing be¬ 
tween cables, the allowable ampacity of each conductor 
shall be adjusted in accordance with Table 310.15(B)(3)(a). 


(C) Wiring Device Without a Sepárate Outlet Box. A 

wiring device identified for the use, without a sepárate out¬ 
let box, and incorporating an integral cable clamp shall be 
permitted where the cable is secured in place at intervals 
not exceeding 1.4 m (4 Vi ft) and within 300 mm (12 in.) 
from the wiring device wall opening, and there shall be at 
least a 300 mm (12 in.) loop of unbroken cable or 150 mm 
(6 in.) of a cable end available on the interior side of the 
finished wall to permit replacement. 

334.40 Boxes and Fittings. 

(A) Boxes of Insulating Material. Nonmetallic outlet 
boxes shall be permitted as provided by 314.3. 


III. Construction Specifications 

334.100 Construction. The outer cable sheath of 
nonmetallic-sheathed cable shall be a nonmetallic material. 

334.104 Conductors. The 600-volt insulated conductors 
shall be sizes 14 AWG through 2 AWG copper conductors 
or sizes 12 AWG through 2 AWG aluminum or copper-clad 
aluminum conductors. The Communications conductors 
shall comply with Part V of Article 800. 

334.108 Equipment Grounding Conductor. In addition 
to the insulated conductors, the cable shall have an insu¬ 
lated, covered, or bare equipment grounding conductor. 
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336.24 


334.112 Insulation. The insulated power conductors shall 
be one of the types Usted in Table 310.104(A) that are 
suitable for branch-circuit wiring or one that is identified 
for use in these cables. Conductor insulation shall be rated 
at 90°C (194°F). 

Informational Note: Types NM, NMC, and NMS cable 
identified by the markings NM-B, NMC-B, and NMS-B 
meet this requirement. 

334.116 Sheath. The outer sheath of nonmetallic-sheathed 
cable shall comply with 334.116(A), (B), and (C). 

(A) Type NM. The overall covering shall be ñame retar- 
dant and moisture resistant. 

(B) Type NMC. The overall covering shall be dame retar- 
dant, moisture resistant, fungus resistant, and corrosión re¬ 
sistant. 

(C) Type NMS. The overall covering shall be ñame retar- 
dant and moisture resistant. The sheath shall be applied si 
as to sepárate the power conductors from the Communica¬ 
tions conductors. 


ARTICLE 336 

Power and Control Tray Cabl< 


336.1 Scope. This article cow 
construction specifications 
Type TC. 

336.2 Deñnition. 

Power and Control Tray Católe 

sembly of two or more insulated mi 
out associated bare or covered grounding conductors, under 
a nonmetallic jacket. 



e TC. A factory as- 
Bauctors, with or with- 


(7) In industrial establishments where the conditions of 
maintenance and supervisión ensure that only qualified 
persons Service the installation, and where the cable is 
continuously supported and protected against physical 
damage using mechanical protection, such as struts, 
angles, or channels, Type TC tray cable that complies 
with the crush and impact requirements of Type MC 
cable and is identified for such use with the marking 
Type TC-ER shall be permitted between a cable tray 
and the utilization equipment or device. The cable shall 
be secured at intervals not exceeding 1.8 m (6 ft). 
Equipment grounding for the utilization equipment 
shall be provided by an equipment grounding conduc¬ 
tor within the cable. In cables containing conductors 
sized 6 A32^} or smaller, the equipment grounding con- 
ductorjpffl be provided within the cable or, at the time 
of ÍHKfiion, one or more insulated conductors shall 
!erm!™atly identified as an equipment grounding 
inductor í^^rcordance with 250.119(B). 

i: Where iwr subject to physical damage, Type 
’.all be permitted to transition between cable trays 
Tetween cable trays and utilization equipment or de- 
distance not to exceed 1.8 m (6 ft) without 
support. The cable shall be mechanically sup¬ 
liere exiting the cable tray to ensure that the mini- 
'bending radius is not exceeded. 

Where installed in wet locations, Type TC cable shall 
also be resistant to moisture and corrosive agents. 

Informational Note: See 310.15(A)(3) for temperature 
limitation of conductors. 

336.12 Uses Not Permitted. Type TC tray cable shall not 

be installed or used as follows: 

(1) Installed where it will be exposed to physical damage 

(2) Installed outside a raceway or cable tray system, except 
as permitted in 336.10(4) and 336.10(7) 

(3) Used where exposed to direct rays of the sun, unless 
identified as sunlight resistant 

(4) Direct buried, unless identified for such use 


II. Installation 

336.10 Uses Permitted. Type TC cable shall be permitted 
to be used as follows: 

(1) For power, lighting, control, and signal circuits. 

(2) In cable trays. 

(3) In raceways. 

(4) In outdoor locations supported by a messenger wire. 

(5) For Class 1 circuits as permitted in Parts II and III of 
Article 725. 

(6) For non-power-limited fire alarm circuits if conductors 
comply with the requirements of 760.49. 


336.24 Bending Radius. Bends in Type TC cable shall be 
made so as not to damage the cable. For Type TC cable 
without metal shielding, the minimum bending radius shall 
be as follows: 

(1) Four times the overall diameter for cables 25 mm 
(1 in.) or less in diameter 

(2) Five times the overall diameter for cables larger than 
25 mm (1 in.) but not more than 50 mm (2 in.) in 
diameter 

(3) Six times the overall diameter for cables larger than 50 
mm (2 in.) in diameter 
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ARTICLE 338 — SERVICE-ENTRANCE CABLE: TYPES SE AND USE 


Type TC cables with metallic shielding shall have a 
minimum bending radius of not less than 12 times the cable 
overall diameter. 

336.80 Ampacity. The ampacity of Type TC tray cable 
shall be determined in accordance with 392.80(A) for 14 
AWG and larger conductors, in accordance with 402.5 for 
18 AWG through 16 AWG conductors where installed in 
cable tray, and in accordance with 310.15 where installed in 
a raceway or as messenger-supported wiring. 

III. Construction Specifications 


338.2 Definitions. 

Service-Entrance Cable. A single conductor or multicon- 
ductor assembly provided with or without an overall cov- 
ering, primarily used for Services, and of the following 
types: 

Type SE. Service-entrance cable having a flame-retardant, 
moisture-resistant covering. 

Type USE. Service-entrance cable, identified for under- 
ground use, having a moisture-resistant covering, but not 
required to have a flame-retardant covering. 


336.100 Construction. A metallic sheath or armor as de- 
fined in 330.116 shall not be permitted either under or over 
the nonmetallic jacket. Metallic shield(s) shall be permitted 
over groups of conductors, under the outer jacket, or both. 

336.104 Conductors. The insulated conductors of Type 
TC cables shall be in sizes 18 AWG to 1000 kcmil copper, 
nickel, or nickel-coated copper, and sizes 12 AWG through 
1000 kcmil aluminum or copper-clad aluminum. Insulated 
conductors of sizes 14 AWG, and larger copper, nickel, or 
nickel-coated copper, and sizes 12 AWG through 1000 kc¬ 
mil aluminum or copper-clad aluminum shall be one of the 
types listed in Table 310.104(A) or Table 310.104(B) that is^ 
suitable for branch circuit and feeder circuits or one that is 
identified for such use. 

(A) Fire Alarm Systems. Where used for Amplían 
tems, conductors shall also be in accordanyp^ith 7( 

(B) Thermocouple Circuits. Conductors 
used for thermocouple circuits in ai 
of Article 725 shall also be pej^ffedlr? 
materials used for thermocoupJ^Bxtension 



(C) Class 1 Circuit Conductors. Jhsu lated coMuctors of 
18 AWG and 16 AWG copper shall l üfoa be j^Eíccordance 
with 725.49. 

336.116 Jacket. The outer jacket shall be a flame- 
retardant, nonmetallic material. 

336.120 Marking. There shall be no voltage marking on a 
Type TC cable employing thermocouple extensión wire. 


II. Installation 
338.10 Uses Permití 

iductors. Service-entrance 
used as service-entrance con- 
d in accordance with 230.6, 
of Article 230. 

Lers. 

(1 ) Grounded Conductor Insulated. Type SE service- 
ei tranceKbles shall be permitted in wiring systems where 
[of the ctSp^jt conductors of the cable are of the thermo- 
astic type. 

: or Uninsulated Conductor. Type SE service- 
ance cable shall be permitted for use where the insu- 
d conductors are used for circuit wiring and the uninsu- 
[ conductor is used only for equipment grounding 
"■purposes. 

Exception: In existing installations, uninsulated conduc¬ 
tors shall be permitted as a grounded conductor in accor¬ 
dance with 250.32 and 250.140, where the uninsulated 
grounded conductor of the cable originates in Service 
equipment, and with 225.30 through 225.40. 

(3) Temperature Limitations. Type SE service-entrance 
cable used to supply appliances shall not be subject to con¬ 
ductor temperatures in excess of the temperature specified 
for the type of insulation involved. 

(4) Installation Methods for Branch Circuits and Feed- 



ARTICLE 338 

Service-Entrance Cable: Types SE and 
USE 


I. General 

338.1 Scope. This article covers the use, installation, and 
construction specifications of service-entrance cable. 


(a) Interior Installations. In addition to the provisions 
of this article, Type SE service-entrance cable used for in¬ 
terior wiring shall comply with the installation require- 
ments of Part II of Article 334, excluding 334.80. 

Where installed in thermal insulation, the ampacity shall be 
in accordance with the 60°C (140°F) conductor temperature 
rating. The máximum conductor temperature rating shall be 
permitted to be used for ampacity adjustment and correc- 
tion purposes, if the final derated ampacity does not exceed 
that for a 60°C (140°F) rated conductor. 
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340.10 


Informational Note No. 1: See 310.15(A)(3) for tempera- 
ture limitation of conductors. 

Informational Note No. 2: For the installation of main 
power feeder conductors in dwelling units refer to 
310.15(B)(7). 

(b) Exterior Installations. In addition to the provisions 
of this article, service-entrance cable used for feeders or 
branch circuits, where installed as exterior wiring, shall be 
installed in accordance with Parí I of Article 225. The cable 
shall be supported in accordance with 334.30. Type USE 
cable installed as underground feeder and branch circuit 
cable shall comply with Part II of Article 340. 


These constructions shall not require an outer overall cov- 
ering. 

Informational Note: See 230.41, Exception, item (2), for 
directly buried, uninsulated service-entrance conductors. 

Type SE or USE cable containing two or more conduc¬ 
tors shall be permitted to have one conductor uninsulated. 

338.120 Marking. Service-entrance cable shall be marked 
as required in 310.120. Cable with the neutral conductor 
smaller than the ungrounded conductors shall be so 
marked. 


338.12 Uses Not Permitted. 


(A) Service-Entrance Cable. Service-entrance cable (SE) 
shall not be used under the following conditions or in the 
following locations: 

(1) Where subject to physical damage unless protected in 
accordance with 230.50(B) 

(2) Underground with or without a raceway 

(3) For exterior branch circuits and feeder wiring unless 
the installation complies with the provisions of Part I of 
Article 225 and is supported in accordance with 
or is used as messenger-supported wiring as peí 
in Part II of Article 396 

(B) Underground Service-Entrance Cal 

service-entrance cable (USE) shall not 
following conditions or in the followm 

(1) For interior wiring 

(2) For aboveground installatifflps ésaept wtfce USE cable 
emerges from the grom»mclisrakinai^k^an enclo- 
sure at an outdoor lq^mon and the^Me is jmitected in 
accordance with 3003^^ 

(3) As aerial cable unless it is a multicoifflructor cable iden- 
tified for use abovegroundl^^KUled as messenger- 
supported wiring in accordanc^with 225.10 and Part II 
of Article 396 

338.24 Bending Radius. Bends in Types USE and SE 
cable shall be so made that the cable will not be damaged. 
The radius of the curve of the inner edge of any bend, 
during or after installation, shall not be less than five times 
the diameter of the cable. 

III. Construction 



ARTICLE 340 
Feeder and Branch-Circuit 
Cable: Type UF 


Scope. This article covers the use, installation, and 
:tion specifications for underground feeder and 
:uit cable, Type UF. 


Underground Feeder and Branch-Circuit Cable, Type 

UF. A factory assembly of one or more insulated conduc¬ 
tors with an integral or an overall covering of nonmetallic 
material suitable for direct burial in the earth. 

340.6 Listing Requirements. Type UF cable shall be 
listed. 

II. Installation 

340.10 Uses Permitted. Type UF cable shall be permitted 
as follows: 

(1) For use underground, including direct burial in the 
earth. For underground requirements, see 300.5. 

(2) As single-conductor cables. Where installed as single- 
conductor cables, all conductors of the feeder grounded 
conductor or branch circuit, including the grounded 
conductor and equipment grounding conductor, if any, 
shall be installed in accordance with 300.3. 


338.100 Construction. Cabled, single-conductor, Type 
USE constructions recognized for underground use shall be 
permitted to have a bare copper conductor cabled with the 
assembly. Type USE single, parallel, or cabled conductor 
assemblies recognized for underground use shall be permit¬ 
ted to have a bare copper concentric conductor applied. 


(3) For wiring in wet, dry, or corrosive locations under the 
recognized wiring methods of this Code. 

(4) Installed as nonmetallic-sheathed cable. Where so in¬ 
stalled, the installation and conductor requirements 
shall comply with Parts II and III of Article 334 and 
shall be of the multiconductor type. 
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340.12 


ARTICLE 342 — INTERMEDIATE METAL CONDUIT: TYPE IMC 


(5) For solar photovoltaic systems in accordance with 
690.31. 

(6) As single-conductor cables as the nonheating leads for 
heating cables as provided in 424.43. 

(7) Supported by cable trays. Type UF cable supported by 
cable trays shall be of the multiconductor type. 


tute wiring method for NM cable, the conductor insulation 
shall be rated 90°C (194°F). 

340.116 Sheath. The overall covering shall be ñame retar- 
dant; moisture, fungus, and corrosión resistant; and suitable 
for direct burial in the earth. 


Informational Note: See 310.15(A)(3) for temperature 
limitation of conductors. 


340.12 Uses Not Permitted. Type UF cahle shall not be 
used as follows: 

(1) As service-entrance cable 

(2) In commercial garages 

(3) In theaters and similar locations 

(4) In motion picture studios 

(5) In storage battery rooms 

(6) In hoistways or on elevators or escalators 

(7) In hazardous (classified) locations, except as specifi- 
cally permitted by other articles in this Code 

(8) Embedded in poured cement, concrete, or aggregate, 
except where embedded in plaster as nonheating leads 
where permitted in 424.43 

(9) Where exposed to direct rays of the sun, unless iden- 
tified as sunlight resistant 

(10) Where subject to physical damage 

(11) As overhead cahle, except where 
messenger-supported wiring in accorA 
II of Article 396 

340.24 Bending Radius. Bends 
so made that the cahle is not c^^iged. The 1 
curve of the inner edge of an;^fc¿d shall no 
five times the diameter of the cao! 

340.80 Ampacity. The ampacity of TypSB^cable shall be 
that of 60°C (140°F) conductors in accordance with 310.15. 


III. Construction Specifications 

340.104 Conductors. The conductors shall be sizes 14 
AWG copper or 12 AWG aluminum or copper-clad alumi- 
num through 4/0 AWG. 

340.108 Equipment Grounding Conductor. In addition 
to the insulated conductors, the cable shall be permitted to 
have an insulated or bare equipment grounding conductor. 

340.112 Insulation. The conductors of Type UF shall be 
one of the moisture-resistant types listed in Table 
310.104(A) that is suitable for branch-circuit wiring or one 
that is identified for such use. Where installed as a substi- 


ARTICLE 342 

Intermedíate Metal Conduit: Type IMC 


I. General 
342.1 Scope 



hele covers the use, installation, and 
:ations for intermedíate metal conduit 
ittings. 


letal Conduit (IMC). A Steel threadable 
ircular cross section designed for the physical 
id routing of conductors and cables and for use 
it grounding conductor when installed with 
Ksociated couphng and appropriate fittings. 


12.6 Listing Requirements. IMC, factory elbows and 
iuplings, and associated fittings shall be listed. 


II. Installation 
342.10 Uses Permitted. 

(A) All Atmospheric Conditions and Occupancies. Use 

of IMC shall be permitted under all atmospheric conditions 
and occupancies. 

(B) Corrosión Environments. IMC, elbows, couplings, 
and fittings shall be permitted to be installed in concrete, in 
direct contact with the earth, or in areas subject to severe 
corrosive influences where protected by corrosión protec- 
tion and judged suitable for the condition. 

(C) Cinder Fill. IMC shall be permitted to be installed in 
or under cinder fill where subject to permanent moisture 
where protected on all sides by a layer of noncinder con¬ 
crete not less than 50 mm (2 in.) thick; where the conduit is 
not less than 450 mm (18 in.) under the fill; or where 
protected by corrosión protection and judged suitable for 
the condition. 

(D) Wet Locations. All supports, bolts, straps, screws, and 
so forth, shall be of corrosion-resistant materials or pro¬ 
tected against corrosión by corrosion-resistant materials. 
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ARTICLE 342 — INTERMEDIATE METAL CONDUIT: TYPE IMC 


342.56 


Informational Note: See 300.6 for protection against 
corrosión. 

342.14 Dissimilar Metals. Where practicable, dissimilar 
metáis in contad anywhere in the system shall be avoided 
to elimínate the possibility of galvanic action. 

Aluminum fittings and enclosures shall be permitted to 
be used with IMC. 

342.20 Size. 


(1) IMC shall be securely fastened within 900 m m (3 ft) of 
each outlet box, junction box, device box, cabinet, con- 
duit body, or other conduit termination. 

(2) Where structural members do not readily permit fasten- 
ing within 900 mm (3 ft), fastening shall be permitted 
to be increased to a distance of 1.5 m (5 ft). 

(3) Where approved, conduit shall not be required to be 
securely fastened within 900 mm (3 ft) of the Service 
head for above-the-roof termination of a mast. 


(A) Minimum. IMC smaller than metric designator 16 
(trade size Vi) shall not be used. 

(B) Máximum. IMC larger than metric designator 103 
(trade size 4) shall not be used. 

Informational Note: See 300.1(C) for the metric designa- 
tors and trade sizes. These are for identification purposes 
only and do not relate to actual dimensions. 

342.22 Number of Conductors. The number of conduc- 
tors shall not exceed that permitted by the percentage fill 
specified in Table 1, Chapter 9. 

Cables shall be permitted to be installed where such use 
is not prohibited by the respective cable articles. Th^ 
ber of cables shall not exceed the allowable percenta 
specified in Table 1, Chapter 9. 

342.24 Bends — How Made. Bends o 
made that the conduit will not be dam 
diameter of the conduit will not be ef| 
radius of the curve of any field bend te 
conduit shall not be less than. 


342.26 Bends — Numbéi 

more than the equivalent of f? 
total) between pulí points, for el¡ 
boxes. 


¡, Chapter 


liere shall not be 
írís (360 degrees 
reonduit bodies and 


342.28 Reaming and Threading. All cut ends shall be 
reamed or otherwise finished to remove rough edges. 
Where conduit is threaded in the field, a standard cutting 
die with a taper of 1 in 16 ( 3 A in. taper per foot) shall be 
used. 


(B) Supports. IMC shall be supported in accordance with 
one of the following: 

(1) Conduit shall be supported at intervals not exceeding 3 
m (10 ft). 

(2) The distar^ between supports for straight runs of con¬ 
duit sW be permitted in accordance with Table 
344JÉ^Ú(2), provided the conduit is made up with 
twnuec^^nlmgs and such supports prevent transmis¬ 
ión of stre^fcto termination where conduit is de- 

^flected betwe^^^pports. 

F(3) E^Ased vertical risers from industrial machinery or 
red equipment shall be permitted to be supported at 
Pntervals not exceeding 6 m (20 ft) if the conduit is 
ríe up with threaded couplings, the conduit is sup- 
i and securely fastened at the top and bottom of 
e riser, and no other means of intermedíate support is 
readily available. 

) Horizontal runs of IMC supported by openings through 
framing members at intervals not exceeding 3 m (10 ft) 
and securely fastened within 900 mm (3 ft) of termina¬ 
tion points shall be permitted. 

342.42 Couplings and Connectors. 

(A) Threadless. Threadless coupüngs and connectors used 
with conduit shall be made tight. Where buried in masonry 
or concrete, they shall be the concretetight type. Where 
installed in wet locations, they shall comply with 314.15. 
Threadless couplings and connectors shall not be used on 
threaded conduit ends unless listed for the purpose. 

(B) Running Threads. Running threads shall not be used 
on conduit for connection at couplings. 


Informational Note: See ANSI/ASME B.1.20.1-1983, 
Standard for Pipe Threads, General Purpose (Inch). 

342.30 Securing and Supporting. IMC shall be installed 
as a complete system in accordance with 300.18 and shall 
be securely fastened in place and supported in accordance 
with 342.30(A) and (B). 


342.46 Bushings. Where a conduit enters a box, fitting, or 
other enclosure, a bushing shall be provided to protect the 
wires from abrasión unless the box, fitting, or enclosure is 
designed to provide such protection. 

Informational Note: See 300.4(G) for the protection of 
conductors 4 AWG and larger at bushings. 


(A) Securely Fastened. IMC shall be secured in accor- 342.56 Splices and Taps. Splices and taps shall be made 
dance with one of the following: in accordance with 300.15. 
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342.60 


ARTICLE 344 — RIGID METAL CONDLOT: TYPE RMC 


342.60 Grounding. IMC shall be permitted as an equip- 
ment grounding conductor. 

III. Construction Specifications 

342.120 Marking. Each length shall be clearly and dura- 
bly marked at least every 1.5 m (5 ft) with the letters IMC. 
Each length shall be marked as required in 110.21. 


contad with the earth shall be provided with approved 
supplementary corrosión protection. 

(4) Ferrous Raceways and Fittings. Ferrous raceways 
and fittings protected from corrosión solely by enamel shall 
be permitted only indoors and in occupancies not subject to 
severe corrosive influences. 

(B) Corrosive Environments. 


342.130 Standard Lengths. The standard length of IMC 
shall be 3.05 m (10 ft), including an attached coupling, and 
each end shall be threaded. Longer or shorter lengths with 
or without coupling and threaded or unthreaded shall be 
permitted. 


ARTICLE 344 

Rigid Metal Conduit: Type RMC 


344.1 Scope. This article covers the use, installation, and^ 
construction specifications for rigid metal conduit (RMC)^ 
and associated fittings. 

344.2 Definition. 

Rigid Metal Conduit (RMC). A threadi 
circular cross section designed for the phy; 
and routing of conductors and cable^md 
equipment grounding conductor 
tegral or associated coupling and 
8-47, ROP 8-48] 

344.6 Listing Requirements. RMl 

couplings, and associated fittings sh 

II. Installation 
344.10 Uses Permitted. 



(1) Galvanized Steel, Stainless Steel, and Red Brass 
RMC, Elbows, Couplings, and Fittings. Galvanized Steel, 
stainless Steel, and red brass RMC elbows, couplings, and 
fittings shall be permitted to be installed in concrete, in 
direct contact with the earth, or in areas subject to severe 
corrosive influences where protected by corrosión protec¬ 
tion and judged suiüWe for the condition. 

(2) Supplementary Protection of Aluminum RMC. Alu- 
minum RMQjlpaH be provided with approved supplemen¬ 
tary corriWm proteSkt where encased in concrete or in 
direct aámact with the^M^ 

l. Galvanized Steel, stainless Steel, and red 
lall be permitted to be installed in or under 

'here subject to permanent moisture where pro¬ 
ales by a layer of noncinder concrete not less 

m. ) thick; where the conduit is not less than 
in.) under the fill; or where protected by cor- 

ííon protection and judged suitable for the condition. 

Wet Locations. All supports, bolts, straps, screws, and 
forth, shall be of corrosion-resistant materials or pro¬ 
tected against corrosión by corrosion-resistant materials. 

Informational Note: See 300.6 for protection against 
corrosión. 

344.14 Dissimilar Metals. Where practicable, dissimilar 
metáis in contact anywhere in the system shall be avoided 
to elimínate the possibility of galvanic action. Aluminum 
fittings and enclosures shall be permitted to be used with 
Steel RMC, and Steel fittings and enclosures shall be per¬ 
mitted to be used with aluminum RMC where not subject to 
severe corrosive influences. 


(A) Atmospheric Conditions and Occupancies. 

(1) Galvanized Steel and Stainless Steel RMC. Galva¬ 
nized Steel and stainless Steel RMC shall be permitted un¬ 
der all atmospheric conditions and occupancies. 

(2) Red Brass RMC. Red brass RMC shall be permitted to 
be installed for direct burial and swimming pool applica- 
tions. 

(3) Aluminum RMC. Aluminum RMC shall be permitted 
to be installed where judged suitable for the environment. 
Rigid aluminum conduit encased in concrete or in direct 


344.20 Size. 

(A) Mínimum. RMC smaller than metric designator 16 
(trade size Vi) shall not be used. 

Exception: For enclosing the leads ofmotors as permitted 
in 430.245(B). 

(B) Máximum. RMC larger than metric designator 155 
(trade size 6) shall not be used. 

Informational Note: See 300.1(C) for the metric designa- 
tors and trade sizes. These are for identification purposes 
only and do not relate to actual dimensions. 
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ARTICLE 344 — RIGID METAL CONDUIT: TYPE RMC 


344.60 


344.22 Number of Conductors. The number of conduc- 
tors shall not exceed that permitted by the percentage fill 
specified in Table 1, Chapter 9. 

Cables shall be permitted to be installed where such use 
is not prohibited by the respective cable articles. The num¬ 
ber of cables shall not exceed the allowable percentage fill 
specified in Table 1, Chapter 9. 

344.24 Bends — How Made. Bends of RMC shall be so 
made that the conduit will not be damaged and so that the 
intemal diameter of the conduit will not be effectively re- 
duced. The radius of the curve of any field bend to the 
centerline of the conduit shall not be less than indicated in 
Table 2, Chapter 9. 

344.26 Bends — Number in One Run. There shall not be 
more than the equivalent of four quarter bends (360 degrees 
total) between pulí points, for example, conduit bodies and 
boxes. 

344.28 Reaming and Threading. All cut ends shall be 
reamed or otherwise finished to remove rough edges. 
Where conduit is threaded in the field, a standard cutting 
die with a 1 in 16 taper (% in. taper per foot) shall be used. 

Informational Note: See ANSI/ASME B.1.20.1-1 
Standard for Pipe Threads, General Purpose (Inch). 


threaded couplings and such supports prevent transmis- 
sion of stresses to termination where conduit is de- 
flected between supports. 

(3) Exposed vertical risers from industrial machinery or 
fixed equipment shall be permitted to be supported at 
intervals not exceeding 6 m (20 ft) if the conduit is 
made up with threaded couplings, the conduit is sup¬ 
ported and securely fastened at the top and bottom of 
the riser, and no other means of intermediate support is 
readily available. 

(4) Horizontal runs of RMC supported by openings 
through framing members at intervals not exceeding 3 
m (10 ft) and securely fastened within 900 mm (3 ft) of 
termination points shall be permitted. 



344.30 Securing and Supporting. RMC. 
as a complete system in accordance 
be securely fastened in place and su ffjgr ted 
with 344.30(A) and (B). 

(A) Securely Fastened. 

dance with one of the foUÉ^íng: [R< 

(1) RMC shall be secur^fcfastened witl 
of each outlet box, iiinfl Bftto box, dj 
conduit body, or other 

8-49] 

(2) Fastening shall be permitted to be increased to a dis- 
tance of 1.5 m (5 ft) where structural members do not 
readily permit fastening within 900 mm (3 ft). [ROP 
8-49] 

(3) Where approved, conduit shall not be required to be 
securely fastened within 900 mm (3 ft) of the Service 
head for above-the-roof termination of a mast. [ROP 
8-49] 

(B) Supports. RMC shall be supported in accordance with 
one of the following: 

(1) Conduit shall be supported at intervals not exceeding 3 
m (10 ft). 

(2) The distance between supports for straight runs of con¬ 
duit shall be permitted in accordance with Table 
344.30(B)(2), provided the conduit is made up with 


(A) Threadless. Threadless couplings and connectors used 
with conduit shall be made tight. Where buried in masonry 
or concrete, they shall be the concretetight type. Where 
installed in wet locations, they shall comply with 314.15. 
Threadless couplings and connectors shall not be used on 
threaded conduit ends unless listed for the purpose. 

(B) Running Threads. Running threads shall not be used 
on conduit for connection at couplings. 

344.46 Bushings. Where a conduit enters a box, fitting, or 
other enclosure, a bushing shall be provided to protect the 
wires from abrasión unless the box, fitting, or enclosure is 
designed to provide such protection. 

Informational Note: See 300.4(G) for the protection of 
conductors sizes 4 AWG and larger at bushings. 

344.56 Splices and Taps. Splices and taps shall be made 
in accordance with 300.15. 

344.60 Grounding. RMC shall be permitted as an equip¬ 
ment grounding conductor. 
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344.100 


ARTICLE 348 — FLEXIBLE METAL CONDUIT: TYPE EMC 


III. Construction Specifications 

344.100 Construction. RMC is made of Steel (ferrous) 
with protective coatings or aluminum (nonferrous). Special 
Uses types are red brass and stainless Steel. [ROP 8-52a] 

344.120 Marking. Each length shall be clearly and dura- 
bly identified in every 3 m (10 ft) as required in the first 
sentence of 110.21. Nonferrous conduit of corrosion- 
resistant material shall have suitable markings. 

344.130 Standard Lengths. The standard length of RMC 
shall be 3.05 m (10 ft), including an attached coupling, and 
each end shall be threaded. Longer or shorter lengths with 
or without coupling and threaded or unthreaded shall be 
permitted. 


ARTICLE 348 

Flexible Metal Conduit: Type FMC 


348.1 Scope. This article covers the use, installation, anc 
construction specifications for flexible metal condui 
(FMC) and associated fittings. 


348.2 Definition. 

Flexible Metal Conduit (FMC). A race' 
cross section made of helically wound, forn 
metal strip. 


348.6 Listing Requirements. 

shall be listed. 


II. Installation 

348.10 Uses Permitted. FMC shall be permitted to be 

used in exposed and concealed locations. 

348.12 Uses Not Permitted. FMC shall not be used in the 

following: 

(1) In wet locations 

(2) In hoistways, other than as permitted in 620.21(A)(1) 

(3) In storage battery rooms 

(4) In any hazardous (classified) location except as permit¬ 
ted by other articles in this Code 

(5) Where exposed to materials having a deteriorating ef- 
fect on the installed conductors, such as oil or gasoline 

(6) Underground or embedded in poured concrete or aggre- 
gate 

(7) Where subject to physical damage 


348.20 Size. 

(A) Mínimum. FMC less than metric designator 16 (trade 
size V2) shall not be used unless permitted in 348.20(A)(1) 
through (A)(5) for metric designator 12 (trade size 3 /s). 

(1) For enclosing the leads of motors as permitted in 
430.245(B) 

(2) In lengths not in excess of 1.8 m (6 ft) for any of the 
following uses: 

a. For utilization equipment 

b. As part of a listed assembly 

c. For tap connections to luminaires as permitted in 
410.117(C) 

(3) For manufactured wiring systems as permitted in 
604.6(A) 

(4) In hoistwa; itted in 620.21(A)(1) 

part oU embly to connect wired luminaire 

sections^ in 410.137(C) 

than metric designator 103 


lal Note: See 300.1(C) for the metric designa- 
ide sizes. These are for identification purposes 
relate to actual dimensions. 

ber of Conductors. The number of conduc- 
exceed that permitted by the percentage fill 
n Table 1, Chapter 9, or as permitted in Table 
for metric designator 12 (trade size %). 

Cables shall be permitted to be installed where such use 
is not prohibited by the respective cable articles. The num¬ 
ber of cables shall not exceed the allowable percentage fill 
specified in Table 1, Chapter 9. 

348.24 Bends — How Made. Bends in conduit shall be 
made so that the conduit is not damaged and the internal 
diameter of the conduit is not efifectively reduced. Bends 
shall be permitted to be made manually without auxiliary 
equipment. The radius of the curve to the centerline of any 
bend shall not be less than shown in Table 2, Chapter 9 
using the column “Other Bends.” 

348.26 Bends — Number in One Run. There shall not be 
more than the equivalent of four quarter bends (360 degrees 
total) between pulí points, for example, conduit bodies and 
boxes. 

348.28 Trimming. All cut ends shall be trimmed or other- 
wise finished to remove rough edges, except where fittings 
that thread into the convolutions are used. 

348.30 Securing and Supporting. FMC shall be securely 
fastened in place and supported in accordance with 
348.30(A) and (B). 
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ARTICLE 350 — LIQUIDTIGHT FLEXIBLE METAL CONDUTT: TYPE LFMC 


Table 348.22 Máximum Number of Insulated Conductors i 
(FMC)* [ROP 8-53] 

in Metric Designator 12 (Trade Size 3 /s) Flexible Metal Conduit 


Types RFH-2, SF-2 

Types TF, XHHW, TW 

Types TFN, THHN, 
THWN 

Types FEP, FEBP, PF, 
PGF 

Size (AWG) 

Fittings 

Inside 

Conduit 

Fittings 

Outside 

Conduit 

Fittings 

Inside 

Conduit 

Fittings 

Outside 

Conduit 

Fittings 

Inside 

Conduit 

Fittings 

Outside 

Conduit 

Fittings 

Inside 

Conduit 

Fittings 

Outside 

Conduit 

18 

2 

3 

3 

5 

5 

8 

5 

8 

16 

1 

2 

3 

4 

4 

6 

4 

6 

14 

1 

2 

2 

3 

3 

4 

3 

4 

12 

— 

— 

1 

2 

2 

3 

2 

3 

10 

- 

- 

1 

1 

1 

1 

1 

2 


*In addition, one insulated, covered, or bare equipment grounding conductor of the sí 

(A) Securely Fastened. FMC shall be securely fastened in 
place by an approved means within 300 mm (12 in.) of 
each box, cabinet, conduit body, or other conduit termina- 
tion and shall be supported and secured at intervals not to 
exceed 1.4 m (A'A ft). 


,e shall be permitted. 

; and Bonding. If used to connect 
; flexibility is necessary to minimize the 
f vibration from equipment or to provide 
ipment that requires movement after in- 
|^nt grounding conductor shall be in- 


hrade size 


n (6 ft) from 
fbonnections to lu- 


Exception No. 1: Where FMC is fished between access 
points through concealed spaces in finished buildings c 
structures and supporting is impracticable. 

Exception No. 2: Where flexibility is necessary ajé 
stallation, lengths from the last point where the race» 
securely fastened shall not exceed the following: 

(1) 900 mm (3 ft) for metric desigr | 

(trade sizes % through IV4) 

(2) 1200 mm (4 ft) for metric desig na ^ 

(trade sizes IV2 through^é 

(3) 1500 mm (5 ft) for u^tfic desigifi^ 

2V2) and larger 

Exception No. 3: Lengths n^texceediné 
a luminaire terminal connectimT 
minaires as permitted in 410.11/^^r 
Exception No. 4: Lengths not exceeding 1.8 m (6 ft) from 
the last point where the raceway is securely fastened for 
connections within an accessible ceiling to luminaire(s) or 
other equipment. For the purposes of this section, Usted 
flexible metal conduit fittings shall be permitted as a means 
of support. [ROP 8-54] 

(B) Supports. Horizontal runs of FMC supported by open- 
ings through framing members at intervals not greater than 
1.4 m (4'/2 ft) and securely fastened within 300 mm (12 in.) 
of termination points shall be permitted. 

348.42 Couplings and Connectors. Angle connectors 
shall not be concealed. 

348.56 Splices and Taps. Splices and taps shall be made 
in accordance with 300.15. 


e flexibility is not required after installation, FMC 
e permitted to be used as an equipment grounding 
^ctor when installed in accordance with 250.118(5). 
e required or installed, equipment grounding con- 
fhall be installed in accordance with 250.134(B). 
^here required or installed, equipment bonding jump- 
ers shall be installed in accordance with 250.102. 


ARTICLE 350 

Liquidtight Flexible Metal Conduit: 
Type LFMC 


350.1 Scope. This article covers the use, installation, and 
construction specifications for liquidtight flexible metal 
conduit (LFMC) and associated fittings. 

350.2 Definition. 

Liquidtight Flexible Metal Conduit (LFMC). A raceway 
of circular cross section having an outer liquidtight, non- 
metallic, sunlight-resistant jacket over an inner flexible 
metal core with associated couplings, connectors, and fit¬ 
tings for the installation of electric conductors. 

350.6 Listing Requirements. LFMC and associated fit¬ 
tings shall be listed. 

II. Installation 

350.10 Uses Permitted. LFMC shall be permitted to be 
used in exposed or concealed locations as follows: 
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350.12 


ARTICLE 350 — LIQUIDTIGHT FLEXIBLE METAL CONDUIT: TYPE LFMC 


(1) Where conditions of installation, operation, or mainte- 
nance require flexibility or protection from liquids, va¬ 
pore, or solids 

(2) As permitted by 501.10(B), 502.10, 503.10, and 504.20 
and in other hazardous (classified) locations where spe- 
cifically approved, and by 553.7(B) 

(3) For direct burial where listed and marked for the 
purpose 

350.12 Uses Not Permitted. LFMC shall not be used as 

follows: 


total) between pulí points, for example, conduit bodies and 
boxes. 

350.30 Securing and Supporting. LFMC shall be se- 
curely fastened in place and supported in accordance with 
350.30(A) and (B). 

(A) Securely Fastened. LFMC shall be securely fastened 
in place by an approved means within 300 mm (12 in.) of 
each box, cabinet, conduit body, or other conduit termina- 
tion and shall be supported and secured at intervals not to 
exceed 1.4 m (4 Vz ft). 


(1) Where subject to physical damage 

(2) Where any combination of ambient and conductor tem- 
perature produces an operating temperature in excess 
of that for which the material is approved 

350.20 Size. 

(A) Mínimum. LFMC smaller than metric designator 16 
(trade size Vá) shall not be used. 

Exception: LFMC of metric designator 12 (trade size 3 /s) 
shall be permitted as covered in 348.20(A). 

(B) Máximum. The máximum size of LFMC shall he met-^ 
ric designator 103 (trade size 4). 

Informational Note: See 300.1(C) for the metric desú 
tors and trade sizes. These are for identification p 
only and do not relate to actual dimensions. 

350.22 Number of Conductors or Cables. 

(A) Metric Designators 16 through 103 (Trad^Q^es 'h 
through 4). The number of cre^nctors shítl¡ 
that permitted by the percent^fcill specifieci^k Tabie 1, 
Chapter 9. I 

Cables shall be permitted to be i^fcüed such use 
is not prohibited by the respective cableHwms. The num¬ 
ber of cables shall not exceed the allowaorc percentage fill 
specified in Table 1, Chapter 9. 


Exception No. 1: Where LFMC is fished between access 
points through concealed spaces in finished buildings or 
structures and supporting is impractical. 

Exception No. 2: ^Jlere flexibility is necessary after in¬ 
stallation, length^mom the last point where the raceway is 
securely fast^ÉB^^dl not exceed the following: 

i (3 ft) for designators 16 through 35 

^í/2 throughiV4) 

W (4 ft) for metric designators 41 through 53 
(tnKKñzes IV2 through 2) 

^J500 m^^5 ft) for metric designators 63 (trade size 
Wrger 

W J ption^o. 3: Lengths not exceeding 1.8 m (6 ft) from 
[ luminaire terminal connection for tap conductors to lu- 
taires, as permitted in 410.117(C). 

Wception No. 4: Lengths not exceeding 1.8 m (6 ft) from 
w the last point where the raceway is securely fastened for 
connections within an accessible ceiling to luminaire(s) or 
other equipment. For the purposes of this section, listed 
LFMC fittings shall be permitted as a means of support. 
[ROP 8-57] 

(B) Supports. Horizontal runs of LFMC supported by 
openings through framing members at intervals not greater 
than 1.4 m (4Vi ft) and securely fastened within 300 mm 
(12 in.) of termination points shall be permitted. 


(B) Metric Designator 12 (Trade Size 3 /s). The number of 
conductors shall not exceed that permitted in Table 348.22, 
“Fittings Outside Conduit” columns. 

350.24 Bends — How Made. Bends in conduit shall be so 
made that the conduit will not be damaged and the internal 
diameter of the conduit will not be effectively reduced. 
Bends shall be permitted to be made manually without aux- 
iliary equipment. The radius of the curve to the centerline 
of any bend shall not be less than required in Table 2, 
Chapter 9 using the column “Other Bends.” 

350.26 Bends — Number in One Run. There shall not be 
more than the equivalent of four quarter bends (360 degrees 


350.42 Couplings and Connectors. Only fittings listed for 
use with LFMC shall be used. Angle connectors shall not 
be concealed. Straight LFMC fittings shall be permitted for 
direct burial where marked. [ROP 8-58, ROP 8-59] 

Informational Note: There are Listed LFMC fittings able 
to be used with LFNC. LFNC Fittings are not used with 
LFMC. [ROP 8-58, ROP 8-59] 

350.56 Splices and Taps. Splices and taps shall be made 
in accordance with 300.15. 

350.60 Grounding. Grounding and bonding for LFMC 
shall be installed in accordance with 350.60(A) and (B). 

[ROP 8-60] 
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352.10 


(A) If used to connect equipment where flexibility is nec- 
essary to minimize the transmission of vibration from 
equipment or to provide flexibility for equipment that re- 
quires movement after installation, an equipment grounding 
conductor shall be installed. [ROP 8-60] 

Where flexibility is not required after installation, 
LFMC shall be permitted to be used as an equipment 
grounding conductor when installed in accordance with 
250.118(6). 

Where required or installed, equipment grounding con- 
ductors shall be installed in accordance with 250.134(B). 

Where required or installed, equipment bonding jump- 
ers shall be installed in accordance with 250.102. 

Informational Note: See 501,30(B), 502.30(B), 503.30(B), 

505.25(B), and 506.25(B) for types of equipment ground¬ 
ing conductors. 

(B) Where Air Conditioning or Refrigerating Equipment is 
installed outdoors, an equipment grounding conductor per 
250.118(1) shall be provided within the raceway and shall 
be sized per 250.122. [ROP 8-60] 


III. Construction Specifications 

350.120 Marking. LFMC shall be marked accorcl 
110.21. The trade size and other information require^t 
the listing shall also be marked on the condjut. Conq| 
suitable for direct burial shall be so mar y 



ART] 

Rigid Polyvinyl^fíoride 
VC 


352.1 Scope. This article covers the use, installation, and 
construction specifications for rigid polyvinyl chloride con- 
duit (PVC) and associated fittings. 


II. Installation 

352.10 Uses Permitted. The use of PVC conduit shall be 
permitted in accordance with 352.10(A) through (I). [ROP 
8-64] 

Informational Note: Extreme coid may cause some non- 
metallic conduits to become brittle and, therefore, more 
susceptible to damage from physical contact. 

(A) Concealed. PVC conduit shall be permitted in walls, 
floors, and ceilings. 

(B) Corrosive Influences. PVC conduit shall be permitted 
in locations subject to severe corrosive influences as cov- 
ered in 300.6 and where subject to Chemicals for which the 
materials are jgpcifically approved. 

PVC conduit shall be permitted in cinder fill. 

(DWWet Locations. PVC conduit shall be permitted in 
ions of dairie^windries, canneries, or other wet loca- 
in locatio^rwhere walls are frequently washed, 
[he conduit system, including boxes and fittings used 
ith, shall be installed and equipped so as to prevent 
from entering the conduit. All supports, bolts, straps, 
scre^fcand so forth, shall be of corrosion-resistant materi- 
xu^be protected against corrosión by approved 
.ion-resistant materials. 

(E) Dry and Damp Locations. PVC conduit shall be per¬ 
mitted for use in dry and damp locations not prohibited by 
352.12. 

(F) Exposed. PVC conduit shall be permitted for exposed 
work. PVC conduit used exposed in areas of physical dam¬ 
age shall be identified for the use. 

Informational Note: PVC Conduit, Type Schedule 80, is 
identified for areas of physical damage. 

(G) Underground Installations. For underground installa- 
tions, PVC shall be permitted for direct burial and under¬ 
ground encased in concrete. See 300.5 and 300.50. 


Informational Note: Refer to Article 353 for High Density 
Polyethylene Conduit: Type HDPE, and Article 355 for Re- 
inforced Thermosetting Resin Conduit: Type RTRC. 

352.2 Definition. 

Rigid Polyvinyl Chloride Conduit (PVC). A rigid nonme- 
tallic raceway of circular cross section, with integral or 
associated couplings, connectors, and fittings for the instal¬ 
lation of electrical conductors and cables. [ROP 8-63] 

352.6 Listing Requirements. PVC conduit, factory el- 
bows, and associated fittings shall be listed. 


(H) Support of Conduit Bodies. PVC conduit shall be 
permitted to support nonmetallic conduit bodies not larger 
than the largest trade size of an entering raceway. These 
conduit bodies shall not support luminaires or other equip¬ 
ment and shall not contain devices other than splicing de- 
vices as permitted by 110.14(B) and 314.16(C)(2). 

(I) Insulation Temperature Limitations. Conductors or 
cables rated at a temperature higher than the listed tempera- 
ture rating of PVC conduit shall be permitted to be installed 
in PVC conduit, provided the conductors or cables are not 
operated at a temperature higher than the listed temperature 
rating of the PVC conduit. 
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ARTICLE 352 — RIGID POLYVINYL CHLORIDE CONDUIT: TYPE PVC 


352.12 Uses Not Permitted. PVC conduit shall not be 
used under the conditions specified in 352.12(A) through 
(E). 

(A) Hazardous (Classified) Locations. In any hazardous 
(classified) location, except as permitted by other articles of 
this Cade. 

(B) Support of Luminaires. For the support of luminaires 
or other equipment not described in 352.10(H). 

(C) Physical Damage. Where subject to physical damage 
unless identified for such use. 

(D) Ambient Temperatures. Where subject to ambient 
temperatures in excess of 50°C (122°F) unless listed other- 
wise. 

(E) Theaters and Similar Locations. In theaters and simi¬ 
lar locations, except as provided in 518.4 and 520.5. 

352.20 Size. 

(A) Mínimum. PVC conduit smaller than metric designa- 
tor 16 (trade size V2) shall not be used. 


shall be fastened so that movement from thermal expansión 
or contraction is permitted. PVC conduit shall be securely 
fastened and supported in accordance with 352.30(A) and 
(B). 


(A) Securely Fastened. PVC conduit shall be securely fas- 
tened within 900 mm (3 ft) of each outlet box, junction 
box, device box, conduit body, or other conduit termina- 
tion. Conduit listed for securing at other than 900 mm (3 ft) 
shall be permitted to be installed in accordance with the 
listing. 


(B) Supports. PVC conduit shall be supported as required 
in Table 352.30. Conduit listed for support at spacings other 
than as shown in Table 352.30 shall be permitted to be 
installed in accordaiA with the listing. Horizontal runs of 
PVC conduit sura^^ed by openings through framing mem- 
bers at interwjJ^^kexceeding those in Table 352.30 and 
securely faáj^ed 900 mm (3 ft) of termination 

points sh^be permittl^^ 


ítípport of Rigid Polyvinyl Chloride Conduit 


(B) Máximum. PVC conduit larger than metric designato 
155 (trade size 6) shall not be used. 

Informational Note: The trade sizes and metric dej 
tors are for identification purposes only and do 
actual dimensions. See 300.1(C). 


352.22 Number of Conductors. The numl 

tors shall not exceed that permitted b^Ae 
specified in Table 1, Chapter 9. 

Cables shall be permitted toJ^Wnstalled 
is not prohibited by the respecn^^able artick 
ber of cables shall not exceed the^«wable p< 
specified in Table 1, Chapter 9. 

352.24 Bends — How Made. Bends shalTbe so made that 
the conduit will not be damaged and the internal diameter 
of the conduit will not be effectively reduced. Field bends 
shall be made only with identified bending equipment. The 
radius of the curve to the centerline of such bends shall not 
be less than shown in Table 2, Chapter 9. [ROP 8-69] 



352.44 Expansión Fittings. Expansión fittings for PVC 
conduit shall be provided to compénsate for thermal expan¬ 
sión and contraction where the length change, in accor¬ 
dance with Table 352.44, is expected to be 6 mm (Vi in.) or 
greater in a straight run between securely mounted ítems 
such as boxes, cabinets, elbows, or other conduit termina- 
tions. 


352.26 Bends — Number in One Run. There shall not be 
more than the equivalent of four quarter bends (360 degrees 
total) between pulí points, for example, conduit bodies and 
boxes. 

352.28 Trimming. All cut ends shall be trimmed inside 
and outside to remove rough edges. 

352.30 Securing and Supporting. PVC conduit shall be 
installed as a complete system as provided in 300.18 and 


352.46 Bushings. Where a conduit enters a box, fitting, or 
other enclosure, a bushing or adapter shall be provided to 
protect the wire from abrasión unless the box, fitting, or 
enclosure design provides equivalent protection. 

Informational Note: See 300.4(G) for the protection of 
conductors 4 AWG and larger at bushings. 

352.48 Joints. All joints between lengths of conduit, and 
between conduit and couplings, fittings, and boxes, shall be 
made by an approved method. 
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352.120 


Table 352.44 Expansión Characteristics of PVC Rigid Nonmetallic Conduit Coefficient of Thermal Expansión = 6.084x 10 5 
mm/mm/°C (3.38 x 10 5 in./in./°F) 


Temperature 
Change (°C) 


10 

15 

20 

25 

30 


Length Change of 
PVC Conduit 
(nun/m) 


Temperature 
Change (°F) 


0.30 

0.61 

0.91 

1.22 

1.52 

1.83 


10 

15 

20 

25 

30 


Length Change of 
PVC Conduit Temperature 

(in./100 ft) Change (°F) 


0.20 

0.41 

0.61 

0.81 

1.01 

1.22 


105 

110 

115 

120 

125 

130 


Length Change of PVC 
Conduit (in./100 ft) 


4.26 
4.46 
4.66 
4.87 
5.07 

5.27 



352.60 Grounding. Where equipmen!^|^ndingi¡^^ 


quired, a sepárate equipment 
installed in the conduit. 

Exception No. 1: As p^^üted in 25i 
No. 2, for de circuits and 2^^U4( B), j 
separately run equipment groi^Bug ajductors. 

Exception No. 2: Where the growwfa conductor is used to 
ground equipment as permitted in 250.142. 



352.120 Marking. Each length of PVC conduit shall be 
clearly and durably marked at least every 3 m (10 ft) as 
required in the first sentence of 110.21. The type of material 
shall also be included in the marking unless it is visually 
identifiable. For conduit recognized for use aboveground, 
these markings shall be permanent. For conduit limited to 
underground use only, these markings shall be sufficiently 
durable to remain legible until the material is installed. 


III. Construction Specifications 


Conduit shall be permitted to be surface marked to indicate 
special characteristics of the material. 


352.100 Construction. PVC conduit shall be made of 
rigid (nonplasticized) polyvinyl chloride (PVC). PVC con¬ 
duit and fittings shall be composed of suitable nonmetallic 
material that is resistant to moisture and Chemical atmo- 
spheres. For use aboveground, it shall also be ñame retar- 
dant, resistant to impact and crushing, resistant to distortion 
from heat under conditions likely to be encountered in Ser¬ 
vice, and resistant to low temperature and sunlight effeets. 
For use underground, the material shall be acceptably resis¬ 
tant to moisture and corrosive agents and shall be of suffi- 
cient strength to withstand abuse, such as by impact and 
crushing, in handling and during installation. Where in- 


Informational Note: Examples of these markings inelude 
but are not limited to “limited smoke” and “sunlight 
resistant.” 
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353.1 


ARTICLE 353 — fflGH DENSITY POLYETHYLENE CONDUIT: TYPE HDPE CONDUIT 


ARTICLE 353 

High Density Polyethylene Conduit: 
Type HDPE Conduit 


353.1 Scope. This article covers the use, installation, and 
construction specifications for high density polyethylene 
(HDPE) conduit and associated fittings. 

Informational Note: Refer to Article 352 for Rigid Poly- 
vinyl Chloride Conduit: Type PVC and Article 355 for Re- 
inforced Thermosetting Resin Conduit: Type RTRC. 

353.2 Definition. 

High Density Polyethylene (HDPE) Conduit. A nonme- 
tallic raceway of circular cross section, with associated 
couplings, connectors, and fittings for the installation of 
electrical conductors. 

353.6 Listing Requirements. HDPE conduit and associ¬ 
ated fittings shall be listed. 

II. Installation 

353.10 Uses Permitted. The use of HDPE 
permitted under the following conditions: 

(1) In discrete lengths or in continuous lenj| 

(2) In locations subject to severe co rrosi ve 
covered in 300.6 and where 
which the conduit is listed 

(3) In cinder fill 

(4) In direct burial installations 

Informational Note to (4): Refei 
derground installations. 



(4) Where subject to ambient temperatures in excess of 
50°C (122°F) unless listed otherwise 


(A) Mínimum. HDPE conduit smaller than metric desig- 
nator 16 (trade size Vi) shall not be used. 

(B) Máximum. HDPE conduit larger than metric designa- 
tor 155 (trade size 6) shall not be used. 

Informational Note: The trade sizes and metric designa- 
tors are for Identification purposes only and do not relate to 
actual dimensions. See 300.1(C). 

353.22 Number of Conductors. The number of conduc¬ 
tors shall not exceecfthat permitted by the percentage fill 
specified in Table J^rhapter 9. 

Cables shahJ^mermitted to be installed where such use 
is not prohib*r^fcj^ respective cable articles. The num¬ 
ber of cal^Fshall n^kxceed the allowable percentage fill 
specifi^^m Table 1, QÜ¡|§£r 9. 

35lSy BendfS— How Made. Bends shall be so made that 
the cWjd^will not be damaged and the intemal diameter 
of the cWjuit will not be effectively reduced. Bends shall 
^h^jermitt^fca be made manually without auxiliary equip- 
me^P^^heradius of the curve to the centerline of such 
bends snWrnot be less than shown in Table 354.24. For 
induits of metric designators 129 and 155 (trade sizes 5 
[d 6) the allowable radii of bends shall be in accordance 
specifications provided by the manufacturen 

353.26 Bends — Number in One Run. There shall not be 
more than the equivalent of four quarter bends (360 degrees 
total) between pulí points, for example, conduit bodies and 
boxes. 

353.28 Trimming. All cut ends shall be trimmed inside 
and outside to remove rough edges. 


(5) Above ground, except as prohibited in 353.12, where 
encased in not less than 50 mm (2 in.) of concrete. 

(6) Conductors or cables rated at a temperature higher than 
the listed temperature rating of HDPE conduit shall be 
permitted to be installed in HDPE conduit, provided 
the conductors or cables are not operated at a tempera- 
ture higher than the listed temperature rating of the 
HDPE conduit. 

353.12 Uses Not Permitted. HDPE conduit shall not be 

used under the following conditions: 

(1) Where exposed 

(2) Within a building 

(3) In any hazardous (classified) location, except as permit¬ 
ted by other articles in this Code 


353.46 Bushings. Where a conduit enters a box, fitting, or 
other enclosure, a bushing or adapter shall be provided to 
protect the wire from abrasión unless the box, fitting, or 
enclosure design provides equivalent protection. 

Informational Note: See 300.4(G) for the protection of 
conductors 4 AWG and larger at bushings. 

353.48 Joints. All joints between lengths of conduit, and 
between conduit and couplings, fittings, and boxes, shall be 
made by an approved method. 

Informational Note: HDPE conduit can be joined using 
either heat fusión, electrofusion, or mechanical fittings. 

353.56 Splices and Taps. Splices and taps shall be made 
in accordance with 300.15. 
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ARTICLE 354 — NONMETALLIC UNDERGROUND CONDUIT WITH CONDUCTORS: TYPE NUCC 


354.28 


353.60 Grounding. Where equipment grounding is re- 
quired, a sepárate equipment grounding conductor shall be 
installed in the conduit. 

Exception No. 1: The equipment grounding conductor 
shall be permitted to be run separately from the conduit 
where used for grounding de circuits as permitted in 
250.134, Exception No. 2. 

Exception No. 2: The equipment grounding conductor 
shall not be required where the grounded conductor is used 
to ground equipment as permitted in 250.142. 


(1) For direct burial underground installation (For míni¬ 
mum cover requirements, see Table 300.5 and Table 
300.50 under Rigid Nonmetallic Conduit.) 

(2) Encased or embedded in concrete 

(3) In cinder fill 

(4) In underground locations subject to severe corrosive 
influences as covered in 300.6 and where subject to 
Chemicals for which the assembly is specifically ap- 
proved 

(5) Aboveground, except as prohibited in 354.12, where 
encased in not less than 50 mm (2 in.) of concrete 


III. Construction Specifications 

353.100 Construction. HDPE conduit shall be composed 
of high density polyethylene that is resistant to moisture 
and Chemical atmospheres. The material shall be resistant 
to moisture and corrosive agents and shall be of sufficient 
strength to withstand abuse, such as by impact and crush- 
ing, in handling and during installation. Where intended for 
direct burial, without encasement in concrete, the material 
shall also be capable of withstanding continued loading that 
is likely to be encountered after installation. 


353.120 Marking. Each length of HDPE shall be 
and durably marked at least every 3 m (10 ft) as requ 
110.21. The type of material shall also be included 



354.12 Uses Not Permitted. NUCC shall not be used in 
the following: 

(1) In exposjAlocations 

(2) Insid^Kildings 



354.1 Scope. This article covers (Wcuse, installation, and 
construction specifications for nonmetallic underground 
conduit with conductors (NUCC). 

354.2 Definition. 

Nonmetallic Underground Conduit with Conductors 

(NUCC). A factory assembly of conductors or cables inside 
a nonmetallic, smooth wall raceway with a circular cross 
section. [ROP 8-73] 

354.6 Listing Requirements. NUCC and associated fit- 
tings shall be listed. 

II. Installation 

354.10 Uses Permitted. The use of NUCC and fittings 
shall be permitted in the following: 


(Aj'TVlinimum. NUCC smaller than metric designator 16 
(trade size V2) shall not be used. 

(B) Máximum. NUCC larger than metric designator 103 
(trade size 4) shall not be used. 

Informational Note: See 300.1(C) for the metric designa- 
tors and trade sizes. These are for identification purposes 
only and do not relate to actual dimensions. 

354.22 Number of Conductors. The number of conduc¬ 
tors or cables shall not exceed that permitted by the per- 
centage fill in Table 1, Chapter 9. 

354.24 Bends — How Made. Bends shall be manually 
made so that the conduit will not be damaged and the in¬ 
ternal diameter of the conduit will not be effectively re- 
duced. The radius of the curve of the centerline of such 
bends shall not be less than shown in Table 354.24. 

354.26 Bends — Number in One Run. There shall not be 
more than the equivalent of four quarter bends (360 degrees 
total) between termination points. 

354.28 Trimming. For termination, the conduit shall be 
trimmed away from the conductors or cables using an ap- 
proved method that will not damage the conductor or cable 
insulation or jacket. All conduit ends shall be trimmed in¬ 
side and out to remove rough edges. 
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354.46 


ARTICLE 355 — REINFORCED THERMOSETTING RESIN CONDUIT: TYPE RTRC 


Table 354.24 Mínimum Bending Radius for Nonmetallic 
Underground Conduit with Conductors (NUCC) 


Conduit Size 

Mínimum Bending 
Radius 

Metric 

Designator 

Trade Size 

mm 

in. 

16 

V 2 

250 

10 

21 

X 

300 

12 

27 

1 

350 

14 

35 

VA 

450 

18 

41 

VA 

500 

20 

53 

2 

650 

26 

63 

2Vi 

900 

36 

78 

3 

1200 

48 

103 

4 

1500 

60 


354.46 Bushings. Where the NUCC enters a box, fitting, 
or other enclosure, a bushing or adapter shall be provided 
to protect the conductor or cable from abrasión unless the 
design of the hox, fitting, or enclosure provides equivalent 
protection. 

Informational Note: See 300.4(G) for the protection of 
conductors size 4 AWG or larger. 

354.48 Joints. All joints between conduit, fittings, and 
boxes shall be made by an approved method. 

354.50 Conductor Terminations. All tei 

tween the conductors or cables and equq 
made by an approved method for that type i 
cable. 

354.56 Splices and Taps. Spl 

in junction boxes or other ene lo! 

354.60 Grounding. Where equipmt 
quired, an assembly containing a se] 
grounding conductor shall be used. 

III. Construction Specifications 
354.100 Construction. 

(A) General. NUCC is an assembly that is provided in 
continuous lengths shipped in a coil, reel, or cartón. 


(C) Conductors and Cables. Conductors and cables used 
in NUCC shall be listed and shall comply with 310.10(C). 
Conductors of different systems shall be installed in accor- 
dance with 300.3(C). 

(D) Conductor Fill. The máximum number of conductors 
or cables in NUCC shall not exceed that permitted by the 
percentage fill in Table 1, Chapter 9. 

354.120 Marking. NUCC shall be clearly and durably 
marked at least every 3.05 m (10 ft) as required by 110.21. 
The type of conduit material shall also be included in the 
marking. 

Identification of conductors or cables used in the assem¬ 
bly shall be provided on a tag attached to each end of the 
assembly or to the jMe of a reel. Enclosed conductors or 
cables shall be n^íred in accordance with 310.120. 


ARTITLE 355 
orced Thermosetting Resin 
Conduit: Type RTRC 



•5.1 Scope. This article covers the use, installation, and 
instruction specification for reinforced thermosetting resin 
iduit (RTRC) and associated fittings. 

Informational Note: Refer to Article 352 for Rigid Poly- 
vinyl Chloride Conduit: Type PVC, and Article 353 for 
High Density Polyethylene Conduit: Type HDPE. 

355.2 Definition. 

Reinforced Thermosetting Resin Conduit (RTRC). A 

rigid nonmetallic raceway of circular cross section, with 
integral or associated couplings, connectors, and fittings for 
the installation of electrical conductors and cables. [ROP 
8-75] 

355.6 Listing Requirements. RTRC, factory elbows, and 
associated fittings shall be listed. 


II. Installation 


(B) Nonmetallic Underground Conduit. The nonmetallic 
underground conduit shall be listed and composed of a ma¬ 
terial that is resistant to moisture and corrosive agents. It 
shall also be capable of being supplied on reels without 
damage or distortion and shall be of sufficient strength to 
withstand abuse, such as impact or crushing, in handling 
and during installation without damage to conduit or con¬ 
ductors. 


355.10 Uses Permitted. The use of RTRC shall be permit¬ 
ted in accordance with 355.10(A) through (I). 

(A) Concealed. RTRC shall be permitted in walls, floors, 
and ceilings. 

(B) Corrosive Influences. RTRC shall be permitted in lo- 
cations subject to severe corrosive influences as covered in 
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ARTICLE 355 — REINFORCED THERMOSETTING RESIN CONDUIT: TYPE RTRC 


355.30 


300.6 and where subject to Chemicals for which the mate- 
rials are specifically approved. 

(C) Cinders. RTRC shall be permitted in cinder fill. 

(D) Wet Locations. RTRC shall be permitted in portions 
of dairies, laundries, canneries, or other wet locations, and 
in locations where walls are frequently washed, the entire 
conduit system, including boxes and fittings used therewith, 
shall be installed and equipped so as to prevent water from 
entering the conduit. All supports, holts, straps, screws, and 
so forth, shall be of corrosion-resistant materials or be pro- 
tected against corrosión by approved corrosion-resistant 
materials. 


(E) Theaters and Similar Locations. In theaters and simi¬ 
lar locations, except as provided in 518.4 and 520.5. 

355.20 Size. 

(A) Mínimum. RTRC smaller than metric designator 16 
(trade size Vá) shall not be used. 

(B) Máximum. RTRC larger than metric designator 155 
(trade size 6) shall not be used. 

Informational Note: The trade sizes and metric designa- 
tors are for identification purposes only and do not relate to 
actual dimensions. See 300.1(C). 


(E) Dry and Damp Locations. RTRC shall be permitted 
for use in dry and damp locations not prohibited by 355.12. 

(F) Exposed. RTRC shall be permitted for exposed work if 
identified for such use. 

Informational Note: RTRC, Type XW, is identified for 
areas of physical damage. 

(G) Underground Installations. For underground installa- 
tions, see 300.5 and 300.50. 

(H) Support of Conduit Bodies. RTRC shall be pei 
to support nonmetallic conduit bodies not larger thal 
largest trade size of an entering raceway. Thes e coi 
bodies shall not support luminaires or otl 
shall not contain devices other than^ÉBcing fgv: 
permitted by 110.14(B) and 314.16(^g). 

(I) Insulation Temperature LimitatioW^onductors or 

cables rated at a temperatur^É^^^fcn tb^kted tempera- 
ture rating of RTRC co^Bn shall b^™mitra«o be in¬ 
stalled in RTRC conduit^fcdie conductoMpr cables are not 
operated at a temperature than the listed temperature 

rating of the RTRC conduit. 

355.12 Uses Not Permitted. RTI^rshall not be used un- 
der the following conditions. 


355.22 Number of Conductors. The number of conduc- 
that permitted by the percentage fill 
Ihapter 9. Cables shall be permitted to 
use is not prohibited by the respec- 
number of cables shall not exceed 
tage fill specified in Table 1, Chapter 9. 

tends — How Made. Bends shall be so made that 
Jnauit will not be damaged and the internal diameter 
Ee conduit will not be efifectively reduced. Field bends 
sha^fce made only with identified bending equipment. The 
adiusrythe curve to the centerline of such bends shall not 
s than shown in Table 2, Chapter 9. [ROP 8-77] 

355.26 Bends — Number in One Run. There shall not be 
more than the equivalent of four quarter bends (360 degrees 
total) between pulí points, for example, conduit bodies and 
boxes. 

355.28 Trimming. All cut ends shall he trimmed inside 
and outside to remove rough edges. 

355.30 Securing and Supporting. RTRC shall be installed 
as a complete system in accordance with 300.18 and shall 
be securely fastened in place and supported in accordance 
with 355.30(A) and (B). 



(A) Hazardous (Classified) Locations. 

(1) In any hazardous (classified) location, except as permit¬ 
ted by other articles in this Code 

(2) In Class I, División 2 locations, except as permitted in 
501.10(B)(3) 


(A) Securely Fastened. RTRC shall be securely fastened 
within 900 mm (3 ft) of each outlet box, junction box, 
device box, conduit body, or other conduit termination. 
Conduit listed for securing at other than 900 mm (3 ft) shall 
be permitted to be installed in accordance with the listing. 


(B) Support of Luminaires. For the support of luminaires 
or other equipment not described in 355.10(11). 

(C) Physical Damage. Where subject to physical damage 
unless identified for such use. 

(D) Ambient Temperatures. Where subject to ambient 
temperatures in excess of 50°C (122°F) unless listed other- 
wise. 


(B) Supports. RTRC shall be supported as required in 
Table 355.30. Conduit listed for support at spacing other 
than as shown in Table 355.30 shall be permitted to be 
installed in accordance with the listing. Horizontal runs of 
RTRC supported by openings through framing members at 
intervals not exceeding those in Table 355.30 and securely 
fastened within 900 mm (3 ft) of termination points shall be 
permitted. 
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Table 355.30 Support of Reinforced Thermosetting Resin 
Conduit (RTRC) 


Conduit Size 

Máximum Spacing Between 
Supports 

Metric 

Designator 

Trade Size 

mm or m 

ft 

16-27 

14-1 

900 mm 

3 

35-53 

114-2 

1.5 m 

5 

63-78 

214-3 

1.8 m 

6 

91-129 

314-5 

2.1 m 

7 

155 

6 

2.5 m 

8 


355.48 Joints. All joints between lengths of conduit, and 
between conduit and couplings, fitting, and boxes, shall be 
made by an approved method. 

355.56 Splices and Taps. Splices and taps shall be made 
in accordance with 300.15. 

355.60 Grounding. Where equipment grounding is re- 
quired, a sepárate equipment grounding conductor shall be 
installed in the conduit. 

Exception No. 1: As permitted in 250.134(B), Exception 
No. 2, for de circuits and 250.134(B), Exception No. 1, for 
separately run equipment grounding conductors. 


355.44 Expansión Fittings. Expansión fittings for RTRC 
shall be provided to compénsate for thermal expansión and 
contraction where the length change, in accordance with 
Table 355.44, is expected to be 6 mm (Vi in.) or greater in 
a straight run between securely mounted Ítems such as 
boxes, cabinets, elbows, or other conduit terminations. 

355.46 Bushings. Where a conduit enters a box, fitting, or 
other enclosure, a bushing or adapter shall be provided to 
protect the wire from abrasión unless the box, fitting, or 
enclosure design provides equivalent protection. 

Informational Note: See 300.4(G) for the protection of 

conductors 4 AWG and larger at bushings. 


Table 355.44 Expansión Characteristics of I 
= 2.7 x 10“ 5 mm/mm/°C (1.5 x 10 5 in./in./°] 


Temperature 
Change (°C) 



Exception No. 2: Where the grounded conductor is used to 
ground equipment a permitted in 250.142. 


lonstruction. RTRC and fittings shall be com- 
de nonmeunfc material that is resistant to 
temical atmospheres. For use aboveground, 
be ñame retardant, resistant to impact and 
istant to distortion from heat under conditions 
icountered in Service, and resistant to low 
ra sunlight efifeets. For use underground, the 
be acceptably resistant to moisture and cor- 

Conduit (RTRC) Coefficient of Thermal Expansión 


0.09 

0.18 

0.27 

0.36 

0.45 


Temperature 
Change (°F) 


2.07 

2.16 

2.25 


0.54 

0.63 

0.72 

0.81 

0.90 


2.34 

2.43 

2.52 

2.61 

2.70 


55 1.49 

60 1.62 

65 1.76 

70 1.89 

75 2.03 

80 2.16 


55 0.99 

60 1.08 

65 1.17 

70 1.26 

75 1.35 

80 1.44 


155 

160 

165 

170 

175 

180 


2.79 

2.88 

2.97 

3.06 

3.15 

3.24 


85 

90 

95 

100 


2.30 

2.43 

2.57 

2.70 


85 

90 

95 

100 


185 

190 

195 

200 


3.33 

3.42 

3.51 

3.60 
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356.20 


rosive agents and shall be of sufficient strength to withstand 
abuse, such as by impact and crushing, in handling and 
during installation. Where intended for direct burial, with- 
out encasement in concrete, the material shall also be ca- 
pable of withstanding continued loading that is likely to be 
encountered after installation. 

355.120 Marking. Each length of RTRC shall be clearly 
and durably marked at least every 3 m (10 ft) as required in 
the first sentence of 110.21. The type of material shall also 
be included in the marking unless it is visually identifiable. 
For conduit recognized for use aboveground, these mark- 
ings shall be permanent. For conduit limited to under- 
ground use only, these markings shall be sufficiently du¬ 
rable to remain legible until the material is installed. 
Conduit shall be permitted to be surface marked to indicate 
special characteristics of the material. 

Informational Note: Examples of these markings inelude 

but are not limited to “limited smoke” and “sunlight 


ARTICLE 356 

Liquidtight Flexible Nonmetallic 
Conduit: Type LFNC 


356.1 Scope. This article covers tb 
construction specifications fe 
talhc conduit (LFNC) and^ 

356.2 Deflnition. 

Liquidtight Flexible Nonmeta 

raceway of circular cross sectio 
lows: 

(1) A smooth seamless inner core and cover bonded to- 
gether and having one or more reinforcement layers 
between the core and covers, designated as Type 
LFNC-A 



induit (LFNC). A 
P^arious types as fol- 


356.6 Listing Requirements. LFNC and associated fit- 
tings shall be listed. 

II. Installation 

356.10 Uses Permitted. LFNC shall be permitted to be 
used in exposed or concealed locations for the following 
purposes: 

Informational Note: Extreme coid may cause some types 
of nonmetallic conduits to become brittle and therefore 
more susceptible to damage from physical contact. 

(1) Where flexibility is required for installation, operation, 
or maintenance. 

(2) Where protection of the contained conductors is re¬ 
quired fraA vapors, liquids, or solids. 

(3) For g^Kor locations where listed and marked as suit- 
purpose. 

(4) ^W direct^fcjial where listed and marked for the pur- 

LFNC-B l^ill be permitted to be installed in 
r hs longer than 1.8 m (6 ft) where secured in ac- 
irdance with 356.30. 

ie LFNC-B as a listed manufactured prewired as- 
ly, metric designator 16 through 27 (trade size '/> 
rough 1) conduit. 

For encasement in concrete where listed for direct 
burial and installed in compliance with 356.42. 

356.12 Uses Not Permitted. LFNC shall not be used as 
follows: 

(1) Where subject to physical damage 

(2) Where any combination of ambient and conductor tem- 
peratures is in excess of that for which the LFNC is 
approved 

(3) In lengths longer than 1.8 m (6 ft), except as permitted 
by 356.10(5) or where a longer length is approved as 
essential for a required degree of flexibility [ROP 
8-81a] 

(4) In any hazardous (classified) location, except as permit¬ 
ted hy other articles in this Code 


(2) A smooth inner surface with integral reinforcement 
within the raceway wall, designated as Type LFNC-B 

[ROP 8-80] 

(3) A corrugated intemal and extemal surface without in¬ 
tegral reinforcement within the raceway wall, desig¬ 
nated as LFNC-C [ROP 8-80] 

LFNC is fíame resistant and with fittings and is ap¬ 
proved for the installation of electrical conductors. 

Informational Note: FNMC is an altemative designation 
for LFNC. 


356.20 Size. 

(A) Mínimum. LFNC smaller than metric designator 16 
(trade size Vi) shall not be used unless permitted in 
356.20(A)(1) or (A)(2) for metric designator 12 (trade size 
%). 

(1) For enclosing the leads of motors as permitted in 
430.245(B) 

(2) In lengths not exceeding 1.8 m (6 ft) as part of a listed 
assembly for tap connections to luminaires as required 
in 410.117(C), or for utilization equipment 
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(B) Máximum. LFNC larger than metric designator 103 duit fittings shall be permitted as a means of support. 

(trade size 4) shall not be used. [ROP 8-83a] 


Informational Note: See 300.1(C) for the metric designa- 
tors and trade sizes. These are for identification purposes 
only and do not relate to actual dimensions. 

356.22 Number of Conductors. The number of conduc- 
tors shall not exceed that permitted by the percentage fill 
specified in Table 1, Chapter 9. 

Cables shall be permitted to be installed where such use 
is not prohibited by the respective cable articles. The num¬ 
ber of cables shall not exceed the allowable percentage fill 
specified in Table 1, Chapter 9. 

356.24 Bends — How Made. Bends in conduit shall be so 
made that the conduit is not damaged and the internal di- 
ameter of the conduit is not effectively reduced. Bends shall 
be permitted to be made manually without auxiliary equip- 
ment. The radius of the curve to the centerline of any bend 
shall not be less than shown in Table 2, Chapter 9 using the 
column “Other Bends.” 

356.26 Bends — Number in One Run. There shall not be 
more than the equivalent of four quarter bends (360 degrees 
total) between pulí points, for example, conduit bodies an< 
boxes. 


356.28 Trimming. All cut ends of conduh 
trimmed inside and outside to remove rough 

356.30 Securing and Supporting. Type Ll 
securely fastened and supported in a ccorda r 
the following: 

(1) Where installed in lengths 
conduit shall be securely 
ceeding 900 mm (3 ft) and 
each side of every outlet bo 
fitting. 

(2) Securing or supporting of the conduit shall not be re- 
quired where it is fished, installed in lengths not ex- 
ceeding 900 mm (3 ft) at termináis where flexibility is 
required, or installed in lengths not exceeding 1.8 m 
(6 ft) from a luminaire terminal connection for tap con¬ 
ductors to luminaires permitted in 410.117(C). 


356.42 Couplings and Connectors. Only fittings listed for 
use with LFNC shall be used. Angle connectors shall not be 
used for concealed raceway installations. Straight LFNC 
fittings are permitted for direct burial or encasement in 
concrete. 

356.56 Splices and Taps. Splices and taps shall be made 
in accordance with 300.15. 

356.60 Grounding and Bonding. If used to connect 
equipment where flexibility is necessary to minimize the 
transmission of vibrión from equipment or to provide 
flexibility for eqm^nent that requires movement after in- 
stallation, an equipment grounding conductor shall be in¬ 
stalled. [RQ 

WheoAequired o^kdalled, equipment grounding con¬ 
de :to]»nall be installed in accordance with 250.134(B). 
[ere reaftired or instaned, equipment bonding jump- 
ítalled in accordance with 250.102. 


Specifications 

6.100 Construction. LFNC-B as a prewired manufac- 
vid assembly shall be provided in continuous lengths ca¬ 
ble of being shipped i 



a coil, reel, or cartón without 


^(6 

s not ex- 
2 in.) on 
JTcabinet, or 


356.120 Marking. LFNC shall be marked at least every 
600 mm (2 ft) in accordance with 110.21. The marking 
shall inelude a type designation in accordance with 356.2 
and the trade size. Conduit that is intended for outdoor use 
or direct burial shall be marked. 

The type, size, and quantity of conductors used in 
prewired manufactured assemblies shall be identified by 
means of a printed tag or label attached to each end of the 
manufactured assembly and either the cartón, coil, or reel. 
The enclosed conductors shall be marked in accordance 
with 310.120. 


(3) Horizontal runs of LFNC supported by openings 
through framing members at intervals not exceeding 
900 mm (3 ft) and securely fastened within 300 mm 
(12 in.) of termination points shall be permitted. 

(4) Securing or supporting of LFNC-B shall not be re¬ 
quired where installed in lengths not exceeding 1.8 m 
(6 ft) from the last point where the raceway is securely 
fastened for connections within an accessible ceiling to 
luminaire(s) or other equipment. For the purpose of this 
section, listed Liquidtight Flexible Nonmetallic Con- 


ARTICLE 358 

Electrical Metallic Tubing: Type EMT 


I. General 

358.1 Scope. This article covers the use, installation, and 
construction specifications for electrical metallic tubing 
(EMT) and associated fittings. 
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358.30 


358.2 Definition. 

Electrical Metallic Tubing (EMT). An unthreaded thin- 
wall raceway of circular cross section designed for the 
physical protection and routing of conductors and cables 
and for use as an equipment grounding conductor when 
installed utilizing appropriate fittings. EMT is generally 
made of Steel (ferrous) with protective coatings or alumi- 
num (nonferrous). 

358.6 Listing Requirements. EMT, factory elbows, and 
associated fittings shall be listed. 


358.20 Size. 

(A) Minimum. EMT smaller than metric designator 16 
(trade size l A) shall not be used. 

Exception: For enclosing the leads of motors as permitted 
in 430.245(B). 

(B) Máximum. The máximum size of EMT shall be met¬ 
ric designator 103 (trade size 4). 

Informational Note: See 300.1(C) for the metric designa- 
tors and trade sizes. These are for identification purposes 
only and do not relate to actual dimensions. 


II. Installation 
358.10 Uses Permitted. 

(A) Exposed and Concealed. The use of EMT shall be 
permitted for both exposed and concealed work. 

(B) Corrosión Protection. Ferrous or nonferrous EMT, el¬ 
bows, couplings, and fittings shall be permitted to be in 
stalled in concrete, in direct contact with the earth, or ii 
areas subject to severe corrosive influences where protected 
by corrosión protection and approved as suitable for the 
condi tion. 

(C) Wet Locations. All supports, bolts, straps, screwsl 
so forth shall be of corrosion-resistant tnatgpals or j 
tected against corrosión by corrosion-rea«ntn^erials 



it will be sub- 


358.12 Uses Not Permitted) 

the following conditions^ 

(1) Where, during installkp or afterwc( 
ject to severe physical a 

(2) Where protected from corretón j>§f£\y by enamel. 

(3) In cinder concrete or cinder mPwhere subject to per- 
manent moisture unless protected on all sides by a 
layer of noncinder concrete at least 50 mm (2 in.) thick 
or unless the tubing is at least 450 mm (18 in.) under 
the fill. 

(4) In any hazardous (classified) location except as permit¬ 
ted by other articles in this Code. 

(5) For the support of luminaires or other equipment ex¬ 
cept conduit bodies no larger than the largest trade size 
of the tubing. 

(6) Where practicable, dissimilar metáis in contact any- 
where in the system shall be avoided to elimínate the 
possibility of galvanic action. 

Exception: Aluminum fittings and enclosures shall be per¬ 
mitted to be used with Steel EMT where not subject to 

severe corrosive influences. 


358.22 Number of Conductors. The number of conduc¬ 
tors shall not exceed that permitted by the percentage fill 
specified in T®le 1, Chapter 9. 

Cable^^m be permitted to be installed where such use 
is not by the respective cable articles. The num¬ 

ber ^olfKibles^^^ not exceed the allowable percentage fill 
led in TalSfc^Chapter 9. 

:nds — How Made. Bends shall be made so that 
üig is not damaged and the internal diameter of the 
is not effectively reduced. The radius of the curve of 
d bend to the centerline of the tubing shall not be 
¡s tlT^shown in Table 2, Chapter 9 for one-shot and full 
tenders. 

358.26 Bends — Number in One Run. There shall not be 
more than the equivalent of four quarter bends (360 degrees 
total) between pulí points, for example, conduit bodies and 
boxes. 

358.28 Reaming and Threading. 

(A) Reaming. All cut ends of EMT shall be reamed or 
otherwise finished to remove rough edges. 

(B) Threading. EMT shall not be threaded. 

Exception: EMT with factory threaded integral couplings 
complying with 358.100. 

358.30 Securing and Supporting. EMT shall be installed 
as a complete system in accordance with 300.18 and shall 
be securely fastened in place and supported in accordance 
with 358.30(A) and (B). 

(A) Securely Fastened. EMT shall be securely fastened in 
place at least every 3 m (10 ft). In addition, each EMT run 
between termination points shall be securely fastened 
within 900 mm (3 ft) of each outlet box, junction box, 
device box, cabinet, conduit body, or other tubing termina¬ 
tion. 

Exception No. 1: Fastening of unbroken lengths shall be 
permitted to be increased to a distance ofl.5 m (5ft) where 
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structural members do not readily perrnit fastening within 
900 mm (3 ft). 

Exception No. 2: For concealed work infinished buildings 
or prefinished wall panels where such securing is imprac¬ 
ticable, unbroken lengths (without coupling) of EMT shall 
be permitted to be fished. 

(B) Supports. Horizontal runs of EMT supported by open- 
ings through framing members at intervals not greater than 
3 m (10 ft) and securely fastened within 900 mm (3 ft) of 
termination points shall be permitted. 

358.42 Couplings and Connectors. Couplings and con- 
nectors used with EMT shall be made up tight. Where bur- 
ied in masonry or concrete, they shall be concretetight type. 
Where installed in wet locations, they shall comply with 
314.15. 

358.44 Expansión Fittings. Expansión fittings for EMT 
shall be provided to compénsate for thermal expansión and 
contraction where the length is expected to be 6 mm (14 
inch) or greater in a straight run between securely mounted 
Ítems such as boxes, cabinets, elbows, or other conduit 
terminations. [ROP 8-87] 

Informational Note: The coefficient of expansión for Steel 
electrical metallic tubing is 1.170xl0E-5 (0.0000117 mm 
per mm of tubing for each degree C in temperature change) 
[0.650 X10E-5 (0.0000065 in. per inch of tubing 
degree F in temperature change)]. The coefficiena^expar 
sion for aluminum electrical metallic tubing u^^4x 1OEj 
(0.0000234 mm per mm of tubing for 
temperature change)[1.30X10E-5 (0.000013 
tubing for each degree F in tempen 
8-87] 

358.56 Splices and Taps. Sp 

in accordance with 300.15. 

358.60 Grounding. Grounding and boiW^EiMT shall be 
installed in accordance with 358.60(A) and (B). [ROP 
8-90] 

(A) EMT shall be permitted as an equipment grounding 
conductor. [ROP 8-90] 

(B) Where Air Conditioning or Refrigerating Equipment is 
installed outdoors, an equipment grounding conductor per 
250.118(1) shall he provided within the raceway and shall 
be sized per 250.122. [ROP 8-90] 

III. Construction Speciñcations 

358.100 Construction. Factory-threaded integral cou¬ 
plings shall be permitted. Where EMT with a threaded in¬ 
tegral coupling is used, threads for both the tubing and 
coupling shall be factory-made. The coupling and EMT 



threads shall be designed so as to prevent bending of the 
tubing at any part of the thread. 

358.120 Marking. EMT shall be clearly and durably 
marked at least every 3 m (10 ft) as required in the first 
sentence of 110.21. 


ARTICLE 360 

Flexible Metallic Tubing: Type FMT 


360.1 Scop icle covers the use, installation, and 

constructior tions for flexible metallic tubing 

(FMT) and íttings. 


lie Tubing (FMT). A raceway that is circu- 
lection, flexible, metallic, and liquidtight with- 
ullic jacket. 

Requirements. FMT and associated fittings 



360.10 Uses Permitted. FMT shall be permitted to be used 
for branch circuits as follows: 

(1) In dry locations 

(2) Where concealed 

(3) In accessible locations 

(4) For system voltages of 1000 volts máximum 

360.12 Uses Not Permitted. FMT shall not be used as 
follows: 

(1) In hoistways 

(2) In storage battery rooms 

(3) In hazardous (classified) locations unless otherwise 
permitted under other arricies in this Cade 

(4) Underground for direct earth burial, or embedded in 
poured concrete or aggregate 

(5) Where subject to physical damage 

(6) In lengths o ver 1.8 m (6 ft) 

360.20 Size. 

(A) Mínimum. FMT smaller than metric designator 16 
(trade size Vi) shall not be used. 
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362.10 


Exception No. 1: FMT ofmetric designator 12 (trade size 
%) shall be permitted to be installed in accordance with 
300.22(B) and (C). 

Exception No. 2: FMT ofmetric designator 12 (trade size 
Vs) shall be permitted in lengths not in excess ofl.8 m (6ft) 
as part of a Usted assembly or for luminaires. See 
410.117(C). 

(B) Máximum. The máximum size of FMT shall be metric 
designator 21 (trade size 3 A). 


Table 360.24(B) Mínimum Radii for Fixed Bends 


Mínimum Radii 
for Fixed Bends 


Metric 

Designator Trade Size mm in. 


12 % 88.9 3Va 

16 V?. 101.6 4 

21 3 /4 127.0 5 


Informational Note: See 300.1(C) for the metric designa- 
tors and trade sizes. These are for identification purposes 
only and do not relate to actual dimensions. 

360.22 Number of Conductors. 

(A) FMT — Metric Designators 16 and 21 (Trade Sizes 

Vi and 3 A ). The number of conductors in metric designa¬ 
tors 16 (trade size Vz) and 21 (trade size 3 A) shall not ex- 
ceed that permitted by the percentage fill specified in Table 
1, Chapter 9. 

Cables shall be permitted to be installed where such use < 
is not prohibited by the respective cable articles. The num¬ 
ber of cables shall not exceed the allowable percentage fill 
specified in Table 1, Chapter 9. 

(B) FMT — Metric Designator 12 (Trade Size 3 /s)^ 

number of conductors in metric designatoj^^(trade s 
Vs) shall not exceed that permitted in Tajá 

360.24 Bends. 

(A) Infrequent Flexing 

flexed in Service after ins 
sured to the inside of the 
fied in Table 360.24(A). 



360.60 Grounding. FMT shall be permitted as an equip- 
ment grounding conductor where installed in accordance 
with 250.118(7). 

ConsHction Specifications 

FMT shall be marked according to 


ARTICLE 362 
iectrical Nonmetallic Tubing: Type 
ENT 


Metric 

Designator 


Minimum Radii 
for Flexing Use 

Trade Size 

mm in. 

12 

3/8 

254.0 10 

16 

Va 

317.5 12Va 

21 

3/4 

444.5 17V2 


362.1 Scope. This article covers the use, installation, and 
construction specifications for electrical nonmetallic tubing 
(ENT) and associated fittings. 

362.2 Definition. 

Electrical Nonmetallic Tubing (ENT). A nonmetallic, pli- 
able, corrugated raceway of circular cross section with in¬ 
tegral or associated couplings, connectors, and fittings for 
the installation of electrical conductors. ENT is composed 
of a material that is resistant to moisture and Chemical 
atmospheres and is ñame retardant. 

A pliable raceway is a raceway that can be bent by hand 
with a reasonable forcé but without other assistance. 

362.6 Listing Requirements. ENT and associated fittings 
shall be listed. 


(B) Fixed Bends. Where FMT is bent for installation pur¬ 
poses and is not flexed or bent as required by use after 
installation, the radii of bends measured to the inside of the 
bend shall not be less than specified in Table 360.24(B). 

360.56 Splices and Taps. Splices and taps shall be made 
in accordance with 300.15. 


II. Installation 

362.10 Uses Permitted. For the purpose of this article, the 
first floor of a building shall be that floor that has 50 per- 
cent or more of the exterior wall surface area level with or 
above finished grade. One additional level that is the first 
level and not designed for human habitation and used only 
for vehicle parking, storage, or similar use shall be permit- 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-231 












362.12 
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ted. The use of ENT and fittings shall be permitted in the 
following: 

(1) In any building not exceeding three floors above grade 
as follows: 

a. For exposed work, where not prohibited by 362.12 

b. Concealed within walls, floors, and ceilings 

(2) In any building exceeding three floors above grade, 
ENT shall be concealed within walls, floors, and ceil¬ 
ings where the walls, floors, and ceilings provide a 
thermal barrier of material that has at least a 15-minute 
finish rating as identified in listings of fire-rated assem- 
blies. The 15-minute-finish-rated thermal barrier shall 
be permitted to be used for combustible or noncombus- 
tible walls, floors, and ceilings. 

Exception to (2): Where a fire sprinkler system(s) is in- 
stalled in accordance with NFPA 13-2010, Standard for the 
Installation of Sprinkler Systems, on all floors, ENT shall 
be permitted to be used within walls, floors, and ceilings, 
exposed or concealed, in buildings exceeding three floors 
abovegrade. 

Informational Note: A finish rating is established for as- 
semblies containing combustible (wood) supports. The fin¬ 
ish rating is defined as the time at which the wood stud or 
wood joist reaches an average temperature rise of 121°C 
(250°F) or an individual temperature of 163°C (325°F) as 
measured on the plañe of the wood nearest the fire. A finish 
rating is not intended to represent a rating for a 
ceiling. 

(3) In locations subject to severe corrosiy^WfluencqJ 
covered in 300.6 and where subject tflfcaemicjl 
which the materials are specifically approH 

(4) In concealed, dry, and damp locations not prohibited by 
362.12. 

(5) Above suspended ceilings^tere the susj^ded ceil¬ 
ings provide a thermal barri^kf materialMat has at 
least a 15-minute finish rating asiktfifie|^H listings of 
fire-rated assemblies, except afc^permitted in 
362.10(l)(a). 

Exception to (5): ENT shall be permitted to be used above 
suspended ceilings in buildings exceeding three floors 
above grade where the building is protected throughout by 
a fire sprinkler system installed in accordance with 
NFPA 13-2010, Standard for the Installation of Sprinkler 
Systems. 

(6) Encased in poured concrete, or embedded in a concrete 
slab on grade where ENT is placed on sand or ap- 
proved screenings, provided fittings identified for this 
purpose are used for connections. 

(7) For wet locations indoors as permitted in this section or 
in a concrete slab on or belowgrade, with fittings listed 
for the purpose. 

(8) Metric designator 16 through 27 (trade size Vi through 
1) as listed manufactured prewired assembly. 


Informational Note: Extreme coid may cause some types 
of nonmetallic conduits to become brittle and therefore 
more susceptible to damage from physical contact. 

(9) Conductors or cables rated at a temperature higher than 
the listed temperature rating of ENT shall be permitted 
to be installed in ENT, if the conductors or cables are 
not operated at a temperature higher than the listed 
temperature rating of the ENT. 

362.12 Uses Not Permitted. ENT shall not be used in the 
following: 

(1) In any hazardous (classified) location, except as permit¬ 
ted by other articles in this Code 

(2) For the support of luminaires and other equipment 

(3) Where subject to ambient temperatures in excess of 
50°C {\22°¥)w0tss listed otherwise 

(4) For direct ^^Tburial 

(5) Where tJ^^ora^kis over 600 volts 

(6) In ejajÉsed locatio^^except as permitted by 362.10(1), 
36W(5), and 362jl» 

(7) ^g theatesAnd similar locations, except as provided in 

^fcy^T520.5 

(8) Wnl^texposed to the direct rays of the sun, unless 
identil^^s sunlight resistant 

suMect to physical damage 

ñ.20 Size. 

) Mínimum. ENT smaller than metric designator 16 
ide size V2) shall not be used. 

(B) Máximum. ENT larger than metric designator 53 
(trade size 2) shall not be used. 

Informational Note: See 300.1(C) for the metric designa- 
tors and trade sizes. These are for identification purposes 
only and do not relate to actual dimensions. 

362.22 Number of Conductors. The number of conduc¬ 
tors shall not exceed that permitted by the percentage fill in 
Table 1, Chapter 9. 

Cables shall be permitted to be installed where such use 
is not prohibited by the respective cable articles. The num¬ 
ber of cables shall not exceed the allowable percentage fill 
specified in Table 1, Chapter 9. 

362.24 Bends — How Made. Bends shall be so made that 
the tubing will not be damaged and the internal diameter of 
the tubing will not be effectively reduced. Bends shall be 
permitted to be made manually without auxiliary equip¬ 
ment, and the radius of the curve to the centerline of such 
bends shall not be less than shown in Table 2, Chapter 9 
using the column “Other Bends.” 

362.26 Bends — Number in One Run. There shall not be 
more than the equivalent of four quarter bends (360 degrees 
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total) between pulí points, for example, conduit bodies and 
boxes. 

362.28 Trimming. All cut ends shall be trimmed inside 
and outside to remove rough edges. 

362.30 Securing and Supporting. ENT shall be installed 
as a complete system in accordance with 300.18 and shall 
be securely fastened in place and supported in accordance 
with 362.30(A) and (B). 

(A) Securely Fastened. ENT shall be securely fastened at 
intervals not exceeding 900 mm (3 ft). In addition, ENT 
shall be securely fastened in place within 900 mm (3 ft) of 
each outlet box, device box, junction box, cabinet, or fitting 
where it terminates. 

Exception No. 1: Lengths not exceeding a distance of 1.8 
m (6 ft) from a luminaire terminal connection for tap con- 
nections to lighting luminaires shall be permitted without 
being secured. 

Exception No. 2: Lengths not exceeding 1.8 m (6 ft) from 
the last point where the raceway is securely fastened for 
connections within an accessible ceiling to luminaire(s) or 
other equipment. 

Exception No. 3: For concealed work infinished bu 
or prefinished wall panels where such securing 
ticable, unbroken lengths (without coupli 
be permitted to be fished. 

(B) Supports. Horizontal runs of El 
ings in framing members at int 
900 mm (3 ft) and securely f| 
of termination points shall 

362.46 Bushings. Where a tubing enter® box, fitting, or 
other enclosure, a bushing^^klapter sb® be provided to 
protect the wire from abrasión fwlejjÉme box, fitting, or 
enclosure design provides equival^^rotection. 

Informational Note: See 300.4(G) for the protection of 
conductors size 4 AWG or larger. 

362.48 Joints. All joints between lengths of tubing and 
between tubing and couplings, fittings, and boxes shall be 
by an approved method. 



III. Construction Specifications 

362.100 Construction. ENT shall be made of material that 
does not exceed the ignitibility, flammability, smoke gen- 
eration, and toxicity characteristics of rigid (nonplasticized) 
polyvinyl chloride. 

ENT, as a prewired manufactured assembly, shall be 
provided in continuous lengths capable of being shipped in 
a coil, reel, or cartón without damage. 

362.120 Marking. ENT shall be clearly and durably 
marked at least every 3 m (10 ft) as required in the first 
sentence of 110.21. The type of material shall also be in- 
cluded in the marking. Marking for limited smoke shall be 
permitted on the tubing that has limited smoke-producing 
characteristic^j 

1 size, and quantity of conductors used i 

prew ífactured assemblies shall be identified by 

meai ked tag or label attached to each end of the 

ífactured ^®mbly and either the cartón, coil, or reel. 
enclosed cor raaSato rs shall be marked in accordance 
20. 


ARTICLE 366 
Auxiliary Gutters 


366.1 Scope. This article covers the use, installation, and 
construction requirements of metallic auxiliary gutters and 
nonmetallic auxiliary gutters and associated fittings. [ROP 
8-96] 

366.2 Definitions. 

Metallic Auxiliary Gutter. A sheet metal enclosure used to 
supplement wiring spaces at meter centers, distribution cen- 
ters, switchgear, switchboards, and similar points of wiring 
systems. The enclosure has hinged or removable covers for 
housing and protecting electrical wires, cable, and busbars. 
The enclosure is designed for conductors to be laid or set in 
place after the enclosures have been installed as a complete 
system. [ROP 8-98, ROP 9-73a] 



362.56 Splices and Taps. Splices and taps shall be made 
only in accordance with 300.15. 

Informational Note: See Article 314 for rules on the in¬ 
stallation and use of boxes and conduit bodies. 

362.60 Grounding. Where equipment grounding is re¬ 
quired, a sepárate equipment grounding conductor shall be 
installed in the raceway in compliance with Article 250, 
Part VI. 


Nonmetallic Auxiliary Gutter. A ñame retardant, non¬ 
metallic enclosure used to supplement wiring spaces at 
meter centers, distribution centers, switchgear, switch¬ 
boards, and similar points of wiring systems. The enclosure 
has hinged or removable covers for housing and protecting 
electrical wires, cable, and busbars. The enclosure is de¬ 
signed for conductors to be laid or set in place after the 
enclosures have been installed as a complete system. [ROP 
8-98, ROP 9-73a] 
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366.6 Listing Requirements. 

(A) Outdoors. Nonmetallic auxiliary gutters installed out- 
doors shall comply with the following: 

(1) Be listed as suitable for exposure to sunlight 

(2) Be listed as suitable for use in wet locations 

(3) Be listed for máximum ambient temperature of the 
installation 

(B) Indoors. Nonmetallic auxiliary gutters installed in- 
doors shall be listed for the máximum ambient temperature 
of the installation. 

II. Installation 


20 percent of the interior cross-sectional area of the sheet 
metal auxiliary gutter. The adjustment factors in 
310.15(B)(3)(a) shall be applied only where the number of 
current-carrying conductors, including neutral conductors 
classified as current-carrying under the provisions of 
310.15(B)(5), exceeds 30. Conductors for signaling circuits 
or controller conductors between a motor and its starter and 
used only for starting duty shall not be considered as 
current-carrying conductors. [ROP 8-96] 

(B) Nonmetallic Auxiliary Gutters. The sum of cross- 
sectional areas of all contained conductors at any cross 
section of the nonmetallic auxiliary gutter shall not exceed 
20 percent of the interior cross-sectional area of the non¬ 
metallic auxiliary gutter. 


366.10 Uses Permitted. 

(A) Sheet Metal Auxiliary Gutters. [ROP 8-96] 

(1) Indoor and Outdoor Use. Sheet metal auxiliary gut¬ 
ters shall be permitted for indoor and outdoor use. 

(2) Wet Locations. Sheet metal auxiliary gutters installed 
in wet locations shall be suitable for such locations. 

(B) Nonmetallic Auxiliary Gutters. Nonmetallic auxil¬ 
iary gutters shall be listed for the máximum ambient tem-^^ 
perature of the installation and marked for the installed 
conductor insulation temperature rating. 


366.23 AmpacitTjpr Conductors. 

(A) Sheet IS^M^wiliary Gutters. Where the number of 
current-cajnmig conlfctors contained in the sheet metal 
auxiliaMgutter is 30 o^ks, the adjustment factors speci- 
fiedJ^^lO.15ffi)(3)(a) shmPhot apply. The current carried 
íouslu^H bare copper bars in sheet metal auxiliary 
gutté!^^«ffi not exceed 1.55 amperes/mm 2 (1000 
amperes®|l of cross section of the conductor. For alumi- 
¿urrent carried continuously shall not exceed 
(700 amperes/in. 2 ) of cross section of 


(1) Outdoors. Nonmetallic auxiliary gutters s 

mitted to be installed outdoors where Usted s 

suitable for the purpose. 

Informational Note: Extreme coid 
auxiliary gutters to become brittle 
ceptible to damage from physicí 

(2) Indoors. Nonmetallic auxil 
ted to be installed indoors. 



s shall not be 


366.12 Uses Not Permitted. Auxiliary g 
used: 

(1) To endose switches, overcurrent devices, appliances, 
or other similar equipment 

(2) To extend a greater distance than 9 m (30 ft) beyond 
the equipment that it supplements 


’BB) Nonmetallic Auxiliary Gutters. The adjustment fac- 
■b specified in 310.15(B)(3)(a) shall be apphcable to the 
^“ irrent-carrying conductors in the nonmetallic auxiliary 
gutter. 

366.30 Securing and Supporting. 

(A) Sheet Metal Auxiliary Gutters. Sheet metal auxiliary 
gutters shall be supported and secured throughout their en¬ 
tire length at intervals not exceeding 1.5 m (5 ft). 

(B) Nonmetallic Auxiliary Gutters. Nonmetallic auxil¬ 
iary gutters shall be supported and secured at intervals not 
to exceed 900 mm (3 ft) and at each end or joint, unless 
listed for other support intervals. In no case shall the dis¬ 
tance between supports exceed 3 m (10 ft). 


Exception: As permitted in 620.35 for elevators, an aux¬ 
iliary gutter shall be permitted to extend a distance greater 
than 9 m (30 ft) beyond the equipment it supplements. 

Informational Note: For wireways, see Ardeles 376 and 
378. For busways, see Ardele 368. 

366.22 Number of Conductors. 


366.44 Expansión Fittings. Expansión fittings shall be in¬ 
stalled where expected length change, due to expansión and 
contraction due to temperature change, is more than 6 mm 
(0.25 in.). 

366.56 Splices and Taps. Splices and taps shall comply 
with 366.56(A) through (D). 


(A) Sheet Metal Auxiliary Gutters. The sum of the cross- 
sectional areas of all contained conductors at any cross 
section of a sheet metal auxiliary gutter shall not exceed 


(A) Within Gutters. Splices or taps shall be permitted 
within gutters where they are accessible by means of re- 
movable covers or doors. The conductors, including splices 
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and taps, shall not fill the gutter to more than 75 percent of boxes, and at other locations where necessary to prevent 
its area. abrasión of the insulation of the conductors. 


(B) Bare Conductors. Taps from bare conductors shall 
leave the gutter opposite their terminal connections, and 
conductors shall not be brought in contact with uninsulated 
current-carrying parts of dififerent potential. 

(C) Suitably Identified. All taps shall be suitably identi- 
fied at the gutter as to the Circuit or equipment that they 
supply. 

(D) Overcurrent Protection. Tap connections from con¬ 
ductors in auxiliary gutters shall be provided with overcur¬ 
rent protection as required in 240.21. 


(D) Covers. Covers shall be securely fastened to the gutter. 

(E) Clearance of Bare Live Parts. Bare conductors shall 
be securely and rigidly supported so that the mínimum 
clearance between bare current-carrying metal parts of dif- 
ferent potential mounted on the same surface will not be 
less than 50 mm (2 in.), ñor less than 25 mm (1 in.) for 
parts that are held free in the air. A clearance not less than 
25 mm (1 in.) shall be secured between bare current- 
carrying metal parts and any metal surface. Adequate pro- 
visions shall be made for the expansión and contraction of 
busbars. 


366.58 Insulated Conductors. 

(A) Deflected Insulated Conductors. Where insulated 
conductors are deflected within an auxiliary gutter, either at 
the ends or where conduits, fittings, or other raceways or 
cables enter or leave the gutter, or where the direction of 
the gutter is deflected greater than 30 degrees, dimensions 
corresponding to one wire per terminal in Table 312.6(A) 
shall apply. 


(B) Auxiliary Gutters Used as Pulí Boxes. Whei 
lated conductors 4 AWG or larger are pulled throu, 
auxiliary gutter, the distance between raceway and 
entries enclosing the same conductor 
that required in 314.28(A)(1) for 
314.28(A)(2) for angle pulís. 



366.60 Grounding. Sheet me tal au xili; 
connected to an equipment j^Piding cofS^tíor(s), to an 
equipment bonding jumjM^ror to th^^Bundifc^onductor 
where permitted or reqtd^Eby 250.92(^^1) or 250.142. 

III. Construction Specificath 
366.100 Construction. 



kNonmetallic auxiliary gutters installed out- 
?hall ha^fche following markings: 
rSuitable for e^»ure to sunlight 
Wl) Sujtoble for use m wet locations 

talled conductor insulation temperature rating 

(B) Indoors. Nonmetallic auxiliary gutters installed in- 
^doors^yll be marked with the installed conductor insula- 
temperature rating. 


I. General Requirements 

368.1 Scope. This article covers service-entrance, feeder, 
and branch-circuit busways and associated fittings. 


(A) Electrical and Mechanical Continuity. Gutters shall 
be constructed and installed so that adequate electrical and 
mechanical continuity of the complete system is secured. 

(B) Substantial Construction. Gutters shall be of substan- 
tial construction and shall provide a complete enclosure for 
the contained conductors. All surfaces, both interior and 
exterior, shall be suitably protected from corrosión. Comer 
joints shall be made tight, and where the assembly is held 
together by rivets, bolts, or screws, such fasteners shall be 
spaced not more than 300 mm (12 in.) apart. 

(C) Smooth Rounded Edges. Suitable bushings, shields, 
or fittings having smooth, rounded edges shall be provided 
where conductors pass between gutters, through partitions, 
around bends, between gutters and cabinets or junction 


368.2 Definition. 

Busway. A raceway consisting of a grounded metal enclo¬ 
sure containing factory-mounted, bare or insulated conduc¬ 
tors, which are usually copper or aluminum bars, rods, or 
tubes. [ROP 8-105] 

Informational Note: For cablebus, refer to Article 370. 

II. Installation 

368.10 Uses Permitted. Busways shall be permitted to be 
installed where they are located in accordance with 
368.10(A) through (C). 

(A) Exposed. Busways shall be permitted to be located in 
the open where visible, except as permitted in 368.10(C). 
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(B) Behind Access Panels. Busways shall be permitted to 
be installed behind access panels, provided the busways are 
totally enclosed, of nonventilating-type construction, and 
installed so that the joints between sections and at fittings 
are accessible for maintenance purposes. Where installed 
behind access panels, means of access shall be provided, 
and either of the following conditions shall be met: 

(1) The space behind the access panels shall not be used 
for air-handling purposes. 

(2) Where the space behind the access panels is used for 
environmental air, other than ducts and plenums, there 
shall be no provisions for plug-in connections, and the 
conductors shall be insulated. 


(E) Working Platform. Lighting busway and trolley 
busway shall not be installed less than 2.5 m (8 ft) above 
the floor or working platform unless provided with an iden- 
tified cover. [ROP 8-106] 

368.17 Overcurrent Protection. Overcurrent protection 
shall be provided in accordance with 368.17(A) through 
(D). 

(A) Rating of Overcurrent Protection — Feeders. A 

busway shall be protected against overcurrent in accor¬ 
dance with the allowable current rating of the busway. 

Exception No. 1: The applicable provisions of240.4 shall 
be permitted. 


(C) Through Walls and Floors. Busways shall be permit¬ 
ted to be installed through walls or floors in accordance 
with (C)(l) and (0(2). 

(1) Walls. Unbroken lengths of busway shall be permitted 
to be extended through dry walls. 

(2) Floors. Floor penetrations shall comply with (a) and 
(b): 

(a) Busways shall be permitted to be extended verti- 
cally through dry floors if totally enclosed (unventilated) 
where passing through and for a minimum distance of 1.8 
m (6 ft) above the floor to provide adequate protection from 
physical damage. 

(b) In other than industrial establishmerUÍFwfi^^; 
vertical riser penetrates two or more dry floo^Pa minó 
100-mm (4-in.) high curb shall be installed 
openings for riser busways to prevent liquid s tTf jfcPf iterine 
the opening. The curb shall be ¡ru^PM|^ithin 3Í)(j mm 
(12 in.) of the floor opening. Ejj^ncal equq 
located so that it will not be Í^Laged by liqiw that are 
retained by the curb. 

Informational Note: See 300.21 for in 
ing the spread of fire or products of coi 

368.12 Uses Not Permitted. 


used as transformer secondary 
f 450.6(A)(3) shall be permitted. 

ipacity Size of Busway. Overcurrent 
ired where busways are reduced in 

industrial emablishments only, omission of 
itection shall be permitted at points where 
educed in ampacity, provided that the length 
having the smaller ampacity does not exceed 
ampacity at least equal to one-third 
setting of the overcurrent device next back on 
provided that such busway isfree from contad 


) Feeder or Branch Circuits. Where a busway is used 
s a feeder, devices or plug-in connections for tapping off 
feeder or branch circuits from the busway shall contain the 
overcurrent devices required for the protection of the feeder 
or branch circuits. The plug-in device shall consist of an 
extemally operable circuit breaker or an extemally operable 
fusible switch. Where such devices are mounted out of 
reach and contain disconnecting means, suitable means 
such as ropes, chains, or sticks shall be provided for oper- 
ating the disconnecting means from the floor. 



(A) Physical Damage. Busways shall not be installed 
where subject to severe physical damage or corrosive va- 
pors. 


Exception No. 1: As permitted in 240.21. 

Exception No. 2: For fixed or semifixed luminaires, where 
the branch-circuit overcurrent device is part of the lumi- 
naire cord plug on cord-connected luminaires. 


(B) Hoistways. Busways shall not be installed in hoist- 
ways. 

(C) Hazardous Locations. Busways shall not be installed 
in any hazardous (classified) location, unless specifically 
approved for such use. 

Informational Note: See 501.10(B). 


Exception No. 3: Where luminaires without cords are 
plugged directly into the busway and the overcurrent device 
is mounted on the luminaire. 

(D) Rating of Overcurrent Protection — Branch Cir¬ 
cuits. A busway used as a branch circuit shall be protected 
against overcurrent in accordance with 210.20. 


(D) Wet Locations. Busways shall not be installed out- 
doors or in wet or damp locations unless identified for such 
use. 


368.30 Support. Busways shall be securely supported at 
intervals not exceeding 1.5 m (5 ft) unless otherwise de- 
signed and marked. 
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368.56 Branches from Busways. Branches from busways 
shall be permitted to be made in accordance with 
368.56(A), (B), and (C). 

(A) General. Branches from busways shall be permitted to 
use any of the foliowing wiring methods: 


(C) Branches from Trolley-Type Busways. Suitable cord 
and cable assemblies approved for extra-hard usage or hard 
usage and listed bus drop cable shall be permitted as 
branches from trolley-type busways for the connection of 
movable equipment in accordance with 400.7 and 400.8. 


(1) Type AC armored cable 

(2) Type MC metal-ciad cable 

(3) Type MI mineral-insulated, metal-sheathed cable 

(4) Type IMC intermedíate metal conduit 

(5) Type RMC rigid metal conduit 

(6) Type FMC flexible metal conduit 

(7) Type LFMC liquidtight flexible metal conduit 

(8) Type PVC rigid polyvinyl chloride conduit 

(9) Type RTRC reinforced thermosetting resin conduit 

(10) Type LFNC liquidtight flexible nonmetallic conduit 

(11) Type EMT electrical metallic tubing 

(12) Type ENT electrical nonmetallic tubing 

(13) Busways 

(14) Strut-type channel raceway 

(15) Surface metal raceway 

(16) Surface nonmetallic raceway 

Where a sepárate equipment grounding conduc 
used, connection of the equipment grounding conduc 
the busway shall comply with 250.8 and 

(B) Cord and Cable Assemblies. Su¿ 

assemblies approved for extra-hard d 
listed bus drop cable shall be permi 
busways for the connection c 
connection of stationary e 
change in accordance w 
ing conditions: 

(1) The cord or cable s 
an approved means. 

(2) The length of the cord or cableTrom a busway plug-in 
device to a suitable tensión take-up support device shall 
not exceed 1.8 m (6 ft). 



368.58 Dead Ends. A dead end of a busway shall be 
closed. 

368.60 Grounding. Busway shall be connected to an 
equipment grounding conductor(s), to an equipment bond- 
ing jumper, or to the grounded conductor where permitted 
or required by 250.92(B)(1) or 250.142. 


Busways shall be marked with the volt- 
raüng for which they are designed, and 
ñame or trademark in such a man- 
ter installation. 

[uirements for Over 600 Volts, Nominal 

368.214 Adjacent and Supporting Structures. Metal- 
encí(^«Lbusways shall be installed so that temperature rise 
i nnuced circulating currents in any adjacent metallic 
paí^wvil] not be hazardous to personnel or constitute a fire 
hazard. 

368.234 Barriers and Seáis. 

(A) Vapor Seáis. Busway runs that have sections located 
both inside and outside of buildings shall have a vapor seal 
at the building wall to prevent interchange of air between 
indoor and outdoor sections. 

Exception: Vapor seáis shall not be required in forced- 
cooled bus. 

(B) Fire Barriers. Fire barriers shall be provided where 
fire walls, floors, or ceilings are penetrated. 


(3) The cord and cable shall be installed as a vertical riser 
from the tensión take-up support device to the equip¬ 
ment served. 

(4) Strain rehef cable grips shah be provided for the cord 
or cable at the busway plug-in device and equipment 
terminations. 


Informational Note: See 300.21 for information concem- 
ing the spread of fire or products of combustión. 

368.236 Drain Facilities. Drain plugs, filter drains, or 
similar methods shah be provided to remove condensed 
moisture from low points in busway run. 


Exception to (B)(2): In industrial establishments only, 
where the conditions of maintenance and supervisión en- 
sure that only qualified persons Service the installation, 
lengths exceeding 1.8 m (6 ft) shall be permitted between 
the busway plug-in device and the tensión take-up support 
device where the cord or cable is supported at intervals not 
exceeding 2.5 m (8 ft). 


368.237 Ventilated Bus Enclosures. Ventilated busway 
enclosures shah be installed in accordance with Article 110, 
Part III, and 490.24. 

368.238 Terminations and Connections. Where bus en¬ 
closures termínate at machines cooled by flammable gas, 
seal-off bushings, baffles, or other means shah be provided 
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to prevent accumulation of flammable gas in the busway 
enclosures. 

All conductor termination and connection hardware 
shall be accessible for installation, connection, and mainte- 
nance. 


ARTICLE 370 
Cablebus 


368.239 Switches. Switching devices or disconnecting 
links provided in the busway run shall have the same mo- 
mentary rating as the husway. Disconnecting links shall be 
plainly marked to be removable only when bus is de- 
energized. Switching devices that are not load-break shall 
be interlocked to prevent operation under load, and discon¬ 
necting link enclosures shall be interlocked to prevent ac- 
cess to energized parts. 

368.240 Wiring 600 Volts or Less, Nominal. Secondary 
control devices and wiring that are provided as part of the 
metal-enclosed bus run shall be insulated by fire-retardant 
barriers from all primary circuit elements with the excep- 
tion of short lengths of wire, such as at instrument trans- 
former termináis. 

368.244 Expansión Fittings. Flexible or expansión con- 
nections shall be provided in long, straight runs of bus to^ 
allow for temperature expansión or contraction, or where^ 
the busway run crosses building vibration insulation joints. 

368.258 Neutral Conductor. Neutral bus, whcg 
shall be sized to carry all neutral load cur*K i 

harmonic currents, and shall have adequaten 
short-circuit rating consistent with systemre 


368.260 Grounding. Metal-s 
grounded. 




368.320 Marking. Each busway ^^^shall^f provided 
with a permanent nameplate on which^^ÜBnowing infor- 
mation shall be provided: 

(1) Rated voltage. 

(2) Rated continuous current; if bus is forced-cooled, both 
the normal forced-cooled rating and the self-cooled 
(not forced-cooled) rating for the same temperature rise 
shall be given. 

(3) Rated frequency. 

(4) Rated impulse withstand voltage. 

(5) Rated 60-FIz withstand voltage (dry). 

(6) Rated momentary current. 

(7) Manufacturer’s ñame or trademark. 

Informational Note: See ANSI C37.23-1987 (R1991), 
Cuide for Metal-Enclosed Bus and Calculating Losses in 
Isolated-Phase Bus, for construction and testing require- 
ments for metal-enclosed buses. 


370.1 Scope. This arricie covers the use and installation 
requirements of cablebus and associated fittings. 

370.2 Definition. 

Cablebus. An assembly of units or sections with insulated 
conductors with as.soa.ated fittings forming a structural Sys¬ 
tem used to securdímsten or support conductors and con¬ 
ductor terminatj|^r in a completely enclosed ventilated 
protective n^^nokmg. Cablebus is ordinarily assembled 
at the poytL of install^^i from the components fumished 
or sp^^red by the malfc^turer in accordance with in- 
Jmis for specific j<m This assembly is designed to 
^ent and to withstand the magnetic forces of 

such "3 


riO Uses Permitted. Approved cablebus shall be per- 
itted: 

At any voltage or current for which spaced conductors 
are rated and shall be installed only for exposed work, 
except as permitted in 370.18. 

(2) For branch circuits, feeders, and Services. 

(3) To be installed outdoors or in corrosive, wet, or damp 
locations where identified for the use. 

370.12 Uses Not Permitted. Cablebus shall not be permit¬ 
ted to be installed: 

(1) In hoistways. 

(2) In hazardous (classified) locations unless specifically 
approved for the use. 

370.18 Cablebus Installation. 

(A) Transversely Routed. Cablebus shall be permitted to 
extend transversely through partitions or walls, other than 
fire walls, provided the section within the wall is continu¬ 
ous, protected against physical damage, and unventilated. 

(B) Through Dry Floors and Platforms. Except where 
firestops are required, cablebus shall be permitted to extend 
vertically through dry floors and platforms, provided the 
cablebus is totally enclosed at the point where it passes 
through the floor or platform and for a distance of 1.8 m 
(6 ft) above the floor or platform. 
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372.4 


(C) Through Floors and Platforms in Wet Locations. 

Except where firestops are required, cablebus shall be per- 
mitted to extend vertically through floors and platforms in 
wet locations where: 

(1) There are curbs or other suitable means to prevent wa- 
terflow through the floor or platform opening, and 

(2) Where the cablebus is totally enclosed at the point 
where it passes through the floor or platform and for a 
distance of 1.8 m (6 ft) above the floor or platform. 

370.20 Conductor Size and Termination. 


(4) Additional physical protection where required, such as 
guards where subject to severe physical damage. 

370.60 Grounding. A cablebus system shall be grounded 

and/or bonded as applicable: 

(1) Cablebus framework, where bonded, shall be permitted 
to be used as the equipment grounding conductor for 
branch circuits and feeders. 

(2) A cablebus installation shall be grounded and bonded 
in accordance with Article 250, excluding 250.86, Ex- 
ception No. 2. 


(A) Conductors. The current carrying conductors in cable- 
bus shall: 

(1) Have an insulation rating of 75°C (167°F) or higher 
and be an approved type suitable for the application. 

(2) Be sized in accordance with the design of the cablebus, 
in no case smaller than 1/0. 

(B) Termination. Approved terminating means shall be 
used for connections to cablebus conductors. 

370.22 Number of Conductors. The number of conduc¬ 
tors shall be that for which the cablebus is designed. 

370.23 Overcurrent Protection. Cablebus shall 
tected against overcurrent in accordance with the alio' 
ampacity of the cablebus conductors in a^^¿ance 
240.4. 

Exception: Overcurrent protection , 
accordance with 240.100 and 240.1 
nominal. 

370.30 Securing and Si 

(A) Cablebus Supports! 

ported at intervals not exc 
longer than 3.7 m (12 ft) 
specifically designed for 



370.80 Ampacity of Conductors. The ampacity of con¬ 
ductors in cablebus shall be in accordance with Table 
310.15(B)(17)¿md , or with Table 310.60(C)(69) and Table 
310.60(C)(^É^or installations over 600 Volts. 

Specifications 

.120 Markin^^Each section of cablebus shall be 
iarkeij^ith the maflOfacturer’s ñame or trade designation 
máximum diameter, number, voltage rating, and 
icity of the conductors to be installed. Markings shall 
to be visible after installation. 


ARTICLE 372 
Cellular Concrete Floor Raceways 


372.1 Scope. This article covers cellular concrete floor 
raceways, the hollow spaces in floors constructed of precast 
cellular concrete slabs, together with suitable metal fittings 
designed to provide access to the floor cells. 

372.2 Definitions. 


(B) Conductor Supports. The insulated conductors shall 
be supported on blocks or other identified mounting means. 

The individual conductors in a cablebus shall be sup¬ 
ported at intervals not greater than 900 mm (3 ft) for hori¬ 
zontal runs and 450 mm (1.5 ft) for vertical runs. Vertical 
and horizontal spacing between supported conductors shall 
not be less than one conductor diameter at the points of 
support. 


Cell. A single, enclosed tubular space in a floor made of 
precast cellular concrete slabs, the direction of the cell be- 
ing parallel to the direction of the floor member. 

Header. Transverse metal raceways for electrical conduc¬ 
tors, providing access to predetermined cells of a precast 
cellular concrete floor, thereby permitting the installation of 
electrical conductors from a distribution center to the floor 
cells. 


370.42 Fittings. A cablebus system shall inelude approved 
fittings for the following: 

(1) Changes in horizontal or vertical direction of the run. 

(2) Dead ends. 

(3) Terminations in or on connected apparatus or equip¬ 
ment or the enclosures for such equipment. 


372.4 Uses Not Permitted. Conductors shall not be in¬ 
stalled in precast cellular concrete floor raceways as fol- 
lows: 

(1) Where subject to corrosive vapor 

(2) In any hazardous (classified) location, except as permit- 
ted by other articles in this Code 
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372.5 


ARTICLE 374 — CELLULAR METAL FLOOR RACEWAYS 


(3) In commercial garages, other than for supplying ceiling 
outlets or extensions to the area below the floor but not 
above 

Informational Note: See 300.8 for installation of conduc- 
tors with other systems. 

372.5 Header. The header shall be installed in a straight 
line at right angles to the cells. The header shall be me- 
chanically secured to the top of the precast cellular concrete 
floor. The end joints shall be closed by a metal closure 
fitting and sealed against the entrance of concrete. The 
header shall be electrically continuous throughout its entire 
length and shall be electrically bonded to the enclosure of 
the distribution center. 


conductors supplying the outlet shall be removed from the 
raceway. No splices or reinsulated conductors, such as 
would be the case of abandoned outlets on loop wiring, 
shall be allowed in raceways. 

372.17 Ampacity of Conductors. The ampacity adjust- 
ment factors, provided in 310.15(B)(3), shall apply to con¬ 
ductors installed in cellular concrete floor raceways. 


ARTICLE 374 

Cellular Metal Floor Raceways 


372.6 Connection to Cabinets and Other Enclosures. 

Connections from headers to cabinets and other enclosures 
shall be made by means of listed metal raceways and listed 
fittings. 

372.7 Junction Boxes. Junction boxes shall be leveled to 
the floor grade and sealed against the free entrance of water 
or concrete. Junction boxes shall be of metal and shall be 
mechanicafly and electrically continuous with the header. 


372.8 Markers. A suitable number of markers shall be 
installed for the future location of cells. 

372.9 Inserts. Inserís shall be leveled am 

the entrance of concrete. Inserts shall be ol 
be fitted with grounded-type receptacles. A 
ductor shall connect the insert recet 
ground connection provided on t^M 
through the cell wall for settin^nserts or 
(such as providing access op^^^s between^ader and 
cells), chips and other dirt shall allowed to remain in 

the raceway, and the tool used shalI^^des^Kd so as to 
prevent the tool from entering the cell^fc^mamaging the 
conductors. 



374.1 Scope. Tlu^írticle covers the use and installation 
requirements for cellular metal floor raceways. 


JSr MetaUFloor Raceway. The hollow spaces of cel- 
l^tal^Krs, together with suitable fittings, that may 
be app^^nas enclosed channel for electrical conductors. 

[ROP 8 


_ánglr enclosed tubular space in a cellular metal 

meHjft-, the axis of the cell being parallel to the axis 
the metal floor member. 
leader. A transverse raceway for electrical conductors, 
^viding access to predetermined cells of a cellular metal 
Tloor, thereby permitting the installation of electrical con¬ 
ductors from a distribution center to the cells. 

374.3 Uses Not Permitted. Conductors shall not be in¬ 
stalled in cellular metal floor raceways as follows: 

(1) Where subject to corrosive vapor 

(2) In any hazardous (classified) location, except as permit¬ 
ted by other arricies in this Cade 


(3) In commercial garages, other than for supplying ceiling 
372.10 Size of Conductors. No conductor larger than 1/0 outlets or extensions to the area below the floor but not 

AWG shall be installed, except by special permission. above 


372.11 Máximum Number of Conductors. The com- 
bined cross-sectional area of all conductors or cables shall 
not exceed 40 percent of the cross-sectional area of the cell 
or header. 


Informational Note: See 300.8 for installation of conduc¬ 
tors with other systems. 


I. Installation 


372.12 Splices and Taps. Splices and taps shall be made 
only in header access units or junction boxes. A continuous 
unbroken conductor connecting the individual outlets is not 
a splice or tap. 

372.13 Discontinued Outlets. When an outlet is aban¬ 
doned, discontinued, or removed, the sections of circuit 


374.4 Size of Conductors. No conductor larger than 1/0 
AWG shall be installed, except by special permission. 

374.5 Máximum Number of Conductors in Raceway. 

The combined cross-sectional area of all conductors or 
cables shall not exceed 40 percent of the interior cross- 
sectional area of the cell or header. 
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376.21 


374.6 Splices and Taps. Splices and taps shall be made 
only in header access units or junction boxes. 

For the purposes of this section, so-called loop wiring 
(continuous unbroken conductor connecting the individual 
outlets) shall not be considered to be a splice or tap. 

374.7 Discontinued Outlets. When an outlet is aban- 
doned, discontinued, or removed, the sections of circuit 
conductors supplying the outlet shall be removed from the 
raceway. No splices or reinsulated conductors, such as 
would be the case with abandoned outlets on loop wiring, 
shall be allowed in raceways. 


II. Construction Specifications 

374.100 General. Cellular metal floor raceways shall be 
constructed so that adequate electrical and mechanical con- 
tinuity of the complete system will be secured. They shall 
provide a complete enclosure for the conductors. The inte¬ 
rior surfaces shall be free from burrs and sharp edges, and 
surfaces over which conductors are drawn shall be smooth. 
Suitable bushings or fittings having smooth rounded edges 
shall be provided where conductors pass. 


374.8 Markers. A suitable number of markers shall be 
installed for locating cells in the future. 

374.9 Junction Boxes. Junction boxes shall be leveled to 
the floor grade and sealed against the free entrance of water 
or concrete. Junction boxes used with these raceways shall 
be of metal and shall be electrically continuous with the 
raceway. 

374.10 Inserís. Inserts shall be leveled to the floor grade 

and sealed against the entrance of concrete. Inserts si 
of metal and shall be electrically continuous with the 
way. In cutting through the cell wall and setting i 
chips and other dirt shall not be allowed 
raceway, and tools shall be used that <u^ to pi 

vent the tool from entering the cell anáPtU he co 

ductors. 


ARTICLE 376 
Metal Wireways 



374.11 Connection to 
Cells. Connections betw 
ters and wall outlets sh; 
flexible metal conduit, 
installed in concrete, 
metal conduit, electrici 




from 

ition ceñ¬ 
ís of liquidtight 
Iduit where not 
intermediate 
or approved fit¬ 


tings. Where there are provisions for the termination of an 
equipment grounding conductor, rigid polyvinyl chloride 
conduit, reinforced thermosetting resin conduit, electrical 
nonmetallic tubing, or liquidtight flexible nonmetallic con¬ 
duit shall be permitted. Where installed in concrete, liq¬ 
uidtight flexible metal conduit and liquidtight flexible non¬ 
metallic conduit shall be listed and marked for direct burial. 
[ROP 8-120a, ROP 8-126] 

Informational Note: Liquidtight flexible metal conduit and 
liquidtight flexible nonmetallic conduit that is suitable for 
installation in concrete is listed and marked for direct 


¡taíWireways. Sheet metal troughs with hinged or re¬ 
de covers for housing and protecting electrical wires 
and cable and in which conductors are laid in place after 
the raceway has been installed as a complete system. [ROP 
8-132] 

II. Installation 

376.10 Uses Permitted. The use of metal wireways shall 
be permitted as follows: 

(1) For exposed work. 

(2) In any hazardous (classified) location, as permitted by 
other articles in this Code. 

(3) In wet locations where wireways are listed for the pur- 
pose. 

(4) In concealed spaces as an extensión that passes trans- 
versely through walls, if the length passing through the 
wall is unbroken. Access to the conductors shall be 
maintained on both sides of the wall. 

376.12 Uses Not Permitted. Metal wireways shall not be 
used in the following: 

(1) Where subject to severe physical damage 

(2) Where subject to severe corrosive environments 


374.17 Ampacity of Conductors. The ampacity adjust- 
ment factors in 310.15(B)(3) shall apply to conductors in¬ 
stalled in cellular metal floor raceways. 


376.21 Size of Conductors. No conductor larger than that 
for which the wireway is designed shall be installed in any 
wireway. 
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376.22 


ARTICLE 376 — METAL WIREWAYS 


376.22 Number of Conductors and Ampacity. The num- 
ber of conductors and their ampacity shall comply with 
376.22(A) and (B). 

(A) Cross-Sectional Areas of Wireway. The sum of the 
cross-sectional areas of all contained conductors at any 
cross section of a wireway shall not exceed 20 percent of 
the interior cross-sectional area of the wireway. 


376.56 Splices, Taps, and Power Distribution Blocks. 

(A) Splices and Taps. Splices and taps shall be permitted 
within a wireway, provided they are accessible. The con¬ 
ductors, including splices and taps, shall not fill the wire¬ 
way to more than 75 percent of its area at that point. 

(B) Power Distribution Blocks. 


(B) Adjustment Factors. The adjustment factors in 
310.15(B)(3)(a) shall be applied only where the number of 
current-carrying conductors, including neutral conductors 
classified as current-carrying under the provisions of 
310.15(B)(5), exceeds 30 at any cross section of the wire¬ 
way. Conductors for signaling circuits or controller conduc¬ 
tors between a motor and its starter and used only for start- 
ing duty shall not be considered as current-carrying 
conductors. [ROP 8-137] 

376.23 Insulated Conductors. Insulated conductors in- 
stalled in a metallic wireway shall comply with 376.23(A) 
and (B). 

(A) Deflected Insulated Conductors. Where insulated 
conductors are deflected within a metallic wireway, either 
at the ends or where conduits, fittings, or other raceways oí 
cables enter or leave the metallic wireway, or where the 
direction of the metallic wireway is deflected 
30 degrees, dimensions corresponding to one 
minal in Table 312.6(A) shall apply. 

(B) Metallic Wireways Used as Pulí Box 

lated conductors 4 AWG or larger 
wireway, the distance between 
enclosing the same conductor^ÉffTl not be 
required by 314.28(A)(1) straight 

314.28(A)(2) for angle pulís. WhS™ansposi 
into raceway size, the minimum me 
size) raceway required for the numbf 
tors in the cable shall be used. 

376.30 Securing and Supporting. Metal wireways shall 
be supported in accordance with 376.30(A) and (B). 



(1) Installation. Power distribution blocks installed in 
metal wireways shall be listed. 

(2) Size of Enclosure. In addition to the wiring space re- 
quirement in 376.56(A), the power distribution block shall 
be installed in a wireway with dimensions not smaller than 
specified in the installation instructions of the power distri¬ 
bution block. 

¡pace. Wire bending space at the ter- 
jibution blocks shall comply with 

Parts. Power di^tbution blocks shall not have 
latedJ^^ parts exposed within a wireway, whether 
or ndl^^nreway cover is installed. 

^Conductors. Where the wireway is used for 
’do not terminate on the power distribution 
through conductors shall be arranged so the 
/er distribution block termináis are unobstructed follow- 
installation. [ROP 8-142] 

'6.58 Dead Ends. Dead ends of metal wireways shall be 
closed. 

376.70 Extensions from Metal Wireways. Extensions 
from wireways shall be made with cord pendants installed 
in accordance with 400.10 or with any wiring method in 
Chapter 3 that ineludes a means for equipment grounding. 
Where a sepárate equipment grounding conductor is em- 
ployed, connection of the equipment grounding conductors 
in the wiring method to the wireway shall comply with 
250.8 and 250.12. 


(A) Horizontal Support. Wireways shall be supported 
where run horizontally at each end and at intervals not to 
exceed 1.5 m (5 ft) or for individual lengths longer than 1.5 
m (5 ft) at each end or joint, unless Usted for other support 
intervals. The distance between supports shall not exceed 3 
m (10 ft). 


III. Construction Specifications 
376.100 Construction. 

(A) Electrical and Mechanical Continuity. Wireways 
shall be constructed and installed so that electrical and me¬ 
chanical continuity of the complete system are assured. 


(B) Vertical Support. Vertical runs of wireways shall be 
securely supported at intervals not exceeding 4.5 m (15 ft) 
and shall not have more than one joint between supports. 
Adjoining wireway sections shall be securely fastened to- 
gether to provide a rigid joint. 


(B) Substantial Construction. Wireways shall be of sub- 
stantial construction and shall provide a complete enclosure 
for the contained conductors. All surfaces, both interior and 
exterior, shall be suitably protected from corrosión. Comer 
joints shall be made tight, and where the assembly is held 
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378.30 


together by rivets, bolts, or screws, such fasteners shall be 
spaced not more than 300 mm (12 in.) apart. 

(C) Smooth Rounded Edges. Suitable bushings, shields, 
or fittings having smooth, rounded edges shall be provided 
where conductors pass between wireways, through parti- 
tions, around bends, between wireways and cabinets or 
junction boxes, and at other locations where necessary to 
prevent abrasión of the insulation of the conductors. 

(D) Covers. Covers shall be securely fastened to the wire- 
way. 

376.120 Marking. Metal wireways shall be so marked that 
their manufacturer’s ñame or trademark will be visible after 
installation. 


378.2 


378.6 Listing Requirements. 

associated fittings shall be listed. 


II. Installation 



the conductors shall be maintained on both sides of the 
wall. 

378.12 Uses Not Permitted. Nonmetallic wireways shall 

not be used in the following: 

(1) Where subject to physical damage 

(2) In any hazardous (classified) location, except as permit¬ 
ted hy other articles in this Code 

(3) Where exposed to sunlight unless listed and marked as 
suitahle for the purpose 

(4) Where subject to ambient temperatures other than those 
for which nonmetallic wireway is listed 

(5) For conductors whose insulation temperature limita- 
tions would exceed those for which the nonmetallic 
wireway i^isted 


ARTICLE 378 
Nonmetallic Wireways 


378.1 Scope. This article covers the use, installatioi®ancr 
construction specifications for nonmetallic wirewaysW 
associated fittings. 

378.2 Definition. 

Nonmetallic Wireways. Fíame 
troughs with removable cov< 
electrical wires and cable^^which 
place after the raceway^pi been insta! 
system. [ROP 8-144] 


aílic wireways and 


378.10 Uses Permitted. The use of nonmetallic wireways 
shall be permitted in the following: 

(1) Only for exposed work, except as permitted in 
378.10(4). 

(2) Where subject to corrosive environments where identi- 
fied for the use. 

(3) In wet locations where listed for the purpose. 

Informational Note: Extreme coid may cause nonmetallic 
wireways to become brittle and therefore more susceptible 
to damage from physical contad. 

(4) As extensions to pass transversely through walls if the 
length passing through the wall is unbroken. Access to 


[óf Conductors. No conductor larger than that 
lonmetallic wireway is designed shall be 
in an^^jnmetallic wireway. 

r 8.22 Number of Conductors. The sum of cross- 
sectiqj^Pareas of all contained conductors at any cross 
of the nonmetallic wireway shall not exceed 20 per- 
if the interior cross-sectional area of the nonmetallic 
Conductors for signaling circuits or controller 
•s between a motor and its starter and used only 
:ing duty shall not be considered as current-carrying 
conductors. 

The adjustment factors specified in 310.15(B)(3)(a) 
shall be applicable to the current-carrying conductors up to 
and including the 20 percent fill specified above. 

378.23 Insulated Conductors. Insulated conductors in- 
stalled in a nonmetallic wireway shall comply with 
378.23(A) and (B). 

(A) Deflected Insulated Conductors. Where insulated 
conductors are deflected within a nonmetallic wireway, ei- 
ther at the ends or where conduits, fittings, or other race- 
ways or cables enter or leave the nonmetallic wireway, or 
where the direction of the nonmetallic wireway is deflected 
greater than 30 degrees, dimensions corresponding to one 
wire per terminal in Table 312.6(A) shall apply. 

(B) Nonmetallic Wireways Used as Pulí Boxes. Where 
insulated conductors 4 AWG or larger are pulled through a 
wireway, the distance between raceway and cable entries 
enclosing the same conductor shall not be less than that 
required in 314.28(A)(1) for straight pulís and in 
314.28(A)(2) for angle pulís. When transposing cable size 
into raceway size, the minimum metric designator (trade 
size) raceway required for the number and size of conduc¬ 
tors in the cable shall be used. 

378.30 Securing and Supporting. Nonmetallic wireway 
shall be supported in accordance with 378.30(A) and (B). 
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378.44 


ARTICLE 380 — MULTIOUTLET ASSEMBLY 


(A) Horizontal Support. Nonmetallic wireways shall be 
supported where run horizontally at intervals not to exceed 
900 mm (3 ft), and at each end or joint, unless listed for 
other support intervals. In no case shall the distance be- 
tween supports exceed 3 m (10 ft). 

(B) Vertical Support. Vertical runs of nonmetallic wire- 
way shall be securely supported at intervals not exceeding 

1.2 m (4 ft), unless listed for other support intervals, and 
shall not have more than one joint between supports. Ad- 
joining nonmetallic wireway sections shall be securely fas- 
tened together to provide a rigid joint. 


ARTICLE 380 
Multioutlet Assembly 


I. General 

380.1 Scope. This article covers the use and installation 
requirements for multioutlet assemblies. 

Informational Note: See the definition of multioutlet as¬ 
sembly in Article 100. 


378.44 Expansión Fittings. Expansión fittings for nonme¬ 
tallic wireway shall be provided to compénsate for thermal 
expansión and contraction where the length change is ex- 
pected to be 6 mm (0.25 in.) or greater in a straight run. 

Informational Note: See Table 352.44 for expansión char- 
acteristics of PVC conduit. The expansión characteristics of 
PVC nonmetallic wireway are identical. 

378.56 Splices and Taps. Splices and taps shall be permit- 
ted within a nonmetallic wireway, provided they are acces- 
sihle. The conductors, including splices and taps, shall not 
fill the nonmetallic wireway to more than 75 percent of its 
area at that point. 

378.58 Dead Ends. Dead ends of nonm 
shall be closed using listed fittings. 

378.60 Grounding. Where equipi 
quired, a sepárate equipment grc 
installed in the nonmetallic wi^fcay. A separat 
grounding conductor shall not^^^required here the 
grounded conductor is used to grounlkLuiping s permit- 
ted in 250.142. 

378.70 Extensions from Nonmetallic Wireways. Exten- 
sions from nonmetallic wireway shall be made with cord 
pendants or any wiring method of Chapter 3. A sepárate 
equipment grounding conductor shall be installed in, or an 
equipment grounding connection shall be made to, any of 
the wiring methods used for the extensión. 


II. Installation 

380.10 Uses Permitted. The use of a multioutlet assembly 
shall be permitted^^mry locations. 



dtted. A multioutlet assembly shall 


380.12 Use* 

not be fi 

(1) Wwé concealed, ex ^ft kthat it shall be permissible to 
back and sides of a metal multioutlet as- 
the building finish or recess a nonmetallic 
ítlet assembly in a baseboard 

to severe physical damage 
^oltage is 300 volts or more between con- 
inless the assembly is of metal having a thick- 
ness of not less than 1.02 mm (0.040 in.) 

Where subject to corrosive vapors 
In hoistways 

In any hazardous (classified) location, except as permit¬ 
ted by other articles in this Code 

380.23 Insulated Conductors. For field assembled multi¬ 
outlet assemblies, insulated conductors shall comply with 
380.23(A) and (B), as applicable. [ROP 8-145], 

(A) Deflected Insulated Conductors. Where insulated 
conductors are deflected within a multioutlet assembly, ei- 
ther at the ends or where conduits, fittings, or other race- 
ways or cables enter or leave the multioutlet assembly, or 
where the direction of the multioutlet assembly is deflected 
greater than 30 degrees, dimensions corresponding to one 
wire per terminal in Table 312.6(A) shall apply. 


III. Construction Specifications 

378.120 Marking. Nonmetallic wireways shall be marked 
so that the manufacturera ñame or trademark and interior 
cross-sectional area in square inches shall be visible after 
installation. Marking for limited smoke shall be permitted 
on the nonmetallic wireways that have limited smoke- 
producing characteristics. 


(B) Multioutlet Assemblies Used as Pulí Boxes. Where 
insulated conductors 4 AWG or larger are pulled through a 
multioutlet assembly, the distance between raceway and 
cable entries enclosing the same conductor shall not be less 
than that required by 314.28(A)(1) for straight pulís and 
314.28(A)(2) for angle pulís. When transposing cable size 
into raceway size, the minimum metric designator (trade 
size) raceway required for the number and size of conduc¬ 
tors in the cable shall be used. 
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382.30 


380.76 Metal Multioutlet Assembly Through Dry Parti- 
tions. It shall be permissible to extend a metal multioutlet 
assembly through (not run within) dry partitions if arrange- 
ments are made for removing the cap or cover on all ex- 
posed portions and no outlet is located within the partitions. 


ARTICLE 382 
Nonmetallic Extensions 


comply with 250.130(C), 406.4(D)(3)(b), or 

406.4(D)(3)(c). 

(B) Exposed and in a Dry Location. The extensión shall 
be run exposed, or concealed as permitted in 382.15, and in 
a dry location. 

(C) Residential or Offices. For nonmetallic surface exten¬ 
sions mounted directly on the surface of walls or ceilings, 
the building shall be occupied for residential or office pur- 
poses and shall not exceed three floors abovegrade. Where 
identified for the use, concealable nonmetallic extensions 
shall be permitted more than three floors abovegrade. 


382.1 Scope. This article covers the use, installation, and 
construction specifications for nonmetallic extensions. 


e No. 2: See 362.10 for definition of 


382.2 Deñnitions. 

Concealable Nonmetallic Extensión. A listed assembly of 
two, three, or four insulated Circuit conductors within í 
nonmetallic jacket, an extruded thermoplastic covering, or < 
a sealed nonmetallic covering. The classification ineludes 
surface extensions intended for mounting directly on the 
surface of walls or ceilings, and concealed with pailí 
ture, joint compound, plaster, wallpaper, tile, wall pan^ 
or other similar materials. 

Nonmetallic Extensión. An assembly^ 
conductors within a nonmetallic jack^^r 
moplastic covering. The classificatio^ 
tensions intended for mounting direct ice of 

walls or ceilings. 

382.6 Listing Requirements. Conceala* nonmetallic ex¬ 
tensions and associated and devi® shall be listed. 

The starting/source tap devica^to-the^«nsion shall con- 
tain and provide the following^^ta^ron for all load-side 
extensions and devices. 

(1) Supplementary overcurrent protection 

(2) Level of protection equivalent to a Class A GFCI 

(3) Level of protection equivalent to a portable GFCI 

(4) Line and load-side miswire protection 

(5) Provide protection from the effeets of are faults 



L Permitted. Nonmetallic extensions shall 

s used as f 

mfinished bl^hients, attics, or roof spaces 
Se the voltage between conductors exceeds 150 
PGlts for nonmetallic surface extensions and 300 volts 
ir aerial cable 

toe subject to corrosive vapors 
j^here run through a floor or partition, or outside the 
room in which it originates 


(A) Nonmetallic Extensions. One or more extensions 
shall be permitted to be run in any direction from an exist- 
ing outlet, but not on the floor or within 50 mm (2 in.) from 
the floor. 

(B) Concealable Nonmetallic Extensions. Where identi¬ 
fied for the use, nonmetallic extensions shall be permitted 
to be concealed with paint, texture, concealing compound, 
plaster, wallpaper, tile, wall paneling, or other similar ma¬ 
terials and installed in accordance with 382.15(A). 

382.26 Bends. 

(A) Nonmetallic Extensions. A bend that reduces the nor¬ 
mal spacing between the conductors shall be covered with a 
cap to protect the assembly from physical damage. 


II. Installation 

382.10 Uses Permitted. Nonmetallic extensions shall be 
permitted only in accordance with 382.10(A), (B), and (C). 

(A) From an Existing Outlet. The extensión shall be from 
an existing outlet on a 15- or 20-ampere branch circuit. 
Where a concealable nonmetallic extensión originates from 
a non-grounding-type receptacle, the installation shall 


(B) Concealable Nonmetallic Extensions. Concealable 
extensions shall be permitted to be folded back over them- 
selves and flattened as required for installation. 

382.30 Securing and Supporting. 

(A) Nonmetallic Extensions. Nonmetallic surface exten¬ 
sions shall be secured in place by approved means at inter¬ 
vals not exceeding 200 mm (8 in.), with an allowance for 
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ARTICLE 382 — NONMETALLIC EXTENSIONS 


300 mm (12 in.) to the first fastening where the connection 
to the supplying outlet is by means of an attachment plug. 
There shall be at least one fastening between each two 
adj acent outlets supplied. An extensión shall be attached to 
only woodwork or plaster finish and shall not be in contact 
with any metal work or other conductive material other 
than with metal plates on receptacles. 

(B) Concealable Nonmetallic Extensions. All surface- 
mounted concealable nonmetallic extensión components 
shall be firmly anchored to the wall or ceiling using an 
adhesive or mechanical anchoring system identified for this 


382.40 Boxes and Fittings. Each run shall termínate in a 
fitting, connector, or box that covers the end of the assem- 
bly. All fittings, connectors, and devices shall be of a type 
identified for the use. 

382.42 Devices. 

(A) Receptacles. All receptacles, receptacle housings, and 
self-contained devices used with concealable nonmetallic 
extensions shall be identified for this use. 

(B) Receptacles and Housings. Receptacle housings and ^ 
self-contained devices designed either for surface or for 
recessed mounting shall be permitted for use v 
able nonmetallic extensions. Receptacle housjjj 
contained devices shall incorpórate mean^ 
entry and termination of concealable nonm 
sions and for electrically connecting th^yusiii^^flevice. 
Receptacle and self-contained d ejd 
406.4. Power and communicatio^^iutlets ¡nsf^ 
in common housing shall be p^fc¿£ted in acco^ince with 
800.133(A)(l)(c), Exception No.: 

382.56 Splices and Taps. Extensions consist of a 
continuous unbroken length of the assembly, without 
splices, and without exposed conductors between fittings, 
connectors, or devices. Taps shall be permitted where ap- 
proved fittings completely covering the tap connections are 
used. Aerial cable and its tap connectors shall be provided 
with an approved means for polarization. Receptacle-type 
tap connectors shall be of the locking type. 

III. Construction Specifications (Concealable 
Nonmetallic Extensions Only) 

382.100 Construction. Concealable nonmetallic exten¬ 
sions shall be a multilayer fíat conductor design consisting 
of a center ungrounded conductor enclosed by a sectioned 
grounded conductor, and an overall sectioned grounding 
conductor. 


382.104 Fiat Conductors. Concealable nonmetallic exten¬ 
sions shall be constructed, using fíat copper conductors 
equivalent to 14 AWG or 12 AWG conductor sizes, and 
constructed per 382.104(A), (B), and (C). 

(A) Ungrounded Conductor (Center Layer). The un¬ 
grounded conductor shall consist of one or more un¬ 
grounded fíat conductor(s) enclosed in accordance with 
382.104(B) and (C) and identified in accordance with 
310.110(C). 

(B) Grounded Conductor (Inner Sectioned Layers). The 

grounded conductor shall consist of two sectioned inner fíat 
conductors that endose the center ungrounded conduc¬ 
tor^). The sectioned urounded conductor shall be enclosed 
by the sectioned s«mding conductor and identified in ac¬ 
cordance with 

(C) Grounding Con^ctor (Outer Sectioned Layers). 

The gi^Wding conductx^khall consist of two overall sec- 
tio^^rcondu^rs that enerare the grounded conductor and 
ungfcmded^^onductor(s) and shall comply with 
250.4(A)(5). The grounding conductor layers shall be iden- 
^jified by a^kone of the foliowing methods: 

d in 250.119 
k (^^Acrajfcovering 

) One or more continuous green stripes or hash marks 
) The term “Equipment Ground” printed at regular inter- 
' vals throughout the cable 

382.112 Insulation. The ungrounded and grounded fíat 
conductor layers shall be individually insulated and comply 
with 310.15(A)(3). The grounding conductor shall be cov- 
ered or insulated. 

382.120 Marking. 

(A) Cable. Concealable nonmetallic extensions shall be 
clearly and durably marked on both sides at intervals of not 
more than 610 mm (24 in.) with the information required 
by 310.120(A) and with the following additional informa¬ 
tion: 

(1) Material of conductors 

(2) Máximum temperature rating 

(3) Ampacity 

(B) Conductor Identification. Conductors shall be clearly 
and durably identified on both sides throughout their length 
as specified in 382.104. 


70-246 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 384 — STRUT-TYPE CHANNEL RACEWAY 


384.56 


ARTICLE 384 
Strut-Type Channel Raceway 

I. General 

384.1 Scope. This article covers the use, installation, and 
construction specifications of strut-type channel raceway. 

384.2 Deñnition. 


ceed the percentage fill using Table 384.22 and applicable 
cross-sectional area of specific types and sizes of wire 
given in the tables in Chapter 9. 

The adjustment factors of 310.15(B)(3)(a) shall not ap- 
ply to conductors installed in strut-type channel raceways 
where all of the following conditions are met: 

(1) The cross-sectional area of the raceway exceeds 
2500 mm 2 (4 in. 2 ). 

(2) The current-carrying conductors do not exceed 30 in 
number. 


Strut-Type Channel Raceway. A metallic raceway that is 
intended to be mounted to the surface of or suspended from 
a structure, with associated accessories for the installation 
of electrical conductors and cables. 

384.6 Listing Requirements. Strut-type channel race¬ 
ways, closure strips, and accessories shall be listed and 
identified for such use. 

II. Installation 

384.10 Uses Permitted. The use of strut-type channel 
raceways shall be permitted in the following: 

(1) Where exposed. 

(2) In dry locations. 

(3) In locations subject to corrosive vaj 
tected by finishes judged suitable foi 

(4) Where the voltage is 600 volts oí 

(5) As power poles. 

(6) In Class I, División 2 hazgj^y 
as permitted in 501.10í 

(7) As extensions of uqJ^prén lengOis' 
titions, and floors vim^kclosure st 
from either side and th^^tion wi] 
tion, or floor remains cove! 

(8) Ferrous channel raceways am^ítings protected from 
corrosión solely by enamel shall be permitted only 
indoors. 

384.12 Uses Not Permitted. Strut-type channel raceways 
shall not be used as follows: 

(1) Where concealed. 


(3) The sum of the cross-sectional areas of all contained 
conductors does not exceed 20 percent of the interior 
cross-sectional area of the strut-type channel raceways. 


Table Síannel Size and Inside Cross-Sectional Area 


1.677 1076 0.671 433 0.419 270 

2.028 1308 0.811 523 0.507 327 

2Vie 3.169 2045 1.267 817 0.792 511 

4.308 2780 1.723 1112 1.077 695 

m x 3 /4 0.849 548 0.340 219 0.212 137 

mxm 1.828 1179 0.731 472 0.457 295 

m x m 2.301 1485 0.920 594 0.575 371 

VA x 3 3.854 2487 1.542 995 0.964 622 

Raceways with extemal joiners shall use a 40 percent wire fill cal- 
culation to determine the number of conductors permitted. 

'Raceways with intemal joiners shall use a 25 percent wire fill calcu- 
lation to determine the number of conductors permitted. 

384.30 Securing and Supporting. 

(A) Surface Mount. A surface mount strut-type channel 
raceway shall be secured to the mounting surface with re- 
tention straps external to the channel at intervals not ex- 
ceeding 3 m (10 ft) and within 900 mm (3 ft) of each outlet 
box, cabinet, junction box, or other channel raceway termi- 
nation. 



(2) Ferrous channel raceways and fittings protected from 
corrosión solely by enamel shall not be permitted 
where subject to severe corrosive influences. 

384.21 Size of Conductors. No conductor larger than that 
for which the raceway is listed shall be installed in strut- 
type channel raceways. 

384.22 Number of Conductors. The number of conduc¬ 
tors permitted in strut-type channel raceways shall not ex- 


(B) Suspensión Mount. Strut-type channel raceways shall 
be permitted to be suspensión mounted in air with identi¬ 
fied methods at intervals not to exceed 3 m (10 ft) and 
within 900 mm (3 ft) of channel raceway terminations and 
ends. [ROP 8-148] 

384.56 Splices and Taps. Splices and taps shall be permit¬ 
ted in raceways that are accessible after installation by hav- 
ing a removable cover. The conductors, including splices 
and taps, shall not fill the raceway to more than 75 percent 
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ARTICLE 386 — SURFACE METAL RACEWAYS 


of its area at that point. All splices and taps shall be made 
by approved methods. 

384.60 Grounding. Strut-type channel raceway enclosures 
providing a transition to or from other wiring methods shall 
have a means for connecting an equipment grounding con¬ 
ductor. Strut-type channel raceways shall be permitted as 
an equipment grounding conductor in accordance with 
250.118(13). Where a snap-fit metal cover for strut-type 
channel raceways is used to achieve electrical continuity in 
accordance with the listing, this cover shall not be permit¬ 
ted as the means for providing electrical continuity for a 
receptacle mounted in the cover. 

III. Construction Specifications 

384.100 Construction. Strut-type channel raceways and 
their accessories shall be of a construction that distin- 
guishes them from other raceways. Raceways and their el- 
bows, couplings, and other fittings shall be designed such 
that the sections can be electrically and mechanically 
coupled together and installed without subjecting the wires 
to abrasión. They shall comply with 384.100(A), (B), and 
(C). 

(A) Material. Raceways and accessories shall be formecn 
of Steel, stainless Steel, or aluminum. 

(B) Corrosión Protection. Steel raceways and at 
shall be protected against corrosión by galvanú 
organic coating. 

Informational Note: Enamel and PVC 
ampies of organic coatings that 
protection. 

(C) Cover. Covers of strut-ty] 
either metallic or nonmetallic. 


384.120 Marking. Each length of sti 
ways shall be clearly and durably ide 
the first sentence of 110.21. 



ARTICLE 386 
Surface Metal Raceways 


pannel racé¬ 
is required in 


386.1 Scope. This article covers the use, installation, and 
construction specifications for surface metal raceways and 
associated fittings. 

386.2 Definition. 

Surface Metal Raceway. A metallic raceway that is in¬ 
tended to be mounted to the surface of a structure, with 


associated couplings, connectors, boxes, and fittings for the 
installation of electrical conductors. 

386.6 Listing Requirements. Surface metal raceway and 
associated fittings shall be listed. 

II. Installation 

386.10 Uses Permitted. The use of surface metal race¬ 
ways shall be permitted in the foliowing: 

(1) In dry locations. 

(2) In Class I, División 2 hazardous (classified) locations 
as permitted in 501.10(B)(3). 

(3) Under raised floors, as permitted in 645.5(E)(2). 

(4) Extensión through walls and floors. Surface metal race¬ 
way shall be i^witted to pass transversely through dry 
walls, dry i^Kions, and dry floors if the length pass- 
ing throu^Pií^fc^oken. Access to the conductors shall 
be maújmined o!^«üh sides of the wall, partition, or 

it Permitted. Surface metal raceways shall 
m the folio wing: 

(1) Wh^k^bject to severe physical damage, unless oth- 
irwise^krpved 

(2) ^P^^^he voltage is 300 volts or more between con- 
xluctofT, unless the metal has a thickness of not less 
than 1.02 mm (0.040 in.) nominal 
Where subject to corrosive vapors 
In hoistways 

(5) Where concealed, except as permitted in 386.10 

386.21 Size of Conductors. No conductor larger than that 
for which the raceway is designed shall be installed in 
surface metal raceway. 

386.22 Number of Conductors or Cables. The number of 
conductors or cables installed in surface metal raceway 
shall not be greater than the number for which the raceway 
is designed. Cables shall be permitted to be installed where 
such use is not prohibited by the respective cable articles. 

The adjustment factors of 310.15(B)(3)(a) shall not ap- 
ply to conductors installed in surface metal raceways where 
all of the following conditions are met: 

(1) The cross-sectional area of the raceway exceeds 
2500 mm 2 (4 in. 2 ). 

(2) The current-carrying conductors do not exceed 30 in 
number. 

(3) The sum of the cross-sectional areas of all contained 
conductors does not exceed 20 percent of the interior 
cross-sectional area of the surface metal raceway. 

386.30 Securing and Supporting. Surface metal raceways 
and associated fittings shall be supported in accordance 
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388.56 


with the manufacturer’s installation instructions. [ROP 
8-153] 

386.56 Splices and Taps. Splices and taps shall be permit- 
ted in surface metal raceways having a removable cover 
that is accessible after installation. The conductors, includ- 
ing splices and taps, shall not fill the raceway to more than 
75 percent of its area at that point. Splices and taps in 
surface metal raceways without removable covers shall be 
made only in boxes. All splices and taps shall be made by 
approved methods. 

Taps of Type FC cable installed in surface metal race¬ 
way shall he made in accordance with 322.56(B). 

386.60 Grounding. Surface metal raceway enclosures pro- 
viding a transition from other wiring methods shall have a 
means for connecting an equipment grounding conductor. 

386.70 Combination Raceways. When combination sur- 
face metallic raceways are used for both signaling and for 
lighting and power circuits, the different systems shall be 
run in sepárate compartments identified by stamping, im- 
printing, or color coding of the interior finish. 


III. Construction Specifications 

386.100 Construction. Surface metal raceways shall 1 
such construction as will distinguish them fi^^ither n 
ways. Surface metal raceways and their apBw^«uplinS 
and similar fittings shall be designe^^B that tl^section^ 
can be electrically and mechanicall^^ 
installed without subjecting the wires t<J 

Where covers and access|^f^^wnn^khc materials 
are used on surface metalavs. haF W5&.i dentified 

for such use. 


386.120 Marking. Each lenff 
shall be clearly and durably ii 
first sentence of 110.21. [ROP 8-1 d 


e metal raceways 
Fas required in the 


with associated couplings, connectors, boxes, and fittings 
for the installation of electrical conductors. 

388.6 Listing Requirements. Surface nonmetallic race¬ 
way and associated fittings shall be listed. 

II. Installation 

388.10 Uses Permitted. Surface nonmetallic raceways 
shall be permitted as follows: 

(1) The use of surface nonmetallic raceways shall be per¬ 
mitted in dry locations. 

(2) Extensión through walls and floors shall be permitted. 
Surface nonmetallic raceway shall be permitted to pass 
transverseM through dry walls, dry partitions, and dry 
floors ifi^re length passing through is unbroken. Access 
to tl^Knductors shall be maintained on both sides of 
fl^wafi^™3ition, or floor. 

W-12 Uses No^fermitted. Surface nonmetallic race- 
fyays sUl not be usro in the following: 
ü) JWere concealed, except as permitted in 388.10(2) 
tVhere subject to severe physical damage 

(3) ^^tere the voltage is 300 volts or more between con- 
Tors, unless listed for higher voltage 

r hoistways 

(5) In any hazardous (classified) location, except as permit¬ 
ted hy other articles in this Code 

(6) Where subject to ambient temperatures exceeding those 
for which the nonmetallic raceway is listed 

(7) For conductors whose insulation temperature limita- 
tions would exceed those for which the nonmetallic 
raceway is listed 

388.21 Size of Conductors. No conductor larger than that 
for which the raceway is designed shall be installed in 
surface nonmetallic raceway. 


ARTICLE 388 

Surface Nonmetallic Raceways 


I. General 

388.1 Scope. This article covers the use, installation, and 
construction specifications for surface nonmetallic race¬ 
ways and associated fittings. 

388.2 Definition. 

Surface Nonmetallic Raceway. A nonmetallic raceway 
that is intended to be mounted to the surface of a structure, 


388.22 Number of Conductors or Cables. The number of 
conductors or cables installed in surface nonmetallic race¬ 
way shall not be greater than the number for which the 
raceway is designed. Cables shall be permitted to be in¬ 
stalled where such use is not prohibited by the respective 
cable articles. 

388.30 Securing and Supporting. Surface nonmetallic 
raceways and associated fittings shall be supported in ac¬ 
cordance with the manufacturer’s installation instructions. 

[ROP 8-156] 

388.56 Splices and Taps. Splices and taps shall be permit¬ 
ted in surface nonmetallic raceways having a cover capable 
of being opened in place that is accessible after installation. 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-249 





ARTICLE 390 — UNDERFLOOR RACEWAYS 


The conductors, including splices and taps, shall not fill the 
raceway to more than 75 percent of its area at that point. 
Splices and taps in surface nonmetallic raceways without 
covers capable of being opened in place shall be made only 
in boxes. All splices and taps shall be made by approved 
methods. 


390.3 Use. 

(A) Permitted. The installation of underfloor raceways 
shall be permitted beneath the surface of concrete or other 
flooring material or in office occupancies where laid flush 
with the concrete floor and covered with bnoleum or 
equivalent floor covering. 


388.60 Grounding. Where equipment grounding is re- 
quired, a sepárate equipment grounding conductor shall be 
installed in the raceway. 

388.70 Combination Raceways. When combination sur- 
face nonmetallic raceways are used both for signaling and 
for lighting and power circuits, the different systems shall 
be run in sepárate compartments identified by stamping, 
imprinting, or color coding of the interior finish. 

III. Construction Specifications 

388.100 Construction. Surface nonmetallic raceways shall 
be of such construction as will distinguish them from other 
raceways. Surface nonmetallic raceways and their elbows, 
couplings, and similar fittings shall be designed so that the 
sections can be mechanically coupled together and installeí 
without subjecting the wires to abrasión. 

Surface nonmetallic raceways and fittings are made c 
suitable nonmetallic material that is resistant 
and Chemical atmospheres. It shall also be 
resistant to impact and crushing, resistant te 
heat under conditions likely to be encount 
and resistant to low-temperature efifeets. 

388.120 Marking. Surface noma«ulic race^j 
limited smoke-producing char^fcristics shall fl^permitted 
to be so identified. Each length onkface nonmAllic race¬ 
ways shall be clearly and durably ic^ktfied^wequired in 
the first sentence of 110.21. [ROP 8-157] 



(B) Not Permitted. Underfloor raceways shall not be m- 
stalled (1) where subject to corrosive vapors or (2) in any 
hazardous (classified) locations, except as permitted by 
504.20 and in Class I, División 2 locations as permitted in 
501.10(B)(3). Unless made of a material judged suitable for 
the condition or unless corrosión protection approved for 
the condition is provided, ferrous or nonferrous metal un¬ 
derfloor raceways, junction boxes, and fittings shall not be 
installed in concre^^ in areas subject to severe corrosive 
influences. 

coverings shall comply with 

(A ys Not over líKl mm (4 in.) Wide. Half-round 

Pceways not over 100 mm (4 in.) in width 
sh Pot less than 20 mm ( ? A in.) of concrete or wood 

fcceway. 

*permitted in 390.4(C) and (D) for flat-top 


Raceways over 100 mm (4 in.) Wide But Not over 
mm (8 in.) Wide. Flat-top raceways over 100 mm 
in.) but not over 200 mm (8 in.) wide with a minimum of 
r 25 mm (1 in.) spacing between raceways shall be covered 
with concrete to a depth of not less than 25 mm (1 in.). 
Raceways spaced less than 25 mm (1 in.) apart shall be 
covered with concrete to a depth of 38 mm (IV2 in.). 

(C) Trench-Type Raceways Flush with Concrete. 

Trench-type flush raceways with removable covers shall be 
permitted to be laid flush with the floor surface. Such ap¬ 
proved raceways shall be designed so that the cover plates 
provide adequate mechanical protection and rigidity 
equivalent to junction box covers. 



ARTICLE 390 
Underfloor Raceways 


390.1 Scope. This article covers the use and installation 
requirements for underfloor raceways. 

390.2 Definition. 

Underfloor Raceway. A raceway and associated compo- 
nents designed and intended for installation beneath or 
flush with the surface of a floor for the installation of cables 
and electrical conductors. 


(D) Other Raceways Flush with Concrete. In office oc¬ 
cupancies, approved metal flat-top raceways, if not over 
100 mm (4 in.) in width, shall be permitted to be laid flush 
with the concrete floor surface, provided they are covered 
with substantial bnoleum that is not less than 1.6 mm (Vi 6 
in.) thick or with equivalent floor covering. Where more 
than one and not more than three single raceways are each 
installed flush with the concrete, they shall be contiguous 
with each other and joined to form a rigid assembly. 

390.5 Size of Conductors. No conductor larger than that 
for which the raceway is designed shall be installed in 
underfloor raceways. 
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392.10 


390.6 Máximum Number of Conductors in Raceway. 

The combined cross-sectional area of all conductors or 
cables shall not exceed 40 percent of the interior cross- 
sectional area of the raceway. 

390.7 Splices and Taps. Splices and taps shall be made 
only in junction boxes. 

For the purposes of this section, so-called loop wiring 
(continuous, unbroken conductor connecting the individual 
outlets) shall not be considered to be a splice or tap. 


390.15 Connections to Cabinets and Wall Outlets. Con- 
nections from underfloor raceways to distribution centers 
and wall outlets shall be made by approved fittings or by 
any of the wiring methods in Chapter 3, where installed in 
accordance with the provisions of the respective articles. 

390.17 Ampacity of Conductors. The ampacity adjust- 
ment factors, in 310.15(B)(3), shall apply to conductors 
installed in underfloor raceways. 


Exception: Splices and taps shall be permitted in trench- 
type flush raceway having a removable cover that is acces- 
sible after installation. The conductors, including splices 
and taps, shall notfill more than 75 percent of the raceway 
area at that point. 

390.8 Discontinued Outlets. When an outlet is aban- 
doned, discontinued, or removed, the sections of circuit 
conductors supplying the outlet shall be removed from the 
raceway. No splices or reinsulated conductors, such as 
would be the case with abandoned outlets on loop wiring, 
shall be allowed in raceways. 

390.9 Laid in Straight Lines. Underfloor racewayj 
be laid so that a straight line from the center of one jut 
box to the center of the next junction box coincides' 
the centerline of the raceway system. Rac^g^s shall 
firmly held in place to prevent disturbü^^m^fciignn 
during construction. 


390.10 Markers at Ends. A suitat 
stalled at or near each end ol 
to lócate the last insert. 




oational Note: For further information on cable 
s, see ANSI/NEMA-VE 1-2002, Metal Cable Tray Sys- 
; NECA/NEMA 105-2007, Standard for Installing 
^Cable Tray Systems', and NEMA-FG 1-1998, Non- 
te Cable Tray Systems. 


Cable Tray System. A unit or assembly of units or sections 
and associated fittings forming a structural system used to 
securely fasten or support cables and raceways. 


II. Installation 


390.11 Dead Ends. Deadfl®|s of racewal shall be closed. 


390.13 Junction Boxes. Junctim^to^^shall be leveled to 
the floor grade and sealed to pre^nt the free entrance of 
water or concrete. Junction boxes used with metal raceways 
shall be metal and shall be electrically continuous with the 
raceways. 


390.14 Inserís. Inserts shall be leveled and sealed to pre¬ 
vent the entrance of concrete. Inserts used with metal race¬ 
ways shall be metal and shall be electrically continuous 
with the raceway. Inserts set in or on fiber raceways before 
the floor is laid shall be mechanically secured to the race¬ 
way. Inserts set in fiber raceways after the floor is laid shall 
be screwed into the raceway. When cutting through the 
raceway wall and setting inserts, chips and other dirt shall 
not be allowed to remain in the raceway, and tools shall be 
used that are designed so as to prevent the tool from enter- 
ing the raceway and damaging conductors that may be in 
place. 


392.10 Uses Permitted. Cable tray shall be permitted to be 
used as a support system for service conductors, feeders, 
branch circuits, Communications circuits, control circuits, 
and signaling circuits. Cable tray installations shall not be 
limited to industrial establishments. Where exposed to di- 
rect rays of the sun, insulated conductors and jacketed 
cables shall be identified as being sunlight resistant. Cable 
trays and their associated fittings shall be identified for the 
intended use. 

(A) Wiring Methods. The wiring methods in Table 
392.10(A) shall be permitted to be installed in cable tray 
systems under the conditions described in their respective 
articles and sections. 

(B) In Industrial Establishments. The wiring methods in 
Table 392.10(A) shall be permitted to be used in any indus¬ 
trial establishment under the conditions described in their 
respective articles. In industrial establishments only, where 
conditions of maintenance and supervisión ensure that only 
qualified persons service the installed cable tray system, 
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Table 392.10(A) Wiring Methods 
[ROP 8-158a] 


Armored Cable: Type AC 
CATV Cables 
Class 2 and Class 3 cables 
Communications cables 
Communications raceways 
Electrical Metallic Tubing: Type EMT 
Electrical Nonmetallic Tubing: Type 
ENT 

Fire alarm cables 

Flexible Metal Conduit: Type FMC 
Flexible Metallic Tubing: Type FMT 
Instrumentation Tray Cable: Type ITC 
Intermedíate Metal Conduit: Type 
IMC 

Liquidtight Flexible Metal Conduit: 
Type LFMC 

Liquidtight Flexible Nonmetallic Con¬ 
duit: Type LFNC 
Metal-Ciad Cable: Type MC 
Mineral-Insulated, Metal- Sheathed 
Cable: Type MI 

Network-powered broadband Commu¬ 
nications cables 

Nonmetallic-Sheathed Cable: Types 
NM, NMC and NMS 
Non-Powered-Limited fire alarm cable 
Optical fiber cables 
Optical fiber raceways 
Other factory-assembled, multiconduc- 
tor control, signal, or power cables 
that are specifically approved for 
installation in cable trays 
Power and Control Tray Cable: Type 
TC 

Power-limited fire alarm cable 
Power-limited tray cable 
Rigid Metal Conduit: Type RMC 
Rigid Polyvinyl Chloride Conduit 
Type PVC 
Reinforced Thermosetting Resin Con¬ 
duit: Type RTRC 

Service-Entrance Cable: Types SE and 
USE 

Signaling raceway 
Underground Feeder and Branch- 
Circuit Cable: Type UF 



single-conductor cables are installed in ladder cable tray, 
the máximum allowable rung spacing for the ladder cable 
tray shall be 225 mm (9 in.). 

(b) Welding cables shall comply with the provisions of 
Article 630, Part IV. 

(c) Single conductors used as equipment grounding 
conductors shall be insulated, covered, or bare, and they 
shall be 4 AWG or larger. 

(2) Single- and multiconductor médium voltage cables shall 
be Type MV cable. Single conductors shall be installed in 
accordance with 392.10(B)(1). 

(C) Hazardous (Classified) Locations. Cable trays in 
hazardous (classified) locations shall contain only the cable 
types and raceways njrmitted by other articles in fifis Code. 

(D) Nonmetallic Cable Tray. In addition to the uses per- 
mitted else\U»e^É^)2.10, nonmetallic cable tray shall be 
permitted,¿pTorrosm^¡gas and in areas requiring voltage 
isolatiqi 

•t Permitted. Cable tray systems shall not 
be u^^^^Roistways or where subject to severe physical 
damage^ 

ty Installation. 


any of the cables in 392.10(B)(1) and (B)(2) shall be per¬ 
mitted to be installed in ladder, ventilated trough, solid 
bottom, or ventilated channel cable trays. 

(1) Single-conductor cables shall be permitted to be in¬ 
stalled in accordance with (B)(l)(a) through (B)(l)(c). 

(a) Single-conductor cable shall be 1/0 AWG or larger 
and shall be of a type listed and marked on the surface for 
use in cable trays. Where 1/0 AWG through 4/0 AWG 


Complete System. Cable trays shall be installed as a 
píete system. Field bends or modifications shall be so 
that the electrical continuity of the cable tray system 
id support for the cables is maintained. Cable tray systems 
shall be permitted to have mechanically discontinuous seg- 
ments between cable tray runs or between cable tray runs 
and equipment. 

(B) Completed Before Installation. Each run of cable 
tray shall be completed before the installation of cables. 

(C) Covers. In portions of runs where additional protec- 
tion is required, covers or enclosures providing the required 
protection shall be of a material that is compatible with the 
cable tray. 

(D) Through Partitions and Walls. Cable trays shall be 
permitted to extend transversely through partitions and 
walls or vertically through platforms and floors in wet or 
dry locations where the installations, complete with in¬ 
stalled cables, are made in accordance with the require- 
ments of 300.21. 

(E) Exposed and Accessible. Cable trays shall be exposed 
and accessible, except as permitted by 392.18(D). 

(F) Adequate Access. Sufficient space shall be provided 
and maintained about cable trays to permit adequate access 
for installing and maintaining the cables. 
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(G) Raceways, Cables, Boxes, and Conduit Bodies Sup- 
ported from Cable Tray Systems. In industrial facilities 
where conditions of maintenance and supervisión ensure 
that only qualified persons Service the installation and 
where the cable tray systems are designed and installed to 
support the load, such systems shall be permitted to support 
raceways and cables, and boxes and conduit bodies covered 
in 314.1. For raceways terminating at the tray, a Usted cable 
tray clamp or adapter shall be used to securely fasten the 
raceway to the cable tray system. Additional supporting and 
securing of the raceway shall be in accordance with the 
requirements of the appropriate raceway arricie. For race¬ 
ways or cables running parallel to and attached to the bot- 
tom or side of a cable tray system, fastening and supporting 
shall be in accordance with the requirements of the appro¬ 
priate raceway or cable arricie. 

For boxes and conduit bodies attached to the bottom or 
side of a cable tray system, fastening and supporting shall 
be in accordance with the requirements of 314.23. 

(H) Marking. Cable trays containing conductors rated 
over 600 volts shall have a permanent, legible waming < 
notice carrying the wording “DANGER — HIGFI VOLT- 
AGE — KEEP AWAY” placed in a readily visible position 
on all cable trays, with the spacing of waming notiá 
to exceed 3 m (10 ft). The danger marking(s) or labell 
comply with 110.21(B). [ROP 8-180] 

Exception: Where not accessible (as jSfflThetflEjp equM 
ment), in industrial establishments whá Se the cqjitions o 
maintenance and supervisión e 

persons Service the installation, cable u% wamiñg 

notices shall be located vr/zeraraSfflfeKv/ itallation 

to assure safe maintenanc^Mnd operatioi 8-182] 

392.20 Cable and Condi 

(A) Multiconductor Cables Rated 600 Volts or Less. 

Multiconductor cables rated 600 vWs or less shall be per¬ 
mitted to be installed in the same cable tray. 

(B) Cables Rated Over 600 Volts. Cables rated over 600 
volts and those rated 600 volts or less installed in the same 
cable tray shall comply with either of the following: 

(I) The cables rated over 600 volts are Type MC. 

(2) The cables rated over 600 volts are separated from the 
cables rated 600 volts or less by a solid fixed barrier of 
a material compatible with the cable tray. 



imbalance in the paralleled conductors due to inductive re- 
actance. 

Single conductors shall be securely bound in circuit 
groups to prevent excessive movement due to fault-current 
magnetic forces unless single conductors are cabled to- 
gether, such as triplexed assemblies. 

(D) Single Conductors. Where any of the single conduc¬ 
tors installed in ladder or ventilated trough cable trays are 
1/0 through 4/0 AWG, all single conductors shall be in¬ 
stalled in a single layer. Conductors that are bound together 
to comprise each circuit group shall be permitted to be 
installed in other than a single layer. 

392.22 Number of Conductors or Cables. 

(A) Number of Multiconductor Cables, Rated 2000 
Volts oj ^fess . in Cable Trays. The number of multicon- 
ductQMBolel^Wed 2000 volts or less, permitted in a single 
fe tray shall^fcLexceed the requirements of this section. 
T conductor si^kapply to both aluminum and copper 
PEondutf 

idder or Ventilated Trough Cable Trays Contain- 
my Mixture of Cables. Where ladder or ventilated 
trouj^^able trays contain multiconductor power or lighting 
¡s, or any mixture of multiconductor power, lighting, 
corirol, and signal cables, the máximum number of cables 
shall conform to the following: 

(a) Where all of the cables are 4/0 AWG or larger, the 
sum of the diameters of all cables shall not exceed the cable 
tray width, and the cables shall be installed in a single 
layer. Where the cable ampacity is determined according to 
392.80(A)(l)(c), the cable tray width shall not be less than 
the sum of the diameters of the cables and the sum of the 
required spacing widths between the cables. 

(b) Where all of the cables are smaller than 4/0 AWG, 
the sum of the cross-sectional areas of all cables shall not 
exceed the máximum allowable cable fill area in Column 1 
of Table 392.22(A) for the appropriate cable tray width. 

(c) Where 4/0 AWG or larger cables are installed in 
the same cable tray with cables smaller than 4/0 AWG, the 
sum of the cross-sectional areas of all cables smaller than 
4/0 AWG shall not exceed the máximum allowable fill area 
resulting from the calculation in Column 2 of Table 
392.22(A) for the appropriate cable tray width. The 4/0 
AWG and larger cables shall be installed in a single layer, 
and no other cables shall be placed on them. 


(C) Connected in Parallel. Where single conductor cables 
comprising each phase, neutral, or grounded conductor of 
an altemating-current circuit are connected in parallel as 
permitted in 310.10(14), the conductors shall be installed in 
groups consisting of not more than one conductor per 
phase, neutral, or grounded conductor to prevent current 


(2) Ladder or Ventilated Trough Cable Trays Contain¬ 
ing Multiconductor Control and/or Signal Cables Only. 

Where a ladder or ventilated trough cable tray having a 
usable inside depth of 150 mm (6 in.) or less contains 
multiconductor control and/or signal cables only, the sum 
of the cross-sectional areas of all cables at any cross section 
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Table 392.22(A) Allowable Cable Fill Area for Multiconductor Cables ii 
Trays for Cables Rated 2000 Volts or Less 


Ladder, Ventilated Trough, or Solid Bottom Cable 


Máximum Allowable Fill Area for Multiconductor Cables 


Ladder or Ventilated Trough or Wire 
Mesh Cable Trays, 392.22(A)(1) 


Solid Bottom Cable Trays, 392.22(A)(3) 



a The máximum allowable fill areas in Columns 2 
cable tray in Column 2 shall be 4500 minus (30 
Column 2 shall be 7 minus (1.2 multiplied by Sd)]. 
b The term Sd in Columns 2 and 4 is equal 
multiconductor cables in the same cable 

shall not exceed 50 percent of the interior cr^^-secti^nal 
area of the cable tray. A depth A|) mm (6 in.) shall be 
used to calcúlate the allowable inten^^rossonaI area 
of any cable tray that has a usable inside ilfeHmTO f more than 
150 mm (6 in.). 

(3) Solid Bottom Cable Trays Containing Any Mixture 
of Cables. Where solid bottom cable trays contain multi¬ 
conductor power or lighting cables, or any mixture of mul¬ 
ticonductor power, lighting, control, and signal cables, the 
máximum number of cables shall conform to the foliowing: 

(a) Where all of the cables are 4/0 AWG or larger, the 
sum of the diameters of all cables shall not exceed 90 per- 
cent of the cable tray width, and the cables shall be in- 
stalled in a single layer. 

(b) Where all of the cables are smaller than 4/0 AWG, 
the sum of the cross- sectional areas of all cables shall not 
exceed the máximum allowable cable fill area in Column 3 
of Table 392.22(A) for the appropriate cable tray width. 

(c) Where 4/0 AWG or larger cables are installed in the 
same cable tray with cables smaller than 4/0 AWG, the sum 


(in inches, of all 4/0 AWG) and larger 

of the cross-sectional areas of all cables smaller than 4/0 
AWG shall not exceed the máximum allowable fill area 
resulting from the computation in Column 4 of Table 
392.22(A) for the appropriate cable tray width. The 4/0 
AWG and larger cables shall be installed in a single layer, 
and no other cables shall be placed on them. 

(4) Solid Bottom Cable Tray Containing Multiconduc¬ 
tor Control and/or Signal Cables Only. Where a solid 
bottom cable tray having a usable inside depth of 150 mm 
(6 in.) or less contains multiconductor control and/or signal 
cables only, the sum of the cross sectional areas of all 
cables at any cross section shall not exceed 40 percent of 
the interior cross-sectional area of the cable tray. A depth of 
150 mm (6 in.) shall be used to calcúlate the allowable 
interior cross-sectional area of any cable tray that has a 
usable inside depth of more than 150 mm (6 in.). 

(5) Ventilated Channel Cable Trays Containing Multi¬ 
conductor Cables of Any Type. Where ventilated channel 
cable trays contain multiconductor cables of any type, the 
folio wing shall apply: 
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(a) Where only one multiconductor cable is installed, 
the cross-sectional area shall not exceed the valué specified 
in Column 1 of Table 392.22(A)(5). 

(b) Where more than one multiconductor cable is in¬ 
stalled, the sum of the cross-sectional area of all cables 
shall not exceed the valué specified in Column 2 of Table 
392.22(A)(5). 

Table 392.22(A)(5) Allowable Cable Fill Area for 
Multiconductor Cables in Ventilated Channel Cable Trays 
for Cables Rated 2000 Volts or Less 

Máximum Allowable Fill Area for 
Multiconductor Cables 


Inside Width of 
Cable Tray 



(6) Solid Channel Cable Trays Containing MuJ 
ductor Cables of Any Type. Where solid channel^ 
trays contain multiconductor cables of any type, the foll 
ing shall apply: 

(a) Where only one multiconductMcable i* 
the cross-sectional area of the cabld^Call noa 
valué specified in Column 1 of Table 

(b) Where more than on^^^jrondt^fct cable is in¬ 
stalled, the sum of the cro^^ctiona^^te o flotable shall 
not exceed the valué «aec ified in Cqg^nn 7 of Table 
392.22(A)(6). 

Table 392.22(A)(6) Allowable Cali 
Multiconductor Cables in Solid Chal 
Cables Rated 2000 Volts o 


cable tray section shall not exceed the requirements of this 
section. The single conductors, or conductor assemblies, 
shall be evenly distributed across the cable tray. The con¬ 
ductor sizes apply to both aluminum and copper conduc¬ 
tors. 

(1) Ladder or Ventilated Trough Cable Trays. Where 
ladder or ventilated trough cable trays contain single- 
conductor cables, the máximum number of single conduc¬ 
tors shall conform to the following: 

(a) Where all of the cables are 1000 kcmil or larger, the 
sum of the diameters of all single-conductor cables shall 
not exceed the cable tray width, and the cables shall be 
installed in a single layer. Conductors that are bound to- 
gether to commise each circuit group shall be permitted to 
be installedi^rother than a single layer. 

(b) all of the cables are from 250 kcmil through 

900 sum of the cross-sectional areas of all 

Lp^onducra^tetbles shall not exceed the máximum al¬ 
ible cable filWfciin Column 1 of Table 392.22(B)(1) 
*or the jppropriate rafele tray width. 

here 1000 kcmil or larger single-conductor cables 
stalled in the same cable tray with single-conductor 
smaller than 1000 kcmil, the sum of the cross sec- 
tionál^gas of all cables smaller than 1000 kcmil shall not 
le máximum allowable fill area resulting from the 
¡utation in Column 2 of Table 392.22(B)(1) for the 
appropriate cable tray width. 

(d) Where any of the single conductor cables are 1/0 
through 4/0 AWG, the sum of the diameters of all single 
conductor cables shall not exceed the cable tray width. 

(2) Ventilated Channel Cable Trays. Where 50 mm 
(2 in.), 75 mm (3 in.), 100 mm (4 in.), or 150 mm (6 in.) 
wide ventilated channel cable trays contain single- 
conductor cables, the sum of the diameters of all single 
conductors shall not exceed the inside width of the channel. 

(C) Number of Type MV and Type MC Cables (2001 






Column 2 

2001 volts or over permitted in a single cable tray shall not 

Inside Width of 

Column 1 

More Than 

exceed the requirements of this section. 

Cable Tray 

One Cable 

One Cable 

The sum of the diameters of single-conductor and mul¬ 







ticonductor cables shall not exceed the cable tray width, 

mm 

in. 

mm' 

in.- 

mm 

in. 

and the cables shall be installed in a single layer. Where 

50 

2 

850 

1.3 

500 

0.8 

single conductor cables are triplexed, quadruplexed, or 

75 

3 

1300 

2.0 

700 


bound together in circuit groups, the sum of the diameters 

100 

4 

2400 

3.7 

1400 

2.1 

of the single conductors shall not exceed the cable tray 

150 

6 

3600 

5.5 

2100 

3.2 

width, and these groups shall be installed in single layer 


(B) Number of Single-Conductor Cables, Rated 2000 
Volts or Less, in Cable Trays. The number of single con¬ 
ductor cables, rated 2000 volts or less, permitted in a single 


392.30 Securing and Supporting. 


(A) Cable Trays. Cable trays shall be supported at inter¬ 
vals in accordance with the installation instructions. 
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Table 392.22(B)(1) Allowable Cable Fill Area for Single-Conductor Cables in Ladder, Ventilated Trough, or Wire Mesh Cable 
Trays for Cables Rated 2000 Volts or Less 


Máximum Allowable Fill Area for Single-Conductor 
Cables in Ladder, Ventilated Trough, or Wire Mesh Cable Trays 


Inside Width of Cable Tray 

Applicable for 392.22(B)(l)(b) 

Only 

Applicable for 392.22(B)(l)(c) 

Only 

mm in. mm 2 in. 2 mm 2 in. 2 

50 

2 

1,400 

2.0 

1,400 - (28 Sd) b 

2.0 - (1.1 Sd) b 

100 

4 

2,800 

4.5 

2,800 - (28 Sd) 

4.5-(1.1 Sd) 

150 

6 

4,200 

6.5 

4,200 - (28 Sd) b 

6.5-(1.1 Sd) b 

200 

8 

5,600 

8.5 

5,600 - (28 Sd) 

8.5-(1.1 Sd) 

225 

9 

6,100 

9.5 

6,100 - (28 Sd) 

9.5 - (1.1 Sd) 

300 

12 

8,400 

13.0 

8,400 -128 Sd) 

13.0-(1.1 Sd) 

400 

16 

11,200 

17.5 

11,200^8 Sd) 

17.5-(1.1 Sd) 

450 

18 

12,600 

19.5 

12,a|p (28 Sd) 

19.5 - (1.1 Sd) 

500 

20 

14,000 

21.5 

14^P^k(28 Sd) 

21.5 - (1.1 Sd) 

600 

24 

16,800 

26.0 

4^800^8 Sd) 

26.0-(1.1 Sd) 

750 

30 

21,000 

32.5 

^ 21,000 - i*¡d) 

32.5 - (1.1 Sd) 

900 

36 

25,200 

39.0 a 

V 25,200 -(28^ 

39.0-(1.1 Sd) 


“The máximum allowable fill areas in Column 2 shall be calculated. For e: 
tray in Column 2 shall be 4200 minus (28 multiplied by Sd) [the máximum allo^ 

2 shall be 6.5 minus (1,1 multiplied by Sd)]. 

b The term Sd in Column 2 is equal to the sum of the diameters, J^jjjm, of all c 
single-conductor cables in the same cable tray with small cables. 


h allowable fill, in mm 2 , for a 150 mm wide cable 
Fsquare inches, for a 6-in. wide cable tray in Column 


2 (in inches, of all 1000 kcmil) and larger 


(B) Cables and Conductors. Cables and conducta 
be secured to and supported by the cable tra^ 
accordance with (1), (2) and (3) as applicablg 

(1) In other than horizontal runs, the cablfll 
tened securely to transverse members of tí 

(2) Supports shall be provided to j 
where they enter raceways £»n cable ti 

(3) The system shall provide flfcte support olí 
raceway wiring methods in aikalance witg 
responding articles. Where cabS| 
vidual conductors and where the cot 
one cable tray to another, or from a 
way(s) or from a cable tray to equipment where the 
conductors are terminated, the distance between the 
cable trays or between the cable tray and the race- 
way(s) or the equipment shall not exceed 1.8 m (6 ft). 
The conductors shall be secured to the cable tray(s) at 
the transition, and they shall be protected, by guarding 
or by location, from physical damage. 


o project above the side rails where not subject 
^ physical damage. 

>2.60 Grounding and Bonding. 

^(A) Metallic Cable Trays. Metallic cable trays shall be 
permitted to be used as equipment grounding conductors 
where continuous maintenance and supervisión ensure that 
qualified persons Service the installed cable tray system and 
the cable tray complies with provisions of this section. Me¬ 
tallic cable trays that support electrical conductors shall be 
grounded as required for conductor enclosures in accor¬ 
dance with 250.96 and Part IV of Article 250. Metal cable 
trays containing only non-power conductors shall be elec- 
trically continuous through approved connections or the use 
of a bonding jumper not smaller than a 10 AWG. 

Informational Note: Examples of non-power conductors 
inelude nonconductive optical fiber cables and Class 2 and 
Class 3 Remóte Control Signaling and Power Limiting 
Circuits. 


392.46 Bushed Conduit and Tubing. A box shall not be 
required where cables or conductors are installed in bushed 
conduit and tubing used for support or for protection 
against physical damage. 

392.56 Cable Splices. Cable splices made and insulated by 
approved methods shall be permitted to be located within a 
cable tray, provided they are accessible. Splices shall be 


(B) Steel or Aluminum Cable Tray Systems. Steel or 
aluminum cable tray systems shall be permitted to be used 
as equipment grounding conductors, provided all the fol- 
lowing requirements are met: 

(1) The cable tray sections and fittings are identified as an 
equipment grounding conductor. 

(2) The minimum cross-sectional area of cable trays con- 
form to the requirements in Table 392.60(A). 
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Table 392.60(A) Metal Area Requirements for Cable Trays 
Used as Equipment Grounding Conductor 


Máximum Fuse 
Ampere Rating, 
Circuit Breaker 

Minimum Cross-Sectional Area of 
Metal 3 

or Circuit Breaker 
Protective Relay 
Ampere Trip Setting 
for Ground-Fault 
Protection of Any 
Cable Circuit in the 
Cable Tray System 

Steel Cable Trays 

Aluminum 
Cable Trays 

mm 2 

in. 2 

mm 2 

in. 2 

60 

129 

0.20 

129 

0.20 

100 

258 

0.40 

129 

0.20 

200 

451.5 

0.70 

129 

0.20 

400 

645 

1.00 

258 

0.40 

600 

967.5 

1.50 b 

258 

0.40 

1000 

— 

— 

387 

0.60 

1200 

— 

— 

645 

1.00 

1600 

— 

— 

967.5 

1.50 

2000 

- 

- 

1290 

2.00 b 



a Total cross-sectional area of both side rails for ladder or trough cable < 
trays; or the minimum cross-sectional area of metal in channel cable 
trays or cable trays of one-piece construction. 
b Steel cable trays shall not be used as equipment grounding oí 
tors for circuits with ground-fault protection above 600 amperl 
minum cable trays shall not be used as equipment grounding c< 
tors for circuits with ground-fault protection above 2000 amperH 

(3) All cable tray sections and fittingsa 
rably marked to show the cross-^ 
in channel cable trays, or cable ti 
struction, and the total cross^e 
rails for ladder or troug mIM 

(4) Cahle tray sections^^mgs, and o^nect^praceways 
are bonded in acco^mce with 25(®6, using bolted 
mechanical connectors^kbonding jMnpeis sized and 
installed in accordance wm^O^k 

(C) Transitions. Where metallic cable tray systems are 
mechanically discontinuous, as permitted in 392.18(A), a 
bonding jumper sized in accordance with 250.102 shall 
connect the two sections of the cable tray, or the cable tray 
and the raceway or equipment. Bonding shall be in accor¬ 
dance with 250.96. 

392.80 Ampacity of Conductors. 

(A) Ampacity of Cables, Rated 2000 Volts or Less, in 
Cable Trays. 

(1) Multiconductor Cables. The allowable ampacity of 
multiconductor cables, nominally rated 2000 volts or less, 
installed according to the requirements of 392.22(A) shall 
be as given in Table 310.15(B)(16) and Table 
310.15(B)(18), subject to the provisions of (A)(l)(a), (b), 
(c), and 310.15(A)(2). 


(a) The adjustment factors of 310.15(B)(3)(a) shall ap- 
ply only to multiconductor cables with more than three 
current-carrying conductors. Adjustment factors shall be 
limited to the number of current-carrying conductors in the 
cable and not to the number of conductors in the cable tray. 

(b) Where cable trays are continuously covered for 
more than 1.8 m (6 ft) with solid unventilated covers, not 
over 95 percent of the allowable ampacities of Table 
310.15(B)(16) and Table 310.15(B)(18) shall be permitted 
for multiconductor cables. 

(c) Where multiconductor cables are installed in a 

single layer in uncovered trays, with a maintained spacing 
of not less than one cable diameter between cables, the 
ampacity shall not exceed the allowable ambient 
temperature-corrected ampacities of multiconductor cables, 
with not than three insulated conductors rated 0 

throughvolts in free air, in accordance with 
310 . 1 ^^^^ 

See Table B.310.15(B)(2)(3). 

Wl) SiMje-ConductOT Cables. The allowable ampacity of 
inductor cables shall be as permitted by 
PT5(A)(2). The adjustment factors of 310.15(B)(3)(a) 
shall not apply to the ampacity of cables in cable trays. The 
f of single-conductor cables, or single conductors 
i together (triplexed, quadruplexed, etc.), nominally 
ratecT 2000 volts or less, shall comply with the following: 

(a) Where installed according to the requirements of 
392.22(B), the ampacities for 600 kcmil and larger single- 
conductor cables in uncovered cable trays shall not exceed 
75 percent of the allowable ampacities in Table 
310.15(B)(17) and Table 310.15(B)(19). Where cable trays 
are continuously covered for more than 1.8 m (6 ft) with 
solid unventilated covers, the ampacities for 600 kcmil and 
larger cables shall not exceed 70 percent of the allowable 
ampacities in Table 310.15(B)(17) and Table 
310.15(B)(19). 

(b) Where installed according to the requirements of 
392.22(B), the ampacities for 1/0 AWG through 500 kcmil 
single-conductor cables in uncovered cable trays shall not 
exceed 65 percent of the allowable ampacities in Table 
310.15(B)(17) and Table 310.15(B)(19). Where cable trays 
are continuously covered for more than 1.8 m (6 ft) with 
solid unventilated covers, the ampacities for 1/0 AWG 
through 500 kcmil cables shall not exceed 60 percent of the 
allowable ampacities in Table 310.15(B)(17) and Table 
310.15(B)(19). 

(c) Where single conductors are installed in a single 
layer in uncovered cable trays, with a maintained space of 
not less than one cable diameter between individual con¬ 
ductors, the ampacity of 1/0 AWG and larger cables shall 
not exceed the allowable ampacities in Table 310.15(B)(17) 
and Table 310.15(B)(19). 
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Exception to (2)(3)(c): For solid bottom cable trays the 
ampacity of single conductor cables shall be determined by 
310.15(C). 

(d) Where single conductors are installed in a triangu¬ 
lar or square configuration in uncovered cable trays, with a 
maintained free airspace of not less than 2.15 times one 
conductor diameter (2.15 x O.D.) of the largest conductor 
contained within the configuration and adjacent conductor 
configurations or cables, the ampacity of 1/0 AWG and 
larger cables shall not exceed the allowable ampacities of 
two or three single insulated conductors rated 0 through 
2000 volts supported on a messenger in accordance with 
310.15(B). 

Informational Note: See Table 310.15(B)(20). 

(3) Combinations of Multiconductor and Single- 
Conductor Cables. Where a cable tray contains a combi- 
nation of multiconductor and single-conductor cables, the 
allowable ampacities shall be as given in 392.80(A)(1) for 
multiconductor cables and 392.80(A)(2) for single- 
conductor cables, provided that the following conditions 
apply: 

(1) The sum of the multiconductor cable fill area as a per- 
centage of the allowable fill area for the tray calculatech 
in accordance with 392.22(A), and the single-conductor^ 
cable fill area as a percentage of the allowable fill area ' 
for the tray calculated in accordance v 
totals not more than 100 percent. 

(2) Multiconductor cables are installed^ 

392.22(A) and single-conductor cables a! 
cording to 392.22(B) and 392.22(C^md 

(B) Ampacity of Type MV 
Volts or Over) in Cable Trs 

rated 2001 volts, nominal, or 
392.22(C) shall not exceed the 

(1) Multiconductor Cables (2001 VoH^P5r Over). The 

allowable ampacity of multiconductor cables shall be as 
given in Table 310.60(0(75) and Table 310.60(0(76), 
subject to the following provisions: 

(a) Where cable trays are continuously covered for 
more than 1.8 m (6 ft) with solid unventilated covers, not 
more than 95 percent of the allowable ampacities of Table 
310.60(0(75) and Table 310.60(0(76) shall be permitted 
for multiconductor cables. 

(b) Where multiconductor cables are installed in a 
single layer in uncovered cable trays, with maintained spac- 
ing of not less than one cable diameter between cables, the 
ampacity shall not exceed the allowable ampacities of 
Table 310.60(0(71) and Table 310.60(0(72). 



cabled together (triplexed, quadruplexed, etc.), shall com- 
ply with the following: 

(a) The ampacities for 1/0 AWG and larger single- 
conductor cables in uncovered cable trays shall not exceed 
75 percent of the allowable ampacities in Table 
310.60(0(69) and Table 310.60(0(70). Where the cable 
trays are covered for more than 1.8 m (6 ft) with solid 
unventilated covers, the ampacities for 1/0 AWG and larger 
single-conductor cables shall not exceed 70 percent of the 
allowable ampacities in Table 310.60(C)(69)and Table 
310.60(0(70). 

(b) Where single-conductor cables are installed in a 
single layer in uncovered cable trays, with a maintained 
space of not less than one cable diameter between indi¬ 
vidual conductors^® ampacity of 1/0 AWG and larger 
cables shall no^Keed the allowable ampacities in Table 
310.60(C)(694fccWde 310.60(C)(70). 

(c) Jjfcere singl^knductors are installed in a triangu¬ 
lar or adrare configurati®to uncovered cable trays, with a 

Rned frafc air space not less than 2.15 times the 
< O.D.) of the largest conductor contained 
pbnfiguration and adjacent conductor configura- 
>, the ampacity of 1/0 AWG and larger cables 
ped the allowable ampacities in Table 
f) and Table 310.60(C)(68). 

. Construction Specifications 
192.100 Construction. 

(A) Strength and Rigidity. Cable trays shall have suitable 
strength and rigidity to provide adequate support for all 
contained wiring. 

(B) Smooth Edges. Cable trays shall not have sharp edges, 
burrs, or projections that could damage the insulation or 
jackets of the wiring. 

(C) Corrosión Protection. Cable tray systems shall be 
corrosión resistant. If made of ferrous material, the system 
shall be protected from corrosión as required by 300.6. 

(D) Side Rails. Cable trays shall have side rails or equiva- 
lent structural members. 

(E) Fittings. Cable trays shall inelude fittings or other suit¬ 
able means for changes in direction and elevation of runs. 

(F) Nonmetallic Cable Tray. Nonmetallic cable trays 
shall be made of flame-retardant material. 


(2) Single-Conductor Cables (2001 Volts or Over). The 

ampacity of single-conductor cables, or single conductors 
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ARTICLE 393 

Low Voltage Suspended Ceiling Power 
Distribution Systems 


[ROP 18-10a] 
I. General 


Rail. The structural support for the suspended ceiling Sys¬ 
tem typically forming the ceiling grid supporting the ceiling 
tile and listed utilization equipment, such as sensors, actua- 
tors, A/V devices and low voltage luminaires similar elec- 
trical equipment. 

Reverse Polarity Protection (Backfeed Protection). A 

system that prevenís two interconnected power supplies 
connected positive to negative from passing current from 
one power source into a second power source. 


393.1 Scope. This article covers the installation of low 
voltage suspended ceiling power distrihution systems. 

393.2 Definitions. 


Suspended Ceiling Grid. A system which serves as a sup¬ 
port for a finished ceiling surface and other utilization 
equipment. 


Busbar. A non-insulated conductor electrically connected 
to the source of supply and physically supported on an 
insulator providing a power rail for connection to utiliza¬ 
tion equipment, such as sensors, actuators, A/V devices, 
low voltage luminaire assembhes and similar electrical 
equipment. 

Busbar Support. An insulator that runs the length of a 
section of suspended ceiling bus rail that serves to support 
and isolate the busbars from the suspended grid raiy 

Connector. A term used to refer to an electro-mechí 
fitting. 

Connector, Load. An electro-mechann 
for power from the busbar to utilizat» 

Connector, Pendant. An electro-mecm 
connector used to suspend lo’ 
tion equipment below th^^rcí rail 
from the busbar to utili^Kn equipi 

Connector, Power Feed. ÁñAdcc nical connector 

used to connect the power supB ver distribution 

cable, to connect directly to the from a power 

distrihution cable to the busbar. 



393.6 Listing Requirements. Suspended ceiling power 
distribution^Mems and associated fittings shall be listed as 
in 393.6^A) or 393.6(B). 

¡ted System. Low voltage suspended ceiling distri- 
ín systems opktfing at 30 volts or less ac or 60 volts 
;s shall be^^ted as a complete system with the 
utilizg^Pn equipment, power supply, and fittings as part of 
íe identified system. 

¡embly of Listed Parts. A low voltage suspended 
iwer distribution system assembled from the fol- 
parts, listed according to the appropriate function, 
shall be permitted: 

(1) Listed low voltage utilization equipment 

(2) Listed Class 2 power supply 

(3) Listed or identified fittings, including connectors and 
grid rails with bare conductors 

(4) Listed low voltage cables in accordance with 725.179, 
conductors in raceways, or other fixed wiring methods 
for the secondary circuit. 

II. Installation 


Connector, Rail to Rail. An electro-mechanical connector 
used to interconnect busbars from one ceiling grid rail to 
another grid rail. 

Grid Bus Rail. A combination of the busbar, busbar sup¬ 
port, and the structural suspended ceiling grid system. 

Low Voltage Suspended Ceiling Power Distribution 
System. A system that serves as a support for a finished 
ceiling surface and consists of a busbar and busbar support 
system to distribute power to utilization equipment sup- 
plied by a Class 2 power supply. 

Power Supply. A Class 2 power supply connected between 
the branch circuit power distribution system and the busbar 
low voltage suspended ceiling power distribution system. 


393.10 Uses Permitted. Low voltage suspended ceiling 
power distribution systems shall be permanently connected 
and shall be permitted as follows: 

(1) For listed utilization equipment capable of operation at 
a máximum of 30 volts ac (42.4 volts peak) or 60 volts 
de (24.8 volts peak for de interrupted at a rate of 10 to 
200 Hz) and limited to Class 2 power levels in Table 
11 (A) and Table 11(B) for lighting, control, and signal- 
ing circuits 

(2) In indoor dry locations 

(3) For residential, commercial, and industrial installations 

(4) In other spaces used for environmental air in accor¬ 
dance with 300.22(C), electrical equipment having a 
metal enclosure or with nonmetallic enclosure and fit¬ 
tings, shall be listed for use within an air handling 
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ARTICLE 393 — LOW VOLTAGE SUSPENDED CEILING POWER DISTRIBUTION SYSTEMS 


space and, have adequate fire-resistant and low-smoke- 
producing characteristics, and associated wiring mate¬ 
rial suitable for the ambient temperature 

Informational Note: One method of defining adequate fire 
resistant and low-smoke producing characteristics for elec- 
trical equipment with a nonmetallic enclosure is in ANSI/ 

UL 2043-2008, Fire Test for Heat and Visible Smoke Re¬ 
léase for Discrete Products and Their Accessories Installed 
in Air-Handling Spaces. 

(5) For lighting in general or critical patient care areas 

393.12 Uses Not Permitted. Suspended ceiling power dis- 
tribution systems shall not be installed in the following: 

(1) In damp or wet locations 

(2) Where subject to corrosive fumes or vapors, such as 
storage battery rooms 

(3) Where subject to physical damage 

(4) In concealed locations 

(5) In hazardous (classified) locations 

(6) As part of a fire-rated floor ceiling or roof-ceiling as- 
sembly, unless specifically listed as part of the 
assembly 

393.14 Installation. 

(A) General Requirements. Support wiring shall be in- 1 
stalled in a neat and workmanlike manner. Cables anc 
ductors installed exposed on the surface c 
sidewalls shall be supported by the buildii 
such a manner that the cable is not be dam 
building use. Such cables shall be suppc 
Staples, hangers, cable ties, or similaj 
installed so as not to damage the^ 

Informational Note: Suspend^^taling low volt* power 
grid distribution systems should r^iristalled byl alified 
persons in accordance with the man üH^ jiirer's ¿m llation 
instructions. 

(B) Insulated Conductors. Exposed insulated secondary 
Circuit conductors shall be Usted and of the type, and i 
stalled as described in 393.14(B)(1) or (B)(2): 




multaneously break all the supply conductors to the power 
supply in accordance with 210.4(B). 

393.30 Securing and Supporting. 

(A) Attached to Building Structure. A suspended ceiling 
low voltage power distribution system shall be secured to 
the mounting surface of the building structure by hanging 
wires, screws, or bolts in accordance with the installation 
and operation instructions. Mounting hardware, such as 
screws or bolts, shall either be packaged with the sus¬ 
pended ceiling low voltage lighting power distribution sys¬ 
tem or the installation instructions shall specify the types of 
mounting fasteners to be used. 

(B) Attachment of Power Grid Rails. The individual 
power grid rails shaJAie mechanically secured to the over- 
all ceiling grid a^mbly. 

393.40 Copj 

(A) Connectors. Conn®6k)ns to busbar grid rail, cables, 
and fl^Euctors shall be mS^ with listed insulating devices 
an^Kese cj^ections shall be accessible after installation. 
A so^fc^pKmnection shall be made mechanically secure 
before otKe soldered. Other means of securing leads, such 
¡ush-oi^kminals and spade-type connectors, shall pro- 
Jmechanical connection. The following con- 
be permitted to be used as connection or in- 
rconnection devices: 

Load connectors shall be used for power from the bus- 
bar to listed utilization equipment. 
f2) A pendant connector shall be permitted to suspend low 
voltage luminaires or utilization equipment below the 
grid rail and to supply power from the busbar to the 
utilization equipment. 

(3) A power feed connector shall be permitted to connect 
the power supply directly to a power distribution cable 
and to the busbar. 

(4) Rail-to-rail connectors shall be permitted to intercon- 
nect busbars from one ceiling grid rail to another grid 
rail. 


(1) Class 2 cable supplied by a Listed Class 2 power 
source and installed in accordance with Parts I and III 
of Arricie 725 

(2) Wiring methods described in Chapter 3 

393.21 Disconnecting Means. 

(A) Location. A disconnecting means for the Class 2 sup¬ 
ply to the power grid system shall be located so as to be 
accessible and within sight of the Class 2 power source for 
servicing or maintenance of the grid system. 

(B) Multiwire Branch Circuits. Where connected to a 
multiwire branch circuit, the disconnecting means shall si- 


Informational Note: For quick-connect termináis; see UL 
310, Standard for Electrical Quick-Connect and for me- 
chanical splicing devices, and see UL 486A and 486B, 
Standard for Wire Connectors. 

(B) Enclosures. Where made in a wall, connections shall 
be installed in an enclosure in accordance with Parts I, II 
and III of Arricie 314. 

393.45 Overcurrent and Reverse Polarity (Back Feed) 
Protection. 

(A) Overcurrent Protection. The listed Class 2 power 
supply or transformer primary shall be protected at not 
greater than 20 amperes. 
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394.19 


(B) Interconnection of Power Sources. Listed Class 2 
sources shall not have the output connections paralleled or 
otherwise interconnected, unless listed for such intercon¬ 
nection. 


a busbar with a circular cross section, the diameter shall be 
0.051 in. (1.29 mm) mínimum, and, for other than circular 
busbars, the area shall be 0.002 in. 2 (1.32 mm 2 ) mínimum. 


(C) Reverse Polarity (Back Feed) Protection of DC Sys¬ 
tems. A suspended ceiling low voltage power distribution 
system shall be permitted to have reverse polarity (back 
feed) protection of DC circuits by one of the following 
means: 

(1) If the power supply is provided as part of the system, 
the power supply is provided with reverse polarity 
(back feed) protection; or 

(2) If the power supply is not provided as part of the sys¬ 
tem, reverse polarity or back feed protection can be 
provided as part of the grid rail busbar or as a part of 
the power feed connector. 

393.56 Splices. A busbar splice shall be provided with in- 
sulation and mechanical protection equivalent to that of the 
grid rail busbars involved. 

393.57 Connections. Connections in busbar grid rails, 
cables, and conductors shall be made with listed insulating 
devices and be accessible after installation. Where 
a wall, connections shall be installed in an ene I osí 
accordance with Parts I, II, and III of Article 314, as i 
cable. 

393.60 Grounding. 

(A) Grounding of Supply Side of ( 

The supply side of the Class 
nected to an equipment gre 
with the applicable reouki 

(B) Grounding of Load Side of ( Power Source. 

Class 2 load side circuits for slkgn ing low voltage 

power grid distribution systems^B ; grounded. 

III. Construction Specifications 


ARTICLE 394 

Concealed Knob-and-Tube Wiring 


394.1 Scope. This article covers the use, installation, and 
construction specifications of concealed knob-and-tube wir- 


jpb-and-Tube Wiring. A wiring method us- 
afTibs, tu^^kand flexible nonmetallic tubing for the 
ction and of single insulated conductors. 




3^feU) Uses Permitted. Concealed knob-and-tube wiring 
shall^^nermitted to be installed in the hollow spaces of 
fa ceilings, or in unfinished attics and roof spaces as 
prSWSed by 394.23, only as follows: 

(1) For extensions of existing installations 

(2) Elsewhere by special permission 

394.12 Uses Not Permitted. Concealed knob-and-tube 
wiring shall not be used in the following: 

(1) Commercial garages 

(2) Theaters and similar locations 

(3) Motion picture studios 

(4) Hazardous (classified) locations 

(5) Hollow spaces of walls, ceilings, and attics where such 
spaces are insulated by loose, rolled, or foamed-in- 
place insulating material that envelops the conductors 


393.104 Sizes and Types of Conductors. 

(A) Load Side Utilization Conductor Size. Current- 
carrying conductors for load side utilization equipment 
shall be copper and shall be 18 AWG mínimum. 

Exception: Conductors of a size smaller than 18 AWG but 
not smaller than 24 AWG shall be permitted to be used for 
Class 2 circuits. Where used, these conductors shall be 
installed in a Chapter 3 wiring method, totally enclosed, 
shall not be subject to movement or strain, and shall com- 
ply with the ampacity requirements in Table 522.22. 

(B) Power Feed Bus Rail Conductor Size. The power 
feed bus rail shall be 16 AWG minimum or equivalent. For 


394.17 Through or Parallel to Framing Members. Con¬ 
ductors shall comply with 398.17 where passing through 
holes in structural memhers. Where passing through wood 
cross members in plastered partitions, conductors shall be 
protected by noncombustible, nonabsorbent, insulating 
tubes extending not less than 75 mm (3 in.) heyond the 
wood member. 

394.19 Clearances. 

(A) General. A clearance of not less than 75 mm (3 in.) 
shall be maintained between conductors and a clearance of 
not less than 25 mm (1 in.) between the conductor and the 
surface over which it passes. 
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(B) Limited Conductor Space. Where space is too limited 
to provide these mínimum clearances, such as at meters, 
panelboards, outlets, and switch points, the individual con- 
ductors shall be enclosed in flexible nonmetallic tubing, 
which shall be continuous in length between the last sup- 
port and the enclosure or terminal point. 

(C) Clearance from Piping, Exposed Conductors, and 
So Forth. Conductors shall comply with 398.19 for clear¬ 
ances from other exposed conductors, piping, and so forth. 


(B) Securing. Where solid knobs are used, conductors 
shall be securely tied thereto by tie wires having insulation 
equivalent to that of the conductor. 

394.42 Devices. Switches shall comply with 404.4 and 
404.10(B). 

394.56 Splices and Taps. Splices shall be soldered unless 
approved sphcing devices are used. In-line or strain splices 
shall not be used. 


394.23 In Accessible Attics. Conductors in unfinished at- 
tics and roof spaces shall comply with 394.23(A) or (B). 


(A) Accessible by Stairway or Permanent Ladder. Con¬ 
ductors shall be installed along the side of or through bored 
holes in floor joists, studs, or rafters. Where run through 
bored holes, conductors in the joists and in studs or rafters 
to a height of not less than 2.1 m (7 ft) above the floor or 
floor joists shall be protected by substantial running boards 
extending not less than 25 mm (1 in.) on each side of the 
conductors. Running boards shall be securely fastened 
place. Running boards and guard strips shall not be re-^ 
quired where conductors are installed along the sides of 
joists, studs, or rafters. 

(B) Not Accessible by Stairway or Permanent L r. 

Conductors shall be installed along the sidi^Ef or tí 
bored holes in floor joists, studs, or rafters. 

Exception: In buildings complet 
installed, attic and roof spaces^ 
stairway or permanent laddei 
points less than 900 mm (3 ft), 
to be installed on the edges c 
attic or roof space. 

394.30 Securing and Supporting. 

(A) Supporting. Conductors shall be rigidly supported on 
noncombustible, nonabsorbent insulating materials and 
shall not contad any other objects. Supports shall be in¬ 
stalled as follows: 


III. Construction Specifications 

394.104 Conductors. Conductors shall be of a type speci- 


fied by Article 310. 




£LE 396 
iported Wiring 


Ncop^Khis article covers the use, installation, and 
^specifications for messenger-supported wiring. 


¡senger-Supported Wiring. An exposed wiring support 

Tystem using a messenger wire to support insulated conduc¬ 
tors by any one of the foliowing: 

(1) A messenger with rings and saddles for conductor sup¬ 
port 

(2) A messenger with a field-installed lashing material for 
conductor support 

(3) Factory-assembled aerial cable 

(4) Multiplex cables utilizing a bare conductor, factory as- 
sembled and twisted with one or more insulated con¬ 
ductors, such as dúplex, triplex, or quadruplex type of 
construction 

II. Installation 


(1) Within 150 mm (6 in.) of each side of each tap or 
splice, and 

(2) At intervals not exceeding 1.4 m (4Vi ft). 

Where it is impracticable to provide supports, conduc¬ 
tors shall be permitted to be fished through hollow spaces 
in dry locations, provided each conductor is individually 
enclosed in flexible nonmetallic tubing that is in continuous 
lengths between supports, between boxes, or between a 
support and a box. 


396.10 Uses Permitted. 

(A) Cable Types. The cable types in Table 396.10(A) shall 
be permitted to be installed in messenger-supported wiring 
under the conditions described in the article or section ref- 
erenced for each. 

(B) In Industrial Establishments. In industrial establish- 
ments only, where conditions of maintenance and supervi¬ 
sión ensure that only qualified persons Service the installed 
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Table 396.10(A) Cable Types 


Cable TyP e 

Section 

Article 

Medium-voltage cable 


328 

Metal-ciad cable 


330 

Mineral-insulated, 
metal-sheathed cable 


332 

Multiconductor 
service-entrance cable 


338 

Multiconductor underground 
feeder and branch-circuit 

Other factory-assembled, 
multiconductor control, 
signal, or power cables that 
are identified for the use 


340 

Power and control tray cable 


336 

Power-limited tray cable 

725.154(C) and 
725.179(E) 



396.12 Uses Not PermittéBBMesse] 

shall not be used in hoistwavs mkvh c 
damage. 



messenger-supported wiring, the following shall be permit- 
ted: 

(1) Any of the conductor types shown in Table 310.104(A) ' 
or Table 310.104(B) 

(2) MV cable 

Where exposed to weather, conductors shall bel 
for use in wet locations. Where exposed t o dire ct ra^Épf^ 
the sun, conductors or cables shall be suiflj¡jÉn«i¡bsistant. 

(C) Hazardous (Classified) 
supported wiring shall be permitted to' 

(classified) locations where Ü^^ontl 
messenger-supported wirins^^^^^jjpall 
other articles in this Coi 


396.56 Conductor Splices and Taps. Conductor splices 
and taps made and insulated by approved methods shall be 
permitted in messenger-supported wiring. 

396.60 Grounding. The messenger shall be grounded as 
required by 250.80 and 250.86 for enclosure grounding. 


ARTICLE 398 
Open Wiring on Insulators 


fis article covers the use, installation, and 
Ipecifications of open wiring on insulators. 


(en Wiring on^kulators. An exposed wiring method 
ising dtets, knobs, mbes, and flexible tubing for the pro- 
ind support of single insulated conductors run in or 
ííldings. 


upported wiring 
ubject to physical 


398.10 Uses Permitted. Open wiring on insulators shall be 
permitted only for industrial or agricultural establishments 
on systems of 600 volts, nominal, or less, as follows: 

(1) Indoors or outdoors 

(2) In wet or dry locations 

(3) Where subject to corrosive vapors 

(4) For Services 

398.12 Uses Not Permitted. Open wiring on insulators 
shall not be installed where concealed by the building 
structure. 


396.30 Messenger. 

(A) Support. The messenger shall be supported at dead 
ends and at intermedíate locations so as to elimínate tensión 
on the conductors. The conductors shall not be permitted to 
come into contact with the messenger supports or any 
structural members, walls, or pipes. 

(B) Neutral Conductor. Where the messenger is used as a 
neutral conductor, it shall comply with the requirements of 
225.4, 250.184(A), 250.184(B)(7), and 250.187(B). 

(C) Equipment Grounding Conductor. Where the mes¬ 
senger is used as an equipment grounding conductor, it 
shall comply with the requirements of 250.32(B), 250.118, 
250.184(B)(8), and 250.187(D). 


398.15 Exposed Work. 

(A) Dry Locations. In dry locations, where not exposed to 
physical damage, conductors shall be permitted to be sepa- 
rately enclosed in flexible nonmetallic tubing. The tubing 
shall be in continuous lengths not exceeding 4.5 m (15 ft) 
and secured to the surface by straps at intervals not exceed¬ 
ing 1.4 m (4’/ 2 ft). 

(B) Entering Spaces Subject to Dampness, Wetness, or 
Corrosive Vapors. Conductors entering or leaving loca¬ 
tions subject to dampness, wetness, or corrosive vapors 
shall have drip loops formed on them and shall then pass 
upward and inward from the outside of the buildings, or 
from the damp, wet, or corrosive location, through non- 
combustible, nonabsorbent insulating tubes. 
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Informational Note: See 230.52 for individual conductors 
entering buildings or other structures. 

(C) Exposed to Physical Damage. Conductors within 2.1 
m (7 ft) from the floor shall be considered exposed to 
physical damage. Where open conductors cross ceiling 
joists and wall studs and are exposed to physical damage, 
they shall be protected by one of the foliowing methods: 

(1) Guard strips not less than 25 mm (1 in.) nominal in 
thickness and at least as high as the insulating supports, 
placed on each side of and cióse to the wiring. 

(2) A substantial running board at least 13 mm (Vi in.) 
thick in back of the conductors with side protections. 
Running boards shall extend at least 25 mm (1 in.) 
outside the conductors, but not more than 50 mm 
(2 in.), and the protecting sides shall be at least 50 mm 
(2 in.) high and at least 25 mm (1 in.), nominal, in 
thickness. 

(3) Boxing made in accordance with 398.15(C)(1) or 
(C)(2) and furnished with a cover kept at least 25 mm 
(1 in.) away from the conductors within. Where pro¬ 
tecting vertical conductors on side walls, the boxing 
shall be closed at the top and the holes through which 
the conductors pass shall be bushed. 

(4) Rigid metal conduit, intermedíate metal conduit, rigid 1 
nonmetallic conduit, or electrical metallic tubing. 
When installed in metal piping, the conducto^ 
encased in continuous lengths of apprcw 
tubing. 

398.17 Through or Parallel to Framinj 

conductors shall be separated fra^^P 
floors, wood cross members, m^Pirtitions l^fcughlkch 
they pass by tubes or bushing^pf noncombustible, nonab- 
sorbent insulating material. Whenkte bushin*s shorter 
than the hole, a waterproof sleeve o^^undu^^e material 
shall be inserted in the hole and an ifc^rating bushing 
slipped into the sleeve at each end in sucn a manner as to 
keep the conductors absolutely out of contact with the 
sleeve. Each conductor shall be carried through a sepárate 
tube or sleeve. 

Informational Note: See 310.15(A)(3) for temperature 
limitation of conductors. 

398.19 Clearances. Open conductors shall be separated at 
least 50 mm (2 in.) from metal raceways, piping, or other 
conducting material, and from any exposed lighting, power, 
or signaling conductor, or shall be separated therefrom by a 
continuous and firmly fixed nonconductor in addition to the 
insulation of the conductor. Where any insulating tube is 
used, it shall be secured at the ends. Where practicable, 
conductors shall pass over rather than under any piping 
subject to leakage or accumulations of moisture. 


398.23 In Accessible Attics. Conductors in unfinished at- 
tics and roof spaces shall comply with 398.23(A) or (B). 

(A) Accessible by Stairway or Permanent Ladder. Con¬ 
ductors shall be installed along the side of or through bored 
holes in floor joists, studs, or rafters. Where run through 
bored holes, conductors in the joists and in studs or rafters 
to a height of not less than 2.1 m (7 ft) above the floor or 
floor joists shall be protected by substantial running boards 
extending not less than 25 mm (1 in.) on each side of the 
conductors. Running boards shall be securely fastened in 
place. Running boards and guard strips shall not be re- 
quired for conductors installed along the sides of joists, 
studs, or rafters. 

(B) Not Accessible Jay Stairway or Permanent Ladder. 

Conductors shallJ»mstalled along the sides of or through 
bored holes injp^^joists, studs, or rafters. 

Exception^^m buiW^^ completed befare the wiring is 
installedjn attic and rw^uxices that are not accessible by 
stainfy or permanent láw^r and have headroom at all 
pc^^dess thf900 mm (3 ft), the wiring shall be permitted 
to b& installed on the edges of rafters or joists facing the 
attic o^^Üspace. 

ecuring and Supporting. 

T Conductor Sizes Smaller Than 8 AWG. Conductors 
inaller than 8 AWG shall be rigidly supported on noncom- 
Vtible, nonabsorbent insulating materials and shall not 
^Bntact any other objects. Supports shall be installed as 
^follows: 

(1) Within 150 mm (6 in.) from a tap or splice 

(2) Within 300 mm (12 in.) of a dead-end connection to a 
lampholder or receptacle 

(3) At intervals not exceeding 1.4 m (4 x h ft) and at closer 
intervals sufficient to provide adequate support where 
likely to he disturbed 

(B) Conductor Sizes 8 AWG and Larger. Supports for 
conductors 8 AWG or larger installed across open spaces 
shall be permitted up to 4.5 m (15 ft) apart if noncombus¬ 
tible, nonabsorbent insulating spacers are used at least ev- 
ery 1.4 m (Wi ft) to maintain at least 65 mm {2Vi in.) 
between conductors. 

Where not likely to be disturbed in buildings of mili 
construction, 8 AWG and larger conductors shall be permit¬ 
ted to be run across open spaces if supported from each 
wood cross member on approved insulators maintaining 
150 mm (6 in.) between conductors. 

(C) Industrial Establishments. In industrial establish- 
ments only, where conditions of maintenance and supervi¬ 
sión ensure that only qualified persons Service the system, 
conductors of sizes 250 kcmil and larger shall be permitted 
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399.30 


to be run across open spaces where supported at intervals 
up to 9.0 m (30 ft) apart. 

(D) Mounting of Conductor Supports. Where nails are 
used to mount knobs, they shall not be smaller than ten- 
penny. Where screws are used to mount knobs, or where 
nails or screws are used to mount cleats, they shall be of a 
length sufficient to penétrate the wood to a depth equal to at 
least one-half the height of the knob and the full thickness 
of the cleat. Cushion washers shall be used with nails. 

(E) Tie Wires. Conductors 8 AWG or larger and supported 
on solid knobs shall be securely tied thereto by tie wires 
having an insulation equivalent to that of the conductor. 


399.12 Uses Not Permitted. Overhead conductors, over 
600 volts, nominal shall not be permitted to be installed 
indoors. 

399.30 Support. 

(A) Conductors. Documentation of the engineered design 
by a licensed professional engineer engaged primarily in 
the design of such systems for the spacing between conduc¬ 
tors shall be available upon request of the authority having 
jurisdiction and shall inelude consideration of the follow- 
ing: 

(1) Applied voltage 

(2) Conductor size 


398.42 Devices. Surface-type snap switches shall be 
mounted in accordance with 404.10(A), and boxes shall not 
be required. Other type switches shall be installed in accor¬ 
dance with 404.4. 

III. Construction Specifications 

398.104 Conductors. Conductors shall be of a type speci- 
fied by Article 310. 



ARTICLE 399 
Outdoor Overhead Condi 
1000 Volts. 


399.1 Scope. This article^^ers the use Si installation for 
outdoor overhead conductm^^ver 10jj^ volts, nominal. 

[ROP 7-84] 

399.2 Deñnition. 

Outdoor Overhead Conductors. Single conductors, insu- 
lated, covered, or bare, installed outdoors on support struc- 
tures in free air. [ROP 7-85] 


Structures. SSüures of wood, metal, concrete, or 
’combijAions of those materials, shall be provided for sup- 
werhead conductors over 600 volts, nominal. Docu- 
ition of the engineered design by a licensed profes- 
uigineer engaged primarily in the design of such 
ind the installation of each support stmeture shall 
álable upon request of the authority having jurisdic¬ 
tion and shall inelude consideration of the following: 

(1) Soil conditions 

(2) Foundations and structure settings 

(3) Weight of all supported conductors and equipment 

(4) Weather loading and other conditions such as but not 
limited to ice, wind, temperature, and lightning 

(5) Angle where change of direction occurs 

(6) Spans between adj acent structures 

(7) Effect of dead-end structures 

(8) Strength of guys and guy anchors 

(9) Structure size and material(s) 

(10) Hardware 

(C) Insulators. Insulators used to support conductors shall 
be rated for all of the following: 


399.10 Uses Permitted. Outdoor overhead conductors 
over 1000 volts, nominal, shall be permitted only for Sys¬ 
tems rated over 1000 volts, nominal, as follows: [ROP 
7-86] 

(1) Outdoors in free air [ROP 7-87] 


(1) Applied phase-to-phase voltage 

(2) Mechanical strength required for each individual instal¬ 
lation 

(3) Impulse withstand BIL in accordance with Table 
490.24 


(2) For Service conductors, feeders, or branch circuits 

Informational Note: 399.30(A), (B), and (C) are not all- 
Informational Note: For additional information on outdoor inclusive lists. 

overhead conductors over 1000 volts, see ANSI/IEEE C2- 
2007, National Electrical Safety Code. [ROP 7-86] 
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CHAPTER 4 


ARTICLE 400 — FLEXIBLE CORDS AND CABLES 


Chapter 4 Equipment for General Use 


ARTICLE 400 
Flexible Cords and Cables 


I. General 

400.1 Scope. This article covers general requirements, ap- 
plications, and construction specifications for flexible cords 
and flexible cables. 


400.3 Suitability. Flexible cords and cables and their as- 
sociated fittings shall be suitable for the conditions of use 
and location. 

400.4 Types. Flexible cords and flexible cables shall con- 
form to the description in Table 400.4. Types of flexible 
cords and flexible cables other than those listed in the table 
shall be allowed only by special permission. [ROP 8-86] 


400.2 Other Articles. Flexible cords and flexible cables 
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ARTICLE 400 — FLEXIBLE CORDS AND CABLES 


400.4 


Table 400.4 Continued 


Trade 

Ñame 

Type 

Letter 

Voltage 

AWG 

kcmil 

Number 

of 

Conduc- 

Insulation 

AWG 

kcmil 

Nominal 

Thickness [ROP 6-76a] 

Braid 
on Each 
Conduc- 

Outer 

Covering 

Use 


mils 

Electric 

EV 13,14 

[ROP 6-77] 

600 

18-500 

[ROP 

6-77] 

2 or more 

PlUS d' 
conductor(s), 
plus optional 
hybrid data, 
signal 

and optical 

Thermoset with 

[ROP 6-77] 

18-15 

14-10 

1-1/0 

250-500 

[ROP 

6-77] 

0.76 

(0.51) 

(0-76) 

1.52 

(L14) 

2.03 

(L52) 

2.41 

(1.90) 

[ROP6-77] 

30 

(20) 

45 

(30) 

60 

(45) 

80 

(60) 

95 

(75) 

X 

Optional 

i 

Oil-resistant 

thermoset 

[ROP 6-79] 



usage 

Hard 

usage 

Extra 

hard 

usage 

usage 

EVJ 13 ’ 14 

[ROP 6-77] 

300 

18-12 

[ROP 

6-77] 

18-12 

0.76 A 
(0-51^ 
[ROP6-77] 

k 

EVE 13 ’ 14 

[ROP 6-77] 

600 

18-500 

[ROP 

6-77] 

plus 

grounding 
conductor(s), 
plus optional 
hybrid data, 
signal 

and optical 
fiber cables 

X 

Thermoplastic 

[ROP 6-77] 

250-5^ 

[ROP 

^79] 

r 

^r0.76 
(0.51U 
1.14'/ 

mw) 

[KÜP6-77] 

3o! 

(20) 

(30) 

60 

(45) 

80 

(60) 

(75) 

[ROP 

6-77] 

Oil-resistant 

thermo¬ 

plastic 

[ROP 6-79] 

EVJE 13 ’ 14 

[ROP 6-77] 

300 

[ROP 

6-77] 

> 

0.76 

(0.51) 

[ROP6-77] 

30 

(20) 

[ROP 

6-77] 

EVT 13 ’ 14 

[ROP 6-77] 

600 


hybrid dal^P 
signal 

Éhermoplastic 

^koptional 

nylon [ROP 

14-10 

8-2 

250- 500 

[ROP 

6-77] 

0.76 

(0.51) 

1.14 

(0.76) 

1.52 

(1.14) 

2.03 

(1.52) 

2.41 

(1.90) 

[ROP6-77] 

30 

(20) 

45 

(30) 

60 

(45) 

80 

(60) 

95 

(75) 

[ROP 

6-77] 

Optional 

Oil-resistant 

thermo- 

plástic 

[ROP 6-79] 


Wet 

Extra 

usage 

Hard 

usage 

EVJT 1344 

[ROP 6-77] 

300 

[ROP 

6-77] 

18-12 

0.76 

(0.51) 

[ROP 6-77] 

30 

(20) 

[ROP 

6-77] 

Portable 

G 

2000 

12-500 

2-6 plus 
grounding 

Thermoset 

12-2 

250-500 

1.52 

2.03 

60 

80 

95 


Oil- 

thermoset 

Portable and extra hard 

G-GC 6 

[ROP 6-80] 

2000 

12-500 

3-6 plus 
grounding 

and 1 ground 
check 

Thermoset 

1-1/0 

250-500 

1.52 

2.03 

2.41 

60 

80 

95 


Oil-resistant 

thermoset 

Heater 

HPD 

300 

18-12 

2, 3, or 4 

Thermoset 

[ROP 

6-77] 

0.38 

0.76 

15 

30 

None 

Cotton or rayón 

heaters' 

!£- 

Not 

usage 
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Table 400.4 Continued 


Trade Type 

Ñame Letter Voltage 

TI 

Number 

VWG of AWG 

or Conduc- or 

vcmil tors Insulation kcmil 

Nominal 

Insulation 

tickness [ROP 6-76a] 

Braid 
on Each 

Conduc- Outer 

Use 

Parallel HPN 8 300 18- 

heater [ROP 6-77] 

12 2 or 3 Oil-resistant 18-16 

thermoset 15, 14 

[ROP 

6-77] 

1.14 45 None Oil-resistant Portable 

1.52 60 thermoset 

2.41 95 

Damp Not 

Thermoset HSJ 300 18- 

jacketed 

HSJO 300 18- 

HSIOW 15 300 18- 

[ROP 6-85] [ROP [R 
6-85] 6-8 

HSJOO 300 18- 

HSJOOW 15 300 18- 

[ROP 6-85] [ROP [R( 
6-85] 6-8 

12 2, 3, or 4 Thermoset 18-16 

[ROP 

6-77] 

12 

jp 

5] 

12 Oil-resistant 

thermoset 

jp 

\í 

0.76 30 None Cotton and Portable 

1.14 45 Thermoset or 

f Cotton and 

V 

Damp Hard 

[ROP 

6-85] 

[ROP 

6-85] 

[ROP 

6-85] 

Non- NISP-1 300 20- 

integral 

parallel NISP-2 300 18- 

cords 

NISPE-1 8 300 20- 

[ROP 6-77] 

NISPE-2 8 300 18- 

[ROP 6-77] 

NISPT-1 8 300 20- 

[ROP 6-77] 

NISPT-2 8 300 18- 

[ROP 6-77] 

■18 2 or 3 ^®rmoset JB 20-18 !■ 

■16 

-18 ^^^^TherS^Ltic 20-18 

„ - 

-18 T^Bíoplastic 20-18 

-16 18-16 

\ 0.38 15 None Thermoset Pendant 

0.76 30 portable 

0.38 15 Thermo- 

elastomer 

0.76 30 

0.38 15 Thermo¬ 

plastic 

0.76 30 

Damp Not 

tions usage 

Twisted PD 300 18- 

portable 600 14- 

cord 

-16 2 or more Thermoset or 18-16 

-10 thermoplastic 15-10 

[ROP 

6-77] 

0.76 30 Cotton Cotton or rayón Pendant 

1.14 45 or 

Dry Not 

tions usage 

Portable PPE 6 [ROP 2000 12- 
power 6-80] 

cable 

-500 1-6 plus Thermoplastic 12-2 

optional elastomer 1—4/0 

grounding 250-500 

conductor(s) 

1.52 60 Oil-resistant Portable, 

2.03 80 thermo- usage 

2.41 95 plástic 

elastomer 

, extra hard 

Hard S 6 [ROP 600 18- 

service 6-77] 

-2 2 or more Thermoset 18-15 

8-2 [ROP 
6-77] 

0.76 30 None Thermoset Pendant 

1.14 45 or 

1.52 60 portable 

Damp Extra 

Flexible SC 2 ’ 6 [ROP 600 8-2 

stage and 6-81, ROP 
lighting 6-87] 
power 

!50 1 or more Thermoset 8-2 

1-4/0 

250 

1.52 60 Thermoset Portable, 

2.03 80 usage 

2.41 95 

, extra hard 
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400.4 


Table 400.4 Continued 


AV 

Trade Type 

Ñame Letter Voltage kc 

Number 

VG of 

Conduc- 
mil tors 

Insulation 

Thick 

AWG 

kcmil ni 

Nominal 

ness [ROP 6-76a] 

Br; 
on I 
Con 

m mils te 

aid 

íach 

duc- Outer 

>r Covering Use 

SCE 2 ’ 6 600 

[ROP 6-81, 

ROP 6-87] 

SCT 2,6 600 

[ROP 6-81, 

ROP 6-87] 


Thermoplastic 

Thermoplastic 



Thermo¬ 

plastic 

plasdc 

Hard SE 6 [ROP 600 18-2 

Service 6-77] 

SEW 6,15 600 

[ROP 6-77] 

SEO 6 [ROP 600 

6-77] 

SEOW 6 ’ 15 600 

[ROP 6-77] 

SEOO 6 600 

[ROP 6-77] 

SEOOW 6 ' 15 600 

[ROP 6-77] 

2 or more 

/ 

Thermoplastic 

elastomer 

t 

Oil-resistant« 
thermoplastic ^ 

X- 

Thermoplastic 

elasfiner 

Oil-resistant 

elastomer 

Thermoset 

18-15 0. 

14-9 1. 

8-2 [ROP 1. 

6-89] 

í 

76 30 None 

14 45 

52 60 

N 

Thermo- Pendant Damp Extrc 

Oil- Damp 

resistant locations 

thermo¬ 
plastic 

Damp 

locations 

Júnior hard SJ 300 18—1C 

SJE 300 

SJEW 15 300 N 

[ROP 6-77] 

SJEO 300 

SJEOW 15 300 

[ROP 6-77] 

SJEOO 300 

SJEOOW 15 300 

[ROP 6-77] 

SJO 300 

0 

^¡8-11 0. 

10 [ROP 1. 

6-89] 

76 30 None 

14 45 

Thermoset Pendant Damp Hard 

portable tions 

Thermo¬ 

plastic 

Dmnp ^ 

Oil- Damp 

resistant locations 

thermo¬ 
plastic 

Damp 

locatiom 

Oil- Damp 

resistant locationí 

thermoset 
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Table 400.4 Continued 


Number 

AWG of 

Trade Type or Conduc- 

Name Letter Voltage kcmil tors Insulation 

Nominal 

Insulation 

Thickness [ROP 6-76a] 

Braid 

AWG on Each 

or Conduc- Outer 

kcmil mm mils tor Covering Use 

SJOW 15 300 

[ROP 6-77] 

SJOO 300 Oil-resistant 

thermoset 

SJOOW 15 300 

[ROP 6-77] 

SJT 300 Thermoplastic 

SJTW 15 300 

[ROP 6-77] 

SJTO 300 

SJTOW 15 300 

[ROP 6-77] 

SJTOO 300 Oü-resistant 

thermoplastic 

SJTOOW 15 300 

[ROP 6-77] 

a §j j a gj j a gj a j a gj a j a || 

Jil Il lil ll lil ll lil ll Ji! 

[S 3, SI ^ ^ 

Hard SO 6 [ROP 600 18-2 2 or more 

Service 

SOW 6 - 15 600 A 

[ROP 6-77] 

SOO 6 [ROP 600 Oí 

^ ^(Eei 

SOOW 6,15 600 

[ROP 6-77] 

' 0.76 30 None Qil- Pendant Damp Extra 

[ROP resistan! or loca- hard 

6-89] thermoset portable tions usage 

Damp 

locations 

14-9 1.14 45 Damp 

8-2 [ROP 1.52 60 locatiom 

6-89] 

Damp 

locations 

All SP-1 300 20-18 2 or 3 Thermoset 

thermoset 

cord 

SP-2 300 18-16 

SP-3 300 18-10 

20-18 0.76 30 None None Pendant Damp Not 

or loca- hard 

18-16 1.14 45 

18-16 1.52 60 Refrigerat >rs, 

15, 14 2.03 80 room air 

12 2.41 95 conditioners, 

10 [ROP 2.80 110 andas 

6-77] permitted 

422.16(B) 
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400.4 


ARTICLE 400 — FLEXIBLE CORDS AND CABLES 


Table 400.4 Continued 


Number 

AWG of 

Trade Type or Conduc- 

Name Letter Voltage kcmil tors 

Nominal 

Insulation 

Thickness [ROP 6-76a 

AWG 

Insulation kcmil mm mils 

■i 

Braid 
on Each 

Conduc- Outer 

tor Covering Use 

STO 6 [ROP 600 

6-77] 

STO W 6,15 600 

[ROP 6-77] 

STOO 6 600 

[ROP 6-77] 

STOOW 6 600 

[ROP 6-77] 

Oil-resistant 

thermoplastic 

/ 

Oil- Damp 

thermo- 

Damp 

Damp 

Vacuum SV 300 18-16 2 or 3 

cleaner 
cord 

SVE 300 

SVEO 300 

SVO 300 

SVOO 300 A 

SVT 300 

SVTO 300 

SVTOO 300 

Thermoset 18-16 0.38 ..^15 

Thermoplastic 

y°p lastic 

^ermoplastic 

Oil-resistant 

thermoplastic 

Thermoset Pendant Damp Not 

portable tions usagi 

Thermo- 

elastomer 

Oil- 

thermo- 

elastomer 

Oil- 

thermoset 

Oil- 

thermoset 

Thermoplastic 

thermo- 

Parallel TPT 4 [ROP 300 27 2 

tinsel 6-77] 

Thermoplastic 27 0.76 30 

None Thermo- Attached Damp Not 

plástic to an loca- hard 

appliance tions usag( 

Jacketed TST 4 [ROP 300 27 2 

tinsel 6-77] 

cord 

Thermoplastic 27 0.38 15 

None Thermo- Attached Damp Not 

plástic to an loca- hard 

appliance tions usag( 

Portable W 6 [ROP 2000 12-500 1-6 

power- 6-80] 501-1000 1 

Thermoset 12-2 1.52 60 

1^/0 2.03 80 

250-500 2.41 95 

501-1000 2.80 110 

Oil- Portable, extra hard 

resistant usage 

thermoset 


[ROP 6-76a] 

2 The required outer covering on some single-conductor cables may be integral with the insulation. 
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400.5 


3 A11 types listed in Table 400.4 shall have individual conductors twisted together except for Types HPN, SP-1, SP-2, SP-3, SPE-1, SPE-2, SPE-3, 
SPT-1, SPT-2, SPT-3, SPT-1W, SPT-2W, TPT, NISP-1, NISP-2, NISPT-1, NISPT-2, NISPE-1, NISPE-2, and three-conductor parallel versions of 
SRD, SRDE, and SRDT. [ROP 6-91] 

''Types TPT and TST shall be permitted in lengths not exceeding 2.5 m (8 ft) where attached directly, or by means of a special type of plug, to a 
portable appliance rated at 50 watts or less and of such nature that extreme flexibility of the cord is essential. 

5 Rubber-filled or vamished cambric tapes shall be permitted as a substitute for the inner braids. 

6 Types G, G-GC, S, SC, SCE, SCT, SE, SEO, SEOO, SEW, SEOW, SEOOW, SO, SOO, SOW, SOOW, ST, STO, STOO, STW, STOW, STOOW, 
PPE, and W shall be permitted for use on theater stages, in garages, and elsewhere where flexible cords are permitted by this Code. [ROP 6-92] 
7 Elevator traveling cables for operating control and signal circuits shall contain nonmetallic fillers as necessary to maintain concentricity. Cables 
shall have Steel supporting members as required for suspensión by 620.41. In locations subject to excessive moisture or corrosive vapors or gases, 
supporting members of other materials shall be permitted. Where Steel supporting members are used, they shall run straight through the center of 
the cable assembly and shall not be cabled with the copper strands of any conductor. 

In addition to conductors used for control and signaling circuits, Types E, EO, ETP, and ETT elevator cables shall be permitted to incorpórate 
in the construction one or more 20 AWG telephone conductor pairs, one or more coaxial cables, or one or more optical fibers. The 20 AWG 
conductor pairs shall be permitted to be covered with suitable shielding for telephone, audio, or higher frequency Communications circuits; the 
coaxial cables consist of a center conductor, insulation, and shield for use in video or other radio frequency Communications circuits. The optical 
fiber shall be suitably covered with flame-retardant thermoplastic. The insulation of the conductors shall be rubber or thermoplastic of thickness not 
less than specified for the other conductors of the particular type of cable. Metallic shields shall have their own protective covering. Where used, 
these components shall be permitted to be incorporated in any layer of the cable assembly httt shall not run straight through the center. 
s The third conductor in Type HPN shall be used as an equipment grounding conductor oí 
for Types SPE-1, SPE-2, SPE-3, SPT-1, SPT-2, SPT-3, NISPT-1, NISPT-2, NISPE-1^ 

[ROP 6-13] 

9 The individual conductors of all cords, except those of heat-resistant cords, s 
equipment grounding conductor where used shall be in accordance with 400^ 

[ROP 6-93] 

"insulations and outer coverings that meet the requirements as llame rey smoke, and US 

for limited smoke after the code type designation. 

12 Elevator cables in sizes 20 AWG through 14 AWG are rated 300 volts, a 
a 0.76-mm (30-mil) insulation thickness and 600 volts with a 1.14-mm (45-» 

13 Conductor size for Types EV, EVJ, EVE, EVJE, EVT, andJ" 

(data, signal, or Communications) circuits may extend beyoncl 
voltage rating. 

14 Insulation thickness for Types EV, EVJ, EVEJE, EVT, and E construction is indicated in parentheses. 

15 Cords that comply with the requirements for ; 1 be permitted to be designated as weather and water resistant 

with the sufifix “W” after the code type design|^Pi. Coi^Bwitl suitable for use in wet locations and are sunlight resistant. 


400.5 Ampacities for Flexible Coi 

(A) Ampacity Tables. 

lowable ampacities, an 
ampacities for flexible 
three current-carrying 
used in conjunction with 
dards to ensure selection c 
cords and cables are 





insulation of the equipment grounding conductor 
[SPE-2 shall be permitted to be thermoset polymer. 


thermoplastic insulation, except that the 


3 listed, shall be permitted to be marked 


lonpower-limited circuits only. Conductors of power-limited 
íge. All conductors shall be insulated for the same cable 


lyides the al¬ 
eudes the 
normo re than 
I tables shall be 
product stan- 
and type. Where 
temperatures other 


Table 400.5(A)(3) Adjustment Factors for More Than Three 
Current-Carrying Conductors in a Flexible Cord or Cable 


than 30°C (86°F), the temperature correction factors from 
Table 310.15(B)(2)(a) that correspond to temperature rating 
of the cord or cable shall be applied to the ampacity in 
Table 400.5(A)(1) and Table 400.5(A)(2). Cords and cables 
rated 105°C shall use correction factors in 90°C column of 
Table 310.15(B)(2)(a) for temperature correction. Where 
the number of current-carrying conductors exceeds three, 
the allowable ampacity or the ampacity of each conductor 
shall be reduced from the 3-conductor rating as shown in 
Table 400.5(A)(3). [ROP 6-93a, ROP 6-99]] 

Informational Note: See Informative Annex B, Table 
B.310.15(B)(2)(11), for adjustment factors for more than 
three current-carrying conductors in a raceway or cable 
with load diversity. 


Number of Conductors 

Percent of Valué in Table 
400.5(A)(1) and Table 
400.5(A)(2) [ROP 6-97, ROP 
6-98] 

4-6 


80 

7-9 


70 

10-20 


50 

21-30 


45 

31-40 


40 

41 and above 


35 


A neutral conductor that carnes only the unbalanced current 
from other conductors of the same Circuit shall not be required 
to meet the requirements of a current-carrying conductor. 

In a 3-wire circuit consisting of two phase conductors 
and the neutral conductor of a 4-wire, 3-phase, wye- 
connected system, a common conductor carries approxi- 
mately the same current as the line-to-neutral currents of 
the other conductors and shall be considered to be a 
current-carrying conductor. 

On a 4-wire, 3-phase, wye circuit where more than 
50 percent of the load consists of nonlinear loads, there are 
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ARTICLE 400 — FLEXIBLE CORDS AND CABLES 


Table 400.5(A)(1) Allowable Ampacity for Flexible Cords and Cables [Based on Ambient Temperature of 30°C (86°F). See 
400.13 and Table 400.4.] [ROP 6-95, ROP 6-85, ROP 6-94a, ROP 6-96] 


Thermoset Types C, E, EO, PD, S, SJ, SJO, 
SJOW, SJOO, SJOOW, SO, SOW, SOO, SOOW, 
SP-1, SP-2, SP-3, SRD, SV, SVO, SVOO, NISP-1, 
NISP-2 


Copper Conductor 
Size (AWG) 


Thermoplastic Types 
TPT, TST 


Thermoplastic lypes ETP, ETT, SE, SEW, SEO, 
SEOO, SEOW, SEOOW, SJE, SJEW, SJEO, 
SJEOO, SJEOW, SJEOOW, SJT, SJTW, SJTO, 
SJTOW, SJTOO, SJTOOW, SPE-1, SPE-2, SPE-3, 
SPT-1, SPT-1W, SPT-2, SPT-2W, SPT-3, NISPE-1, 
NISPE-2, NISPT-1, NISPT-2, ST, STW, SRDE, 
SRDT, STO, STOW, STOO, STOOW, SVE, 
SVEO, SVEOO, SVT, SVTO, SVTOO 


Types HPD, HPN, HSJ, 
HSJO, HSJOW, 
HSJOO, HSJOOW 


Column A 1 


“Tinsel cord. 
b Elevator cables only. 
c 7 amperes for elevator cables only; 2 
'The allowable currents under Column 
3 conductors are current-carrying. 
2 The allowable currents under Colu 
2 conductors are current-carrying. 


harmonic currents present in the neutra^BWTuctor and the 
neutral conductor shall be considered to be a current- 
carrying conductor. 

An equipment grounding conductor shall not be consid¬ 
ered a current-carrying conductor. [ROP 6-13] 

Where a single conductor is used for both equipment 
grounding and to carry unbalanced current from other con¬ 
ductors, as provided for in 250.140 for electric ranges and 
electric clothes dryers, it shall not be considered as a 
current-carrying conductor. 

(B) Ultímate Insulation Temperature. In no case shall 
conductors be associated together in such a way with re- 
spect to the kind of circuit, the wiring method used, or the 
number of conductors such that the limiting temperature of 
the conductors is exceeded. 



ords and other multiconductor cords connected to utilization equipment so that only 
>r cords and other multiconductor cords connected to utilization equipment so that only 


(C) Engineering Supervisión. Under engineering supervi¬ 
sión, conductor ampacities shall be permitted to be calcu- 
lated in accordance with 310.15(C). 

400.6 Markings. 

(A) Standard Markings. Flexible cords and cables shall 
he marked by means of a printed tag attached to the coil 
reel or cartón. The tag shall contain the information re- 
quired in 310.120(A). Types S, SC, SCE, SCT, SE, SEO, 
SEOO, SJ, SJE, SJEO, SJEOO, SJO, SJT, SJTO, SJTOO, 
SO, SOO, ST, STO, STOO, SEW, SEOW, SEOOW, SJEW, 
SJEOW, SJEOOW, SJOW, SJTW, SJTOW, SJTOOW, 
SOW, SOOW, STW, STOW, and STOOW flexible cords 
and G, G-GC, PPE, and W flexible cables shall be durably 
marked on the surface at intervals not exceeding 610 mm 
(24 in.) with the type designation, size, and number of 
conductors. Required markings on tags, cords and cables 
shall also inelude the máximum operating temperature of 
the flexible cord or cable. [ROP 6-100] 
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400.7 


Table 400.5(A)(2) Ampacity of Cable Types SC, SCE, SCT, PPE, G, G-GC, and W. [Based on Ambient Temperature 
of 30°C (86°F). See Table 400.4.] 


Temperature Rating of Cable 


Copper 
Conductor 
Size (AWG 
or kcmil) 


60°C (140°F) 


D * 1 E 2 F 3 4 5 


75°C (167°F) 


D 1 E 2 F 3 


90°C (194°F) 


D 1 E 2 F 3 


12 — 

10 

8 60 

6 80 

4 105 

3 120 

2 140 

1 165 


31 26 

44 37 

55 48 

72 63 

96 84 

113 99 

128 112 

150 131 


70 

95 

125 

145 

170 

195 


37 

52 

65 

88 

115 

135 

152 

178 


— 42 35 

— 59 49 

80 74 65 

105 99 87 

140 130 114 

165 152 133 

190 174 152 

220 202 177 


1/0 195 

2/0 225 

3/0 260 

4/0 300 


173 151 
199 174 
230 201 
265 232 


230 

265 

310 

360 


260 234 205 
300 271 237 
350 313 274 
405 361 316 


1000 

'The ampacities under subheac 
conductors are not installed 
passing through the wall of an 
2 The ampacities under subheach 
two conductors are current- 
3 The ampacities under subhe^B 
only three conductors are curren! 



780 — 

855 — 

885 — 

920 — 

985 — 

1055 — 

inductor Types SC, SCE, SCT, PPE, and W cable only where the individual 
n physical contad with each other except in lengths not to exceed 600 mm (24 in.) where 

jr cables and other mulliconductor cables connected to utilization equipment so that only 

fe-conductor cables and other multiconductor cables connected to utihzation equipment so that 


(B) Optional Markings. Flexibi^P?írds and cable types 
listed in Table 400.4 shall be pemútted to be surface 


(6) Connection of utilization equipment to facilitate fre- 
quent interchange 


marked to indicate special characteristics of the cable ma- 
terials. These markings inelude, but are not limited to, 
markings for limited smoke, sunlight resistance, and so 
forth. 


(7) Prevention of the transmission of noise or vibration 

(8) Appliances where the fastening means and mechani- 
cal connections are specifically designed to permit 
ready removal for maintenance and repair, and the 


400.7 Uses Permitted. 

(A) Uses. Flexible cords and cables shall be used only for 
the following: 

(1) Pendants 

(2) Wiring of luminaires 

(3) Connection of portable luminaires, portable and mo- 
bile signs, or appliances 

(4) Elevator cables 

(5) Wiring of cranes and hoists 


appliance is intended or identified for flexible cord 
connection 

(9) Connection of accessory equipment associated with 
mechanical equipment, alarms, or antennas using a 
listed non-detachable power supply cord 1.83 m (6 ft) 
or less above an accessible suspended or dropped ceil- 
ing where not prohibited by 300.22. [ROP 6-103] 

(10) Connection of moving parts 

(11) Where specifically permitted elsewhere in this Code 
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(B) Attachment Plugs. Where used as permitted in 
400.7(A)(3), (A)(6), and (A)(8), each flexible cord shall be 
equipped with an attachment plug and shall be energized 
from a receptacle outlet or cord connector body. 

Exception: As permitted in 368.56. 

400.8 Uses Not Permitted. Unless specifically permitted 
in 400.7, flexible cords and cables shall not be used for the 
following: 

(1) As a substitute for the fixed wiring of a structure 

(2) Where run through holes in walls, structural ceilings, 
suspended ceilings, dropped ceilings, or floors 

(3) Where run through doorways, Windows, or similar 
openings 

(4) Where attached to building surfaces 

Exception to (4): Flexible cord and cable shall be permitted 
to be attached to building surfaces in accordance with the 
provisions of 368.56(B) 

(5) Where concealed by walls, floors, or ceilings or located 
above suspended or dropped ceilings 

(6) Where installed in raceways, except as otherwise per¬ 
mitted in this Code 

(7) Where subject to physical damage 

400.9 Splices. Flexible cord shall be used only ii 

ous lengths without splice or tap where initiallv| 
applications permitted by 400.7(A). The i 
Service cord and júnior hard-service cord (se 
column in Table 400.4) 14 AWG andjar^e 
mitted if conductors are splicedj 
110.14(B) and the completed re tai n si 

outer sheath properties, and aflige characterí^ps of" the 
cord heing spliced. 

400.10 Pulí at Joints and Terminals^ jláB ile cords and 
cables shall be connected to devices and to fittings so that 
tensión is not transmitted to joints or termináis. 

Exception: Listed portable single-pole devices that are in¬ 
tended to accommodate such tensión at their termináis 
shall be permitted to be used with single-conductor flexible 
cable. 

Informational Note: Some methods of preventing pulí on a 
cord from being transmitted to joints or termináis are knot- 
ting the cord, winding with tape, and using support or strain 
relief fittings. [ROP 6-104] 

400.11 In Show Windows and Showcases. Flexible cords 
used in show Windows and showcases shall be Types S, SE, 
SEO, SEOO, SJ, SJE, SJEO, SJEOO, SJO, SJOO, SJT, 
SJTO, SJTOO, SO, SOO, ST, STO, STOO, SEW, SEOW, 
SEOOW, SJEW, SJEOW, SJEOOW, SJOW, SJOOW, 


SJTW, SJTOW, SJTOOW, SOW, SOOW, STW, STOW, or 
STOOW. 

Exception No. 1: For the wiring of chain-supported 
luminaires. 

Exception No. 2: As supply cords for portable luminaires 
and other merchandise being displayed or exhibited. 

400.13 Overcurrent Protection. Flexible cords not 
smaller than 18 AWG, and tinsel cords or cords having 
equivalent characteristics of smaller size approved for use 
with specific appliances, shall be considered as protected 
against overcurrent in accordance with 240.5. 


*om Damage. Flexible cords and 
led by bushings or fittings where pass- 
n covers, outlet boxes, or similar enclo- 


400.14 Protection : 

cables shall be proi 
ing through hoW 
sures. 

In indiigífial esta^fcdiments where the conditions of 
mainta^Re and superv^fcj ensure that only qualified per¬ 
sona Service tte installatiorpfflexible cords and cables shall 
be^fcmitt^Éo be installed in aboveground raceways that 
are n^k^pr than 15 m (50 ft) to protect the flexible cord 
^ or cable^Ufopi physical damage. Where more than three 
|k conductors are installed within the race- 
i^w uble ampacity shall be reduced in accordance 
!T Table^OO.5(A)(3). 

^ Construction Speciñcations 

400.20 Labels. Flexible cords shall be examined and 
tested at the factory and labeled before shipment. 

400.21 Construction. 

(A) Conductors. The individual conductors of a flexible 
cord or cable shall have flexible stranding and shall not be 
smaller than the sizes specified in Table 400.4. 

(B) Nominal Insulation Thickness. The nominal thick- 
ness of insulation for conductors of flexible cords and 
cables shall not be less than specified in Table 400.4. 

400.22 Grounded-Conductor Identification. One con¬ 
ductor of flexible cords that is intended to be used as a 
grounded circuit conductor shall have a continuous marker 
that readily distinguishes it from the other conductor or 
conductors. The Identification shall consist of one of the 
methods indicated in 400.22(A) through (F). 

(A) Colored Braid. A braid finished to show a white or 
gray color and the braid on the other conductor or conduc¬ 
tors finished to show a readily distinguishable solid color or 
colors. 
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400.36 


(B) Tracer in Braid. A tracer in a braid of any color con- 
trasting with that of the braid and no tracer in the braid of 
the other conductor or conductors. No tracer shall be used 
in the braid of any conductor of a flexible cord that contains 
a conductor having a braid finished to show white or gray. 

Exception: In the case of Types C and PD and cords 
having the braids on the individual conductors finished to 
show white or gray. In such cords, the identifying marker 
shall be permitted to consist of the solid white or gray 
finish on one conductor, provided there is a colored tracer 
in the braid of each other conductor. 

(C) Colored Insulation. A white or gray insulation on one 
conductor and insulation of a readily distinguishable color 
or colors on the other conductor or conductors for cords 
having no braids on the individual conductors. 

For jacketed cords furnished with appliances, one con¬ 
ductor having its insulation colored light hlue, with the 
other conductors having their insulation of a readily distin¬ 
guishable color other than white or gray. 

Exception: Cords that have insulation on the individual 
conductors integral with the jacket. 

The insulation shall he permitted to be covered 
outer finish to provide the desired color. 

(D) Colored Separator. A white or 
conductor and a separator of a readily 
color on the other conductor or cond] 
insulation on the individual condiu 
jacket. 

(E) Tinned Conductoi a^f^Lthe indi¬ 
vidual strands tinned an r or conductors 

having the individual st ords having in¬ 
sulation on the indivn egral with the 

jacket. 

(F) Surface Marking. One or more ridges, grooves, or 
white stripes located on the exterior of the cord so as to 
identify one conductor for cords having insulation on the 
individual conductors integral with the jacket. 


(A) Colored Braid. A braid finished to show a continuous 
green color or a continuous green color with one or more 
yellow stripes. 

(B) Colored Insulation or Covering. For cords having no 
braids on the individual conductors, an insulation of a con¬ 
tinuous green color or a continuous green color with one or 
more yellow stripes. 

400.24 Attachment Plugs. Where a flexible cord is pro¬ 
vided with an equipment grounding conductor and 
equipped with an attachment plug, the attachment plug 
shall comply with 250.138(A) and (B). 


400.30 >cope. Part III applies to single and multiconductor 
portay ca^^used to connect mobile equipment and ma- 

[ROP 6-106] 


Konductors. The conductors shall be 12 AWG copper 
cger and shall employ flexible stranding. 




uipment Grounding Conductor(s). An equipment 
Ifling conductor(s) shall be provided in cables with 
three or more conductors. The total area shall not be less 
than that of the size of the equipment grounding conductor 
required in 250.122. [ROP 6-106a] 

400.32 Shielding. All shields shall be connected to an 
equipment grounding conductor. 

400.33 Equipment Grounding Conductors. Equipment 
grounding conductors shall be connected in accordance 
with Parts VI and VII of Article 250. 

400.34 Mínimum Bending Radii. The minimum bending 
radii for portable cables during installation and handling in 
Service shall be adequate to prevent damage to the cable. 


400.23 Equipment Grounding Conductor Identifica¬ 
tion. A conductor intended to be used as an equipment 
grounding conductor shall have a continuous identifying 
marker readily distinguishing it from the other conductor or 
conductors. Conductors having a continuous green color or 
a continuous green color with one or more yellow stripes 
shall not be used for other than equipment grounding con¬ 
ductors. Cords or cables consisting of integral insulation 
and jacket without a nonintegral grounding conductor may 
be green. The identifying marker shall consist of one of the 
methods in 400.23(A) or (B). [ROP 6-105] 


400.35 Fittings. Connectors used to connect lengths of 
cable in a run shall be of a type that locks firmly together. 
Provisions shall be made to prevent opening or closing 
these connectors while energized. Suitable means shall be 
used to elimínate tensión at connectors and terminations. 

400.36 Splices and Terminations. Portable cables shall 
not contain splices unless the splices are of the permanent 
molded, vulcanized types in accordance with 110.14(B). 
Terminations on portable cables rated over 600 volts, nomi¬ 
nal, shall be accessible only to authorized and qualified 
personnel. 
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ARTICLE 402 
Fixture Wires 


402.1 Scope. This article covers general requirements and 
construction specifications for fixture wires. 

402.2 Other Articles. Fixture wires shall comply with this 
article and also with the applicable provisions of other ar¬ 
ticles of this Code. 

Informational Note: For application in luminaires, see Ar¬ 
ticle 410. 


402.3 Types. Fixture wires shall be of a type listed in Table 
402.3, and they shall comply with all requirements of that 
table. The fixture wires listed in Table 402.3 are all suitable 
for Service at 600 volts, nominal, unless otherwise speci- 
fied. 

Informational Note: Thermoplastic insulation may stiffen 
at temperatures colder than -10°C (+14°F), requiring that 
care be exercised during installation at such temperatures. 
Thermoplastic insulation may also be deformed at normal 
temperatures where subjected to pressure, requiring that 
care be exercised during installation and at points of 
support. 


Table 402.3 Fixture Wires 






Thickness of 
Insulation 




Ñame 

Type 

Letter 

Insulation 

AWG 

mm 


r Outer^^ 
Covering ” 

Máximum 
k Operating 
Temperature 

Application 

Provisions 

Heat-resistant 

rubber- 

covered 

flexible 

stranding 

FFH-2 

Heat-resistant 

rubber 

Cross-linked 

synthetic 

polymer 

18-16 

18-16 

J 

0.76 

i 

RTvering 

V 

75°C 

167°F 

Fixture wiring 

ECTFE — 
solid or 7- 
strand 

HF 

Ethylene 

chlorotri- 

fluoroethylene^ 


k 0.38 ^ 

c 


150°C 

302°F 

Fixture wiring 

ECTFE — 
flexible 
stranding 

HFF 

Ethylene 
chloi i'Uiflu-'X>i í 

* 

03^ 


None 

150°C 

302°F 

Fixture wiring 

Tape insulated 

— solid or 

KF-1 

S|£e 

1&T0 

0.14 

5.5 

None 

200°C 

392°F 

Fixture wiring 
— limited to 

300 volts 

7-strand 

KF-2 

Aroma^^^^j 

polyimide 

^8-10 

0.21 

8.4 


200°C 

392°F 

Fixture wiring 

Tape insulated 
fixture wire 
— flexible 

KFF-1 

Aromatic 

polyimide 

18-10 

0.14 

5.5 

None 

200°C 

392°F 

Fixture wiring 
— limited to 

300 volts 

stranding 

KFF-2 

Aromatic 

polyimide 

18-10 

0.21 

8.4 


200°C 

392°F 

Fixture wiring 

Perfluoro- 

solid or 7- 
strand 
(nickel or 
nickel-coated 
copper) 

PAF 

Perfluoro- 

alkoxy 

18-14 

0.51 

20 


250°C 

482°F 

Fixture wiring 
(nickel or 
nickel-coated 
copper) 
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Table 402.3 Continued 






Thickness of 
Insulation 




Ñame 

Type 

Letter 

Insulation 

AWG 

mm 

mils 

Outer 

Covering 

Máximum 

Operating 

Temperature 

Application 

Provisions 

Perfluoro-alkoxy 
— flexible 
stranding 

PAFF 

Perfluoro- 

alkoxy 

18-14 

0.51 

20 

None 

150°C 

302°F 

Fixture wiring 

Fluorinated 
ethylene 
propylene 
fixture wire 

7-strand 

PF 

Fluorinated 

ethylene 

propylene 

18-14 

0.51 

20 

None 

/ 

200°C 

392= F 

Fixture wiring 

Fluorinated 

ethylene 

propylene 

— flexible 
stranding 

PFF 

Fluorinated 

ethylene 

propylene 

18-14 

0.51 

i 

20^ 

fy 

X 

150°C 

302°F 

Fixture wiring 

Fluorinated 

ethylene 

propylene 

7-strand 

PGF 

Fluorinated 

ethylene 

propylene 

y 

18-14 

5 

0.36 

> 

$ 

Glass braid 

200°C 

392°F 

Fixture wiring 

Fluorinated 
ethylene 
propylene 
fixture wire 
— flexible 
stranding 

PGFF 

y 

Fluorinated 

ethylena^^ 

propylene 

'V 

... 

5 

14 

Glass braid 

150°C 

302°F 

Fixture wiring 

Extruded 

polytetraflu- 

oroethylene 

7-strand 
(nickel or 
nickel-coated 
copper) 

PTF^ 

£xtruded ■ 

polytetraflu- 

oroethylene 

18-14 

0.51 

20 

None 

250°C 

482°F 

Fixture wiring 
(nickel or 
nickel-coated 
copper) 

Extruded 
polytetraflu- 
oroethylene 
— flexible 
stranding 

26-36 (AWG 

coated copper) 

PTFF 

Extruded 

polytetraflu- 

oroethylene 

18-14 

0.51 

20 

None 

150°C 

302°F 

Fixture wiring 
(silver or 
nickel-coated 
copper) 
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Table 402.3 Continued 






Thickness of 
Insulation 




Ñame 

Type 

Letter 

Insulation 

AWG 

mm 

mils 

Outer 

Covering 

Máximum 

Operating 

Temperature 

Application 

Provisions 

Heat-resistant 

rubber- 

covered 

7-strand 

RFH-1 

Heat-resistant 

rubber 

18 

0.38 

15 

Nonmetallic 

covering 

75°C 

167°F 

Fixture wiring 
— limited to 

300 volts 

RFH-2 

Heat-resistant 

rubber 

Cross-linked 

synthetic 

polymer 

18-16 

0.76 

30 

metallic 

covering 

75°C 

167°F 

Fixture wiring 

Heat-resistant 

RFHH-2* 

Cross-linked 

synthetic 

polymer 

18-16 

0.76 

30 

None or non- 

90°C 

194°F 

Fixture wiring 

synthetic 

polymer-insu- 

lated 

fixture wire 

RFHH-3* 

18-16 

1.14 

< 

c^Fring^^k 


Silicone 

insulated 

7-strand 

SF-1 

Silicone 

rubber 

18 


> 

^foimetallic 

^^ing 

200°C 

392°F 

Fixture wiring 
— limited to 

300 volts 

SF-2 

Silicone 

rubber 


|Í351 

rs 

Nonmetallic 

covering 

200°C 

392°F 

Fixture wiring 

Silicone 
insulated 
fixture wire 
— flexible 
stranding 

SFF-1 

Silicone ^ 

V 


J 15 

Nonmetallic 

covering 

150°C 

302°F 

Fixture wiring 
— limited to 

300 volts 

SFF-2 

Silicone 

^8-1^ 

k 0.76 

30 

Nonmetallic 

150°C 

Fixture wiring 

^La 

\ 

^ 1.14 

45 

covering 

302°F 

Thermoplastic 

covered 

— solid or 
7-strand 



J,, 





Fixture wiring 

TF* 


/ 

0 76 

30 

None 

60°C 

140°F 

Thermoplastic 

covered 

— flexible 
stranding 

TFF* 

Thermoplastic 

18-16 

0.76 

30 


60°C 

140°F 

Fixture wiring 

Heat-resistant 

thermo¬ 

plastic 

covered 

— solid or 
7-strand 

TFN* 

Thermoplastic 

18-16 

0.38 

15 

Nylon-jacket- 
ed or 
equivalent 

90°C 

194°F 

Fixture wiring 
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Table 402.3 Continued 



Type 

Letter 

Insulation 

AWG 

Thickness of 
Insulation 

Outer 

Covering 

Máximum 

Operating 

Temperature 

Application 

Provisions 

mm 

mils 

Heat-resistant 

thermo- 

plastic 

covered 

— flexible 
stranded 

TFFN* 

Thermoplastic 

18-16 

0.38 

15 

Nylon-jacket- 
ed or 
equivalent 

90°C 

194°F 

Fixture wiring 

Cross-linked 
polyolefin 
insulated 
fixture wire 

7-strand 

XF* 

Cross-linked 

polyolefin 

18-14 

12-10 

0.76 

1.14 

30 

45 

/ 

Nou^ 

\ 

150°C 

302°F 

Fixture wiring 
— limited to 

300 volts 

Cross-linked 

polyolefin 

insulated 

— flexible 
stranded 

XFF* 

Cross-linked 

polyolefin 

18-14 

12-10 

t 


y 30^ 

:<: 

None 

150°C 

302°F 

Fixture wiring 
— limited to 

300 volts 

Modified ETFE 

7- strand 

ZF 

Modified 

ethylene 

tetrafluoro^^r 

ethylen^^r 

18-14 " 

1. 


% 

None 

150°C 

302°F 

Fixture wiring 

Flexible 

stranding 

ZFF 

y 

Modified^^^ 


^38 

15 

None 

150°C 

302°F 

Fixture wiring 

High temp. 
modified 
ETFE— 
solid or 7- 

ZHl^k 

Modified ■ 

gSL. 

ethylene 

18-14 

0.38 

15 


200°C 

392°F 

Fixture wiring 


*Insulations and outer coverings that meet the requirements of flame retardant, limited smoke, and are so listed shall be permitted to be marked for 
limited smoke after the Code type designation. 


402.5 Allowable Ampacities for Fixture Wires. The al- 

lowable ampacity of fixture wire shall be as specified in 
Table 402.5. 

No conductor shall be used under such conditions that 
its operating temperature exceeds the temperature specified 
in Table 402.3 for the type of insulation involved. 

Informational Note: See 310.15(A)(3) for temperature 
limitation of conductors. 


Table 402.5 Allowable Ampacity for Fixture Wires 


Size (AWG) 

Allowable Ampacity 

18 

6 

16 

8 

14 

17 

12 

23 

10 

28 


402.6 Mínimum Size. Fixture wires shall not be smaller 402.7 Number of Conductors in Conduit or Tubing. The 

than 18 AWG. number of fixture wires permitted in a single conduit or 
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402.8 


ARTICLE 404 — SWITCHES 


tubing shall not exceed the percentage fill specified in Table 
1, Chapter 9. 

402.8 Grounded Conductor Identification. Fixture wires 
that are intended to be used as grounded conductors shall 
be identified by one or more continuous white stripes on 
other than green insulation or by the means described in 
400.22(A) through (E). 

402.9 Marking. 

(A) Method of Marking. Thermoplastic insulated fixture 
wire shall be durably marked on the surface at intervals not 
exceeding 610 mm (24 in.). All other fixture wire shall be 
marked by means of a printed tag attached to the coil, reel, 
or cartón. 

(B) Optional Marking. Fixture wire types listed in Table 
402.3 shall be permitted to be surface marked to indícate 
special characteristics of the cable materials. These mark- 
ings inelude, but are not limited to, markings for limited 
smoke, sunlight resistance, and so forth. 

402.10 Uses Permitted. Fixture wires shall be permitted 
(1) for installation in luminaires and in similar equiprnen^ 
where enclosed or protected and not subject to bending orí 
twisting in use, or (2) for connecting luminaires to the 
branch-circuit conductors supplying the luminaire 


402.11 Uses Not Permitted. Fixture wir 
used as branch-circuit conductors except 
where in this Code. 



402.12 Overcurrent Protectim^Overcui 

for fixture wires shall be as sjf^Ked in 240.5' 


ARTICLE 404 
Switches 


I. Installation 

404.1 Scope. The provisions of this article apply to all 
switches, switching devices, and Circuit breakers used as 
switches, operating at 1000 volts and below, unless specifi- 
cally referenced elsewhere in this Code for higher voltages. 

[ROP 9-74] 

404.2 Switch Connections. 

(A) Three-Way and Four-Way Switches. Three-way and 
four-way switches shall be wired so that all switching is 
done only in the ungrounded Circuit conductor. Where in 


metal raceways or metal-armored cables, wiring between 
switches and outlets shall be in accordance with 300.20(A). 
Exception: Switch loops shall not require a grounded 
conductor. 

(B) Grounded Conductors. Switches or circuit breakers 
shall not disconnect the grounded conductor of a circuit. 
Exception: A switch or circuit breaker shall be permitted 
to disconnect a grounded circuit conductor where all Cir¬ 
cuit conductors are disconnected simultaneously, or where 
the device is arranged so that the grounded conductor can- 
not be disconnected until all the ungrounded conductors of 
the circuit have been disconnected. 

(C) Switches Controlling Lighting Loads. Where 
switches control lighAg loads supplied by a grounded gen¬ 
eral purpose bran^rcircuit, the grounded circuit conductor 
for the contrc^pl^rtiting circuit shall be provided at the 
switch locat 

Exc epo. 1: The ¡p^mded circuit conductor shall be 
2 omitted frnm the switch enclosure where 
wllowing conditions in (1) or (2) apply: 

for switches controlling lighting loads e 
bmjthrough a raceway. The raceway shall have 
cross-sectional area to accommodate the ex¬ 
tensión of the grounded circuit conductor of the light¬ 
ing circuit to the switch location whether or not the 
conductors in the raceway are required to be increased 
in size to comply with 310.15(B))(3)(a). 

(2) Cable assemblies for switches controlling lighting 
loads enter the box through a framing cavity that is 
open at the top or bottom on the same floor level, or 
through a wall, floor, or ceiling that is unfinished on 
one side. 

Exception No. 2: The grounded circuit conductor shall not 
be required to be provided at switch locations where snap 
switches with integral enclosures complying with 300.15(E) 
control the lighting loads. [ROP 9-87] 

Exception No. 3: Where múltiple switch locations control 
the same lighting load in an interior room or space, a 
grounded circuit conductor of the lighting circuit shall not 
be required at each such location if one has been provided 
at one or more switching points that is (are) visible from 
most areas within the room including all principal entry 
points. Where a switch Controls a receptacle load or a 
lighting load that does not serve a habitable room or bath- 
room, or where automatic control of lighting has been pro¬ 
vided or the switch is not within the lit area, a grounded 
circuit conductor shall not be required. [ROP 9-89] 

Informational Note: The provisión for a (future) grounded 
conductor is to complete a circuit path for electronic light¬ 
ing control devices. 
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404.3 Enclosure. 

(A) General. Switches and circuit breakers shall be of the 
extemally operable type mounted in an enclosure listed for 
the intended use. The minimum wire-bending space at ter¬ 
mináis and minimum gutter space provided in switch en- 
closures shall be as required in 312.6. 

Exception No. 1: Pendant- and surface-type snap switches 
and knife switches mounted on an open-face switchboard 
or panelboard shall be permitted without enclosures. 
Exception No. 2: Switches and circuit breakers installed 
in accordance with U0.28(A)(1), (A)(2), (A)(3), or (A)(4) 
shall be permitted without enclosures. 

(B) Used as a Raceway. Enclosures shall not be used as 
junction boxes, auxiliary gutters, or raceways for conduc- 
tors feeding through or tapping off to other switches or 
overcurrent devices, unless the enclosure complies with 
312.8. 

404.4 Damp or Wet Locations. 

(A) Surface-Mounted Switch or Circuit Breaker. A 

surface-mounted switch or circuit breaker shall be enclosed 
in a weatherproof enclosure or cabinet that shall e 
with 312.2. 

(B) Flush-Mounted Switch or Circuit B^ 

mounted switch or circuit breaker shall ¿ 
weatherproof cover. 

(C) Switches in Tub or Shower Sptü 

not be installed within tubsa# 
stalled as part of a listed show 

404.5 Time Switches, Flashers, and Similar Devices. 

Time switches, flashers, andT^^lar dejKs shall be of the 
enclosed type or shall he mour™Lh»HDÍnets or boxes or 
equipment enclosures. Energized pPs shall be barriered to 
prevent operator exposure when making manual adjust- 
ments or switching. 

Exception: Devices mounted so they are accessible only to 
qualified persons shall be permitted without barriers, pro¬ 
vided they are located within an enclosure such that any 
energized parís within 152 mm (6.0 in.) of the manual ad- 
justment or switch are covered by suitable barriers. 


(B) Double-Throw Knife Switches. Double-throw knife 
switches shall be permitted to be mounted so that the throw 
is either vertical or horizontal. Where the throw is vertical, 
integral mechanical means shall be provided to hold the 
blades in the open position when so set. 

(C) Connection of Switches. Single-throw knife switches 
and switches with butt contacts shall be connected such that 
their blades are de-energized when the switch is in the open 
position. Bolted pressure contact switches shall have barri¬ 
ers that prevent inadvertent contact with energized blades. 
Single-throw knife switches, bolted pressure contact 
switches, molded case switches, switches with butt con¬ 
tacts, and circuit breakers used as switches shall be con¬ 
nected so that the termináis supplying the load are de- 
energized w^^the switch is in the open position. 

ExceptioJ^he blades and termináis supplying the load of 
a swb^Fslw^^^permitted to be energized when the switch 
y the open^^útion where the switch is connected to 
Tbuits or equipm^L inherently capable of providing a 
mckfe^teource of pmver. For such installations, a perma- 
n shall be installed on the switch enclosure or im- 
Wately adjacent to open switches with the following 
r equivalent: WARNING — LOAD SIDE TERMI- 
JAF BE ENERGIZED BY BACKFEED. The wam- 
r label shall comply with U0.21(B). [ROP 9-94] 

404.7 Indicating. General-use and motor-circuit switches, 
circuit breakers, and molded case switches, where mounted 
n an enclosure as described in 404.3, shall clearly indicate 
whether they are in the open (off) or closed (on) position. 

Where these switch or circuit breaker handles are oper- 
ated vertically rather than rotationally or horizontally, the 
up position of the handle shall be the closed (on) position. 
[ROP 9-96] 

Exception No. 1: Vertically operated double-throw 
switches shall be permitted to be in the closed (on) position 
with the handle in either the up or down position. 
Exception No. 2: On busway installations, tap switches 
employing a center-pivoting handle shall be permitted to be 
open or closed with either end of the handle in the up or 
down position. The switch position shall be clearly indicat¬ 
ing and shall be visible from the floor or from the usual 
point of operation. 


404.6 Position and Connection of Switches. 

(A) Single-Throw Knife Switches. Single-throw knife 
switches shall be placed so that gravity will not tend to 
cióse them. Single-throw knife switches, approved for use 
in the inverted position, shall be provided with an integral 
mechanical means that ensures that the blades remain in the 
open position when so set. 


404.8 Accessibility and Grouping. 

(A) Location. All switches and circuit breakers used as 
switches shall be located so that they may be operated from 
a readily accessible place. They shall be installed such that 
the center of the grip of the operating handle of the switch 
or circuit breaker, when in its highest position, is not more 
than 2.0 m (6 ft 7 in.) above the floor or working platform. 
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Exception No. 1: On busway installations, fused switches 
and Circuit breakers shall be permitted to be located at the 
same level as the busway. Suitable means shall be provided 
to opérate the handle of the device from the floor. 
Exception No. 2: Switches and Circuit breakers installed 
adjacent to motors, appliances, or other equipment that 
they supply shall be permitted to be located higher than 2.0 
m (6 ft 7 in.) and to be accessible by portable means. 
Exception No. 3: Hookstick operable isolating switches 
shall be permitted at greater heights. 


inelude or provide an equipment grounding conductor, a 
snap switch without a connection to an equipment ground¬ 
ing conductor shall be permitted for replacement purposes 
only. A snap switch wired under the provisions of this ex¬ 
ception and located within 2.5 m (8 ft) vertically, or 1.5 m 
(5 ft) horizontally, of ground or exposed grounded metal 
objeets shall be provided with afaceplate of nonconducting 
noncombustible material with nonmetallic attachment 
screws, unless the switch mounting strap or yoke is nonme¬ 
tallic or the Circuit is protected by a ground-fault Circuit 
interrupter. 


(B) Voltage Between Adjacent Devices. A snap switch 
shall not be grouped or ganged in enclosures with other 
snap switches, receptacles, or similar devices, unless they 
are arranged so that the voltage between adjacent devices 
does not exceed 300 volts, or unless they are installed in 
enclosures equipped with identified, securely installed bar¬ 
riere between adjacent devices. 

(C) Multipole Snap Switches. A multipole, general-use 
snap switch shall not be permitted to be fed from more than 
a single circuit unless it is listed and marked as a two- 
circuit or three-circuit switch, or unless its voltage rating is 
not less than the nominal line-to-line voltage of the system 
supplying the circuits. 

Informational Note: See 210.7 for disconnect require- 
ments where more than one circuit supplies a switch. 

404.9 Provisions for General-Use Snap Sw 

(A) Faceplates. Faceplates provided for 1 
mounted in boxes and other enclosure^Jiall be'ij 
as to completely cover the openine^l 
flush mounted, seat against theJWshed surfaS 

(B) Grounding. Snap switches^^cluding djmer and 

similar control switches, shall be ^^rected^^an equip¬ 
ment grounding conductor and shall a means to 

connect metal faceplates to the equiptuenrgrounding con¬ 
ductor, whether or not a metal faceplate is installed. Snap 
switches shall be considered to be part of an effective 
ground-fault current path if either of the following condi- 
tions is met: 

(1) The switch is mounted with metal screws to a metal 
box or metal cover that is connected to an equipment 
grounding conductor or to a nonmetallic box with inte¬ 
gral means for connecting to an equipment grounding 
conductor. 

(2) An equipment grounding conductor or equipment 
bonding jumper is connected to an equipment ground¬ 
ing termination of the snap switch. 

Exception No. 1 to (B): Where no means exists within the 
snap-switch enclosure for connecting to the equipment 
grounding conductor, or where the wiring method does not 


Exception No. 2 to (B): Listed kits or listed assemblies shall 
not be required to be connected to an equipment grounding 
conductor if all of the following conditions are met: 

(1) The device^^mrovided with a nonmetallic faceplate 
that canv^mj^^tialled on any other type of device, 

(2) The dáwwe doe^^^iave mounting means to accept 
other configurations of faceplates, 

(3) ^me devit^ús equippe^with a nonmetallic yoke, and 

(4 )r9^jqj^Fof the device that are accessible after instal- 
lax^Kf the faceplate are manufactured of nonmetallic 
materials. 

3 to (B): A snap switch with integral nonme- 
fure complying with 300.15(E) shall be permit¬ 
id without a connection to an equipment grounding 
\nductor 

G) Construction. Metal faceplates shall be of ferrous 
metal not less than 0.76 mm (0.030 in.) in thickness or of 
nonferrous metal not less than 1.02 mm (0.040 in.) in thick¬ 
ness. Faceplates of insulating material shall be noncombus¬ 
tible and not less than 2.54 mm (0.100 in.) in thickness, but 
they shall be permitted to be less than 2.54 mm (0.100 in.) 
in thickness if formed or reinforced to provide adequate 
mechanical strength. 

404.10 Mounting of Snap Switches. 

(A) Surface Type. Snap switches used with open wiring 
on insulators shall be mounted on insulating material that 
separates the conductors at least 13 mm ('A in.) from the 
surface wired over. 

(B) Box Mounted. Flush-type snap switches mounted in 
boxes that are set back of the finished surface as permitted 
in 314.20 shall be installed so that the extensión plaster ears 
are seated against the surface. Flush-type snap switches 
mounted in boxes that are flush with the finished surface or 
project from it shall be installed so that the mounting yoke 
or strap of the switch is seated against the box. Screws used 
for the purpose of attaching a snap switch to a box shall be 
either machine screws matching the thread gage or size that 


70-284 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 404 — SWITCHES 


404.14 


is integral to the box or in accordance with the manufactur¬ 
era instructions. [ROP 9-98] 

404.11 Circuit Breakers as Switches. A hand-operable 
circuit breaker equipped with a lever or handle, or a power- 
operated circuit breaker capable of being opened by hand in 
the event of a power failure, shall be permitted to serve as 
a switch if it has the required number of poles. 


404.12 Grounding of Enclosures. Metal enclosures for 
switches or circuit breakers shall be connected to an equip- 
ment grounding conductor as specified in Part IV of Article 
250. Metal enclosures for switches or circuit breakers used 
as Service equipment shall comply with the provisions of 
Part V of Article 250. Where nonmetallic enclosures are 
used with metal raceways or metal-armored cables, provi¬ 
sión shall be made for connecting the equipment grounding 
conductor(s). 

Except as covered in 404.9(B), Exception No. 1, non¬ 
metallic boxes for switches shall be installed with a wiring 
method that provides or ineludes an equipment grounding 
conductor. 

404.13 Knife Switches. 

(A) Isolating Switches. Knife switches 
amperes at 250 volts or less, and at ov^PT000 
251 to 1000 volts, shall be used onl iare isolatj 
and shall not be opened under load. 

(B) To Interrupt Curren^^WW^fccrupl^fcyrents over 
1200 amperes at 250 vidárnominal, nfcless^^over 600 
amperes at 251 to 600 vo^^nominal, a Apuit breaker or a 
switch of special design ulfcl for sucbBurpose shall be 

(C) General-Use Switches. KnifeTwitches of ratings less 
than specified in 404.13(A) and (B) shall be considered 
general-use switches. 


(D) Motor-Circuit Switches. Motor-circuit switches shall 
be permitted to be of the knife-switch type. 

Informational Note: See the definition of a Motor-Circuit 
Switch in Article 100. 

404.14 Rating and Use of Snap Switches. Snap switches 
shall be used within their ratings and as indicated in 
404.14(A) through (F). 

Informational Note No. 1: For switches on signs and out- 
line lighting, see 600.6. 



Informational Note No. 2: For switches controlling mo- 
tors, see 430.83, 430.109, and 430.110. 

(A) Alternating-Current General-Use Snap Switch. A 

form of general-use snap switch suitable only for use on ac 
circuits for controlling the foliowing: 

(1) Resistive and inductive loads not exceeding the ampere 
rating of the switch at the voltage applied [ROP 9-100] 

(2) Tungsten-filament lamp loads not exceeding the am¬ 
pere rating of the switch at 120 volts 

(3) Motor loads not exceeding 80 percent of the ampere 
rating of the switch at its rated voltage 

(B) Alternating-Current or Direct-Current General- 
Use Snap Switch. A form of general-use snap switch suit¬ 
able for use^^either ac or de circuits for controlling the 
followin g; 

exceeding the ampere rating of the 
oltage applied. 

exceeding 50 percent of the ampere 
h at the applied voltage. Switches 
horsepower are suitable for controlling motor 
íáds within their rating at the voltage applied. 
igsten-filament lamp loads not exceeding the am- 
rating of the switch at the applied voltage if 


(C) CO/AUR Snap Switches. Snap switches rated 20 am¬ 
peres or less directly connected to aluminum conductors 
shall be Usted and marked CO/ALR. 

(D) Alternating-Current Specific-Use Snap Switches 
Rated for 347 Volts. Snap switches rated 347 volts ac shall 
be listed and shall be used only for controlling the loads 
permitted by (D)(l) and (D)(2). 

(1) Noninductive Loads. Noninductive loads other than 
tungsten-filament lamps not exceeding the ampere and volt- 
age ratings of the switch. 

(2) Inductive Loads. Inductive loads not exceeding the 
ampere and voltage ratings of the switch. Where particular 
load characteristics or limitations are specified as a condi- 
tion of the listing, those restrictions shall be observed re- 
gardless of the ampere rating of the load. 

The ampere rating of the switch shall not be less than 
15 amperes at a voltage rating of 347 volts ac. Flush-type 
snap switches rated 347 volts ac shall not be readily inter- 
changeable in box mounting with switches identified in 
404.14(A) and (B). 

(E) Dimmer Switches. General-use dimmer switches shall 
be used only to control permanently installed incandescent 
luminaires unless listed for the control of other loads and 
installed accordingly. 
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(F) Cord-and-Plug-Connected Loads. Where a snap 
switch is used to control cord-and-plug-connected equip- 
ment on a general-purpose branch circuit, each snap switch 
controlling receptacle outlets or cord connectors that are 
supplied by permanently connected cord pendants shall be 
rated at not less than the rating of the máximum permitted 
ampere rating or setting of the overcurrent device protect- 
ing the receptacles or cord connectors, as provided in 
210.21(B). 

Informational Note: See 210.50(A) and 400.7(A)(1) for 
equivalency to a receptacle outlet of a cord connector that 
is supplied by a permanently connected cord pendant. 

Exception: Where a snap switch is used to control not 
more than one receptacle on a branch circuit, the switch 
shall be permitted to be rated at not less than the rating of 
the receptacle. 

II. Construction Speciflcations 

404.15 Marking. 

(A) Ratings. Switches shall be marked with the current, 
voltage, and, if horsepower rated, the máximum rating for 
which they are designed. 

(B) Off Indication. Where in the off position, a switching 
device with a marked OFF position shall comj 
connect all ungrounded conductors to the load» 

404.16 Knife Switches Rated 600 to 10( 

iary contacts of a renewable or qui 
equivalent shall be provided on ah 
to 1000 volts and designed for 
200 amperes. [ROP 9-103] 

404.17 Fused Switches. A fused si 
fuses in parallel except as permitted in 



406.2 Deñnition. 

Child Care Facility. A building or structure, or portion 
thereof, for educational, supervisory, or personal care Ser¬ 
vices for more than four children 7 years oíd or less. 

406.3 Receptacle Rating and Type. 

(A) Receptacles. Receptacles shall be listed and marked 
with the manufacturer’s ñame or identification and voltage 
and ampere ratings. 

(B) Rating. Receptacles and cord connectors shall be rated 
not less than 15 amperes, 125 volts, or 15 amperes, 250 
volts, and shall be of a type not suitable for use as lam- 
pholders. 

Informational Nta^^See 210.21(B) for receptacle ratings 
where installed^^branch circuits. 

(C) RecepH^es for Aluminum Conductors. Receptacles 
rated 2(^Éhperes or lak^id designed for the direct con- 
nectij^of aluminum conc^pprs shall be marked CO/ALR. 

round Receptacles. Receptacles incorpo- 
ated grounding conductor connection intended 
don of electrical noise (electromagnetic inter- 
itted in 250.146(D) shall be identified by 
ingle located on the face of the receptacle. 

Isolated Equipment Grounding Conductor Re¬ 
red. Receptacles so identified shall be used only with 
lipment grounding conductors that are isolated in accor- 
lance with 250.146(D). 

(2) Installation in Nonmetallic Boxes. Isolated ground re¬ 
ceptacles installed in nonmetallic boxes shall be covered 
with a nonmetallic faceplate. 

Exception: Where an isolated ground receptacle is in¬ 
stalled in a nonmetallic box, a metal faceplate shall be 
permitted if the box contains a feature or accessory that 
permits the effective grounding of the faceplate. 



404.18 Wire-Bending Space. The wire-bending space re- 
quired by 404.3 shall meet Table 312.6(B) spacings to the 
enclosure wall opposite the fine and load termináis. 


ARTICLE 406 

Receptacles, Cord Connectors, and 
Attachment Plugs (Caps) 


406.1 Scope. This article covers the rating, type, and in- 
stallation of receptacles, cord connectors, and attachment 
plugs (cord caps). 


(E) Controlled Receptacle Marking. All nonlocking- 
type, 125-volt, 15- and 20-ampere receptacles that are con- 
trolled by an automatic control device or incorpórate con¬ 
trol features that remove power from the outlet for the 
purpose of energy management or building automation 
shall be marked with the symbol shown below placed on 
the controlled receptacle outlet where visible after installa- 
tion. [ROP 18-15] 

O 

Figure 406.3(E) 
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Exception: The marking is not required for receptacles 
controlled by a wall switch as permitted by 210.70 to pro- 
vide the required room lighting outlets. [ROP 18-15] 


(2) Non-Grounding-Type Receptacles. Where attach- 
ment to an equipment grounding conductor does not exist 
in the receptacle enclosure, the installation shall comply 
with (D)(2)(a), (D)(2)(b), or (D)(2)(c). 


406.4 General Installation Requirements. Receptacle 
outlets shall be located in branch circuits in accordance 
with Part III of Article 210. General installation require¬ 
ments shall be in accordance with 406.4(A) through (F). 

(A) Grounding Type. Except as provided in 406.4(D), re¬ 
ceptacles installed on 15- and 20-ampere branch circuits 
shall be of the grounding type. Grounding-type receptacles 
shall be installed only on circuits of the voltage class and 
current for which they are rated, except as provided in 
Table 210.21(B)(2) and Table 210.21(B)(3). [ROP 18-17] 

(B) To Be Grounded. Receptacles and cord connectors 
that have equipment grounding conductor contacts shall 
have those contacts connected to an equipment grounding 
conductor. 

Exception No. 1: Receptacles mounted on portable and 
vehicle-mounted generators in accordance with 250.34. 
Exception No. 2: Replacement receptacles as permitted by 
406.4(D). 

(C) Methods of Grounding. The equipment grouil 
conductor contacts of receptacles and cord comectors 

be grounded by connection to the equ^^B^^roundS 
conductor of the circuit supplying t^^^ceptac^ or cora 
connector. 


The branch-circuit method sil ncliXde or pro- 

vide an equipment groundlkconductor tj hich the equip¬ 
ment grounding conductor o^tacts of receptacle or 
cord connector are connected. 


Informational Note No. 
grounding means. 



See 250.118 for acceptable 


(a) A non-grounding-type receptacle(s) shall be per¬ 
mitted to be replaced with another non-grounding-type re- 
ceptacle(s). 

(b) A non-grounding-type receptacle(s) shall be per¬ 
mitted to be replaced with a ground-fault circuit interrupter- 
type of receptacle(s). These receptacles shall be marked 
“No Equipment Ground.” An equipment grounding con¬ 
ductor shall not be connected from the ground-fault circuit- 
interrupter-type receptacle to any outlet supplied from the 
ground-fault circuit-interrupter receptacle. 

(c) A nojwrounding-type receptacle(s) shall be per- 
placed with a grounding-type receptacle(s) 

through a ground-fault circuit interrupter. 
receptacles supplied through the ground- 
iter shall be marked “GFCI Protected” 
‘No EquipmS^LGround.” An equipment grounding 
^conducJfc; shall not to connected between the grounding- 
leptacles. 

•round-Fault Circuit-Interrupters. Ground-fault 
circd^joterrupter protected receptacles shall be provided 
tplacements are made at receptacle outlets that are 
re^fféd to be so protected elsewhere in this Code. 

(4) Arc-Fault Circuit-interrupter Protection. Where a 
receptacle outlet is supplied by a branch circuit that re- 
quires arc-fault circuit interrupter protection as specified 
elsewhere in this Code, a replacement receptacle at this 
outlet shall be one of the following: 

(1) A listed outlet branch circuit type arc-fault circuit in¬ 
terrupter receptacle 

(2) A receptacle protected by a listed outlet branch circuit 
type arc-fault circuit interrupter type receptacle 

(3) A receptacle protected by a listed combination type 
arc-fault circuit interrupter type circuit breaker 


Informational Note No. 2: For extensions of existing 
branch circuits, see 250.130. 

(D) Replacements. Replacement of receptacles shall com¬ 
ply with 406.4(D)(1) through (D)(6), as applicable. Arc- 
fault circuit-interrupter and ground-fault circuit-interrupter 
type receptacles shall be installed in a readily accessible 
location. [ROP 18-18] 

(1) Grounding-Type Receptacles. Where a grounding 
means exists in the receptacle enclosure or an equipment 
grounding conductor is installed in accordance with 
250.130(C), grounding-type receptacles shall be used and 
shall be connected to the equipment grounding conductor in 
accordance with 406.4(C) or 250.130(C). 


This requirement becomes effective January 1, 2014. 

(5) Tamper-Resistant Receptacles. Listed tamper- 
resistant receptacles shall be provided where replacements 
are made at receptacle outlets that are required to be 
tamper-resistant elsewhere in this Code. 

(6) Weather-Resistant Receptacles. Weather-resistant re¬ 
ceptacles shall be provided where replacements are made at 
receptacle outlets that are required to be so protected else¬ 
where in this Code. 

(E) Cord-and-Plug-Connected Equipment. The installa¬ 
tion of grounding-type receptacles shall not be used as a 
requirement that all cord-and-plug-connected equipment be 
of the grounded type. 
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Informational Note: See 250.114 for types of cord-and- 
plug-connected equipment to be grounded. 

(F) Noninterchangeable Types. Receptacles connected to 
circuits that have different voltages, frequencies, or types of 
current (ac or de) on the same premises shall be of such 
design that the attachment plugs used on these circuits are 
not interchangeable. 


(H) Yoltage Between Adjacent Devices. A receptacle 
shall not be grouped or ganged in enclosures with other 
receptacles, snap switches, or similar devices, unless they 
are arranged so that the voltage between adjacent devices 
does not exceed 300 volts, or unless they are installed in 
enclosures equipped with identified, securely installed bar- 
riers between adjacent devices. 


406.5 Receptacle Mounting. Receptacles shall be 
mounted in identified boxes or assemblies. The boxes or 
assemblies shall be securely fastened in place unless other- 
wise permitted elsewhere in this Code. Screws installed for 
the receptacles fastened to the box shall be machine screws 
matching the thread gage or size that is integral to the box. 
[ROP 18-28, ROP 18-30, ROP 18-31] 

(A) Boxes That Are Set Back. Receptacles mounted in 
boxes that are set back from the finished surface as permit¬ 
ted in 314.20 shall be installed such that the mounting yoke 
or strap of the receptacle is held rigidly at the finished 
surface. 


(B) Boxes That Are Flush. Receptacles mounted in boxes 
that are flush with the finished surface or project therefroi 
shall be installed such that the mounting yoke or strap 
the receptacle is held rigidly against the box or box cover. 


(C) Receptacles Mounted on Covers 

mounted to and supported by a cover shall 
against the cover by more than one scret 
device assembly or box cover listed and 
curing by a single screw. 


(D) Position of Receptacle Fáres. After in¡ 
ceptacle faces shall be flush witr^^nroject fre aceplates 
of insulating material and shallI^ipct a mum of 
0.4 mm (0.015 in.) from metal facepl 

Exception: Listed kits or assemblies encompassing recep¬ 
tacles and nonmetallic faceplates that cover the receptacle 
face, where the píate cannot be installed on any other re¬ 
ceptacle, shall be permitted. 

(E) Receptacles in Countertops and Similar Work Sur- 
faces. Receptacles shall not be installed in a face-up posi¬ 
tion in countertops or similar work surfaces. [ROP 18-32, 
ROP 18-34] 




406.6 Receptacle Faceplates (Cover Plates). Receptacle 
faceplates shall be installed so as to completely cover the 
opening and seat against the mounting surface. 

Receptacle faceplates mounted inside a box having a 
recess-mounted receptacle shall effectively cióse the open¬ 
ing and seat against the mounting surface. 

(A) Thickness of Metal Faceplates. Metal faceplates shall 
be of ferrous me^^ot less than 0.76 mm (0.030 in.) in 
thickness or ^áfcferrous metal not less than 1.02 mm 
(0.040 in.) 

ían^Hdates shall be grounded. 

(O lffl aceplatÉjí of Insulating Material. Faceplates of in- 
sulan^^Mmal shall be noncombustible and not less than 
2.54 mm (0.10 in.) in thickness but shall be permitted to be 
than z fs&tm m (0.10 in.) in thickness if formed or rein- 
le adequate mechanical strength. 


i.7 Attachment Plugs, Cord Connectors, and 
1 Surface Devices. All attachment plugs, cord con- 
;tors, and flanged surface devices (inlets and outlets) 
lall be listed and marked with the manufacturer’s ñame or 
identification and voltage and ampere ratings. 

(A) Construction of Attachment Plugs and Cord Con¬ 
nectors. Attachment plugs and cord connectors shall be 
constructed so that there are no exposed current-carrying 
parts except the prongs, blades, or pins. The cover for wire 
terminations shall be a part that is essential for the opera- 
tion of an attachment plug or connector (dead-front con¬ 
struction). 

(B) Connection of Attachment Plugs. Attachment plugs 
shall be installed so that their prongs, blades, or pins are not 
energized unless inserted into an energized receptacle or 
cord connectors. No receptacle shall be installed so as to 
require the insertion of an energized attachment plug as its 
source of supply. 


(F) Receptacles in Seating Areas and Other Similar 
Surfaces. Receptacles shall not be installed in a face-up 
position in seating areas or similar surfaces unless they are 
part of an assembly listed for the application. [ROP 18-34] 

(G) Exposed Termináis. Receptacles shall be enclosed so 
that live wiring termináis are not exposed to contact. 


(C) Attachment Plug Ejector Mechanisms. Attachment 
plug ejector mechanisms shall not adversely affect engage- 
ment of the blades of the attachment plug with the contacts 
of the receptacle. 

(D) Flanged Surface Inlet. A flanged surface inlet shall be 
installed such that the prongs, blades, or pins are not ener¬ 
gized unless an energized cord connector is inserted into it. 
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406.10 


406.8 Noninterchangeability. Receptacles, cord connec- 
tors, and attachment plugs shall be constructed such that 
receptacle or cord connectors do not accept an attachment 
plug with a different voltage or current rating from that for 
which the device is intended. However, a 20-ampere T-slot 
receptacle or cord connector shall be permitted to accept a 
15-ampere attachment plug of the same voltage rating. 
Non-grounding-type receptacles and connectors shall not 
accept grounding-type attachment plugs. 

406.9 Receptacles in Damp or Wet Locations. 


(2) Other Receptacles. All other receptacles installed in a 
wet location shall comply with (B)(2)(a) or (B)(2)(b). 

(a) A receptacle installed in a wet location, where the 
product intended to be plugged into it is not attended while 
in use, shall have an enclosure that is weatherproof with the 
attachment plug cap inserted or removed. 

(b) A receptacle installed in a wet location where the 
product intended to be plugged into it will be attended 
while in use (e.g., portable tools) shall have an enclosure 
that is weatherproof when the attachment plug is removed. 


(A) Damp Locations. A receptacle installed outdoors in a 
location protected from the weather or in other damp loca¬ 
tions shall have an enclosure for the receptacle that is 
weatherproof when the receptacle is covered (attachment 
plug cap not inserted and receptacle covers closed). 

An installation suitable for wet locations shall also be 
considered suitable for damp locations. 

A receptacle shall be considered to be in a location 
protected from the weather where located under roofed 
open porches, canopies, marquees, and the like, and will i 
not be subjected to a beating rain or water runoff. All 15- 
and 20-ampere, 125- and 250-volt nonlocking receptacles 
shall be a listed weather-resistant type. 

Informational Note: The types of receptacles covered^ 
this requirement are identified as 5-15, 5-2 0, 6 -15, ; 

6-20 in ANSI/NEMA WD 6-2002, Natj^||^ctricall 
Manufacturers Association Standard for R^ensim^of At- 1 
tachment Plugs and Receptacles. 

(B) Wet Locations. 

(1) 15- and 20-Ampere Receptacles in a Wfet Location. 

15- and 20-ampere, 125--Mi 250-voln^eptao^ installed 
in a wet location shall enclosu®that is weather¬ 

proof whether or not the a^kbment pl^Pcap is inserted. 
An outlet box hood installed ampose shall be listed 

and shall be identified as “extra®Jty.” All 15- and 20- 
ampere, 125- and 250-volt nonlocking-type receptacles 
shall be listed weather-resistant type. [ROP 18-37, ROP 
18-38] 


(C) Bathtub and Shower Space. Receptacles shall not be 
installed within or directly over a bathtub or shower stall. 

(D) Protection for Floor Receptacles. Standpipes of floor 
receptacles allow floor-cleaning equipment to he op- 
erated wití^tT damage to receptacles. 

(E) Elush Mounting with Faceplate. The enclosure for a 
l^tacle instS^L in an outlet box flush-mounted in a 

Rshed surface sn^jae made weatherproof by means of a 
^veathoAroof faceplare assembly that provides a watertight 
Ron between the píate and the finished surface. 

4Ó6.1ft Grounding-Type Receptacles, Adapters, Cord 
¡¡jC onmÉters, and Attachment Plugs. 

Grounding Poles. Grounding-type receptacles, cord 
connectors, and attachment plugs shall be provided with 
one fixed grounding pole in addition to the circuit poles. 
The grounding contacting pole of grounding-type plug-in 
ground-fault circuit interrupters shall be permitted to be of 
the movable, self-restoring type on circuits operating at not 
over 150 volts between any two conductors or any conduc¬ 
tor and ground. 

(B) Grounding-Pole Identification. Grounding-type re¬ 
ceptacles, adapters, cord connections, and attachment plugs 
shall have a means for connection of an equipment ground¬ 
ing conductor to the grounding pole. 

A terminal for connection to the grounding pole shall be 
designated by one of the following: 


Informational Note No. 1: Requirements for extra-duty 
outlet box hoods are found in ANSI/UL 514D-2000, Cover 
Piafes for Flush-Mounted Wiring Devices. 

Informational Note No. 2: The types of receptacles cov¬ 
ered by this requirement are identified as 5-15, 5-20, 6-15, 
and 6-20 in ANSI/NEMA WD 6-2002, National Electrical 
Manufacturers Association Standard for Dimensions of At¬ 
tachment Plugs and Receptacles. 

Exception: 15- and 20-ampere, 125- through 250-volt re¬ 
ceptacles installed in a wet location and subject to routine 
high-pressure spray washing shall be permitted to have an 
enclosure that is weatherproof when the attachment plug is (4) 
removed. 


(1) A green-colored hexagonal-headed or -shaped terminal 
screw or nut, not readily removable. 

(2) A green-colored pressure wire connector body (a wire 
barrel). 

(3) A similar green-colored connection device, in the case 
of adapters. The grounding terminal of a grounding 
adapter shall be a green-colored rigid ear, lug, or simi¬ 
lar device. The equipment grounding connection shall 
be so designed that it cannot make contad with 
current-carrying parts of the receptacle, adapter, or at¬ 
tachment plug. The adapter shall be polarized. 

If the terminal for the equipment grounding conductor 
is not visible, the conductor entrance hole shall be 
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marked with the word green or ground, the letters G or 
GR, a grounding symbol, or otherwise identified by a 
distinctive green color. If the terminal for the equip- 
ment grounding conductor is readily removable, the 
area adjacent to the terminal shall be similarly marked. 

Informational Note: See Informational Note Figure 
406.10(B)(4). 


(!) Receptacles located more than 1.7 m (5 V2ft) above the 
floor. 

(2) Receptacles that are part of a luminaire or appliance. 

(3) A single receptacle or a dúplex receptacle for two ap- 
pliances located within dedicated space for each appli¬ 
ance that, in normal use, is not easily moved from one 
place to another and that is cord-and-plug connected 
in accordance with 400.7(A)(6), (A)(7), or (A)(8). 


© 


Informational Note Figure 406.10(B)(4) One Example of a 
Symbol Used to Identify the Termination Point for an Equip- 
ment Grounding Conductor. 

(C) Grounding Terminal Use. A grounding terminal shall 
not be used for purposes other than grounding. 

(D) Grounding-Pole Requirements. Grounding-type at- 
tachment plugs and mating cord connectors and receptacles 
shall be designed such that the equipment grounding con- 
nection is made before the current-carrying connections. 
Grounding-type devices shall be so designed that ground¬ 
ing poles of attachment plugs cannot be brought into con¬ 
tad with current-carrying parts of receptacles or cord con¬ 
nectors. 

(E) Use. Grounding-type attachment plugs sW 
only with a cord having an equipment grouiuj^^ 

Informational Note: See 250.126 for idemj 
grounding conductor termináis. [ROPDjj^j) a ] 

406.11 Connecting Receptad 
Box. The connection of the 
shall comply with 250.146. 

406.12 Tamper Resistant Receptacles 

(A) Dwelling Units. In all areas specified in 210.52, all 
nonlocking-type 125-volt, 15- and 20-ampere receptacles 
shall be Usted tamper-resistant receptacles. 



(4) Nongrounding receptacles used for replacements as 
permitted in 406.4(D)(2)(a). 

406.15 Dimmer Controlled Receptacles. A receptacle 
supplying lighting loads shall not be connected to a dimmer 
unless the plug/receptacle combination is a nonstandard 
configuration type tlmt is specifically listed and identified 
for each such uni^grcombination. [ROP 18-53] 


ARTWLE 408 
Thboards, Switchgear, and 
Panelboards 


Scope. This article covers switchboards, switchgear, 
*and panelboards. It does not apply to equipment operating 
at over 1000 volts, except as specifically referenced else- 
where in the Cade. [ROP 9-104a] 

408.2 Other Articles. Switches, Circuit breakers, and over- 
current devices used on switchboards, switchgear, and pan¬ 
elboards and their enclosures shall comply with this article 
and also with the requirements of Articles 240, 250, 312, 
404, and other articles that apply. Switchboards, switch¬ 
gear, and panelboards in hazardous (classified) locations 
shall comply with the applicable provisions of Articles 500 
through 517. [ROP 9-103a, ROP 9-107] 



(B) Guest Rooms and Guest Suites of Hotels and Mo¬ 
téis. All nonlocking-type 125-volt, 15- and 20-ampere re¬ 
ceptacles located in guest rooms and guest suites of hotels 
and motéis shall be listed tamper-resistant receptacles. 

(C) Child Care Facilities. In all child care facilities, all 
nonlocking-type 125-volt, 15- and 20-ampere receptacles 
shall be Usted tamper-resistant receptacles. 

Exception to (A), (B), and (C): Receptacles in thefollowing 
locations shall not be required to be tamper-resistant: 


408.3 Support and Arrangement of Busbars and Con- 
ductors. 

(A) Conductors and Busbars on a Switchboard, Switch¬ 
gear, or Panelboard. Conductors and busbars on a switch¬ 
board, switchgear, or panelboard shall comply with 
408.3(A)(1), (A)(2), and (A)(3) as applicable. [ROP 
9-103a] 

(1) Location. Conductors and busbars shall be located so 
as to be free from physical damage and shall be held firmly 
in place. 
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(2) Service Switchboards and Switchgear. Barriers shall 
be placed in all Service switchboards and switchgear such 
that no uninsulated, ungrounded Service busbar or Service 
terminal is exposed to inadvertent contact by persons or 
maintenance equipment while servicing load terminations. 
[ROP 9-103a] 

(3) Same Vertical Section. Other than the required inter- 
connections and control wiring, only those conductors that 
are intended for termination in a vertical section of a 
switchboard or switchgear shall be located in that section. 

[ROP 9-103a] 


rangements shall be permitted for additions to existing in- 
stallations and shall be marked. [ROP 9-103a] 

Exception: Equipment within the same single section or 
multisection switchboard, switchgear or panelboard as the 
meter on 3-phase, 4-wire, delta-connected systems shall be 
permitted to have the same phase configuration as the me- 
tering equipment. [ROP 9-103a] 

Informational Note: See 110.15 for requirements on mark- 
ing the busbar or phase conductor having the higher voltage 
to ground where supplied from a 4-wire, delta-connected 
system. 


Exception: Conductors shall be permitted to travel hori- 
zontally through vertical sections of switchboards or 
switchgear where such conductors are isolated from bus- 
bars by a barrier. [ROP 9-103a] 

(B) Overheating and Inductive Effects. The arrangement 
of busbars and conductors shall be such as to avoid over¬ 
heating due to inductive effects. 

(C) Used as Service Equipment. Each switchboard, 
switchgear, or panelboard, if used as Service equipment, 
shall be provided with a main bonding jumper sized in 
accordance with 250.28(D) or the equivalent placed' 
the panelboard or one of the sections of the switchbo! 
switchgear for connecting the grounded Service cond! 
on its supply side to the switchboard, sw¡tchge®. ()r pai 
board frame. All sections of a switchb|^Woi^*itchgel 
shall be bonded together using an ea^pnent boMing coi 
ductor sized in accordance with Tal 
250.66 as appropriate. [ROP 9^)3a 




relboards 
grounded- 
J6 shall not be 
\g jumper. [ROP 


Exception: Switchboards^^witchg 
used as Service equipm^Fon high 
neutral systems in accom^tee with 25] 
required to be provided with "r mui in bo 

9-103a] 


(D) Termináis. In switchboards , switchgear and panel- 
boards, load termináis for field wiring, including grounded 
Circuit conductor load termináis and connections to the 
equipment grounding conductor bus for load equipment 
grounding conductors, shall be so located that it is not 
necessary to reach across or beyond an uninsulated un¬ 
grounded line bus in order to make connections. [ROP 
9-103a] 


(E) 1 


s Arrangement. [ROP 9-103a] 


(1) AC Phase Arrangement. AC phase arrangement on 
3-phase buses shall be A, B, C from front to back, top to 
bottom, or left to right, as viewed from the front of the 
switchboard , switchgear or panelboard. The B phase shall 
be that phase having the higher voltage to ground on 
3-phase, 4-wire, delta-connected systems. Other busbar ar- 


(2) DC Bus Arrangement. There shall be no specific bus 
arrangement required of DC ungrounded buses. Arrange¬ 
ment of DC huses shall be field marked as to polarity, 
grounding^prem, and nominal voltage. [ROP 9-110] 
CauM^wgn(s) or label(s) provided in accordance with 
items^ftm^flh (5) shall comply with 110.21(B). [ROP 


chgear or Panelboard Identifica- 

[igh-Leg Identification. A switchboard, switchgear, 
Iboard containing a 4-wire, delta-connected system 
midpoint of one phase winding is grounded shall 
ibly and permanently field marked as follows: 
Caution_Phase Has_Volts to Ground” 

(2) Ungrounded AC Systems. A switchboard, switchgear, 
or panelboard containing an ungrounded AC electrical sys¬ 
tem as permitted in 250.21 shall be legibly and permanently 
field marked as follows: 

“Caution Ungrounded System Operating — _ 

Volts Between Conductors” 

(3) High-Impedance Grounded Neutral AC System. A 

switchboard, switchgear, or panelboard containing a high- 
impedance grounded neutral AC system in accordance with 
250.36 shall be legibly and permanently field marked as 
follows: 

“Caution High Impedance-Grounded Neutral AC Sys¬ 
tem Operating —_Volts Between Conductors” and 

“May Opérate —_Volts to Ground for Indefinite Pe- 

riods Under Fault Conditions” 

(4) Ungrounded DC Systems. A switchboard, switchgear, 
or panelboard containing an ungrounded DC electrical sys¬ 
tem in accordance with 250.169 shall be legibly and per¬ 
manently field marked as follows: 

“Caution Ungrounded DC System Operating —_ 

Volts Between Conductors” 

(5) Resistively Grounded DC Systems. A switchboard, 
switchgear, or panelboard, containing a resistive connection 
between current carrying conductors and the grounding 
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system to stabilize voltage to ground shall be legibly and 
permanently field marked as follows: 

“Caution DC System Operating — _.Volts Be- 

tween Conductors” and “May Opérate —_Volts to 

Ground for Indefinite Periods Under Fault Conditions” 

(G) Minimum Wire-Bending Space. The mínimum wire- 
bending space at termináis and minimum gutter space pro- 
vided in panelboards, switchgear, and switchboards shall be 
as required in 3 12.6. [ROP 9-103a] 

408.4 Field Identification Required. 


Table 408.5 Clearance for Conductors Entering Bus 
Enclosures 


Conductor 

Minimum Spacing Between Bottom 
of Enclosure and Busbars, Their 
Supports, or Other Obstructions 

mm in. 

Insulated busbars, their 

200 8 

supports, or other 


obstructions 


Noninsulated busbars 

250 10 


(A) Circuit Directory or Circuit Identification. Every 
circuit and circuit modification shall he legibly identified as 
to its clear, evident, and specific purpose or use. The iden- 
tification shall inelude an approved degree of detail that 
allows each circuit to be distinguished from all others. 
Spare positions that contain unused overcurrent devices or 
switches shall be described accordingly. The identification 
shall be included in a circuit directory that is located on the 
face or inside of the panel door in the case of a panelboard, 
and located at each switch or circuit breaker in a switch- 
board or switchgear. No circuit shall be described in a man- 
ner that depends on transient conditions of occupancy.^ 
[ROP 9-2, ROP 9-103a] 

(B) Source of Supply. All switchboards , switchgear, and 
panelboards supplied by a feeder(s) in other t hjg 
two-family dwellings shall be marked to indú^e eacltV 
vice or equipment where the power originq^^ [ROP 9 
ROP 9-103a] 

408.5 Clearance for Conductor.dEÍí 
sures. Where conduits or otha^iceways e^^k a s^^feh- 
board, switchgear, floor-standingfcwtelboard, o^milar en- 
closure at the bottom, approved s^^tshall be^avided to 
permit installation of conductors in t^knclo^^. The wir- 
ing space shall not be less than shown ii^fcÉre 408.5 where 
the conduit or raceways enter or leave the enclosure below 
the busbars, their supports, or other obstructions. The con¬ 
duit or raceways, including their end fittings, shall not rise 
more than 75 mm (3 in.) above the bottom of the enclosure. 
[ROP 9-2, ROP 9-103a] 

408.7 Unused Openings. Unused openings for circuit 
breakers and switches shall be closed using identified clo- 
sures, or other approved means that provide protection sub- 
stantially equivalent to the wall of the enclosure. 

II. Switchboards and Switchgear 
[ROP 9-103a] 

408.16 Switchboards and Switchgear in Damp or Wet 
Locations. Switchboards and switchgear in damp or wet 


locations shall be installed in accordance with 312.2. [ROP 
9-103a] 

408.17 Locationfflfelative to Easily Ignitible Material. 

Switchboards^ffl^Kitchgear shall be placed so as to re¬ 
duce to a rdWmum^^probability of communicating tire 
to adjat^r combustibll^fciterials. Where installed over a 
corrí le floor, suitabl^fcotection thereto shall be pro- 

l.|ROI»^103a] 

408.1Í 

¿rom Ceiling. For other than a totally enclosed 

_i or switchgear, a space not less than 900 mm 

!) shatroe provided between the top of the switchboard 
r switchgear and any combustible ceiling, unless a non- 
mbustible shield is provided between the switchboard or 
Intchgear and the ceiling. [ROP 9-103a] 

(B) Around Switchboards and Switchgear. Clearances 
around switchboards and switchgear shall comply with the 
provisions of 110.26. [ROP 9-103a] 

408.19 Conductor Insulation. An insulated conductor 
used within a switchboard or switchgear shall be listed, 
shall be ñame retardant, and shall be rated not less than the 
voltage applied to it and not less than the voltage applied to 
other conductors or busbars with which it may come in 
contact. [ROP 9-103a] 

408.20 Location of Switchboards and Switchgear. 

Switchboards and switchgear that have any exposed live 
parts shall be located in permanently dry locations and then 
only where under competent supervisión and accessible 
only to qualified persons. Switchboards and switchgear 
shall be located such that the probability of damage from 
equipment or processes is reduced to a minimum. [ROP 
9-103a] 

408.22 Grounding of Instruments, Relays, Meters, and 
Instrument Transformers on Switchboards and Switch¬ 
gear. Instruments, relays, meters, and instrument trans¬ 
formers located on switchboards and switchgear shall be 
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408.41 


grounded as specified in 250.170 through 250.178. [ROP 
9-103a] 


III. Panelboards 

408.30 General. All panelboards shall have a rating not 
less than the mínimum feeder capacity required for the load 
calculated in accordance with Part III, IV, or V of Article 
220, as applicable. 

[ROP 9-121a] 

408.36 Overcurrent Protection. In addition to the re- 
quirement of 408.30, a panelboard shall be protected by an 
overcurrent protective device having a rating not greater 
than that of the panelboard. This overcurrent protective de¬ 
vice shall be located within or at any point on the supply 
side of the panelboard. 

Exception No. 1: Individual protection shall not be re¬ 
quired for a panelboard used as Service equipment with 
múltiple disconnecting means in accordance with 230.71. 

In panelboards protected by three or more main Circuit 
breakers or sets of fuses, the Circuit breakers or sets of ' 
fuses shall not supply a second bus structure within the 
same panelboard assembly. 

Exception No. 2: Individual protection shall not i 
quired for a panelboard protected on its supply side bj I 
main Circuit breakers or two sets of fuses 
bined rating not greater than that of d^^um^board. \ 
panelboard constructed or wired und^Kis exceWion sha ^ 
not contain more than 42 overcurren^mvices^ __ 
poses of determining the máximum oj^^^Krcurrent ae- 
vices, a 2-pole or a 3-pole be consid- 

Exception No. 3: Fo^^ústing panelboards. individual 
protection shall not be recp^ul for a pBelboard used as 
Service equipment for an indi^^wl retfliéén tial occupancy. 

(A) Snap Switches Rated at 30 Amperes or Less. Panel¬ 
boards equipped with snap switches rated at 30 amperes or 
less shall have overcurrent protection of 200 amperes or 
less. 

(B) Supplied Through a Transformen Where a panel¬ 
board is supplied through a transformer, the overcurrent 
protection required by 408.36 shall be located on the sec- 
ondary side of the transformer. 

Exception: A panelboard supplied by the secondary side 
of a transformer shall be considered as protected by the 
overcurrent protection provided on the primary side of the 
transformer where that protection is in accordance with 
240.21(C)(l). 

(C) Delta Breakers. A 3-phase disconnect or overcurrent 
device shall not be connected to the bus of any panelboard 


that has less than 3-phase buses. Delta breakers shall not be 
installed in panelboards. 

(D) Back-Fed Devices. Plug-in-type overcurrent protec¬ 
tion devices or plug-in type main lug assemblies that are 
backfed and used to terminate field-installed ungrounded 
supply conductors shall be secured in place by an addi- 
tional fastener that requires other than a pulí to release the 
device from the mounting means on the panel. 

408.37 Panelboards in Damp or Wet Locations. Panel¬ 
boards in damp or wet locations shall be installed to com- 
ply with 312.2. 

408.38 Enclosure. Panelboards shall be mounted in cabi- 
nets, cutout bmses, or identified enclosures and shall be 
dead-front.^^BoP 9-125] 

Exceptio0^£anelboards other than of the dead-front, ex- 
temalfopenBztype shall be permitted where accessible 
►fo qualifiec^bvsons. 

^08.39 j i R elative Arrangement of Switches and Fuses. In 

rards, fuses of any type shall be installed on the load 
f any switches. 

Excf^on: Fuses installed as part of Service equipment in 
mee with the provisions of230.94 shall be permitted 
? Une side of the Service switch. 

408.40 Grounding of Panelboards. Panelboard cabinets 
and panelboard frarnes, if of metal, shall be in physical 
contact with each other and shall be connected to an equip¬ 
ment grounding conductor. Where the panelboard is used 
with nonmetallic raceway or cable or where sepárate equip¬ 
ment grounding conductors are provided, a terminal bar for 
the equipment grounding conductors shall be secured inside 
the cabinet. The terminal bar shall be bonded to the cabinet 
and panelboard frame, if of metal; otherwise it shall be 
connected to the equipment grounding conductor that is run 
with the conductors feeding the panelboard. 

Exception: Where an isolated equipment grounding con¬ 
ductor is provided as permitted by 250.146(D), the insu- 
lated equipment grounding conductor that is run with the 
Circuit conductors shall be permitted to pass through the 
panelboard without being connected to the panelboard’s 
equipment grounding terminal bar. 

Equipment grounding conductors shall not be con¬ 
nected to a terminal bar provided for grounded conductors 
or neutral conductors unless the bar is identified for the 
purpose and is located where interconnection between 
equipment grounding conductors and grounded Circuit con¬ 
ductors is permitted or required by Article 250. 

408.41 Grounded Conductor Terminations. Each 
grounded conductor shall terminate within the panelboard 
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in an individual terminal that is not also used for another 
conductor. 

Exception: Grounded conductors of circuits with parallel 
conductors shall be permitted to termínate in a single ter¬ 
minal if the terminal is identified for connection of more 
than one conductor. 


IY. Construction Specifications 

408.50 Panels. The panels of switchboards and switchgear 
shall be made of moisture-resistant, noncombustible mate¬ 
rial. [ROP 9-103a] 

408.51 Busbars. Insulated or bare busbars shall be rigidly 
mounted. 

408.52 Protection of Instrument Circuits. Instruments, 
pilot lights, voltage (potential) transformers, and other 
switchboard or switchgear devices with potential coils shall 
be supplied by a circuit that is protected by standard over- 
current devices rated 15 amperes or less. [ROP 9-129] 

Exception No. 1: Overcurrent devices rated more than 15 
amperes shall be permitted where the interruption of the 
circuit could create a hazard. Short-circuit protection shall 
be provided. 

Exception No. 2: For ratings of2 amperes 
types of enclosed fuses shall be permitted. 

408.53 Component Parts. Switches, fuset 
ers used on panelboards shall comply witl 
requirements of Articles 240 and 40ág 

408.54 Máximum Number of Overcurrent 

panelboard shall be provided w^kahysical rntSs to pre- 
vent the installation of more overc^wit devic» than that 
number for which the panelboard waAuiK rated, and 
listed. 

For the purposes of this section, a 2-pole circuit breaker 
or fusible switch shall be considered two overcurrent de¬ 
vices; a 3-pole circuit breaker or fusible switch shall be 
considered three overcurrent devices. 



and designed to contain not over 42 overcurrent devices. 
For the purposes of this exception, a 2-pole or a 3-pole 
circuit breaker shall be considered as two or three overcur¬ 
rent devices, respectively. 

Exception No. 2: Either the top or bottom wire-bending 
space for any panelboard shall be permitted to be sized in 
accordance with Table 312.6(A) where at least one side 
wire-bending space is sized in accordance with Table 
312.6(B)) for the largest conductor to be terminated in any 
side wire-bending space. 

Exception No. 3: The top and bottom wire-bending space 
shall be permitted to be sized in accordance with Table 
312.6(A) spacings if the panelboard is designed and con- 
structed for wiring using only a single 90 degree bend for 
each conductor, incbáding the grounded circuit conductor, 
and the wiring di^Kim shows and specifies the method of 
wiring that shuM^^tsed. 

Exception No: 4: '^Éj üier the top or the bottom wire- 
bending space. but not mide shall be permitted to be sized 
in ac^Kance with Table^^6(A) where there are no con- 
du dmr s ternijfited in that space. 

'ire-Bending Space. Side wire-bending space 
xordance with Table 312.6(A) for the largest 
terminated in that space. [ROP 9-130] 


'ire-Bending Space. Where a raceway or cable 
is in the wall of the enclosure opposite a removable 
, the distance from that wall to the cover shall be 
útted to comply with the distance required for one wire 
terminal in Table 312.6(A). The distance between the 
center of the rear entry and the nearest termination for the 
entering conductors shall not be less than the distance given 
in Table 312.6(B). [ROP 9-130] 

408.56 Mínimum Spacings. The distance between bare 
metal parts, busbars, and so forth shall not be less than 
specified in Table 408.56. 

Where cióse proximity does not cause excessive heat- 
ing, parts of the same polarity at switches, enclosed fuses, 
and so forth shall be permitted to be placed as cióse to- 
gether as convenience in handling will allow. 


408.55 Wire-Bending Space Within an Enclosure Con- 
taining a Panelboard. [ROP 9-130] 

(A) Top and Bottom Wire-Bending Space. The enclosure 
for a panelboard shall have the top and bottom wire- 
bending space sized in accordance with Table 312.6(B) for 
the largest conductor entering or leaving the enclosure. 

[ROP 9-130] 

Exception No. 1: Either the top or bottom wire-bending 
space shall be permitted to be sized in accordance with 
Table 312.6(A) for a panelboard rated 225 amperes or less 


Exception: The distance shall be permitted to be less than 
that specified in Table 408.56 at circuit breakers and 
switches and in listed components installed in switch¬ 
boards, switchgear, and panelboards. [ROP 9-103a] 

408.58 Panelboard Marking. Panelboards shall be dura- 
bly marked by the manufacturer with the voltage and the 
current rating and the number of AC phases or DC phases 
for which they are designed and with the manufacturer’s 
ñame or trademark in such a manner so as to be visible 
after installation, without disturbing the interior parts or 
wiring. [ROP 9-134] 
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Table 408.56 Minimum Spacings Between Bare Metal Parts Table 409.3 Other Articles 


AC or DC 
Voltage 
[ROP 9-133] 

Opposite 
Polarity 
Where 
Mounted on 
the Same 
Surface 

Opposite 
Polarity 
Where Held 
Free in Air 

Live Parts to 
Ground* 

mm in. 

mm 

in. 

mm in. 

Not over 125 

nominal 

19.1 * 1 2 3 /4 

12.7 

1/2 

12.7 3/2 

Not over 250 

nominal 

31.8 m 

19.1 

3 /4 

12.7 3/2 

Not over 

1000 volts, 
nominal 

[ROP 

9-132] 

50.8 2 

25.4 


25.4 1 


Equipment/Occupancy 


Branch circuits 
Luminaires 

Motors, motor circuits, and 
controllers 
Air-conditioning and 
refrigerating equipment 
Capacitors 

Hazardous (classified) 
locations 


500, 501, 502, 
503, 504, 505 


Commercial garages; aircraft 511, 513, 514, 



*For spacing between live parts and doors of cabinets, 
312.11 (A)( 1), (2), and (3). 


ARTICLE 409 
Industrial Control Panels 


409.1 Scope. This article covers 
intended for general use and operating 

[ROP 11-10] 

Informational Note: ANMpTjL 508A, 
trial Control Panels , isv^Mety standard 
trol panels. [ROP 11-111 

[ROP 11-5, ROP 11-7] 

409.3 Other Articles. In addition to the requirements of 
Article 409, industrial control panels that contain branch 
circuits for specific loads or components, or are for control 
of specific types of equipment addressed in other articles of 
this Code, shall be constructed and installed in accordance 
with the applicable requirements from the specific articles 
in Table 409.3. 

II. Installation 

409.20 Conductor — Minimum Size and Ampacity. The 

size of the industrial control panel supply conductor shall 
have an ampacity not less than 125 percent of the full-load 
current rating of all heating loads plus 125 percent of the 
full-load current rating of the highest rated motor plus the 
sum of the full-load current ratings of all other connected 


motors and apparatus based on their duty cycle that may be 
in operation at the same time. [ROP 11-13] 

409.21 Overcurrent Protection. 

(A) General. Industrial control panels shall be provided 
with overcurrent protection in accordance with Parts I, II, 
and IX of Article 240. 

(B) Location. This protection shall be provided for each 
incoming supply circuit by either of the following: 

(1) An overcurrent protective device located ahead of the 
industrial control panel. 

(2) A single main overcurrent protective device located 
within the industrial control panel. Where overcurrent 
protection is provided as part of the industrial control 
panel, the supply conductors shall be considered as ei¬ 
ther feeders or taps as covered by 240.21. 

(C) Rating. The rating or setting of the overcurrent protec¬ 
tive device for the circuit supplying the industrial control 
panel shall not be greater than the sum of the largest rating 
or setting of the branch-circuit short-circuit and ground- 
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fault protective device provided with the industrial control 
panel, plus 125 percent of the full-load current rating of all 
resistance heating loads, plus the sum of the full-load cur- 
rents of all other motors and apparatus that could be in 
operation at the same time. 

Exception: Where one or more instantaneous trip Circuit 
breakers or motor short-circuit protectors are usedfor mo¬ 
tor branch-circuit short-circuit and ground-fault protection 
as permitted by 430.52(C), the procedure specified above 
for determining the máximum rating of the protective de¬ 
vice for the Circuit supplying the industrial control panel 
shall apply with thefollowing provisión: For the purpose of 
the calculation, each instantaneous trip Circuit breaker or 
motor short-circuit protector shall be assumed to have a 
rating not exceeding the máximum percentage of motor 
full-load current permitted by Table 430.52 for the type of 
control panel supply Circuit protective device employed. 

Where no branch-circuit short-circuit and ground-fault 
protective device is provided with the industrial control 
panel for motor or combination of motor and non-motor 
loads, the rating or setting of the overcurrent protective 
device shall be based on 430.52 and 430.53, as applicable. 

409.22 Short-Circuit Current Rating. An industrial con¬ 
trol panel shall not be installed where the available fault 
current exceeds its short-circuit current rating as marked in 
accordance with 409.110(4). 

409.30 Disconnecting Means. Disconnectúg 
supply motor loads shall comply with Pa^ 

430. 

409.60 Grounding. Multisection^oustrn^^itro^^iels 
shall be bonded together with q^puipment giíRdingR 
ductor or an equivalent equipmi^^rounding cR sized in 
accordance with Table 250.122. Ec^Rment groMaing con- 
ductors shall be connected to this eqinfRgi^Kunding bus 
or to an equipment grounding terminadoi^mnt provided in 
a single-section industrial control panel. 


III. Construction Specifications 

409.100 Enclosures. Table 110.29 shall be used as the ba- 
sis for selecting industrial control panel enclosures for use 
in specific locations other than hazardous (classified) loca- 
üons. The enclosures are not intended to protect against 
conditions such as condensation, icing, corrosión, or con- 
tamination that may occur within the enclosure or enter via 
the conduit or unsealed openings. 

409.102 Busbars and Conductors. Industrial control pan- 
els utilizing busbars shall comply with 409.102(A) and (B). 

(A) Support and Arrangement. Busbars shall be pro- 
tected frorn physical damage and be held firmly in place. 


(B) Phase Arrangement. The phase arrangement on 
3-phase horizontal common power and vertical buses shall 
be A, B, C from front to back, top to bottom, or left to right, 
as viewed from the front of the industrial control panel. The 
B phase shall be that phase having the higher voltage to 
ground on 3-phase, 4-wire, delta-connected systems. Other 
busbar arrangements shall be permitted for additions to ex- 
isting installations, and the phases shall be permanently 
marked. 

409.104 Wiring Space. 

(A) General. Industrial control panel enclosures shall not 
be used as junction boxes, auxiliary gutters, or raceways for 
conductors feeding through or tapping ofif to other switches 
or overcurrent device or other equipment, unless the con¬ 
ductors fill less th^TO percent of the cross-sectional area 
of the wiring In addition, the conductors, splices, 

and taps shíd®rot^Rthe wiring space at any cross section 
to more dgan75 per^^^f the cross-sectional area of that 
space^ 

iding Space. Wire bending space within in- 
¡ffol panels for field wiring termináis shall be in 
; ^ith the requirements in 430.10(B). 



fngs. Spacings in feeder circuits between un- 
6 parts of adj acent components, between unin- 
ITated live parts of components and grounded or acces¬ 
ible non-current-carrying metal parts, between uninsulated 
í parts of components and the enclosure, and at field 
Wiring termináis shall be as shown in Table 430.97. 

Exception: Spacings shall be permitted to be less than 
those specified in Table 430.97 at Circuit breakers and 
switches and in Usted components installed in industrial 
control panels. 

409.108 Service Equipment. Where used as Service 
equipment, each industrial control panel shall be of the type 
that is suitable for use as Service equipment. 

Where a grounded conductor is provided, the industrial 
control panel shall be provided with a main bonding 
jumper, sized in accordance with 250.28(D), for connecting 
the grounded conductor, on its supply side, to the industrial 
control panel equipment ground bus or equipment ground 
terminal. 

409.110 Marking. An industrial control panel shall be 
marked with the following information that is plainly vis¬ 
ible after installation: 

(1) Manufacturer’s ñame, trademark, or other descriptive 
marking by which the organization responsible for the 
product can be identified. 

(2) Supply voltage, number of phases, frequency, and full- 
load current for each incoming supply Circuit. 
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(3) Industrial control panels supplied by more than one 
power source such that more than one disconnecting 
means is required to disconnect all power within the 
control panel shall be marked to indícate that more than 
one disconnecting means is required to de-energize the 
equipment. 

(4) Short-circuit current rating of the industrial control 
panel based on one of the following: 

a. Short-circuit current rating of a listed and labeled 
assembly 

b. Short-circuit current rating established utilizing an 
approved method 

Informational Note: ANSI/UL 508A, Standard for Indus¬ 
trial Control Panels, Supplement SB, is an example of an 
approved method. [ROP 11—11] 

Exception to (4): Short-circuit current rating markings are 

not required for industrial control panels containing only 

control Circuit components. 

(5) If the industrial control panel is intended as Service 
equipment, it shall be marked to identify it as being 
suitable for use as Service equipment. 

(6) Electrical wiring diagram or the identification number 
of a sepárate electrical wiring diagram or a desij 
referenced in a sepárate wiring diagram. 

(7) An enclosure type number shall be marked on 
dustrial control panel enclosure. 


ARTI 

Luminaires, L¡ 


I. General 

410.1 Scope. This arricie covers^BÉnaires, portable lumi¬ 
naires, lampholders, pendants, incandescent filament lamps, 
are lamps, electric-discharge lamps, decorative lighting 
produets, lighting accessories for temporary seasonal and 
holiday use, portable flexible lighting produets, and the wir¬ 
ing and equipment forming part of such produets and light¬ 
ing installations. 

410.2 Definition. [ROP 18-5] 

Closet Storage Space. The volume bounded by the sides 
and back closet walls and planes extending from the closet 
floor vertically to a height of 1.8 m (6 ft) or to the highest 
clothes-hanging rod and parallel to the walls at a horizontal 
distance of 600 mm (24 in.) from the sides and back of the 
closet walls, respectively, and continuing vertically to the 
closet ceiling parallel to the walls at a horizontal distance of 
300 mm (12 in.) or the width of the shelf, whichever is 


greater; for a closet that permits access to both sides of a 
hanging rod, this space ineludes the volume below the 
highest rod extending 300 mm (12 in.) on either side of the 
rod on a plañe horizontal to the floor extending the entire 
length of the rod. See Figure 410.2. 




[10.2 Closet Storage Space. 


[ROP 18-5] 


410.5 Live Parts. Luminaires, portable luminaires, lam¬ 
pholders, and lamps shall have no live parts normally ex- 
posed to contact. Exposed accessihle termináis in lam¬ 
pholders and switches shall not be installed in metal 
luminaire canopies or in open bases of portable table or 
floor luminaires. 

Exception: Cleat-type lampholders located at least 2.5 m 
(8 ft) above the floor shall be permitted to have exposed 
termináis. 

410.6 Listing Required. All luminaires and lampholders 
and retroñt kits shall be listed. [ROP 18-59] 

410.8 Inspection. Luminaires shall be installed such that 
the connections between the luminaire conductors and the 
circuit conductors can be inspected without requiring the 
disconnection of any part of the wiring unless the lumi¬ 
naires are connected by attachment plugs and receptacles. 

II. Luminaire Locations 

410.10 Luminaires in Specific Locations. 

(A) Wet and Damp Locations. Luminaires installed in 
wet or damp locations shall be installed such that water 
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cannot enter or accumulate in wiring compartments, lam- 
pholders, or other electrical parts. All luminaires installed 
in wet locations shall be marked, “Suitable for Wet Loca- 
tions.” All luminaires installed in damp locations shall be 
marked “Suitable for Wet Locations” or “Suitable for 
Damp Locations.” 

(B) Corrosive Locations. Luminaires installed in corro- 
sive locations shall be of a type suitable for such locations. 

(C) In Ducts or Hoods. Luminaires shall be permitted to 
be installed in commercial cooking hoods where all of the 
following conditions are met: 

(1) The luminaire shall be identified for use within com¬ 
mercial cooking hoods and installed such that the tem- 
perature limits of the materials used are not exceeded. 

(2) The luminaire shall be constructed so that all exhaust 
vapors, grease, oil, or cooking vapors are excluded 
from the lamp and wiring compartment. Diífusers shall 
be resistant to thermal shock. 

(3) Parts of the luminaire exposed within the hood shall be 
corrosión resistant or protected against corrosión, and 
the surface shall be smooth so as not to collect deposits 
and to facilítate cleaning. 

(4) Wiring methods and materials supplying the lumi-1 
naire(s) shall not be exposed within the cooking hood. 

Informational Note: See 110.11 for conductors andjj 
ment exposed to deteriorating agents. 

(D) Bathtub and Shower Areas. No 

connected luminaires, chain-, cable-, or cord^ 
minaires, lighting track, pendants, 

(paddle) fans shall be located 
900 mm (3 ft) horizontally anc^^pm (8 ft) 
the top of the bathtub rim or stall thráBold. This 

zone is all encompassing and in^®^ the sn^^ directly 
over the tub or shower stall. Luminai^kloc^O within the 
actual outside dimensión of the bathtuB^ shower to a 
height of 2.5 m (8 ft) vertically from the top of the bathtub 
rim or shower threshold shall be marked for damp loca¬ 
tions, or marked for wet locations where subject to shower 
spray. 


sured from the lowest surface of the roof decking to the top 
of the luminaire. [ROP 18-66] 

410.11 Luminaires Near Combustible Material. Lumi¬ 
naires shall be constructed, installed, or equipped with 
shades or guards so that combustible material is not sub- 
jected to temperatures in excess of 90°C (194°F). 

410.12 Luminaires over Combustible Material. Lam- 
pholders installed over highly combustible material shall be 
of the unswitched type. Unless an individual switch is pro- 
vided for each luminaire, lampholders shall be located at 
least 2.5 m (8 ft) above the floor or shall be located or 
guarded so that the lamps cannot be readily removed or 
damaged. 

410.14 Luí r Windows. Chain-supported 

luminaires i idow shall be permitted to be 

externallyv ernally wired luminaires shall 

be uset^ 

res in Clothes Closets. 



inaire Types Permitted. Only luminaires of the 
jes shall be permitted in a closet: 
tonted or recessed incandescent or LED lu- 
^with completely enclosed light sources 
T Surface-mounted or recessed fluorescent luminaires 
) Surface-mounted fluorescent or LED luminaires identi- 
f fied as suitable for installation within the closet storage 
space 

(B) Luminaire Types Not Permitted. Incandescent lumi¬ 
naires with open or partially enclosed lamps and pendant 
luminaires or lampholders shall not be permitted. 

(C) Location. The minimum clearance between luminaires 
installed in clothes closets and the nearest point of a closet 
storage space shall be as follows: 

(1) 300 mm (12 in.) for surface-mounted incandescent or 
LED luminaires with a completely enclosed light 
source installed on the wall above the door or on the 
ceiling. 


(E) Luminaires in Indoor Sports, Mixed-Use, and All- 
Purpose Facilities. Luminaires subject to physical damage, 
using a mercury vapor or metal halide lamp, installed in 
playing and spectator seating areas of indoor sports, mixed- 
use, or all-purpose facilities shall be of the type that pro- 
tects the lamp with a glass or plástic lens. Such luminaires 
shall be permitted to have an additional guard. 

(F) Luminaires Installed in or Under Roof Decking. Lu¬ 
minaires installed in exposed or concealed locations under 
metal - corrugated sheet roof decking, shall be installed and 
supported so there is not less than 38 mm (1 1/2 in.) mea- 


(2) 150 mm (6 in.) for surface-mounted fluorescent lumi¬ 
naires installed on the wall above the door or on the 
ceiling. 

(3) 150 mm (6 in.) for recessed incandescent or LED lu¬ 
minaires with a completely enclosed light source in¬ 
stalled in the wall or the ceiling. 

(4) 150 mm (6 in.) for recessed fluorescent luminaires in¬ 
stalled in the wall or the ceiling. 

(5) Surface-mounted fluorescent or LED luminaires shall 
be permitted to be installed within the closet storage 
space where identified for this use. 


70-298 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 410 — LUMINAIRES, LAMPHOLDERS, AND LAMPS 


410.36 


410.18 Space for Cove Lighting. Coves shall have ad- 
equate space and shall be located so that lamps and equip- 
ment can be properly installed and maintained. 

III. Provisions at Luminaire Outlet Boxes, Canopies, 
and Pans 

410.20 Space for Conductors. Canopies and outlet boxes 
taken together shall provide sufficient space so that lumi¬ 
naire conductors and their connecting devices are capable 
of being installed in accordance with 314.16. Only canopies 
marked with internal volume shall be included in the total 
box volume calculation. [ROP 18-68] 

410.21 Temperature Limit of Conductors in Outlet 
Boxes. Luminaires shall be of such construction or installed 
so that the conductors in outlet boxes shall not be subjected 
to temperatures greater than that for which the conductors 
are rated. 

Branch-circuit wiring, other than 2-wire or multiwire 
branch circuits supplying power to luminaires connected 
together, shall not be passed through an outlet box that is an < 
integral part of a luminaire unless the luminaire is identified 
for through-wiring. 


Informational Note: See 410.64(C) for wiring suppl 
power to luminaires connected together. 



410.22 Outlet Boxes to Be Covered. Ij 

stallation, each outlet box shall be pr 
unless covered by means of a h 
pholder, receptacle, or similar device. 

410.23 Covering of 
Boxes. Any combustiblj 
tween the edge of a lumíl 
box having a surface area 
shall be covered with nonc3! 

18-69] 

410.24 Connection of Electric-Discharge and LED Lu¬ 
minaires. 


IV. Luminaire Supports 
410.30 Supports. 

(A) General. Luminaires and lampholders shall be se- 
curely supported. A luminaire that weighs more than 3 kg 
(6 Ib) or exceeds 400 mm (16 in.) in any dimensión shall 
not be supported by the screw shell of a lampholder. 

(B) Metal or Nonmetallic Poles Supporting Luminaires. 

Metal or nonmetallic poles shall be permitted to be used to 
support luminaires and as a raceway to endose supply con¬ 
ductors, provided the following conditions are met: 

(1) A pole shall have a handhole not less than 50 mm x 
100 mm (2 in. x 4 in.) with a cover suitable for use in 
wet locations to provide access to the supply termina- 
tions wjdjfiñ the pole or pole base. 

1: No handhole shall be required in a pole 
ft) in height abovegrade where the supply 

1 g method^^tinues without splice or pulí point, and 
\ere the interior pole and any splices are accessible 
r by ren^mng the luminaire. 

tion No. 2: No handhole shall be required in a pole 
{20 ft) or less in height abovegrade that is provided 
Inged base. 

'here raceway risers or cable is not installed within 
le pole, a threaded fitting or nipple shall be brazed, 
welded, or attached to the pole opposite the handhole 
for the supply connection. 

(3) A metal pole shall be provided with an equipment 
grounding terminal as follows: 

a. A pole with a handhole shall have the equipment 
grounding terminal accessible from the handhole. 

b. A pole with a hinged base shall have the equipment 
grounding terminal accessible within the base. 

Exception to (3): No grounding terminal shall be required 
in a pole 2.5 m (8ft) or less in height abovegrade where the 
supply wiring method continúes without splice or pulí, and 
where the interior of the pole and any splices are accessible 
by removing the luminaire. 


(A) Independent of the Outlet Box. Electric-discharge 
and LED luminaires supported independently of the outlet 
box shall be connected to the branch circuit through metal 
raceway, nonmetallic raceway, Type MC cable, Type AC 
cable, Type MI cable, nonmetallic sheathed cable, or by 
flexible cord as permitted in 410.62(B) or 410.62(C). 

(B) Access to Boxes. Electric-discharge and LED lumi¬ 
naires surface mounted over concealed outlet, pulí, or junc- 
tion boxes and designed not to be supported solely by the 
outlet box shall be provided with suitable openings in the 
back of the luminaire to provide access to the wiring in the 
box. 


(4) A metal pole with a hinged base shall have the hinged 
base and pole bonded together. 

(5) Metal raceways or other equipment grounding conduc¬ 
tors shall be bonded to the metal pole with an equip¬ 
ment grounding conductor recognized by 250.118 and 
sized in accordance with 250.122. 

(6) Conductors in vertical poles used as raceway shall be 
supported as provided in 300.19. 

410.36 Means of Support. 

(A) Outlet Boxes. Outlet boxes or fittings installed as re¬ 
quired by 314.23 and complying with the provisions of 
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314.27(A)(1) and 314.27(A)(2) shall be permitted to sup- 
port luminaires. 

(B) Suspended Ceilings. Framing members of suspended 
ceiling systems used to support luminaires shall be securely 
fastened to each other and shall be securely attached to the 
building structure at appropriate intervals. Luminaires shall 
be securely fastened to the ceiling framing member by me- 
chanical means such as bolts, screws, or rivets. Listed clips 
identified for use with the type of ceiling framing mem- 
ber(s) and luminaire(s) shall also be permitted. 

(C) Luminaire Studs. Luminaire studs that are not a part 
of outlet boxes, hickeys, tripods, and crowfeet shall be 
made of Steel, malleable iron, or other material suitable for 
the application. 

(D) Insulating Joints. Insulating joints that are not de- 
signed to be mounted with screws or bolts shall have an 
exterior metal casing, insulated from both screw connec- 
tions. 

(E) Raceway Fittings. Raceway fittings used to support a 
luminaire(s) shall be capable of supporting the weight of 
the complete fixture assembly and lamp(s). 

(F) Busways. Luminaires shall be permitted to be con- 
nected to busways in accordance with 368.17(C). 


(G) Trees. Outdoor luminaires and associ 
shall be permitted to be supported by trees. 

Informational Note No. 1: See 225.26 for 
support of overhead conductors. 


V. Grounding 


410.40 General. Luminaires and lightin^requipment shall 
be grounded as required in Article 250 and Part V of this 
article. 

410.42 Luminaire(s) with Exposed Conductive Parts. 

Exposed metal parts shall be connected to an equipment 
grounding conductor or insulated from the equipment 
grounding conductor and other conducting surfaces or be 
inaccessible to unqualified personnel. Lamp tie wires, 
mounting screws, clips, and decorative bands on glass 
spaced at least 38 mm (IV2 in.) from lamp termináis shall 
not be required to be grounded. 

410.44 Methods of Grounding. Luminaires and equip¬ 
ment shall be mechanically connected to an equipment 
grounding conductor as specified in 250.118 and sized in 
accordance with 250.122. 



Exception No. 1: Luminaires made of insulating material 
that is directly wired or attached to outlets supplied by a 
wiring method that does not provide a ready means for 
grounding attachment to an equipment grounding conduc¬ 
tor shall be made of insulating material and shall have no 
exposed conductive parts. 

Exception No. 2: Replacement luminaires shall be permit¬ 
ted to connect an equipment grounding conductor from the 
outlet in compliance with 250.130(C). The luminaire shall 
then comply with 410.42. 

Exception No. 3: Where no equipment grounding conduc¬ 
tor exists at the outlet, replacement luminaires that are 
GFCI protected shall not be required to be connected to an 
equipment grounding conductor. 

410.46 Equipment Grounding Conductor Attachment. 

Luminaires witip»osed metal parts shall be provided with 
a means for^míe^fcc an equipment grounding conductor 
for such JAmnaires. 


410.48 Lnminaire Wiring — General. Wiring on or 
within lun^kiires shall be neatly arranged and shall not be 
¡d to^mysical damage. Excess wiring shall be 
iductors shall be arranged so that they are not 
lected to temperatures above those for which they are 


1.50 Polarization of Luminaires. Luminaires shall be 
Vired so that the screw shells of lampholders are connected 
to the same luminaire or circuit conductor or terminal. The 
grounded conductor, where connected to a screw shell lam- 
pholder, shall be connected to the screw shell. 

410.52 Conductor Insulation. Luminaires shall be wired 
with conductors having insulation suitable for the environ- 
mental conditions, current, voltage, and temperature to 
which the conductors will be subjected. 

Informational Note: For ampacity of fixture wire, máxi¬ 
mum operating temperature, voltage limitations, mínimum 
wire size, and other information, see Article 402. [ROP 
18-72a] 

410.54 Pendant Conductors for Incandescent Filament 
Lamps. 

(A) Support. Pendant lampholders with permanently at¬ 
tached leads, where used for other than festoon wiring, 
shall be hung from sepárate stranded rubber-covered con¬ 
ductors that are soldered directly to the circuit conductors 
but supported independently thereof. 

(B) Size. Unless part of listed decorative lighting assem- 
blies, pendant conductors shall not be smaller than 14 AWG 


70-300 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 410 — LUMINAIRES, LAMPHOLDERS, AND LAMPS 


410.62 


for mogul-base or medium-base screw shell lampholders or 
smaller than 18 AWG for intermedíate or candelabra-base 
lampholders. 

(C) Twisted or Cabled. Pendant conductors longer than 
900 mm (3 ft) shall be twisted together where not cabled in 
a listed assembly. 

410.56 Protection of Conductors and Insulation. 

(A) Properly Secured. Conductors shall be secured in a 
manner that does not tend to cut or abrade the insulation. 


(C) Support. Flexible cords shall be secured to the under- 
sides of showcases such that all of the following conditions 
are ensured: 

(1) The wiring is not exposed to physical damage. 

(2) The separation between cases is not in excess of 50 mm 
(2 in.), or more than 300 mm (12 in.) between the first 
case and the supply receptacle. 

(3) The free lead at the end of a group of showcases has a 
female fitting not extending beyond the case. 

(D) No Other Equipment. Equipment other than show- 
cases shall not be electrically connected to showcases. 


(B) Protection Through Metal. Conductor insulation 
shall be protected from abrasión where it passes through 
metal. 

(C) Luminaire Stems. Splices and taps shall not be lo- 
cated within luminaire arms or stems. 

(D) Splices and Taps. No unnecessary splices or taps shall 
be made within or on a luminaire. 


(E) Stranding. Stranded conductors shall be used fo^wir- 
ing on luminaire chains and on other mov able or fle^le^ 
parts. 

(F) Tensión. Conductors shall bejj 
weight of the luminaire or movable p! 
sion on the conductors. ^ 

410.59 Cord-Connected Showcases. ttadivíJSBil show- 
cases, other than fixed, s*Lbe permitteBto be connected 
by flexible cord to perman^^t installj^receptacles, and 
groups of not more than six su^^h*cases shall be per- 
mitted to be coupled together by fl^PTe cord and separable 
locking-type connectors with one of the group connected 
by flexible cord to a permanently installed receptacle. 

The installation shall comply with 410.59(A) through 
(E). 



(E) Secondary Circuit(s). Where showcases are cord- 
connected, th£ secondary circuit(s) of each electric- 
discharge H|wng ballast shall be limited to one showcase. 

410.62 Cord-Connected Lampholders and Luminaires. 

^Lampholdenfcyhere a metal lampholder is attached 
5 a flejáble cord, tnWnlet shall be equipped with an insu- 
tlatinavushing that, if threaded, is not smaller than metric 
mator 12 (trade size 3 /s) pipe size. The cord hole shall 
a size appropriate for the cord, and all burrs and fins 
__ shall^^k removed in order to provide a smooth bearing 
Tor the cord. 

mishing having holes 7 mm ( 9 Az in.) in diameter shall 
be permitted for use with plain pendant cord and holes 11 
mm ( 13 / í 2 in.) in diameter with reinforced cord. 

(B) Adjustable Luminaires. Luminaires that require ad- 
justing or aiming after installation shall not be required to 
be equipped with an attachment plug or cord connector, 
provided the exposed cord is of the hard-usage or extra- 
hard-usage type and is not longer than that required for 
máximum adjustment. The cord shall not be subject to 
strain or physical damage. 

(C) Electric-Discharge and LED Luminaires. 

(1) Cord-Connected Installation. A luminaire or a listed 
assembly shall be permitted to be cord connected if the 
following conditions apply: 


(A) Cord Requirements. Flexible cord shall be of the 
hard-service type, having conductors not smaller than the 
branch-circuit conductors, having ampacity at least equal to 
the branch-circuit overcurrent device, and having an equip¬ 
ment grounding conductor. 

Informational Note: See Table 250.122 for size of equip¬ 
ment grounding conductor. 

(B) Receptacles, Connectors, and Attachment Plugs. 

Receptacles, connectors, and attachment plugs shall be of a 
listed grounding type rated 15 or 20 amperes. 


(1) The luminaire is located directly below the outlet or 

busway. 

(2) The flexible cord meets all the following: 

a. Is visible for its entire length outside the luminaire 

b. Is not subject to strain or physical damage 

c. Is terminated in a grounding-type attachment plug 
cap or busway plug, or is a part of a listed assembly 
incorporating a manufactured wiring system con¬ 
nector in accordance with 604.6(C), or has a lumi¬ 
naire assembly with a strain relief and canopy hav¬ 
ing a máximum 152 mm (6 in.) long section of 
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raceway for attachment to an outlet box above a 
suspended ceiling 

(2) Provided with Mogul-Base, Screw Shell Lamphold- 
ers. Electric-discharge luminaires provided with mogul- 
base, screw shell lampholders shall be permitted to be con- 
nected to branch circuits of 50 amperes or less by cords 
complying with 240.5. Receptacles and attachment plugs 
shall be permitted to be of a lower ampere rating than the 
branch circuit but not less than 125 percent of the luminaire 
full-load current. 

(3) Equipped with Flanged Surface Inlet. Electric- 
discharge luminaires equipped with a flanged surface inlet 
shall be permitted to be supplied by cord pendants 
equipped with cord connectors. Inlets and connectors shall 
be permitted to be of a lower ampere rating than the branch 
circuit but not less than 125 percent of the luminaire load 
current. 

410.64 Luminaires as Raceways. Luminaires shall not be 
used as a raceway for circuit conductors unless they com- 
ply with 410.64(A), (B), or (C). 

(A) Listed. Luminaires listed and marked for use as a race¬ 
way shall be permitted to be used as a raceway. 

(B) Through-Wiring. Luminaires identified for through- 
wiring, as permitted by 410.21, shall be ner miHjBBfet.b e 
used as a raceway. 

(C) Luminaires Connected Together. 

signed for end-to-end connection to fo rm : 
sembly, or luminaires connected 
wiring methods, shall be permia®Tto contail 
tors of a 2-wire branch circu^fcr one muí e branch 

circuit, supplying the connected u^maires an til not be 

required to be listed as a raceway. cfctadd ti 2-wire 
branch circuit separately supplying one the con¬ 

nected luminaires shall also be permitted. 


410.74 Luminaire Rating. 

(A) Marking. All luminaires shall be marked with the 
máximum lamp wattage or electrical rating, manufacturéis 
ñame, trademark, or other suitable means of identification. 
A luminaire requiring supply wire rated higher than 60°C 
(140°F) shall be marked with the minimum supply wire 
temperature rating on the luminaire and shipping cartón or 
equivalent. 

(B) Electrical Rating. The electrical rating shall inelude 
the voltage and frequeney and shall indicate the current 
rating of the unit, including the baflast, transformer, LED 
driver, power supply, or autotransformer. 


aires shall be wired with flex- 
,4 and an attachment plug of 
ype. Where used with Edison- 
ided conductor shall be identi- 
shell and the identified blade 


andlamps. In addition to the provisions of 
tble handlamps shall comply with the fol- 



letalThell, paper-lined lampholders shall not be used. 

¡) Handlamps shall be equipped with a handle of molded 
composition or other insulating material. 

Handlamps shall be equipped with a substantial guard 
attached to the lampholder or handle. 

(4) Metallic guards shall be grounded by means of an 
equipment grounding conductor run with circuit con¬ 
ductors within the power-supply cord. 

(5) Portable handlamps shall not be required to be 
grounded where supplied through an isolating trans¬ 
former with an ungrounded secondary of not over 50 
volts. 


Informational Note: See Article 100 for the definition of 
Multiwire Branch Circuit. 

410.68 Feeder and Branch-Circuit Conductors and Bal- 
lasts. Feeder and branch-circuit conductors within 75 mm 
(3 in.) of a ballast, LED driver, power supply, or trans¬ 
former shall have an insulation temperature rating not 
lower than 90°C (194°F), unless supplying a luminaire 
marked as suitable for a different insulation temperature. 

VII. Construction of Luminaires 

410.70 Combustible Shades and Enclosures. Adequate 
airspace shall be provided between lamps and shades or 
other enclosures of combustible material. 


410.84 Cord Bushings. A bushing or the equivalent shall 
be provided where flexible cord enters the base or stem of a 
portable luminaire. The bushing shall be of insulating ma¬ 
terial unless a jacketed type of cord is used. 

VIII. Installation of Lampholders 

410.90 Screw Shell Type. Lampholders of the screw shell 
type shall be installed for use as lampholders only. Where 
supplied by a circuit having a grounded conductor, the 
grounded conductor shall be connected to the screw shell. 

410.93 Double-Pole Switched Lampholders. Where sup¬ 
plied by the ungrounded conductors of a circuit, the switch- 
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ing device of lampholders of the switched type shall simul- 
taneously disconnect both conductors of the circuit. 

410.96 Lampholders in Wet or Damp Locations. Lam¬ 
pholders installed in wet locations shall be listed for use in 
wet locations. Lampholders installed in damp locations 
shall be listed for damp locations or shall be listed for wet 
locations. 


Exception No. 1: Thermal protection shall not be required 
in a recessed luminaire identified for use and installed in 
poured concrete. 

Exception No. 2: Thermal protection shall not be required 
in a recessed luminaire whose design, construction, and 
thermal performance characteristics are equivalent to a 
thermally protected luminaire and are identified as inher- 
ently protected. 


410.97 Lampholders Near Combustible Material. Lam¬ 
pholders shall be constructed, installed, or equipped with 
shades or guards so that combustible material is not sub- 
jected to temperatures in excess of 90°C (194°F). 

IX. Lamps and Auxiliary Equipment 

410.103 Bases, Incandescent Lamps. An incandescent 
lamp for general use on lighting branch circuits shall not be 
equipped with a médium base if rated over 300 watts, or 
with a mogul base if rated over 1500 watts. Special bases or 
other devices shall be used for over 1500 watts. 

410.104 Electric-Discharge Lamp Auxiliary Equip¬ 
ment. 

(A) Enclosures. Auxiliary equipment for efl 
discharge lamps shall be enclosed in noncombustible a 
and treated as sources of heat. 

(B) Switching. Where supplied by tí^üngrouBed cotí 
ductors of a circuit, the switching del^tof auxj 
ment shall simultaneously disconnect ^ ffifeoiM ctors'^* 

X. Special Provisions fggj 
Luminaires 


410.110 General. Luminaire! 
in walls or ceilings, includinjf 
comply with 410.115 through 41 OaI 


frecessed cavities 
(Sed ceilings, shall 


410.116 Clearance and Installation. 

(A) Clearance. 

(1) Non-Type IC. A recessed luminaire that is not identi¬ 
fied for contact with insulation shall have all recessed parts 
spaced not iesi than 13 mm (V 2 in.) from combustible ma- 
terials. Thej^mts of support and the trim finishing ofif the 
openings in the ceiling, wall, or other finished surface shall 
be in contact with combustible materials. 

fype IC. ^^cessed luminaire that is identified for 
PBntact with insulal^ Type IC, shall be permitted to be in 
fcontadÍKth combustible materials at recessed parts, points 
^ort, and portions passing through or finishing ofif the 
|mg in the building structure. 

bXB ) Installation. Thermal insulation shall not be installed 
&-a recessed luminaire or within 75 mm (3 in.) of the 
recessed luminaire’s enclosure, wiring compartment, bal- 
last, transformer, LED driver, or power supply unless the 
luminaire is identified as Type IC for insulation contact. 

410.117 Wiring. 

(A) General. Conductors that have insulation suitable for 
the temperature encountered shall be used. 

(B) Circuit Conductors. Branch-circuit conductors that 
have an insulation suitable for the temperature encountered 
shall be permitted to terminate in the luminaire. 


410.115 Temperature. 

(A) Combustible Material. Luminaires shall be installed 
so that adjacent combustible material will not be subjected 
to temperatures in excess of 90°C (194°F). 

(B) Fire-Resistant Construction. Where a luminaire is re¬ 
cessed in fire-resistant material in a building of fire- 
resistant construction, a temperature higher than 90°C 
(194°F) but not higher than 150°C (302°F) shall be consid- 
ered acceptable if the luminaire is plainly marked for that 
Service. 

(C) Recessed Incandescent Luminaires. Incandescent lu¬ 
minaires shall have thermal protection and shall be identi¬ 
fied as thermally protected. 


(C) Tap Conductors. Tap conductors of a type suitable for 
the temperature encountered shall be permitted to run from 
the luminaire terminal connection to an outlet box placed at 
least 300 mm (1 ft) from the luminaire. Such tap conduc¬ 
tors shall be in suitable raceway or Type AC or MC cable 
of at least 450 mm (18 in.) but not more than 1.8 m (6 ft) in 
length. 

XI. Construction of Flush and Recessed Luminaires 

410.118 Temperature. Luminaires shall be constructed 
such that adjacent combustible material is not subject to 
temperatures in excess of 90°C (194°F). 

410.120 Lamp Wattage Marking. Incandescent lamp lu¬ 
minaires shall be marked to indicate the máximum allow- 
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able wattage of lamps. The markings shall be permanently 
installed, in letters at least 6 mm {Va in.) high, and shall be 
located where visible during relamping. 

410.121 Solder Prohibited. No solder shall be used in the 
construction of a luminaire recessed housing. 

410.122 Lampholders. Lampholders of the screw shell 
type shall be of porcelain or other suitable insulating mate- 
rials. 


(2) Inherently Protected. Thermal protection shall not be 
required in a recessed high-intensity luminaire whose de- 
sign, construction, and thermal performance characteristics 
are equivalent to a thermally protected luminaire and are 
identified as inherently protected. 

(3) Installed in Poured Concrete. Thermal protection 
shall not be required in a recessed high-intensity discharge 
luminaire identified for use and installed in poured con¬ 
crete. 


XII. Special Provisions for Electric-Discharge Lighting 
Systems of 1000 Volts or Less 

410.130 General. 

(A) Open-Circuit Voltage of 1000 Volts or Less. Equip- 
ment for use with electric-discharge lighting systems and 
designed for an open-circuit voltage of 1000 volts or less 
shall be of a type identified for such service. 

(B) Considered as Energized. The termináis of an 
electric-discharge lamp shall be considered as energized 
where any lamp terminal is connected to a circuit of over 
300 volts. 



(4) Recessed Remóte Ballasts. A recessed remóte ballast 
for a high-intensity discharge luminaire shall have thermal 
protection that is integral with the ballast and shall be iden¬ 
tified as thermally protected. 


(5) Metal Halide 

use a metal 
reflector lan 
barrier th; 
physicí 
Tyj 


(C) Transformers of the Oil-Filled Type. Transformers 
of the oil-filled type shall not be used. 

(D) Additional Requirements. In addition^^con 
with the general requirements for luminafi^^uch 
ment shall comply with Part XII of this articl 

(E) Thermal Protection - 

(1) Integral Thermal ProtectS^The ballast Sa flúores- 
cent luminaire installed indoors sfflkhave int^Hl thermal 
protection. Replacement ballasts sh^ üal so^íBve thermal 
protection integral with the ballast. 

(2) Simple Reactance Ballasts. A simple reactance ballast 
in a fluorescent luminaire with straight tubular lamps shall 
not be required to be thermally protected. 




Containment. Luminaires that 
than a thick-glass parabolic 
provided with a containment 
or shall be provided with a 
llows the use of a lamp that is 


Note: See ANSI Standard C78.389, Ameri- 
tal Standard for Electric Lamps — High Intensity 
Methods of Measuring Characteristics. 

Eing Means. 

General. In indoor locations other than dwellings and 
¡sociated accessory structures, fluorescent luminaires that 
[ize double-ended lamps and contain ballast(s) that can 
serviced in place shall have a disconnecting means ei- 
ther internal or extemal to each luminaire. For existing 
installed luminaires without disconnecting means, at the 
time a ballast is replaced, a disconnecting means shall be 
installed. The line side termináis of the disconnecting 
means shall be guarded. 

Exception No. 1: A disconnecting means shall not be re¬ 
quired for luminaires installed in hazardous (classified) 
location(s). 

Exception No. 2: A disconnecting means shall not be re¬ 
quired for emergency illumination required in 700.16. 


(3) Exit Luminaires. A ballast in a fluorescent exit lumi¬ 
naire shall not have thermal protection. 

(4) Egress Luminaires. A ballast in a fluorescent lumi¬ 
naire that is used for egress lighting and energized only 
during a failure of the normal supply shall not have thermal 
protection. 

(F) High-intensity Discharge Luminaires. 


Exception No. 3: For cord-and-plug-connected lumi¬ 
naires, an accessible separable connector or an accessible 
plug and receptacle shall be permitted to serve as the dis¬ 
connecting means. 

Exception No. 4: A disconnecting means shall not be re¬ 
quired in industrial establishments with restricted public 
access where conditions of maintenance and supervisión 
ensure that only qualified persons service the installation 
by written procedures. 


(1) Recessed. Recessed high-intensity luminaires designed 
to be installed in wall or ceiling cavities shall have thermal 
protection and be identified as thermally protected. 


Exception No. 5: Where more than one luminaire is in¬ 
stalled and supplied by other than a multiwire branch Cir¬ 
cuit, a disconnecting means shall not be required for every 
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luminaire when the design of the installation ineludes dis- 
connecting means, such that the illuminated space cannot 
be left in total darkness. 

(2) Multiwire Branch Circuits. When connected to mul- 
tiwire branch circuits, the disconnecting means shall simul- 
taneously break all the supply conductors to the ballast, 
including the grounded conductor. 

(3) Location. The disconnecting means shall be located so 
as to be accessible to qualified persons before servicing or 
maintaining the ballast. Where the disconnecting means is 
external to the luminaire, it shall be a single device, and 
shall be attached to the luminaire or the luminaire shall be 
located within sight of the disconnecting means. 

410.134 Direct-Current Equipment. Luminaires installed 
on de circuits shall be equipped with auxiliary equipment 
and resistors designed for de operation. The luminaires 
shall be marked for de operation. 

410.135 Open-Circuit Yoltage Exceeding 300 Volts. 

Equipment having an open-circuit voltage exceeding 300 
volts shall not be installed in dwelling occupancies unless 
such equipment is designed so that there will be no el 
live parts when lamps are being inserted, are in pl; 
are being removed. 

410.136 Luminaire Mounting. 

(A) Exposed Components. Luminall 

ballasts, transformers, LED drivera^or íes shall 

be installed such that balla^^WHfcüneií! drivers, 
or power supplies shall in contS^^vit bustible 

material unless listed fo^^h conditionl 

(B) Combustible Eon-I)ens% Cellulose Fiberboard. 

Where a surface-mounted lumm^MKmtaining a ballast, 
transformer, LED driver, or powerImpply is to be installed 
on combustible low-density cellulose fiberboard, it shall be 
marked for this condition or shall be spaced not less than 
38 mm (P/2 in.) frorn the surface of the fiberboard. Where 
such luminaires are partially or wholly recessed, the provi- 
sions of 410.110 through 410.122 shall apply. 





410.137 Equipment Not Integral with Luminaire. 

(A) Metal Cabinets. Auxiliary equipment, including reac- 
tors, capacitors, resistors, and similar equipment, where not 
installed as part of a luminaire assembly, shall be enclosed 
in accessible, permanently installed metal cabinets. 

(B) Sepárate Mounting. Separately mounted ballasts, 
transformers, LED drivers, or power supplies that are listed 
for direct connection to a wiring system shall not be re- 
quired to be additionally enclosed. 

(C) Wired Luminaire Sections. Wired luminaire sections 
are paired, with a ballast(s) supplying a lamp or lamps in 
both. For interconnection between paired units, it shall be 
permissible to use metric designator 12 (trade size Vs) flex¬ 
ible metal co^mit in lengths not exceeding 7.5 m (25 ft), in 
conform^^Fwith Ardele 348. Luminaire wire operating at 
Une vailBrg Mbun nl vi n g only the ballast(s) of one of the 

be permitted in the same raceway as 
of the paired luminaires. 

¿410.138 Autotransformers. An autotransformer that is 
!o raise the voltage to more than 300 volts, as part of 
ist for supplying lighting units, shall be supplied only 
by a^Minded system. 

410:139 Switches. Snap switches shall comply with 
404.14. 


XIII. Special Provisions for Electric-Discharge 
Lighting Systems of More Than 1000 Volts 

410.140 General. 

(A) Listing. Electric-discharge lighting systems with an 
open-circuit voltage exceeding 1000 volts shall be listed 
and installed in conformance with that listing. 

(B) Dwelling Occupancies. Equipment that has an open- 
circuit voltage exceeding 1000 volts shall not be installed 
in or on dwelling occupancies. 

(C) Live Parts. The terminal of an electric-discharge lamp 
shall be considered as a live part. 


Informational Note: Combustible low-density cellulose fi¬ 
berboard includes sheets, panels, and tiles that have a den- 
sity of 320 kg/m 3 (20 lb/ft 3 ) or less and that are formed of 
bonded plant fiber material but does not inelude solid or 
laminated wood or fiberboard that has a density in excess of 
320 kg/m 3 (20 lb/ft 3 ) or is a material that has been inte- 
grally treated with fire-retarding Chemicals to the degree 
that the llame spread Índex in any plañe of the material will 
not exceed 25, determined in accordance with tests for sur- 
face buming characteristics of building materials. See 
ANSI/ASTM E84-2011b, Test Methodfor Surface Buming 
Characteristics of Building Materials. [ROP 18—81] 


(D) Additional Requirements. In addition to complying 
with the general requirements for luminaires, such equip¬ 
ment shall comply with Part XIII of this article. 

Informational Note: For signs and outline lighting, see 
Article 600. 

410.141 Control. 

(A) Disconnection. Luminaires or lamp installation shall 
be controlled either singly or in groups by an externally 
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operable switch or circuit breaker that opens all un- 
grounded primary conductors. 

(B) Within Sight or Locked Type. The switch or circuit 
breaker shall be located within sight from the luminaires or 
lamps, or it shall be permitted to be located elsewhere if it 
is lockable in accordance with 110.25. [ROP 18-83] 

410.142 Lamp Termináis and Lampholders. Parts that 
must be removed for lamp replacement shall he hinged or 
held captive. Lamps or lampholders shall be designed so 
that there are no exposed live parts when lamps are being 
inserted or removed. 

410.143 Transformers. 

(A) Type. Transformers shall be enclosed, identified for 
the use, and listed. 

(B) Yoltage. The secondary circuit voltage shall not ex- 
ceed 15,000 volts, nominal, under any load condition. The 
voltage to ground of any output termináis of the secondary 
circuit shall not exceed 7500 volts under any load condi- 
tions. 

(C) Rating. Transformers shall have a secondary short-^ 
circuit current rating of not more than 150 mA if the open- 1 
circuit voltage is over 7500 volts, and not more than 300 
mA if the open-circuit voltage rating is 7500 v 

(D) Secondary Connections. Secondary ^Fcuit oy| 
shall not be connected in parallel or in serieSJ 

410.144 Transformer Locatiom 

(A) Accessible. Transformers^ 
stallation. 

(B) Secondary Conductors. Transfo^fcy^^hall be i 
stalled as near to the lamps as practicablé*fo keep the sec¬ 
ondary conductors as short as possible. 

(C) Adjacent to Combustible Materials. Transformers 
shall be located so that adjacent combustible materials are 
not subjected to temperatures in excess of 90°C (194°F). 

410.145 Exposure to Damage. Lamps shall not be located 
where normally exposed to physical damage. 

410.146 Marking. Each luminaire or each secondary cir¬ 
cuit of tubing having an open-circuit voltage of over 1000 
volts shall have a clearly legible marking in letters not less 

than 6 mm ('A in.) high reading “Caution_volts.” The 

voltage indicated shall be the rated open-circuit voltage. 
The caution sign(s) or label(s) shall comply with 
110.21(B). [ROP 18-84] 


XIV. Lighting Track 
410.151 Installation. 

(A) Lighting Track. Lighting track shall he permanently 
installed and permanently connected to a branch circuit. 
Only lighting track fittings shall be installed on lighting 
track. Lighting track fittings shall not be equipped with 
general-purpose receptacles. 

(B) Connected Load. The connected load on lighting 
track shall not exceed the rating of the track. Lighting track 
shall be supplied by a branch circuit having a rating not 
more than that of the track. The load calculation in 
220.43(B) does not limit the length of track on a single 
branch circuit, and it does not limit the number of lumi¬ 
naires on a single tr^k. [ROP 18-84a] 

(C) Locations Not Permitted. Lighting track shall not be 
installed in tl^É^^toing locations: 

(1) Wher^Mely to nfcmbjected to physical damage 

(2) Inj^Kor damp loc^fc^ 

(3) ^ffere sub^ct to corro^e vapors 

(4) ^fcfitoj*rbattery rooms 

(5) In^^Erdous (classified) locations 
fWher^^ucealed 

(^^B^^exrended through walls or partitions 

Sin 1.5 m (5 ft) above the finished floor except 
where protected from physical damage or track operat- 
ing at less than 30 volts rms open-circuit voltage 
) Where prohibited by 410.10(D) 

(D) Support. Fittings identified for use on hghting track 
shall be designed specifically for the track on which they 
are to be installed. They shall be securely fastened to the 
track, shall maintain polarization and connections to the 
equipment grounding conductor, and shall be designed to 
be suspended directly from the track. 

410.153 Heavy-Duty Lighting Track. Heavy-duty hght¬ 
ing track is hghting track identified for use exceeding 20 
amperes. Each fitting attached to a heavy-duty lighting 
track shall have individual overcurrent protection. 

410.154 Fastening. Lighting track shall be securely 
mounted so that each fastening is suitable for supporting 
the máximum weight of luminaires that can be installed. 
Unless identified for supports at greater intervals, a single 
section 1.2 m (4 ft) or shorter in length shall have two 
supports, and, where installed in a continuous row, each 
individual section of not more than 1.2 m (4 ft) in length 
shall have one additional support. 

410.155 Construction Requirements. 

(A) Construction. The housing for the lighting track Sys¬ 
tem shall be of substantial construction to maintain rigidity. 
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The conductors shall be installed within the track housing, 
permitting insertion of a luminaire, and designed to prevent 
tampering and accidental contact with live parts. Compo- 
nents of lighting track systems of different voltages shall 
not be interchangeable. The track conductors shall be a 
minimum 12 AWG or equal and shall be copper. The track 
system ends shall be insulated and capped. 

(B) Grounding. Lighting track shall be grounded in accor- 
dance with Article 250, and the track sections shall he se- 
curely coupled to maintain continuity of the circuitry, po- 
larization, and grounding throughout. 


(A) Listed System. Lighting systems operating at 30 volts 
or less shall be Usted as a complete system. The luminaires, 
power supply, and luminaire fittings (including the exposed 
bare conductors) of an exposed bare conductor lighting sys¬ 
tem shall be listed for the use as part of the same identified 
lighting system. 

(B) Assembly of Listed Parts. A lighting system as- 
sembled from the following listed parts shall be permitted: 

(1) Low-voltage luminaires 

(2) Low-voltage luminaire power supply [ROP 18-85] 

(3) Low-voltage luminaire fittings 


XV. Decorative Lighting and Similar Accessories 

410.160 Listing of Decorative Lighting. Decorative light¬ 
ing and similar accessories used for holiday lighting and 
similar purposes, in accordance with 590.3(B), shall be 
listed. 


ARTICLE 411 

Lighting Systems Operating at 30 Vol 
or Less and Lighting Equipment 
Connected to Class-2 Power Sj 

[ROP 18-85] 

411.1 Scope. This article cow 
at 30 volts or less and th|^&ssocfi 
article also covers lighti^requipmer 
2 power source. [ROP 

411.2 Definitions. 

Lighting Equipment ConnectetT to Class 2 Power 
Sources. Lighting equipment marked for connection to a 
Class 2 power source rated in conformance with Chapter 9 
Table 11 (A) or 11(B). [ROP 18-85] 


(4) Cord (secondary circuit) for which the luminaires and 
power supply are listed for use 

(5) Cable, o^ductors in conduit, or other fixed wiring 
methqjJ^tfthe secondary circuit 


specific Location Requirements. 

calis, Floors, and Ceilings. Conductors concealed or 
T^through a wall, floor, or ceiling shall be in accor- 
^•with (1) or (2): 

) Installed using any of the wiring methods specified in 
Chapter 3 

) Installed using wiring supplied by a listed Class 2 
power source and installed in accordance with 725.130 

(B) Pools, Spas, Fountains, and Similar Locations. 

Lighting systems shall be installed not less than 3 m (10 ft) 
horizontally from the nearest edge of the water, unless per¬ 
mitted by Article 680. 

411.5 Secondary Circuits. 

(A) Grounding. Secondary circuits shall not be grounded. 

(B) Isolation. The secondary circuit shall be insulated 
from the branch circuit by an isolating transformer. 



Lighting Systems Operating at 30 Volts or Less. A light¬ 
ing system consisting of an isolating power supply, the 
low-voltage luminaires, and associated equipment that are 
all identified for the use. The output circuits of the power 
supply are rated for not more than 25 amperes and opérate 
at 30 volts (42.4 volts peak) or less under all load condi- 
tions. 

411.3 Listing Required. Lighting systems operating at 30 
volts or less shall comply with 411.3(A) or 411.3(B). Class 
2 power sources and lighting equipment connected to Class 
2 power sources shall be listed. [ROP 18-85] 


(C) Bare Conductors. Exposed bare conductors and 
current-carrying parts shall be permitted for indoor instal- 
lations only. Bare conductors shall not be installed less than 
2.1 m (7 ft) above the finished floor, unless specifically 
listed for a lower installation height. 

(D) Insulated Conductors. Exposed insulated secondary 
circuit conductors shall be of the type, and installed as, 
described in (1), (2), or (3): 

(1) Class 2 cable supplied by a Class 2 power source and 
installed in accordance with Parts I and III of Article 
725. 
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(2) Conductors, cord, or cable of the listed system and 
installed not less than 2.1 m (7 ft) above the finished 
floor unless the system is specifically listed for a lower 
installation height. 

(3) Wiring methods described in Chapter 3 

411.6 Branch Circuit. Lighting systems covered by this 
article shall be supplied from a máximum 20-ampere 
branch circuit. [ROP 18-85] 

411.7 Hazardous (Classified) Locations. Where installed 
in hazardous (classified) locations, these systems shall con- 
form with Articles 500 through 517 in addition to this ar¬ 
ticle. 


422.4 Live Parts. Appliances shall have no live parts nor- 
mally exposed to contad other than those parts functioning 
as open-resistance heating elements, such as the heating 
element of a toaster, which are necessarily exposed. 

422.5 Ground-Fault Circuit-Interrupter (GFCI) Pro- 
tection. The device providing GFCI protection required in 
this Article shall be readily accessible. [ROP 17-19] 

II. Installation 

422.10 Branch-Circuit Rating. This section specifies the 
ratings of branch circuits capable of carrying appliance cur- 
rent without overheating under the conditions specified. 


422.1 Scope. This article covers electrical appliances used 
in any occupancy. 


422.2 Definition. 

Portable (as applied to ground-fault circuit 
protection). Indicating that the ground-fauhATrcui 
rupter is intended to protect personnel froifi^bdt cin 
ground on equipment or circuits supplied by ptl™^Pcord- 
connections or by temporary wirin^^^^tions am addi- 
tionally functions to de-energize^^wci 
when one or more of the folld^Eig defects oo»s: [ROP 
17-18a] \\ 

(1) The grounded conductor to the piftw-sura^pis opened; 

(2) The grounded conductor is trans^ft^r with an un- 
grounded conductor to the power supply; 


(A) Individual Cii 

branch circuit 
appliance or 
bined loads 
The 




lits. The rating of an individual 
than the marked rating of the 
of an appliance having com- 
422.62. 

¡vidual branch circuit for motor- 


ng a marked rating shall be in 
:icle 430. 

Circuit rating for an appliance that is a con- 
other than a motor-operated appliance, shall 
lan 125 percent of the marked rating, or not 
¡ercent of the marked rating if the branch- 
:e ítnd its assembly are listed for continuous 
T)0 percent of its rating. 

Branch circuits and branch-circuit conductors for 
isehold ranges and cooking appliances shall be permit¬ 
ió be in accordance with Table 220.55 and shall be 
£ized in accordance with 210.19(A)(3). 

(B) Circuits Supplying Two or More Loads. For branch 
circuits supplying appliance and other loads, the rating 
shall be determined in accordance with 210.23. 

422.11 Overcurrent Protection. Appliances shall be pro- 
tected against overcurrent in accordance with 422.11 (A) 
through (G) and 422.10. 


(3) One of the ungrounded conductors to the power supply 
on a polyphase system or on a single-phase, 3-wire 
system is opened. 

Vending Machine. Any self-service device that dispenses 
producís or merchandise without the necessity of replenish- 
ing the device between each vending operation and is de- 
signed to require insertion of coin, paper currency, token, 
card, key, or receipt of payment by other means. 

422.3 Other Articles. The requirements of Article 430 
shall apply to the installation of motor-operated appliances, 
and the requirements of Article 440 shall apply to the in¬ 
stallation of appliances containing a hermetic refrigerant 
motor-compressor(s), except as specifically amended in this 
article. 


(A) Branch-Circuit Overcurrent Protection. Branch cir¬ 
cuits shall be protected in accordance with 240.4. 

If a protective device rating is marked on an apphance, 
the branch-circuit overcurrent device rating shall not ex- 
ceed the protective device rating marked on the appliance. 

(B) Household-Type Appliances with Surface Heating 
Elements. Household-type appliances with surface heating 
elements having a máximum demand of more than 60 am¬ 
peres calculated in accordance with Table 220.55 shall have 
their power supply subdivided into two or more circuits, 
each of which shall be provided with overcurrent protection 
rated at not over 50 amperes. 

(C) Infrared Lamp Commercial and Industrial Heating 
Appliances. Infrared lamp commercial and industrial heat- 
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ing appliances shall have overcurrent protection not ex- (3) Elements are contained within an ASME-rated and 
ceeding 50 amperes. stamped vessel. 


(D) Open-Coil or Exposed Sheathed-Coil Types of Sur- 
face Heatlng Elements in Commercial-Type Heating 
Appliances. Open-coil or exposed sheathed-coil types of 
surface heating elements in commercial-type heating appli¬ 
ances shall be protected by overcurrent protective devices 
rated at not over 50 amperes. 


(3) Water Heaters and Steam Boilers. Resistance-type 
immersion electric heating elements shall be permitted to 
be subdivided into circuits not exceeding 120 amperes and 
protected at not more than 150 amperes. [ROP 17-21] 

(1) Where contained in ASME rated and stamped vessels 

(2) Where included in listed instantaneous water heaters 


(E) Single Non-motor-Operated Appliance. If the 

branch circuit supplies a single non-motor-operated appli¬ 
ance, the rating of overcurrent protection shall comply with 
the following: 

(1) Not exceed that marked on the appliance. 

(2) Not exceed 20 amperes if the overcurrent protection 
rating is not marked and the appliance is rated 13.3 
amperes or less; or 

(3) Not exceed 150 percent of the appliance rated current if 
the overcurrent protection rating is not marked and the 
appliance is rated over 13.3 amperes. Where 150 per- 
cent of the appliance rating does not correspond to a 
standard overcurrent device ampere rating, the next 
higher standard rating shall be permitted. 

(F) Electric Heating Appliances Employing Resisil 
Type Heating Elements Rated More Than 48 Amper 

(1) Electric Heating Appliances. 

anees employing resistance-type he< 
more than 48 amperes, other than* 
with surface heating elements covere 
commercial-type heating apnk^ 
shall have the heating elj^Rnts suñ^a 
vided load shall not ex^E 48 amperes| 
tected at not more than ól^kineres. ■ 

These supplementary o^kurrent^®>tective devices 
shall be (1) factory-installed wit^^^ÉBn the heater enclo- 
sure or provided as a sepárate ISembly by the heater 
manufacturer; (2) accessible; and (3) suitable for branch- 
circuit protection. 

The main conductors supplying these overcurrent pro¬ 
tective devices shall be considered branch-circuit conduc¬ 
tors. 



(3) Where installed in low-pressure water heater tanks or 
open-outlet water heater vessels 

Informational Note: Low-pressure and open-outlet heaters 
are atmospheric-pressure water heaters as defined in IEC 
60335-2-21 Household and similar electrical appliances - 
Safety - Particular requirements for storage water heaters. 

(G) Motor-Operated Appliances. Motors of motor- 
operateM¡Bkances shall be provided with overload protec¬ 
tion i^ícco^^^e with Part III of Article 430. Hermetic 
P^erant motmfcmnpressors in air-conditioning or refrig- 
PTting equipment^^^l be provided with overload protec¬ 
ción iq^cordance with Part VI of Article 440. Where ap- 
r overcurrent protective devices that are sepárate 
Tthe appliance are required, data for selection of these 
s shall be marked on the appliance. The minimum 
IjiarkU^shall be that specified in 430.7 and 440.4. 

422^2 Central Heating Equipment. Central heating 
equipment other than fixed electric space-heating equip¬ 
ment shall be supplied by an individual branch circuit. 

Exception No. 1: Auxiliary equipment, such as a pump, 
valve, humidifier, or electrostatic air cleaner directly asso- 
ciated with the heating equipment, shall be permitted to be 
connected to the same branch circuit. 

Exception No. 2: Permanently connected air-conditioning 
equipment shall be permitted to be connected to the same 
branch circuit. 

422.13 Storage-Type Water Heaters. A fixed storage- 
type water heater that has a capacity of 450 L (120 gal) or 
less shall be considered a continuous load for the purposes 
of sizing branch circuits. 

Informational Note: For branch-circuit rating, see 422.10. 


(2) Commercial Kitchen and Cooking Appliances. Com- 
mercial kitchen and cooking appliances using sheathed- 
type heating elements not covered in 422.11(D) shall be 
permitted to be subdivided into circuits not exceeding 120 
amperes and protected at not more than 150 amperes where 
one of the following is met: 

(1) Elements are integral with and enclosed within a cook¬ 
ing surface. 

(2) Elements are completely contained within an enclosure 
identified as suitable for this use. 


422.14 Infrared Lamp Industrial Heating Appliances. 

In industrial occupancies, infrared heating appliance lam- 
pholders shall be permitted to be operated in series on cir¬ 
cuits of over 150 volts to ground, provided the voltage 
rating of the lampholders is not less than the circuit voltage. 

Each section, panel, or strip carrying a number of infra¬ 
red lampholders (including the intemal wiring of such sec¬ 
tion, panel, or strip) shall be considered an appliance. The 
terminal connection block of each such assembly shall be 
considered an individual outlet. 
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422.15 Central Yacuum Outlet Assemblies. 

(A) Listed central vacuum outlet assemblies shall be per- 
mitted to be connected to a branch circuit in accordance 
with 210.23(A). 

(B) The ampacity of the connecting conductors shall not be 
less than the ampacity of the branch circuit conductors to 
which they are connected. 

(C) Accessible non-current-carrying metal parts of the cen¬ 
tral vacuum outlet assembly likely to become energized 
shall be connected to an equipment grounding conductor in 
accordance with 250.110. Incidental metal parts such as 
screws or rivets installed into or on insulating material shall 
not be considered likely to become energized. 

422.16 Flexible Cords. 

(A) General. Flexible cord shall be permitted (1) for the 
connection of appliances to facilítate their frequent inter- 
change or to prevent the transmission of noise or vibration 
or (2) to facilítate the removal or disconnection of appli¬ 
ances that are fastened in place, where the fastening means 
and mechanical connections are specifically designed to 
permit ready removal for maintenance or repair and the^ 
appliance is intended or identified for flexible cord connec-^ 
tion. 

(B) Specific Appliances. 

(1) Electrically Operated In-Sink VVarfjj^ Dispose 

Electrically operated in-sink waste dispose^; shall h 
mitted to be cord-and-plug-connecte d with a cord 

identified as suitable in the installa1flH^^icti(n^£f the 
appliance manufacturar, where ad^of 1 
tions are met: [ROP 17-23] 

(1) The flexible cord shall be terr^^Wed with ¡»x>unding- 
type attachment plug. 

Exception: A listed in-sink waste dn^ser distinctly 
marked to identify it as protected by a system of double 
insulation, or its equivalent, shall not be required to be 
terminated with a grounding-type attachment plug. [ROP 
17-23] 


(1) The flexible cord shall be terminated with a grounding- 
type attachment plug. 

Exception: A listed dishwasher or trash compactor dis¬ 
tinctly marked to identify it as protected by a system of 
double insulation, or its equivalent, shall not be required to 
be terminated with a grounding-type attachment plug. 

(2) The length of the cord shall be 0.9 m to 1.2 m (3 ft to 
4 ft) measured from the face of the attachment plug to 
the plañe of the rear of the appliance. 

(3) Receptacles shall be located to avoid physical damage 
to the flexible cord. 

(4) The receptacle shall be located in the space occupied 
by the appliance or adj acent thereto. 

(5) The receptacle shall be accessible. 

(3) Wall-Mounted Ovens and Counter-Mounted Cook- 
ing Units. WaU^fcmted ovens and counter-mounted cook- 
ing units co^Píete^iatíi provisions for mounting and for 
making aAtrical conrSkkms shall be permitted to be per- 
manejpf connected or, for ease in servicing or for 
installation, cord-and-plug-connected. 

connector or a plug and receptacle combi- 
nation^K supply fine to an oven or cooking unit shall be 
iprovedT^kthe temperatura of the space in which it is 

Hoods. Range hoods shall be permitted to be 
ig-connected with a flexible cord identified as 
r use on range hoods in the installation instruc- 
3 appliance manufacturar, where all of the fol- 
^lowing conditions are met: 

(1) The flexible cord is terminated with a grounding-type 
attachment plug. 

Exception: A listed range hood distinctly marked to iden¬ 
tify it as protected by a system of double insulation, or its 
equivalent, shall not be required to be terminated with a 
grounding-type attachment plug. 

(2) The length of the cord is not less than 450 mm (18 in.) 
and not over 900 mm (36 in.). 

(3) Receptacles are located to avoid physical damage to the 
flexible cord. 


(2) The length of the cord shall not be less than 450 mm 
(18 in.) and not over 900 mm (36 in.). 

(3) Receptacles shall be located to avoid physical damage 
to the flexible cord. 

(4) The receptacle shall be accessible. 

(2) Built-in Dishwashers and Trash Compactors. 

Built-in dishwashers and trash compactors shall be permit¬ 
ted to be cord-and-plug-connected with a flexible cord 
identified as suitable for the purpose in the installation in- 
structions of the appliance manufacturar where all of the 
following conditions are met: 


(4) The receptacle is accessible. 

(5) The receptacle is supplied by an individual branch 
circuit. 

422.17 Protection of Combustible Material. Each elec¬ 
trically heated appliance that is intended by size, weight, 
and Service to be located in a fixed position shall be placed 
so as to provide ampie protection between the appliance 
and adj acent combustible material. 

422.18 Support of Ceiling-Suspended (Paddle) Fans. 

Ceifing-suspended (paddle) fans shall be supported inde- 
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pendently of an outlet box or by listed outlet box or outlet 
box systems identified for the use and installed in accor- 
dance with 314.27(C). 

422.19 Space for Conductors. Canopies of ceiling- 
suspended (paddle) fans and outlet boxes taken together 
shall provide sufficient space so that conductors and their 
connecting devices are capable of being installed in accor- 
dance with 314.16. Canopies shall be marked with their 
volume in order to be included in the total box volume 
calculation. [ROP 17-30] 

422.20 Outlet Boxes to Be Covered. In a completed in- 
stallation, each outlet box shall be provided with a cover 
unless covered by means of a ceiling suspended (paddle) 
fan canopy. [ROP 17-30] 

422.21 Covering of Combustible Material at Outlet 
Boxes. Any combustible ceiling finish exposed between the 
edge of a ceiling suspended (paddle) fan canopy or pan and 
an outlet box shall be covered with noncombustible mate¬ 
rial. [ROP 17-30] 

422.22 Other Installation Methods. Appliances emnloy- 
ing methods of installation other than covered by ti 
ticle shall be permitted to be used only by special p 



422.23 Tire Inflation and AutomoJ 
chines. Tire inflation machines ai 
machines provided for public use : 
ground-fault circuit-interrupter 

III. Disconnecting Mi 

422.30 General. A means^^Wl be pnMded to simulta- 
neously disconnect each appl^Ke JMm all ungrounded 
conductors in accordance with tW^llowing sections of 
Part III. If an appliance is supplied hy more than one 
branch-circuit or feeder, these disconnecting means shall be 
grouped and identified as the appliance disconnect. 


switch or circuit breaker is within sight from the appliance 
or is lockable in accordance with 110.25. [ROP 17-33] 


(C) Appliances Rated over Vs Horsepower. For perma- 
nently connected appliances rated over Vs hp, the branch- 
circuit switch or circuit breaker shall be permitted to serve 
as the disconnecting means where the switch or circuit 
breaker is within sight from the appliance. If the appliance 
is not within sight of the switch or circuit breaker, a dis¬ 
connecting means shall be installed within sight of the ap¬ 
pliance. The disconnecting means shall comply with 
430.109 and 430.110. [ROP 17-35] 

Exception: Ifan appliance of more than Vs hp is provided 
with a unit switch that complies with 422.34(A), (B), (C), o 

(D) , the éwteh or circuit breaker serving as the other dis- 
shall be permitted to be out of sight from 

jpliance. 

of Cord-and-Plug-Connected Ap- 


leparable Connector or an Attachment Plug and 

Re¿lHrcle. For cord-and-plug-connected appliances, an 
:ssiWé separable connector or an accessible plug and 
icle shall be permitted to serve as the disconnecting 
means. Where the separable connector or plug and recep- 
tacle are not accessible, cord-and-plug-connected appli¬ 
ances shall be provided with disconnecting means in accor¬ 
dance with 422.31. 

(B) Connection at the Rear Base of a Range. For cord- 
and-plug-connected household electric ranges, an attach¬ 
ment plug and receptacle connection at the rear base of a 
range, if it is accessible from the front by removal of a 
drawer, shall be considered as meeting the intent of 
422.33(A). 

(C) Rating. The rating of a receptacle or of a separable 
connector shall not he less than the rating of any appliance 
connected thereto. 


422.31 Disconnection of Permanently Connected Appli¬ 
ances. 

(A) Rated at Not over 300 Volt-Amperes or Vs Horse¬ 
power. For permanently connected appliances rated at not 
over 300 volt-amperes or Vs hp, the branch-circuit overcur- 
rent device shall be permitted to serve as the disconnecting 
means. 

(B) Appliances Rated over 300 Volt-Amperes. For per¬ 
manently connected appliances rated over 300 volt- 
amperes, the branch circuit switch or circuit breaker shall 
be permitted to serve as the disconnecting means where the 


Exception: Demand factors authorized elsewhere in this 
Code shall be permitted to be applied to the rating of a 
receptacle or of a separable connector. 

422.34 Unit Switch(es) as Disconnecting Means. A unit 
switch(es) with a marked-off position that is a part of an 
appliance and disconnects all ungrounded conductors shall 
be permitted as the disconnecting means required by this 
article where other means for disconnection are provided in 
occupancies specified in 422.34(A) through (D). 

(A) Multifamily Dwellings. In multifamily dwellings, the 
other disconnecting means shall be within the dwelling 
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unit, or on the same floor as the dwelling unit in which the 
appliance is installed, and shall be permitted to control 
lamps and other appliances. 

(B) Two-Family Dwellings. In two-family dwellings, the 
other disconnecting means shall be permitted either inside 
or outside of the dwelling unit in which the appliance is 
installed. In this case, an individual switch or circuit 
breaker for the dwelling unit shall be permitted and shall 
also be permitted to control lamps and other appliances. 

(C) One-Family Dwellings. In one-family dwellings, the 
Service disconnecting means shall be permitted to be the 
other disconnecting means. 


he in contad shall be provided with one of the types of 
approved heater cords Usted in Tahle 400.4. 

(B) Other Heating Appliances. All other cord-and-plug- 
connected electrically heated appliances shall be connected 
with one of the approved types of cord listed in Table 
400.4, selected in accordance with the usage specified in 
that table. 

422.44 Cord-and-Plug-Connected Immersion Heaters. 

Electric heaters of the cord-and-plug-connected immersion 
type shall be constructed and installed so that current- 
carrying parts are effectively insulated from electrical con¬ 
tad with the substance in which they are immersed. 


(D) Other Occupancies. In other occupancies, the branch- 
circuit switch or circuit breaker, where readily accessible 
for servicing of the appliance, shall be permitted as the 
other disconnecting means. 

422.35 Switch and Circuit Breaker to Be Indicating. 

Switches and circuit breakers used as disconnecting means 
shall be of the indicating type. 

IY. Construction 

422.40 Polarity in Cord-and-Plug-Connected Appli¬ 
ances. If the appliance is provided with a manually oper- 
ated, line-connected, single-pole switch for appl 
oíf operation, an Edison-base lampholder, 
ampere receptacle, the attachment plug 
polarized or grounding type. 

A 2-wire, nonpolarized attachmenLgJjig 
ted to be used on a Usted double-j 

Informational Note: 
pholders, see 410.82(A). 

422.41 Cord-and-Plug-Connected Appliances Subject 
to Immersion. Cord-and-plug-connect^^^ortable, free- 
standing hydromassage units and hand-held hair dryers 
shall be constructed to provide protection for personnel 
against electrocution when immersed while in the “on” or 
“olí” position. 



422.45 Stands for^Cord-and-Plug-Connected Appli¬ 
ances. Each smo^^ng iron and other cord-and-plug- 
connected elecfidKly heated appliance intended to be ap- 
plied to co™*Kti0^ynaterial shall be equipped with an 
approved^and, whiCT^jrall be permitted to be a sepárate 
piece o^K[uipment or a^fcí of the appliance. 

i. Electrically heated smoothing irons shall 
i an identified temperature-limiting means. 

Heater Controls. All storage or 
pe water heaters shall be equipped with a 
limiting means in addition to its control ther- 
>stat to disconnect all ungrounded conductors. Such 
:ans shall comply with both of the following: 

Installed to sense máximum water temperatura. 
r (2) Be either a trip-free, manually reset type or a type hav- 
ing a replacement element. Such water heaters shall be 
marked to require the installation of a temperatura and 
pressure relief valve. 

Exception No. 1: Storage water heaters that are identified 
as being suitable for use with a supply water temperature 
of 82°C (180°F) or above and a capacity of 60 kW or 
above. 

Exception No. 2: Instantaneous-type water heaters that 
are identified as being suitable for such use, with a capacity 
of 4 L (1 gal) or less. 



422.42 Signáis for Heated Appliances. In other than 
dwelling-type occupancies, each electrically heated appli¬ 
ance or group of appliances intended to be applied to com¬ 
bustible material shall be provided with a signal or an in¬ 
tegral temperature-limiting device. 

422.43 Flexible Cords. 

(A) Heater Cords. All cord-and-plug-connected smooth¬ 
ing irons and electrically heated appliances that are rated at 
more than 50 watts and produce temperaturas in excess of 
121°C (250°F) on surfaces with which the cord is likely to 


Informational Note: See ANSI Z21.22-1999/CSA 4.4- 
M99, Relief Valves for Hot Water Supply Systems. 

422.48 Infrared Lamp Industrial Heating Appliances. 

(A) 300 Watts or Less. Infrared heating lamps rated at 300 
watts or less shall be permitted with lampholders of the 
medium-base, unswitched porcelain type or other types 
identified as suitable for use with infrared heating lamps 
rated 300 watts or less. 

(B) Over 300 Watts. Screw shell lampholders shall not be 
used with infrared lamps rated over 300 watts, unless the 
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lampholders are identified as being suitable for use with 
infrared heating lamps rated over 300 watts. 

422.49 High-Pressure Spray Washers. All single-phase 
cord-and-plug-connected high-pressure spray washing ma¬ 
chines rated at 250 volts or less shall be provided with 
factory-installed ground-fault circuit-interrupter protection 
for personnel. The ground-fault circuit interrupter shall be 
identified for portable use. The ground-fault circuit inter¬ 
rupter shall be an integral part of the attachment plug or 
shall be located in the supply cord within 300 mm (12 in.) 
of the attachment plug. [ROP 17-18a] 

422.50 Cord-and-Plug-Connected Pipe Heating Assem- 
blies. Cord-and-plug-connected pipe heating assemblies in¬ 
tended to prevent freezing of piping shall be listed. 

422.51 Yending Machines. [ROP 17-38] 

(A) Cord- and Plug Connected. Cord-and-plug- 
connected vending machines manufactured or remanufac- 
tured on or after January 1, 2005, shall inelude a ground- i 
fault circuit interrupter identified for portable use as an 
integral part of the attachment plug or be located within 
300 mm (12 in.) of the attachment plug. Older \ 
machines manufactured or remanufactured prior to Jíl 
1, 2005, shall be connected to a GFCI-protected oW|t. 
[ROP 17-38, ROP 17-18a] 

(B) Other than Cord-and -Plug Gffinecte 

machines not utilizing a cord-and-pWKcpnnedl 
connected to a ground fault circuit mk tecr 
circuit. [ROP 17-38] 

Informational Note: further ^ 

ANSI/UL 541-2010, Gmdard for Rej ited 'Vending 

Machines, or ANSI/UL^^2010, Stai for Vending 

Machines. [ROP 17-41] 

422.52 Electric Drinking Fountains. Electric drinking 
fountains shall be protected with ground-fault circuit- 
interrupter protection. 


422.60 Nameplate. 

(A) Nameplate Marking. Each electrical appliance shall 
be provided with a nameplate giving the identifying ñame 
and the rating in volts and amperes, or in volts and watts. If 
the appliance is to be used on a specific frequeney or fre- 
quencies, it shall be so marked. 

Where motor overload protection external to the appli¬ 
ance is required, the appliance shall be so marked. 

Informational Note: See 422.11 for overcurrent protection 
requirements. 




(B) To Be Visible. Marking shall be located so as to be 
visible or easily accessible after installation. 

422.61 Marking of Heating Elements. All heating ele- 
ments that are rated over one ampere, replaceable in the 
field, and a part of an appliance shall be legibly marked 
with the ratings in volts and amperes, or in volts and watts, 
or with the manufacturéis part number. 

422.62 Appliances Consisting of Motors and Other 
Loads. 

(A) Nameplate Horsepower Markings. Where a motor- 
operated appliance nameplate ineludes a horsepower rating, 
that rating shall not be less than the horsepower rating on 
the motor nameplate. Where an appliance consists of múl¬ 
tiple motoiMW one or more motors and other loads, the 
namepknJKlue shall not be less than the equivalent horse- 
poweMrth^fcmbined loads, calculated in accordance with 

6) Additional Nameplate Markings. Appliances, other 
^[han^wse factory-equipped with cords and attachment 
Jand with nameplates in compliance with 422.60, shall 
u accordance with 422.62(B)(1) or (B)(2). 

king. In addition to the marking required in 
), the marking on an appliance consisting of a motor 
with other load(s) or motors with or without other load(s) 
shall specify the minimum supply circuit conductor ampac- 
ity and the máximum rating of the circuit overcurrent pro- 
tective device. This requirement shall not apply to an ap¬ 
pliance with a nameplate in compliance with 422.60 where 
both the minimum supply circuit conductor ampacity and 
máximum rating of the circuit overcurrent protective device 
are not more than 15 amperes. 

(2) Altérnate Marking Method. An alternative marking 
method shall be permitted to specify the rating of the larg- 
est motor in volts and amperes, and the additional load(s) in 
volts and amperes, or volts and watts in addition to the 
marking required in 422.60. The ampere rating of a motor 
Vs horsepower or less or a nonmotor load 1 ampere or less 
shall be permitted to be omitted unless such loads consti- 
tute the principal load. 


ARTICLE 424 

Fixed Electric Space-Heating Equipment 


424.1 Scope. This article covers fixed electric equipment 
used for space heating. For the purpose of this article, heat- 
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ing equipment shall inelude heating cable, unit heaters, 
boilers, central systems, or other approved fixed electric 
space-heating equipment. This article shall not apply to 
process heating and room air conditioning. 

424.2 Other Articles. Fixed electric space-heating equip¬ 
ment incorporating a hermetic refrigerant motor- 
compressor shall also comply with Article 440. 

424.3 Branch Circuits. 


(B) Damp or Wet Locations. Heaters and related equip¬ 
ment installed in damp or wet locations shall be listed for 
such locations and shall be constructed and installed so that 
water or other liquids cannot enter or accumulate in or on 
wired sections, electrical components, or ductwork. 

Informational Note No. 1: See 110.11 for equipment ex- 
posed to deteriorating agents. 

Informational Note No. 2: See 680.27(C) for pool deck 


(A) Branch-Circuit Requirements. Individual branch cir¬ 
cuits shall be permitted to supply any volt-ampere or watt- 
age rating of fixed electric space-heating equipment for 
which they are rated. 

Branch circuits supplying two or more outlets for fixed 
electric space-heating equipment shall be rated 15, 20, 25, 
or 30 amperes. In other than a dwelling unit, fixed infrared 
heating equipment shall be permitted to be supplied from 
branch circuits rated not over 50 amperes. 

(B) Branch-Circuit Sizing. Fixed electric space-heating 
equipment and motors shall be considered continuous load. 

424.6 Listed Equipment. Electric baseboard heaters, heat¬ 
ing cables, duct heaters, and radiant heating systems shall 
be listed and labeled. 


II. Installation 

424.9 General. All fixed electric space-heatij* 
shall be installed in an approved manner. 

Permanently installed electric baseW 
equipped with factory-installed receptagj^utlefl 
provided as a sepárate listed assem 
lieu of a receptacle outlet(s) required 10.5ÜpB). 

Such receptacle outlets shall noü^^connected t^he heater 
circuits. 

Informational Note: Listed baseboarcF 
structions that may not permit their ir 
ceptacle outlets. 

424.10 Special Permission. Fixed electric space-heating 
equipment and systems installed by methods other than 
covered by this article shall be permitted only by special 
permission. 

424.11 Supply Conductors. Fixed electric space-heating 
equipment requiring supply conductors with over 60°C in- 
sulation shall be clearly and permanently marked. This 
marking shall be plainly visible after installation and shall 
be permitted to be adjacent to the field connection box. 

424.12 Locations. 


424.13 Spacing from Combustible Materials. Fixed 
electric space-heating equipment shall be installed to pro- 
vide the required spacing between the equipment and adja¬ 
cent combustible material, unless it is listed to be installed 
in direct contact witlvcombustible material. 



424.19 Disconnecting Means. Means shall be provided to 
simuítaneously\disconnect me heater, motor controller(s), 
anc^Mplej«ntary overcurrent protective device(s) of all 
fixed space-heating equipment from all ungrounded 

^ conductcnkwhere heating equipment is supplied by more 
¿jne sou^^ feeder, or branch circuit, the disconnecting 
Loe grouped and marked. The disconnecting 
pns speerfied in 424.19(A) and (B) shall have an ampere 
Eting not less than 125 percent of the total load of the 
Totors and the heaters. The provisión for locking or adding 
prock to the disconnecting means shall be installed on or at 
^the switch or circuit breaker used as the disconnecting 
means and shall remain in place with or without the lock 
installed. [ROP 17-49] 

(A) Heating Equipment with Supplementary Overcur¬ 
rent Protection. The disconnecting means for fixed electric 
space-heating equipment with supplementary overcurrent 
protection shall be within sight from the supplementary 
overcurrent protective device(s), on the supply side of these 
devices, if fuses, and, in addition, shall comply with either 
424.19(A)(1) or (A)(2). 

(1) Heater Containing No Motor Rated over Vs Horse- 
power. The above disconnecting means or unit switches 
complying with 424.19(C) shall be permitted to serve as the 
required disconnecting means for both the motor control¬ 
leres) and heater under either of the foliowing conditions: 

(1) The disconnecting means provided is also within sight 
from the motor controller(s) and the heater. 

(2) The disconnecting means is lockable in accordance 
with 110.25. [ROP 17-48] 


(A) Exposed to Physical Damage. Where subject to 
physical damage, fixed electric space-heating equipment 
shall be protected in an approved manner. 


(2) Heater Containing a Motor(s) Rated over Vs Horse- 
power. The above disconnecting means shall be permitted 
to serve as the required disconnecting means for both the 


70-314 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 424 — FIXED ELECTRIC SPACE-HEATTNG EQUIPMENT 


424.22 


motor controller(s) and heater under either of the following 
conditions: 

(1) Where the disconnecting means is in sight from the 
motor controller(s) and the heater and complies with 
Part IX of Article 430. 

(2) Where a motor(s) of more than Vs hp and the heater are 
provided with a single unit switch that complies with 
422.34(A), (B), (C), or (D), the disconnecting means 
shall be permitted to be out of sight from the motor 
controller. 


424.20 Thermostatically Controlled Switching Devices. 

(A) Serving as Both Controllers and Disconnecting 
Means. Thermostatically controlled switching devices and 
combination thermostats and manually controlled switches 
shall be permitted to serve as both controllers and discon¬ 
necting means, provided they meet all of the following 
conditions: 

(1) Provided with a marked “off” position 

(2) Directly open all ungrounded conductors when manu¬ 
ally placed in the “off” position 


(B) Heating Equipment Without Supplementary Over- 
current Protection. 

(1) Without Motor or with Motor Not over Vs Horse- 
power. For fixed electric space-heating equipment without 
a motor rated over Vs hp, the branch-circuit switch or Cir¬ 
cuit breaker shall be permitted to serve as the disconnecting 
means where the switch or circuit breaker is within sight 
from the heater or is lockable in accordance with 110.25. 
[ROP 17-50] 

(2) Over Vs Horsepower. For motor-driven electric space- 4 
heating equipment with a motor rated over Vs hp, a discon¬ 
necting means shall be located within sight from the j^tor 
controller or shall be permitted to comply with the r< 
ments in 424.19(A)(2). 



(3) Designed so that the circuit cannot be energized auto- 
matically after the device has been manually placed in 
the “off’ position 

(4) Located as specified in 424.19 

its That Do Not Directly Interrupt All 
'onductors. Thermostats that do not directly 
all T^tounded conductors and thermostats that 
ite remote^^frol circuits shall not be required to meet 
requirements oWfi.4.20(A). These devices shall not be 
permi^A as the disconnecting means. 

Switch and Circuit Breaker to Be Indicating. 

S^®tes and circuit breakers used as disconnecting means 
¡hallo||pf the indicating type. 


(C) Unit Switch(es) as Disconnecting 

switch(es) with a marked “off’ positi 
fixed heater and disconnects all 
shall he permitted as the disconnectin] 
fifis article where other meai 
vided in the types of occm 
(C)(4). 

(1) Multifamily Dwellinjpfcamultifan®' dwellings, the 

other disconnecting means be the dwelling 

unit, or on the same floor as the e*^mg unit in which the 
fixed heater is installed, and shall aSo be permitted to con¬ 
trol lamps and appliances. 

(2) Two-Family Dwellings. In two-family dwellings, the 
other disconnecting means shall be permitted either inside 
or outside of the dwelling unit in which the fixed heater is 
installed. In fifis case, an individual switch or circuit 
breaker for the dwelling unit shall be permitted and shall 
also be permitted to control lamps and appliances. 

(3) One-Family Dwellings. In one-family dwellings, the 
Service disconnecting means shall be permitted to be the 
other disconnecting means. 

(4) Other Occupancies. In other occupancies, the branch- 
circuit switch or circuit breaker, where readily accessible 
for servicing of the fixed heater, shall be permitted as the 
other disconnecting means. 


42432 Overcurrent Protection. 

(A) Branch-Circuit Devices. Electric space-heating 
equipment, other than such motor-operated equipment as 
required by Articles 430 and 440 to have additional over¬ 
current protection, shall be permitted to be protected 
against overcurrent where supplied by one of the branch 
circuits in Article 210. 

(B) Resistance Elements. Resistance-type heating ele- 
ments in electric space-heating equipment shall be pro¬ 
tected at not more than 60 amperes. Equipment rated more 
than 48 amperes and employing such elements shall have 
the heating elements subdivided, and each subdivided load 
shall not exceed 48 amperes. Where a subdivided load is 
less than 48 amperes, the rating of the supplementary over¬ 
current protective device shall comply with 424.3(B). A 
boiler employing resistance-type immersion heating ele¬ 
ments contained in an ASME-rated and stamped vessel 
shall be permitted to comply with 424.72(A). 

(C) Overcurrent Protective Devices. The supplementary 
overcurrent protective devices for the subdivided loads 
specified in 424.22(B) shall be (1) factory-installed within 
or on the heater enclosure or supplied for use with the 
heater as a sepárate assembly by the heater manufacturar; 
(2) accessible, but shall not be required to be readily acces¬ 
sible; and (3) suitable for branch-circuit protection. 

Informational Note: See 240.10. 
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Where cartridge fuses are used to provide this overcur- 
rent protection, a single disconnecting means shall be per- 
mitted to be used for the several subdivided loads. 

Informational Note No. 1: For supplementary overcurrent 
protection, see 240.10. 

Informational Note No. 2: For disconnecting means for 
cartridge fuses in circuits of any voltage, see 240.40. 


(B) Location. This nameplate shall he located so as to be 
visible or easily accessible after installation. 

424.29 Marking of Heating Elements. All heating ele- 
ments that are replaceable in the field and are part of an 
electric heater shall be legibly marked with the ratings in 
volts and watts or in volts and amperes. 


(D) Branch-Circuit Conductors. The conductors supply- 
ing the supplementary overcurrent protective devices shall 
be considered branch-circuit conductors. 

Where the heaters are rated 50 kW or more, the con¬ 
ductors supplying the supplementary overcurrent protective 
devices specified in 424.22(C) shall be permitted to be 
sized at not less than 100 percent of the nameplate rating of 
the heater, provided all of the following conditions are met: 

(1) The heater is marked with a minimum conductor size. 

(2) The conductors are not smaller than the marked mini¬ 
mum size. 

(3) A temperature-actuated device Controls the cyclic op- 
eration of the equipment. 

(E) Conductors for Subdivided Loads. Field-wired con¬ 
ductors between the heater and the supplementary overcur-^ 
rent protective devices shall be sized at not less than^ 
125 percent of the load served. The supplementary overcur- ' 
rent protective devices specified in 424.22(C) s 
these conductors in accordance with 240.4. 

Where the heaters are rated 50 kW or n 
ity of field-wired conductors between the^ 
supplementary overcurrent protective devici 
mitted to be not less than 100 perojg 
respective subdivided circuits, pra^ned allatUjiic fo 
conditions are met: 

(1) The heater is marked with a^umum conBctor size. 

(2) The conductors are not smaller^fc^they^uked mini¬ 
mum size. 

(3) A temperature-activated device Controls the cyclic op- 
eration of the equipment. 



V. Electric Space-Heating Cables 

424.34 Heating Cable Construction. Heating cables shall 
he furnished complete with factory-assembled nonheating 
leads at least 2.1 m (7 ft) in length. 

424.35 Marking ofTleating Cables. Each unit shall be 
marked with the id^Tíying ñame or identification Symbol, 
catalog numbet^El ratings in volts and watts or in volts 
and ampere^^r^^k 

Eachjfcnlength^Mreating cable shall have a perma- 
nent J|^Ble marking ^keach nonheating lead located 
withj^75 mnW3 in.) of tfle terminal end. The lead wire 
smM^ve ti^Kollowing color identification to indicate the 
circui^B^^e on which it is to be used: 

1) 120^^^nominal — y ello w 
volt^bminal — blue 
nominal — red 
277 volt, nominal — brown 
480 volt, nominal — orange 

^124.36 Clearances of Wiring in Ceilings. Wiring located 
above heated ceilings shall be spaced not less than 50 mm 
(2 in.) ahove the heated ceiling and shall be considered as 
operating at an ambient temperature of 50°C (122°F). The 
ampacity of conductors shall be calculated on the basis of 
the correction factors shown in the 0-2000 volt ampacity 
tahles of Article 310. If this wiring is located above thermal 
insulation having a minimum thickness of 50 mm (2 in.), 
the wiring shall not require correction for temperature. 


IY. Marking of Heating Equipment 
424.28 Nameplate. 

(A) Marking Required. Each unit of fixed electric space- 
heating equipment shall be provided with a nameplate giv- 
ing the identifying ñame and the normal rating in volts and 
watts or in volts and amperes. 

Electric space-heating equipment intended for use on 
alternating current only, direct current only, or both shall be 
marked to so indicate. The marking of equipment consist- 
ing of motors over Vs hp and other loads shall specify the 
rating of the motor in volts, amperes, and frequency, and 
the heating load in volts and watts or in volts and amperes. 


424.38 Area Restrictions. 

(A) Shall Not Extend Beyond the Room or Area. Heat¬ 
ing cables shall not extend beyond the room or area in 
which they origínate. 

(B) Uses Prohibited. Heating cables shall not be installed 
in the following: 

(1) In closets 

(2) Over walls 

(3) Over partitions that extend to the ceiling, unless they 
are isolated single runs of embedded cable 

(4) Over cabinets whose clearance from the ceiling is less 
than the minimum horizontal dimensión of the cabinet 


70-316 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 424 — FIXED ELECTRIC SPACE-HEATTNG EQUIPMENT 


424.43 


to the nearest cabinet edge that is open to the room or 
area 

(C) In Closet Ceilings as Low-Temperature Heat 
Sources to Control Relative Humidity. The provisions of 
424.38(B) shall not prevent the use of cable in closet ceil¬ 
ings as low-temperature heat sources to control relative hu- 
midity, provided they are used only in those portions of the 
ceiling that are unobstructed to the floor by shelves or other 
permanent luminaires. 

424.39 Clearance from Other Objects and Openings. 

Heating elements of cables shall be separated at least 
200 mm (8 in.) from the edge of outlet boxes and junction 
boxes that are to be used for mounting surface luminaires. 

A clearance of not less than 50 mm (2 in.) shall be provided 
from recessed luminaires and their trims, ventilating open¬ 
ings, and other such openings in room surfaces. No heating 
cable shall be covered by any surface-mounted equipment. 

424.40 Splices. Embedded cables shall be spliced only 
where necessary and only by approved means, and in no * 
case shall the length of the heating cable be altered. 


424.41 Installation of Heating Cables on Dry Bo 
Plaster, and on Concrete Ceilings. 



(F) Secured. Cables shall be secured by means of ap¬ 
proved stapling, tape, plaster, nonmetallic spreaders, or 
other approved means either at intervals not exceeding 
400 mm (16 in.) or at intervals not exceeding 1.8 m (6 ft) 
for cables identified for such use. Staples or metal fasteners 
that straddle the cable shall not be used with metal lath or 
other electrically conductive surfaces. 

(G) Dry Board Installations. In dry board installations, 
the entire ceiling below the heating cable shall be covered 
with gypsum board not exceeding 13 mm (V 2 in.) thickness. 
The void between the upper layer of gypsum board, plaster 
lath, or other fire-resistant material and the surface layer of 
gypsum board shall be completely filled with thermally 
conductive, nonshrinking plaster or other approved material 
or equivalen^Éermal conductivity. 

(H) Free from Contact with Conductive Surfaces. 
Cabld^hall nMjept free from contact with metal or other 

ically concr fetiv e surfaces. 

r (I) Joists. In dry board applications, cable shall be in- 
larallel to the joist, leaving a clear space centered 
the joist of 65 mm (2'/i in.) (width) between centers 
:ent runs of cable. A surface layer of gypsum board 
lounted so that the nails or other fasteners do not 
the heating cable. 


(A) In Walls. Cables shall not be installj 
it is necessary for an isolated single^®T of c] 
installed down a vertical surface to rejteih a droj 

(B) Adjacent Runs. Adjacent 
9 watts/m (214 watts/ft) 

38 mm (IV 2 in.) on cent 

(C) Surfaces to Be Applí^kHeating gfiples shall be ap- 
plied only to gypsum board^«stei»[th, or other fire- 
resistant material. With metal latl^ÉKher electrically con¬ 
ductive surfaces, a coat of plaster shall be applied to 
completely sepárate the metal lath or conductive surface 
from the cable. 

Informational Note: See also 424.41(F). 

(D) Splices. All heating cables, the splice between the 
heating cable and nonheating leads, and 75-mm (3-in.) 
minimum of the nonheating lead at the splice shall be em¬ 
bedded in plaster or dry board in the same manner as the 
heating cable. 

(E) Ceiling Surface. The entire ceiling surface shall have 
a finish of thermally noninsulating sand plaster that has a 
nominal thickness of 13 mm (V 2 in.), or other noninsulating 
material identified as suitable for this use and applied ac- 
cording to specified thickness and directions. 


(J) Crossing Joists. Cables shall cross joists only at the 
ends of the room unless the cable is required to cross joists 
elsewhere in order to satisfy the manufacturer’s instructions 
that the installer avoid placing the cable too cióse to ceiling 
penetrations and luminaires. 

424.42 Finished Ceilings. Finished ceilings shall not be 
covered with decorative panels or beams constructed of 
materials that have thermal insulating properties, such as 
wood, fiber, or plástic. Finished ceiüngs shall be permitted 
to be covered with paint, wallpaper, or other approved sur- 
face finishes. 

424.43 Installation of Nonheating Leads of Cables. 

(A) Free Nonheating Leads. Free nonheating leads of 
cables shall be installed in accordance with approved wir- 
ing methods from the junction box to a location within the 
ceiling. Such installations shall be permitted to be single 
conductors in approved raceways, single or multiconductor 
Type UF, Type NMC, Type MI, or other approved conduc¬ 
tors. 

(B) Leads in Junction Box. Not less than 150 mm (6 in.) 
of free nonheating lead shall be within the junction box. 
The marking of the leads shall be visible in the junction 
box. 
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(C) Excess Leads. Excess leads of heating cables shall not 
be cut but shall be secured to the underside of the ceiling 
and embedded in plaster or other approved material, leav- 
ing only a length sufficient to reach the junction box with 
not less than 150 mm (6 in.) of free lead within the box. 

424.44 Installation of Cables in Concrete or Poured 
Masonry Floors. 

(A) Watts per Linear Meter (Foot). Constant wattage 
heating cables shall not exceed 54 watts per linear meter 
(I6I/2 watts per linear foot) of cable. 

(B) Spacing Between Adjacent Runs. The spacing be- 
tween adjacent runs of cable shall not be less than 25 mm 
(1 in.) on centers. 

(C) Secured in Place. Cables shall he secured in place by 
nonmetallic frames or spreaders or other approved means 
while the concrete or other finish is applied. 

Cables shall not be installed where they bridge expan¬ 
sión joints unless protected from expansión and contrac - 
tion. 

(D) Spacing Between Heating Cable and Metal Embed¬ 
ded in the Floor. Spacing shall be maintained between the^ 
heating cable and metal embedded in the floor, unless the " 
cable is a grounded metal-ciad cable. [ROP 17-551 

(E) Leads Protected. Leads shall be protect^^here 
leave the floor by rigid metal conduit, int^^gdiate^ 
conduit, rigid nonmetallic conduit, eléctrica 1 T ífetalfl e 
ing, or by other approved means. 



(F) Bushings or Approved /Fittings. Buslfcp of^ 

proved fittings shall be used wh^gj^e leads en^ge within 
the floor slab. 

(G) Ground-Fault Circuit-InterruplIpF Protection. 

Ground-fault circuit-interrupter protection for personnel 
shall be provided for cables installed in electrically heated 
floors of bathrooms, kitchens, and in hydromassage bathtub 
locations. 

424.45 Inspection and Tests. Cable installations shall be 
made with due care to prevent damage to the cable assem- 
bly and shall be inspected and approved before cables are 
covered or concealed. 


424.58 Identification. Heaters installed in an air duct shall 
be identified as suitable for the installation. 

424.59 Airflow. Means shall be provided to ensure uni- 
form airflow over the face of the heater in accordance with 
the manufacturer’s instructions. [ROP 17-2] 

Informational Note: Heaters installed within 1.2 m (4 ñ) 
of the outlet of an air-moving device, heat pump, air con- 
ditioner, elbows, baffle plates, or other obstructions in duct- 
work may require tuming vanes, pressure plates, or other 
devices on the inlet side of the duct heater to ensure an 
even distribution of air over the face of the heater. 

424.60 Elevated Inlet Temperature. Duct heaters in¬ 
tended for use with elevated inlet air temperature shall be 
identified as suitable^or use at the elevated temperatures. 

424.61 Installation of Duct Heaters with Heat Pumps 

and Air Co^^m^Bjs. Heat pumps and air conditioners 
having dr^t meaters^fc^r than 1.2 m (4 ft) to the heat 
pump conditione^^yi have both the duct heater and 
heaj^mip or^r conditioMPdentified as suitable for such 
^tionso marked. 

¡ndensation. Duct heaters used with air condi- 
r air-cooling equipment that could result in 
t moisture shall be identified as suitable for 
Pconditioners. 

1.63 Fan Circuit Interlock. Means shall be provided to 
iure that the fan circuit is energized when any heater 
írcuit is energized. However, time- or temperature- 
controlled delay in energizing the fan motor shall be per- 
mitted. 

424.64 Limit Controls. Each duct heater shall be provided 
with an approved, integral, automatic-reset temperature- 
limiting control or controllers to de-energize the circuit or 
circuits. 

In addition, an integral independent supplementary con¬ 
trol or controllers shall be provided in each duct heater that 
disconnects a sufficient number of conductors to interrupt 
current flow. This device shall be manually resettable or 
replaceable. 

424.65 Location of Disconnecting Means. Duct heater 
controller equipment shall be either accessible with the dis¬ 
connecting means installed at or within sight from the con¬ 
troller or as permitted by 424.19(A). 


VI. Duct Heaters 

424.57 General. Part VI shall apply to any heater mounted 
in the airstream of a forced-air system where the air- 
moving unit is not provided as an integral part of the equip¬ 
ment. 


424.66 Installation. Duct heaters shall be installed in ac¬ 
cordance with the manufacturer’s instructions in such a 
manner that operation does not create a hazard to persons 
or property. Furthermore, duct heaters shall be located with 
respect to building construction and other equipment so as 
to permit access to the heater. Sufficient clearance shall be 
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maintained to permit replacement of Controls and heating 
elements and for adjusting and cleaning of Controls and 
other parts requiring such attention. See 110.27. 

Informational Note: For additional installation Informa¬ 
tion, see NFPA 90A-2009, Standard for the Installation of 
Air-Conditioning and Ventilating Systems, and NFPA 90B- 
2009, Standard for the Installation of Warm Air Heating 
and Air-Conditioning Systems. 


VII. Resistance-Type Boilers 

424.70 Scope. The provisions in Part VII of this article 
shall apply to boilers employing resistance-type heating el¬ 
ements. Electrode-type boilers shall not be considered as 
employing resistance-type heating elements. See Part VIII 
of this article. 

424.71 Identification. Resistance-type boilers shall be 
identified as suitable for the installation. 

424.72 Overcurrent Protection. 

(A) Boiler Employing Resistance-Type Immersion 
Heating Elements in an ASME-Rated and Stamped Ves- 
sel. A boiler employing resistance-type immersion h 
elements contained in an ASME-rated and stamped 
shall have the heating elements protected at not more* 
150 amperes. Such a boiler rated more thaj^^O ampS 
shall have the heating elements subdividí 
exceeding 120 amperes. 

Where a subdivided load is lesslfcn 120^ 
rating of the overcurrent protective device shall compT 
with 424.3(B). ^ 

(B) Boiler Employing Resistance-Type HéHÉÍng Ele¬ 
ments Rated More Tnl^M8 Amperes and Not Con¬ 
tained in an ASME-Rated^kiStam^vVessel. A boiler 
employing resistance-type hean^Le*rents not contained 
in an ASME-rated and stamped v^pcl shall have the heat¬ 
ing elements protected at not more than 60 amperes. Such a 
boiler rated more than 48 amperes shall have the heating 
elements subdivided into loads not exceeding 48 amperes. 

Where a subdivided load is less than 48 amperes, the 
rating of the overcurrent protective device shall comply 
with 424.3(B). 

(C) Supplementary Overcurrent Protective Devices. 

The supplementary overcurrent protective devices for the 
subdivided loads as required by 424.72(A) and (B) shall be 
as follows: 

(1) Factory-installed within or on the boiler enclosure or 
provided as a sepárate assembly by the boiler manufac¬ 
turar 

(2) Accessible, but need not be readily accessible 

(3) Suitable for branch-circuit protection 


Where cartridge fuses are used to provide this overcur¬ 
rent protection, a single disconnecting means shall be per- 
mitted for the several subdivided circuits. See 240.40. 

(D) Conductors Supplying Supplementary Overcurrent 
Protective Devices. The conductors supplying these 
supplementary overcurrent protective devices shall be con¬ 
sidered branch-circuit conductors. 

Where the heaters are rated 50 kW or more, the con¬ 
ductors supplying the overcurrent protective device speci- 
fied in 424.72(C) shall be permitted to be sized at not less 
than 100 percent of the nameplate rating of the heater, 
provided all of the following conditions are met: 

(1) The heater is marked with a mínimum conductor size. 

(2) The conductors are not smaller than the marked míni¬ 
mum si^^ 

(3) A tendBature- or pressure-actuated device Controls the 
con of the equipment. 

Conductor^ fe». Subdivided Loads. Field-wired con- 
fhctors between th^^ater and the supplementary overcur- 
írent a^ective devices shall be sized at not less than 
^rcent of the load served. The supplementary overcur- 
ÉDrotective devices specified in 424.72(C) shall protect 
thesSkjnductors in accordance with 240.4. 

^WiWe the heaters are rated 50 kW or more, the ampac- 
r field-wired conductors hetween the heater and the 
supplementary overcurrent protective devices shall be per¬ 
mitted to be not less than 100 percent of the load of their 
respective subdivided circuits, provided all of the following 
conditions are met: 

(1) The heater is marked with a mínimum conductor size. 

(2) The conductors are not smaller than the marked míni¬ 
mum size. 

(3) A temperature-activated device Controls the cyclic op- 
eration of the equipment. 

424.73 Overtemperature Limit Control. Each boiler de- 
signed so that in normal operation there is no change in 
State of the heat transfer médium shall be equipped with a 
temperature-sensitive limiting means. It shall be installed to 
limit máximum liquid temperatura and shall directly or in- 
directly disconnect all ungrounded conductors to the heat¬ 
ing elements. Such means shall be in addition to a 
temperature-regulating system and other devices protecting 
the tank against excessive pressure. 

424.74 Overpressure Limit Control. Each boiler de- 
signed so that in normal operation there is a change in State 
of the heat transfer médium from liquid to vapor shall be 
equipped with a pressure-sensitive limiting means. It shall 
be installed to limit máximum pressure and shall directly or 
indirectly disconnect all ungrounded conductors to the 
heating elements. Such means shall be in addition to a 
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pressure-regulating system and other devices protecting the system and other devices protecting the tank against exces- 
tank against excessive pressure. sive pressure. 


VIII. Electrode-Type Boilers 

424.80 Scope. The provisions in Part VIII of this article 
shall apply to boilers for operation at 600 volts, nominal, or 
less, in which heat is generated by the passage of current 
between electrodes through the liquid being heated. 

Informational Note: For over 600 volts, see Part V of 
Article 490. 


424.85 Grounding. For those boilers designed such that 
fault currents do not pass through the pressure vessel, and 
the pressure vessel is electrically isolated from the elec¬ 
trodes, all exposed non-current-carrying metal parts, in- 
cluding the pressure vessel, supply, and retum connecting 
piping, shall be grounded. 

For all other designs, the pressure vessel containing the 
electrodes shall be isolated and electrically insulated from 
ground. 


424.81 Identification. Electrode-type boilers shall be iden- 
tified as suitable for the installation. 

424.82 Branch-Circuit Requirements. The size of 
branch-circuit conductors and overcurrent protective de¬ 
vices shall be calculated on the hasis of 125 percent of the 
total load (motors not included). A contactor, relay, or other 
device, approved for continuous operation at 100 percent of 
its rating, shall be permitted to supply its full-rated load. 
See 210.19(A), Exception. The provisions of this section 
shall not apply to conductors that form an integral part of 
an approved boiler. 

Where an electrode boiler is rated 50 kW or more, the ^ 
conductors supplying the boiler electrode(s) shall be per¬ 
mitted to be sized at not less than 100 percent oftí 
píate rating of the electrode boiler, provided aUthi 
ing conditions are met: 

(1) The electrode boiler is marked with a 
ductor size. 

(2) The conductors are not sn 
mum size. 

(3) A temperature- or pressure-al^| 
cyclic operation of the equiprn^ 

424.83 Overtemperature Limit ControlKach boiler, de¬ 
signed so that in normal operation there is no change in 
State of the heat transfer médium, shall be equipped with a 
temperature-sensitive limiting means. It shall be installed to 
limit máximum liquid temperature and shall directly or in- 
directly interrupt all current flow through the electrodes. 
Such means shall be in addition to the temperature- 
regulating system and other devices protecting the tank 
against excessive pressure. 

424.84 Overpressure Limit Control. Each boiler, de¬ 
signed so that in normal operation there is a change in State 
of the heat transfer médium from liquid to vapor, shall be 
equipped with a pressure-sensitive limiting means. It shall 
be installed to limit máximum pressure and shall directly or 
indirectly interrupt all current flow through the electrodes. 
Such means shall be in addition to a pressure-regulating 



424.86 Markings. All electrode-type boilers shall be 
marked to show the foliowing: 

(1) The manufacturas ñame. 

(2) The normjd^Kng in volts, amperes, and kilowatts. 

(3) The ele^pcal^^toly required specifying frequency, 
nurnh^ of phases^kd number of wires. 

(4) ^^nnarking “ElectrmkType Boiler.” 

(5}^fwarnij»marking, “All Power Supplies Shall Be Dis- 
Coimccíetl Before Servicing, Including Servicing the 
s Vessel.” A field-applied waming marking or 
.Jabel MLcomply with 110.21(B). [ROP 17-57] 

aplate shall be located so as to be visible after 


p. Electric Radiant Heating Panels and Heating 
Panel Sets 

424.90 Scope. The provisions of Part IX of this article 
shall apply to radiant heating panels and heating panel sets. 

424.91 Definitions. 

Heating Panel. A complete assembly provided with a junc- 
tion box or a length of flexible conduit for connection to a 
branch circuit. 

Heating Panel Set. A rigid or nonrigid assembly provided 
with nonheating leads or a terminal junction assembly iden- 
tified as being suitable for connection to a wiring system. 

424.92 Markings. 

(A) Location. Markings shall be permanent and in a loca- 
tion that is visible prior to application of panel finish. 

(B) Identified as Suitable. Each unit shall be identified as 
suitable for the installation. 

(C) Required Markings. Each unit shall be marked with 
the identifying ñame or identification symbol, catalog num- 
ber, and rating in volts and watts or in volts and amperes. 
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424.96 


(D) Labels Provided by Manufacturen The manufactur¬ 
éis of heating panels or heating panel sets shall provide 
marking labels that indícate that the space-heating installa- 
tion incorporales heating panels or heating panel sets and 
instructions that the labels shall be affixed to the panel- 
boards to identify which branch circuits supply the circuits 
to those space-heating installations. If the heating panels 
and heating panel set installations are visible and distin- 
guishable after installation, the labels shall not be required 
to be provided and affixed to the panelboards. 

424.93 Installation. 

(A) General. 


(1) Mounting Location. Heating panel sets shall be per- 
mitted to be secured to the lower face of joists or mounted 
in between joists, headers, or nailing strips. 

(2) Parallel to Joists or Nailing Strips. Heating panel sets 
shall be installed parallel to joists or nailing strips. 

(3) Installation of Nails, Staples, or Other Fasteners. 

Nailing or stapling of heating panel sets shall be done only 
through the unheated portions provided for this purpose. 
Heating panel sets shall not be cut through or nailed 
through any point closer than 6 mm OA in.) to the element. 
Nails, Staples, or other fasteners shall not be used where 
they penétrate current-carrying parts. 


(1) Manufacturera Instructions. Heating panels and heat¬ 
ing panel sets shall be installed in accordance with the 
manufacturer’s instructions. 

(2) Locations Not Permitted. The heating portion shall not 
be installed as follows: 

(1) In or behind surfaces where subject to physical damage 

(2) Run through or above walls, partitions, cupboards, or 
similar portions of structures that extend to the ceiling 

(3) Run in or through thermal insulation, hut shall ja 
mitted to be in contad with the surface of t 
insulation 

(3) Separation from Outlets for 

panels and panel sets shall be sepa] 

200 mm (8 in.) from the edges of< 
junction boxes that are to be used 
luminaires. A clearance 
be provided from reces; 
tilating openings, and 
faces, unless the heating 
marked for lesser clearan 
permitted to be installed 
cient area shall be provided 
or heating panel set is to be covered by any surface- 
mounted units. 




.) shall 
ims, ven- 
'oom sur- 
are listed and 
!se they shall be 
clearances. Suffi- 
no heating panel 


(4) Installed as Complete Unit. Heating panel sets shall be 
installed as^Aplete units unless identified as suitable for 
field cuttin^n an approved manner. 

Cleararices of Wiring in Ceilings. Wiring located 
fe heated cen^fc shall be spaced not less than 50 mm 
in.) above the hd^d ceiling and shall be considered as 
operabág at an ambient of 50°C (122°F). The ampacity 
calculated on the basis of the correction factors 
the 0-2000 volt ampacity tables of Article 310. If 
ing is located above thermal insulations having a 
thickness of 50 mm (2 in.), the wiring shall not 
fe correction for temperature. 

424.95 Location of Branch-Circuit and Feeder Wiring 
Walls. 

(A) Exterior Walls. Wiring methods shall comply with 
Article 300 and 310.15(A)(3). 

(B) Interior Walls. Any wiring behind heating panels or 
heating panel sets located in interior walls or partitions 
shall be considered as operating at an ambient temperature 
of 40°C (104°F), and the ampacity shall be calculated on 
the basis of the correction factors given in the 0-2000 volt 
ampacity tables of Article 310. 


(4) Surfaces Covering Heating Panels. After the heating 
panels or heating panel sets are installed and inspected, it 
shall be permitted to install a surface that has been identi¬ 
fied by the manufacturer’s instructions as being suitable for 
the installation. The surface shall be secured so that the 
nails or other fastenings do not pierce the heating panels or 
heating panel sets. 

(5) Surface Coverings. Surfaces permitted by 
424.93(A)(4) shall be permitted to be covered with paint, 
wallpaper, or other approved surfaces identified in the 
manufacturer’s instructions as being suitable. 

(B) Heating Panel Sets. 


424.96 Connection to Branch-Circuit Conductors. 

(A) General. Heating panels or heating panel sets as- 
sembled together in the field to form a heating installation 
in one room or area shall be connected in accordance with 
the manufacturer’s instructions. 

(B) Heating Panels. Heating panels shall be connected to 
branch-circuit wiring by an approved wiring method. 

(C) Heating Panel Sets. 

(1) Connection to Branch-Circuit Wiring. Heating panel 
sets shall be connected to branch-circuit wiring by a 
method identified as being suitable for the purpose. 
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(2) Panel Sets with Terminal Junction Assembly. A heat- 
ing panel set provided with terminal junction assembly 
shall be permitted to have the nonheating leads attached at 
the time of installation in accordance with the manufactur- 
er’s instructions. 


facturer’s instructions and shall also comply with 
424.99(0(1) through (Q(5). 

(1) Expansión Joints. Heating panels or heating panel sets 
shall not be installed where they bridge expansión joints 
unless protected from expansión and contraction. 


424.97 Nonheating Leads. Excess nonheating leads of 
heating panels or heating panel sets shall be permitted to be 
cut to the required length. They shall meet the installation 
requirements of the wiring method employed in accordance 
with 424.96. Nonheating leads shall be an integral part of a 
heating panel and a heating panel set and shall not be sub- 
jected to the ampacity requirements of 424.3(B) for branch 
circuits. 

424.98 Installation in Concrete or Poured Masonry. 

(A) Máximum Heated Area. Heating panels or heating 
panel sets shall not exceed 355 watts/m 2 (33 watts/ft 2 ) of 
heated area. 

(B) Secured in Place and Identified as Suitable. Heating 
panels or heating panel sets shall be secured in place by 
means specified in the manufacturer’s instructions and 
identified as suitable for the installation. 

(C) Expansión Joints. Heating panels or heating panel ^ 
sets shall not be installed where they bridge expansión 
joints unless provisión is made for expansión an<L 
tion. 


(D) Spacings. Spacings shall be mai ntai ne^fcetweery 
ing panels or heating panel sets and metal emnftj^^n 
floor. Grounded metal-ciad heating nÉÜil^hainBme 
ted to be in contad with metal eiseaded 

(E) Protection of Leads. Lear^hall be protiSed where 
they leave the floor by rigid melkronduit, i*rmediate 
metal conduit, rigid nonmetallic conc^^o^pectrical me- 
tallic tubing, or by other approved meara 

(F) Bushings or Fittings Required. Bushings or approved 
fittings shall be used where the leads emerge within the 
floor slabs. 



(2) Connection to Conductors. Heating panels and heat¬ 
ing panel sets shall be connected to branch-circuit and sup- 
ply wiring by wiring methods recognized in Chapter 3. 

(3) Anchoring. Heating panels and heating panel sets shall 
be firmly anchored to the floor using an adhesive or anchor¬ 
ing system identified for this use. 

(4) Coverings. After heating panels or heating panel sets 
are installed and insuected, they shall be permitted to be 
covered by a flooi^^ering that has been identified by the 
manufacturar as being suitable for the installation. The cov- 
ering shall ta^ecinByo the heating panel or heating panel 
sets withjtíease-typ^fcaesives or by means identified for 
this usa 

Protection. A device to open all ungrounded 
ipplying the heating panels or heating panel 
by the manufacturar, shall function when a 
'- or tufkresistance line-to-line, line-to-grounded con- 
linSRb-ground fault occurs, such as the result of 
of the element or element assembly. 

Informational Note: An integral grounding shield may be 
required to provide this protection. 


ARTICLE 426 

Fixed Outdoor Electric Deicing and 
Snow-Melting Equipment 


426.1 Scope. The requirements of this article shall apply to 
electrically energized heating systems and the installation 
of these systems. 


424.99 Installation Under Floor Covering. 

(A) Identification. Heating panels or heating panel sets for 
installation under floor covering shall be identified as suit¬ 
able for installation under floor covering. 

(B) Máximum Heated Area. Heating panels or panel sets 
installed under floor covering shall not exceed 160 
watts/m 2 (15 watts/ft 2 ) of heated area. 

(C) Installation. Listed heating panels or panel sets, if in¬ 
stalled under floor covering, shall be installed on floor sur- 
faces that are smooth and Hat in accordance with the manu- 


(A) Embedded. Embedded in driveways, walks, steps, and 
other arcas. 

(B) Exposed. Exposed on drainage systems, bridge struc- 
tures, roofs, and other structures. 

426.2 Definitions. 

Heating System. A complete system consisting of compo- 
nents such as heating elements, fastening devices, nonheat¬ 
ing circuit wiring, leads, temperatura controllers, safety 
signs, junction boxes, raceways, and fittings. 
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426.21 


Impedance Heating System. A system in which heat is 
generated in a pipe or rod, or combination of pipes and 
rods, by causing current to flow through the pipe or rod by 
direct connection to an ac voltage source from an isolating 
transformen The pipe or rod shall be permitted to be em- 
bedded in the surface to be heated, or constitute the ex- 
posed components to be heated. 


posting of appropriate caution signs or markings where 
clearly visible. 

426.14 Special Permission. Fixed outdoor deicing and 
snow-melting equipment employing methods of construc- 
tion or installation other than covered by this article shall 
be permitted only by special permission. 


Resistance Heating Element. A specific sepárate element 
to generate heat that is embedded in or fastened to the 
surface to be heated. 

Informational Note: Tubular heaters, strip heaters, heating 
cable, heating tape, and heating panels are examples of 
resistance heaters. 

Skin-Efifect Heating System. A system in which heat is 
generated on the inner surface of a ferromagnetic envelope 
embedded in or fastened to the surface to be heated. 

Informational Note: Typically, an electrically insulated 
conductor is routed through and connected to the envelope 
at the other end. The envelope and the electrically insulated 
conductor are connected to an ac voltage source from an 
isolating transformen 


426.3 Application of Other Articles. Cord-am 
connected fixed outdoor electric deicing and snow-i 
equipment intended for specific use and identified 
able for this use shall be installed accordim^^rtic 


426.4 Continuous Load. Fixed oí 
and snow-melting equipment shall 
tinuous load. 


II. Installation 



ir outdo^Pelectric deicing 
[ed^^meing suitable for 


426.10 General. Equipmei 
and snow melting shall be i< 
the following: 

(1) The Chemical, thermal, and physical environment 

(2) Installation in accordance with the manufacturéis 
drawings and instructions 

426.11 Use. Electric heating equipment shall be installed 
in such a manner as to be afforded protection from physical 
damage. 


III. Resistance Heating Elements 

426.20 Embedded Deicing and Snow-Melting Equip¬ 
ment. 

(A) Watt Density. Panels or units shall not exceed 1300 
watts/m 2 (120 watts/ft 2 ) of heated area. 

(B) Spacii^^The spacing between adj acent cable runs is 
dependmp^Lin the rating of the cable and shall be not less 
than ^Wnrn ^min .l on centers. 

Cover. Unit^^yiels, or cables shall be installed as 
’&llows^ 

1) fl^a substantial asphalt or masonry base at least 
mm (2 in.) thick and have at least 38 mm (IV 2 in.) of 
ihalt or masonry applied over the units, panels, or 
ps; or 

ley shall be permitted to be installed over other ap¬ 
proved bases and embedded within 90 mm (3 Vis in.) of 
masonry or asphalt but not less than 38 mm (IV2 in.) 
from the top surface; or 

(3) Equipment that has been Usted for other forms of in¬ 
stallation shall be installed only in the manner for 
which it has been identified. 

(D) Secured. Cables, units, and panels shall be secured in 
place by frames or spreaders or other approved means 
while the masonry or asphalt finish is applied. 

(E) Expansión and Contraction. Cables, units, and pan¬ 
els shall not be installed where they bridge expansión joints 
unless provisión is made for expansión and contraction. 

426.21 Exposed Deicing and Snow-Melting Equipment. 

(A) Secured. Heating element assemblies shall be secured 
to the surface being heated by approved means. 


426.12 Thermal Protection. External surfaces of outdoor 
electric deicing and snow-melting equipment that opérate at 
temperatures exceeding 60°C (140°F) shall he physically 
guarded, isolated, or thermally insulated to protect against 
contad by personnel in the area. 

426.13 Identification. The presence of outdoor electric de¬ 
icing and snow-melting equipment shall be evident by the 


(B) Overtemperature. Where the heating element is not 
in direct contad with the surface being heated, the design 
of the heater assembly shall be such that its temperature 
limitations shall not be exceeded. 

(C) Expansión and Contraction. Heating elements and 
assemblies shall not be installed where they bridge expan¬ 
sión joints unless provisión is made for expansión and con¬ 
traction. 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-323 



426.22 


ARTICLE 426 — FT XF.D OUTDOOR ELECTRIC DEICING AND SNOW-MELTING EQUIPMENT 


(D) Flexural Capability. Where installed on flexible 
structures, the heating elements and assemblies shall have a 
flexural capability that is compatible with the structure. 

426.22 Installation of Nonheating Leads for Embedded 
Equipment. 

(A) Grounding Sheath or Braid. Nonheating leads hav- 
ing a grounding sheath or braid shall be permitted to be 
embedded in the masonry or asphalt in the same manner as 
the heating cable without additional physical protection. 

(B) Raceways. All but 25 mm to 150 mm (1 in. to 6 in.) of 
nonheating leads not having a grounding sheath shall be 
enclosed in a rigid metal conduit, electrical metallic tubing, 
intermedíate metal conduit, or other raceways within as¬ 
phalt or masonry. The distance from the factory splice to 
raceway shall not be less than 25 mm (1 in.) or more than 
150 mm (6 in.). 

(C) Bushings. Insulating bushings shall be used in the as¬ 
phalt or masonry where leads enter conduit or tubing. 

(D) Expansión and Contraction. Leads shall be protected 
in expansión joints and where they emerge from masonry 
or asphalt by rigid conduit, electrical metallic tubing, Ínter-' 
medíate metal conduit, other raceways, or other approved 


(E) Leads in Junction Boxes. Not less 
(6 in.) of free nonheating lead shall be wiH 
box. 

426.23 Installation of Nonhea|j|| 

Equipment. 

(A) Nonheating Leads. Power 'IBtely nonheBing leads 
(coid leads) for resistance elements l^Ub^Prentified for 
the temperature encountered. Not less t^fc^DO mm (6 in.) 
of nonheating leads shall be provided within the junction 
box. Preassembled factory-supplied and field-assembled 
nonheating leads on approved heaters shall be permitted to 
be shortened if the markings specified in 426.25 are re- 
tained. 

(B) Protection. Nonheating power supply leads shall be 
enclosed in a rigid conduit, intermedíate metal conduit, 
electrical metallic tubing, or other approved means. 

426.24 Electrical Connection. 

(A) Heating Element Connections. Electrical connec- 
tions, other than factory connections of heating elements to 
nonheating elements embedded in masonry or asphalt or on 
exposed surfaces, shall be made with insulated connectors 
identified for the use. 


(B) Circuit Connections. Splices and terminations at the 
end of the nonheating leads, other than the heating element 
end, shall be installed in a box or fitting in accordance with 
110.14 and 300.15. 

426.25 Marking. Each factory-assembled heating unit 
shall be legibly marked within 75 mm (3 in.) of each end of 
the nonheating leads with the permanent identification Sym¬ 
bol, catalog number, and ratings in volts and watts or in 
volts and amperes. 

426.26 Corrosión Protection. Ferrous and nonferrous 
metal raceways, cable armor, cable sheaths, boxes, fittings, 
supports, and support hardware shall be permitted to be 
installed in concrete or in direct contact with the earth, or in 
areas subject to se\jAcorrosive influences, where made of 
material suitable^^the condition, or where provided with 
corrosión pro^P^^dentified as suitable for the condition. 




id-Fault Protection of Equipment. Ground- 
of equipment shall be provided for fixed 
trie deicing and snow-melting equipment. 


¡6.30 Personnel Protection. Exposed elements of im- 
pedance heating systems shall be physically guarded, iso- 
lated, or thermally insulated with a weatherproof jacket to 
protect against contact by personnel in the area. 

426.31 Isolation Transformen An isolation transformer 
with a grounded shield between the primary and secondary 
windings shall be used to isolate the distribution system 
from the heating system. 

426.32 Voltage Limitations. Unless protected by ground- 
fault circuit-interrupter protection for personnel, the sec¬ 
ondary winding of the isolation transformer connected to 
the impedance heating elements shall not have an output 
voltage greater than 30 volts ac. 

Where ground-fault circuit-interrupter protection for 
personnel is provided, the voltage shall be permitted to be 
greater than 30 hut not more than 80 volts. 

426.33 Induced Currents. All current-carrying compo- 
nents shall be installed in accordance with 300.20. 

426.34 Grounding. An impedance heating system that is 
operating at a voltage greater than 30 but not more than 80 
shall be grounded at a designated point(s). 
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427.1 


V. Skin-Effect Heating 

426.40 Conductor Ampacity. The current through the 
electrically insulated conductor inside the ferromagnetic 
envelope shall be permitted to exceed the ampacity valúes 
shown in Article 310, provided it is identified as suitable 
for this use. 

426.41 Pulí Boxes. Where pulí boxes are used, they shall 
be accessible without excavation by location in suitable 
vaults or abovegrade. Outdoor pulí boxes shall be of water- 
tight construction. 

426.42 Single Conductor in Enclosure. The provisions of 
300.20 shall not apply to the installation of a single con¬ 
ductor in a ferromagnetic envelope (metal enclosure). 

426.43 Corrosión Protection. Ferromagnetic envelopes, 
ferrous or nonferrous metal raceways, hoxes, fittings, sup- 
ports, and support hardware shall be permitted to be in- 
stalled in concrete or in direct contact with the earth, or h 
areas suhjected to severe corrosive influences, where made < 
of material suitable for the condition, or where provided 
with corrosión protection identified as suitable for t he^co n- 
dition. Corrosión protection shall maintain the origin* 
thickness of the ferromagnetic envelope. 

426.44 Grounding. The ferromagnetic 
connected to an equipment groundim 
ends; and, in addition, it shall be peí 
to an equipment grounding conducto 
as required by its design. 

The provisions of 25(1 
lation of skin-effect heaJií 

Informational Note: 



426.51 Controllers. 

(A) Temperature Controller with “Off’ Position. Tem- 
perature controlled switching devices that indicate an “off” 
position and that interrupt fine current shall open all un- 
grounded conductors when the control device is in the “off” 
position. These devices shall not be permitted to serve as 
the disconnecting means unless they are lockable in accor- 
dance with 110.25. [ROP 17-70] 

(B) Temperature Controller Without “Off” Position. 

Temperature controlled switching devices that do not have 
an “off” position shall not be required to open all un- 
grounded conductors and shall not be permitted to serve as 
the disconnecting means. 

(C) Remot<yj^mperature Controller. Remóte controlled 
temperatm»Ktuated devices shall not be required to meet 
the recM^fcnts of 426.51 (A). These devices shall not be 

id to slikc as the disconnecting means. 

Combined Switching Devices. Switching devices 
'consi stjAg of combitTCd temperature-actuated devices and 
ly controlled switches that serve both as the control- 
id the disconnecting means shall comply with all of 
lowing conditions: 

Optp all ungrounded conductors when manually placed 
the “off” position 

(2) Be so designed that the circuit cannot be energized 
automatically if the device has been manually placed in 
the “off” position 

(3) Be lockable in accordance with 110.25 [ROP 17-71] 

426.54 Cord-and-Plug-Connected Deicing and Snow- 
Melting Equipment. Cord-and-plug-connected deicing 
and snow-melting equipment shall be listed. 


VI. Control and Protection 
426.50 Disconnecting Means. 

(A) Disconnection. All fixed outdoor deicing and snow- 
melting equipment shall be provided with a means for si- 
multaneous disconnection from all ungrounded conductors. 
Where readily accessible to the user of the equipment, the 
branch-circuit switch or circuit breaker shall be permitted 
to serve as the disconnecting means. The disconnecting 
means shall be of the indicating type and be provided with 
a positive lockout in the “off” position. 

(B) Cord-and-Plug-Connected Equipment. The factory- 
installed attachment plug of cord-and-plug-connected 
equipment rated 20 amperes or less and 150 volts or less to 
ground shall be permitted to be the disconnecting means. 


ARTICLE 427 

Fixed Electric Heating Equipment for 
Pipelines and Vessels 


I. General 

427.1 Scope. The requirements of this article shall apply to 
electrically energized heating systems and the installation 
of these systems used with pipelines or vessels or both. 

Informational Note: For further information, see 
ANSI/IEEE Std. 515-2002, Standard for the Testing, De¬ 
sign, Installation and Maintenance of Electrical Resistance 
Heat Tracing for Industrial Applications; ANSI/IEEE Std. 
844-2000, Recommended Practice for Electrical Imped- 
ance, Induction, and Skin Effect Heating of Pipelines and 
Vessels-, and ANSI/NECA 202-2006, Standard for Installing 
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and Maintaining Industrial Heat Tracing Systems. [ROP 
17-72] 

427.2 Definitions. 

Impedance Heating System. A system in which heat is 
generated in a pipeline or vessel wall by causing current to 
flow through the pipeline or vessel wall by direct connec- 
tion to an ac voltage source from a dual-winding trans- 
former. 


427.11 Use. Electric heating equipment shall be installed 
in such a manner as to be afforded protection from physical 
damage. 

427.12 Thermal Protection. Extemal surfaces of pipeline 
and vessel heating equipment that opérate at temperatures 
exceeding 60°C (140°F) shall be physically guarded, iso- 
lated, or thermally insulated to protect against contact by 
personnel in the area. 


Induction Heating System. A system in which heat is gen¬ 
erated in a pipeline or vessel wall by inducing current and 
hysteresis effect in the pipeline or vessel wall from an ex- 
ternal isolated ac field source. 

[ROP 17-73] 

Pipeline. A length of pipe including pumps, valves, flanges, 
control devices, strainers, and/or similar equipment for con- 
veying fluids. 

Resistance Heating Element. A specific sepárate element 
to generate heat that is applied to the pipeline or vessel 
extemally or intemally. 

Informational Note: Tubular heaters, strip heaters, heating 
cable, heating tape, heating blankets, and immersion heat¬ 
ers are examples of resistance heaters. 

Skin-Eífect Heating System. A system in whic] 
generated on the inner surface of a ferromagnet 
attached to a pipeline or vessel, or both. 

Informational Note: Typically, an electrú 
conductor is routed through and 
at the other end. The envelope and 
conductor are connected to an já 
dual-winding transformen 

Vessel. A container such 
holding fluids or other materia 


427.13 Identification. The presence of electrically heated 
pipelines, vessels, or both, shall be evident by the posting 
of appropriate caution signs or markings at intervals not 
exceeding 6 m (20 ft) along the pipeline or vessel and on or 
adjacent to equipment in the piping system that requires 
periodic servicing.^ 




in Direct Contact. Where the heating element 
contact with the pipeline or vessel being 
lall be provided to prevent overtemperature 
FiSIftig element unless the design of the heater as- 
!mbly is such that its temperature limitations will not be 
^eeded. 

Í27.16 Expansión and Contraction. Heating elements 
and assemblies shall not be installed where they bridge 
expansión joints unless provisions are made for expansión 
and contraction. 

427.17 Flexural Capability. Where installed on flexible 
pipelines, the heating elements and assemblies shall have a 
flexural capability that is compatible with the pipeline. 


427.3 Application of Other Articles. Cord-connected 
pipe heating assemblies intended for specific use and iden- 
tified as suitable for this use shall be installed according to 
Article 422. 

427.4 Continuous Load. Fixed electric heating equipment 
for pipelines and vessels shall be considered continuous 
load. 


427.18 Power Supply Leads. 

(A) Nonheating Leads. Power supply nonheating leads 
(coid leads) for resistance elements shall be suitable for the 
temperature encountered. Not less than 150 mm (6 in.) of 
nonheating leads shall be provided within the junction box. 
Preassembled factory-supplied and field-assembled non¬ 
heating leads on approved heaters shall be permitted to be 
shortened if the markings specified in 427.20 are retained. 


II. Installation 

427.10 General. Equipment for pipeline and vessel elec¬ 
tric heating shall be identified as being suitable for (1) the 
Chemical, thermal, and physical environment and (2) instal¬ 
lation in accordance with the manufacturera drawings and 
instructions. 


(B) Power Supply Leads Protection. Nonheating power 
supply leads shall be protected where they emerge from 
electrically heated pipeline or vessel heating units by rigid 
metal conduit, intermedíate metal conduit, electrical metal- 
lie tubing, or other raceways identified as suitable for the 
application. 
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427.36 


(C) Interconnecting Leads. Interconnecting nonheating 
leads connecting portions of the heating system shall be 
permitted to be covered by thermal insulation in the same 
manner as the heaters. 


427.26 Isolation Transformer. A dual-winding trans- 
former with a grounded shield between the primary and 
secondary windings shall be used to isolate the distribution 
system from the heating system. 


427.19 Electrical Connections. 

(A) Nonheating Interconnections. Nonheating intercon- 
nections, where required under thermal insulation, shall be 
made with insulated connectors identified as suitahle for 
this use. 

(B) Circuit Connections. Splices and terminations outside 
the thermal insulation shall be installed in a box or fitting in 
accordance with 110.14 and 300.15. 


427.27 Voltage Limitations. Unless protected by ground- 
fault circuit-interrupter protection for personnel, the sec¬ 
ondary winding of the isolation transformer connected to 
the pipeline or vessel being heated shall not have an output 
voltage greater than 30 volts ac. 

Where ground-fault circuit-interrupter protection for 
personnel is provided, the voltage shall be permitted to be 
greater than 30 but not more than 80 volts. 


427.20 Marking. Each factory-assembled heating unit 
shall be legibly marked within 75 mm (3 in.) of each end of 
the nonheating leads with the permanent identification Sym¬ 
bol, catalog number, and ratings in volts and watts or in 
volts and amperes. 

427.22 Ground-Fault Protection of Equipment. Ground- . 
fault protection of equipment shall be provided for electric 
heat tracing and heating panels. This requirement shall not 
apply in industrial establishments where there is alü£^ 
dication of ground faults and the following condi ti ow 
ply: 

(1) Conditions of maintenance and superG^H are ti 
only qualified persons Service the JjKuled s ems. ' 

(2) Continued circuit operation is ne^Cary fom 
tion of equipment or processes. 




ic heating 
yidec^^mductive 
). The conduc- 
effectiy^tround path for 


427.23 Grounded Condui 

equipment shall be liste* 
covering in accordance 
tive covering shall provid* 
equipment protection. 


(A) Heating Wires or Cables. Heating wires or cables 
shall have a grounded conductive covering that surrounds 
the heating element and bus wires, if any, and their electri¬ 
cal insulation. 


Exception: In industrial establishments, the isolation 
transformer j^inected to the pipeline or vessel being 
heated sha^we permitted to have an output voltage not 
greaterjJ^ttl volts ac to ground where all of the follow- 
mly: 


f[l) CmMitions of maintenance and supervisión ensure that 
y qualified persons Service the installed systems. 
ground-fault protection of equipment is provided. 
(3f^^Lpipeline or vessel being heated is completely en- 
^cl^td in a grounded metal enclosure. 

me transformer secondary connections to the pipeline 
or vessel being heated are completely enclosed in a 
grounded metal mesh or metal enclosure. 

427.28 Induced Currents. All current-carrying compo- 
nents shall be installed in accordance with 300.20. 

427.29 Grounding. The pipeline, vessel, or both, that is 
being heated and operating at a voltage greater than 30 but 
not more than 80 shall be grounded at designated points. 

427.30 Secondary Conductor Sizing. The ampacity of the 
conductors connected to the secondary of the transformer 
shall be at least 100 percent of the total load of the heater. 


(B) Heating Panels. Heating panels shall have a grounded 
conductive covering over the heating element and its elec¬ 
trical insulation on the side opposite the side attached to the 
surface to be heated. 


V. Induction Heating 

427.35 Scope. This part covers the installation of line fre- 
quency induction heating equipment and accessories for 
pipelines and vessels. 


IV. Impedance Heating 

427.25 Personnel Protection. All accessible external sur- 
faces of the pipeline, vessel, or both, being heated shall be 
physically guarded, isolated, or thermally insulated (with a 
weatherproof jacket for outside installations) to protect 
against contact by personnel in the area. 


Informational Note: See Article 665 for other applications. 

427.36 Personnel Protection. Induction coils that opérate 
or may opérate at a voltage greater than 30 volts ac shall be 
enclosed in a nonmetallic or split metallic enclosure, iso¬ 
lated, or made inaccessible by location to protect personnel 
in the area. 
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427.37 Induced Current. Induction coils shall be pre- 
vented from inducing circulating currents in surrounding 
metallic equipment, supports, or structures by shielding, 
isolation, or insulation of the current paths. Stray current 
paths shall be bonded to prevent arcing. 


“off” position and that interrupt line current shall open all 
ungrounded conductors when the control device is in this 
“off” position. These devices shall not be permitted to serve 
as the disconnecting means unless capable of being locked 
in the open position. 


VI. Skin-Effect Heating 

427.45 Conductor Ampacity. The ampacity of the electri- 
cally insulated conductor inside the ferromagnetic envelope 
shall be permitted to exceed the valúes given in Article 310, 
provided it is identified as suitable for this use. 


(B) Temperature Control Without “Off” Position. Tem- 
perature controlled switching devices that do not have an 
“off” position shall not be required to open all ungrounded 
conductors and shall not be permitted to serve as the dis¬ 
connecting means. 


427.46 Pulí Boxes. Pulí boxes for pulling the electrically 
insulated conductor in the ferromagnetic envelope shall be 
permitted to be buried under the thermal insulation, pro¬ 
vided their locations are indicated by permanent markings 
on the insulation jacket surface and on drawings. For out- 
door installations, pulí boxes shall be of watertight con- 
struction. 

427.47 Single Conductor in Enclosure. The provisions of 
300.20 shall not apply to the installation of a single con¬ 
ductor in a ferromagnetic envelope (metal enclosure). 

427.48 Grounding. The ferromagnetic envelope shall beB 
grounded at both ends, and, in addition, it shall be permit- 1 
ted to be grounded at intermedíate points as requir ed by its 
design. The ferromagnetic envelope shall be bogjj 
joints to ensure electrical continuity. 

The provisions of 250.30 shall not apq ffiBo the j 
lation of skin-effect heating systems. 

Informational Note: See Articl^ 

methods. 


(C) Remóte Temperature Controller. Remóte controlled 
temperature-actuated devices shall not be required to meet 
the requirements of 427.56(A) and (B). These devices shall 
not be permitted to^Éwe as the disconnecting means. 

(D) Combined Switching Devices. Switching devices 
consisting a^^ommkd temperature-actuated devices and 
manual I^Ébntrolled s^Mres that serve both as the control¬ 
ler ¡y^^he disconnectin^fc^ans shall comply with all the 
following conditions: 

(1) o^i^Kingrounded conductors when manually placed 
K.off” position 

kJ3e de^^ted so that the Circuit cannot be energized 
|atic!ily if the device has been manually placed in 
^ position 

K) Be capable of being locked in the open position 

^.57 Overcurrent Protection. Heating equipment shall 
Tre considered as protected against overcurrent where sup- 
plied by a branch circuit as specified in 210.3 and 210.23. 


VII. Control and Protection 


427.55 Disconnecting Means. 


(A) Switch or Circuit Breaker. Means snall be provided 
to simultaneously disconnect all fixed electric pipeline or 
vessel heating equipment from all ungrounded conductors. 
The branch-circuit switch or circuit breaker, where readily 
accessihle to the user of the equipment, shall be permitted 
to serve as the disconnecting means. The disconnecting 
means shall he of the indicating type and shall be provided 
with a positive lockout in the “off” position. 


ARTICLE 430 

Motors, Motor Circuits, and Controllers 


I. General 

430.1 Scope. This article covers motors, motor branch- 
circuit and feeder conductors and their protection, motor 
overload protection, motor control circuits, motor control¬ 
lers, and motor control centers. 


(B) Cord-and-Plug-Connected Equipment. The factory- 
installed attachment plug of cord-and-plug-connected 
equipment rated 20 amperes or less and 150 volts or less to 
ground shall be permitted to be the disconnecting means. 

427.56 Controls. 

(A) Temperature Control with “Off” Position. 

Temperature-controlled switching devices that indicate an 


Informational Note No. 1: Installation requirements for 
motor control centers are covered in 110.27(E). Air- 
conditioning and refrigerating equipment are covered in Ar¬ 
ticle 440. 

Informational Note No. 2: Figure 430.1 is for information 

430.2 Definitions. [ROP 11-75] 
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General, 430.1 through 430.18 
Motor Circuit Conductors, 430.21 through 430.29 
Motor and Branch-Circuit Overload Protection, 430.31 
through 430.44 

Motor Branch-Circuit Short-Circuit and Ground-Fault 
Protection, 430.51 through 430.58 
Motor Feeder Short-Circuit and Ground-Fault Protection, 
430.61 through 430.63 

Motor Control Circuits, 430.71 through 430.74 
Motor Controllers, 430.81 through 430.90 
Motor Control Centers, 430.92 through 430.98 
Disconnecting Means, 430.101 through 430.113 
Adjustable Speed Drive Systems, 430.120 through 430.128 
Over 600 Volts, Nominal, 430.221 through 430.227 
Protection of Live Parts—All Voltages, 430.231 
through 430.233 

Grounding—All Voltages, 430.241 through 430.245 
Tables, Tables 430.247 through 430.251 (B) 


Part IV 
PartV 

Part VI 
Part Vil 
Part VIII 
Part IX 
Part X 
Part XI 
Part XII 


To Supply 


Part II 
430.24, 
430.25, 430.26 


Motor feeder 
short-circuit and 
ground-fault protection 

p PartV 

Motor disconnecting means £ 

\ Part IX 

Motor branch-circuit 1 

short-circuit and 
ground-fault protection 

Part IV 

Motor Circuit conductor 

Part II 

Motor controller 

L mw 


Motor control circuits 



Figure 430.1 Article 43( 

Controller. For the purpose of this arti^R, a controller is 
any switch or device that is no^^lyj^ra to start and stop 
a motor by making and breakinglMmotor Circuit current. 

[ROP 11-8] 

System Isolation Equipment. A redundantly monitored, 
remotely operated contactor-isolating system, packaged to 
provide the disconnection/isolation function, capable of 
verifiable operation from múltiple remóte locations by 
means of lockout switches, each having the capability of 
being padlocked in the “olí” (open) position. 

Valve Actuator Motor (VAM) Assemblies. A manufac- 
tured assembly, used to opérate a valve, consisting of an 
actuator motor and other components such as controllers, 
torque switches, limit switches, and overload protection. 

Informational Note: VAMs typically have short-time duty 
and high-torque characteristics. 

430.4 Part-Winding Motors. A part-winding start induc- 
tion or synchronous motor is one that is arranged for start- 


ing by first energizing part of its primary (armature) wind- 
ing and, subsequently, energizing the remainder of this 
winding in one or more steps. A standard part-winding start 
induction motor is arranged so that one-half of its primary 
winding can be energized initially, and, subsequently, the 
remaining half can be energized, both halves then carrying 
equal current. A hermetic refrigerant compressor motor 
shall not be considered a standard part-winding start induc¬ 
tion motor. 

Where sepárate overload devices are used with a stan¬ 
dard part-winding start induction motor, each half of the 
motor winding shall be individually protected in accor- 
dance with 430.32 and 430.37 with a trip current one-half 
that specified. 

Each motor-winding connection shall have branch- 
circuit short^Éfeuit and ground-fault protection rated at not 
more thai^We-half that specified by 430.52. 

Excep0m: kort-circuit and ground-fault protective de- 

rall be p&^üted for both windings if the device will 
v the motor t^Bart. Where time-delay (dual-element) 
ffuses aj^used, they snall be permitted to have a rating not 
mg 150 percent of the motor full-load current. 

430.5 ,Other Articles. Motors and controllers shall also 
comp^yith the applicable provisions of Table 430.5. 


Ampacity and Motor Rating Determination. The 

size of conductors supplying equipment covered by Article 
430 shall be selected from the allowable ampacity tables in 
accordance with 310.15(B) or shall be calculated in accor- 
dance with 310.15(C). Where flexible cord is used, the size 
of the conductor shall be selected in accordance with 400.5. 
The required ampacity and motor ratings shall be deter- 
mined as specified in 430.6(A), (B), (C), and (D). 

(A) General Motor Applications. For general motor ap- 
plications, current ratings shall be determined based on 
(A)(l) and (A)(2). 

(1) Table Valúes. Other than for motors huilt for low 
speeds (less than 1200 RPM) or high torques, and for mul- 
tispeed motors, the valúes given in Table 430.247, Table 
430.248, Table 430.249, and Table 430.250 shall be used to 
determine the ampacity of conductors or ampere ratings of 
switches, hranch-circuit short-circuit and ground-fault pro¬ 
tection, instead of the actual current rating marked on the 
motor nameplate. Where a motor is marked in amperes, but 
not horsepower, the horsepower rating shall be assumed to 
be that corresponding to the valué given in Table 430.247, 
Table 430.248, Table 430.249, and Table 430.250, interpo- 
lated if necessary. Motors built for low speeds (less than 
1200 RPM) or high torques may have higher full-load cur- 
rents, and multispeed motors will have full-load current 
varying with speed, in which case the nameplate current 
ratings shall be used. 
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Table 430.5 Other Articles 


Equipment/Occupancy 

Article 

Section 

Air-conditioning and 
refrigerating equipment 

440 


Capacitors 


460.8, 460.9 

Commercial garages; 

511, 513, 514, 


aircraft hangars; motor 

515, 516, and 


fuel dispensing 
facilities; bulk storage 
plants; spray 
application, dipping, 
and coating processes; 
and inhalation 
anesthetizing locations 

517 Part IV 


Cranes and hoists 

610 


Electrically driven or 
controlled irrigation 
machines 

675 


Elevators, dumbwaiters, 
escalators, moving 
walks, wheelchair lifts, 
and stairway chair lifts 

620 


Fire pumps 

695 


Hazardous (classified) 

500-503, 505, 


locations 

and 506 [ROP 
11-26] 


Industrial machinery 

670 


Motion picture projectors 


540.11 and ' 
540.20 

Motion picture and 
televisión studios and 
similar locations 

530 


Resistors and reactors 

470 


Theaters, audience areas 
of motion picture and 
televisión studios, and 
similar locations 
Transformers and 
transformer vaults 

r 

'^^5204^^ 


píate of the appliance shall be used instead of the horse- 
power rating on the appliance nameplate to determine the 
ampacity or rating of the disconnecting means, the branch- 
circuit conductors, the controller, the branch-circuit short- 
circuit and ground-fault protection, and any sepárate over- 
load protection. 

(2) Nameplate Valúes. Sepárate motor overload protection 
shall be based on the motor nameplate current rating. 

(B) Torque Motors. For torque motors, the rated current 
shall be locked-rotor current, and this nameplate current 
shall be used to determine the ampacity of the branch- 
circuit conductors covered in 430.22 and 430.24, the am- 
pere rating of the motor overload protection, and the am- 
pere rating of motor branch-circuit short-circuit and 
ground-fault protegwí in accordance with 430.52(B). 


Information^ 
ing ir 


k For motor controllers and disconnect- 
|fD) and 430.110. 


Exception No. 1: Multispeed motors^^^^be in accor¬ 
dance with 430.22(A) and 430.52. 

Exception No. 2: For equipment that employs a shaded- 
pole or permanent-split capacitor-type fan or blower motor 
that is marked with the motor type, the full load current for 
such motor marked on the nameplate of the equipment in 
which the fan or blower motor is employed shall be used 
instead of the horsepower rating to determine the ampacity 
or rating of the disconnecting means, the branch-circuit 
conductors, the controller, the branch-circuit short-circuit 
and ground-fault protection, and the separóte overload pro¬ 
tection. This marking on the equipment nameplate shall not 
be less than the current marked on the fan or blower motor 
nameplate. 

Exception No. 3: For a Usted motor-operated appliance 
that is marked with both motor horsepower and full-load 
current, the motor full-load current marked on the name- 


(C) Alternating-Current Adjustable Voltage Motors. 

Foi^^mors usad in alternlSIng-current, adjustable voltage, 
va^fce toj^Érdrive systems, the ampacity of conductors, 
or a^fc^Ktings of switches, branch-circuit short-circuit 
and groLn^yduIt protection, and so forth, shall be based on 
jriaxirnc^Wiperating current marked on the motor or 
meprate, or both. If the máximum operating cur- 
Pcloes^rot appear on the nameplate, the ampacity deter- 
pnation shall be based on 150 percent of the valúes given 
Viable 430.249 and Table 430.250. 

D) Valve Actuator Motor Assemblies. For valve actuator 
motor assemblies (VAMs), the rated current shall be the 
nameplate full-load current, and this current shall be used 
to determine the máximum rating or setting of the motor 
branch-circuit short-circuit and ground-fault protective de- 
vice and the ampacity of the conductors. 

430.7 Marking on Motors and Multimotor Equipment. 

(A) Usual Motor Applications. A motor shall be marked 
with the foliowing information: 

(1) Manufacturer’s ñame. 

(2) Rated volts and full-load current. For a multispeed 
motor, full-load current for each speed, except 
shaded-pole and permanent-split capacitor motors 
where amperes are required only for máximum speed. 

(3) Rated frequency and number of phases if an ac motor. 

(4) Rated full-load speed. 

(5) Rated temperature rise or the insulation system class 
and rated ambient temperature. 

(6) Time rating. The time rating shall be 5, 15, 30, or 60 
minutes, or continuous. 

(7) Rated horsepower if Vs hp or more. For a multispeed 
motor V» hp or more, rated horsepower for each speed. 
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except shaded-pole and permanent-split capacitor mo- 
tors Vs hp or more where rated horsepower is required 
only for máximum speed. Motors of are welders are 
not required to be marked with the horsepower rating. 

(8) Code letter or locked-rotor amperes if an altemating- 
current motor rated V2 hp or more. On polyphase 
wound-rotor motors, the code letter shall be omitted. 

Informational Note: See 430.7(B). 

(9) Design letter for design B, C, or D motors. 
Informational Note: Motor design letter definitions are 
found in ANSI/NEMA MG 1-1993, Motors and Genera- 
tors, Parí 1, Definitions, and in IEEE 100-1996, Standard 
Dictionary of Electrical and Electronic Terms. 

(10) Secondary volts and full-load current if a wound-rotor 
induction motor. 

(11) Field current and voltage for de excited synchronous 
motors. 

(12) Winding — straight shunt, stabilized shunt, com- 
pound, or series, if a de motor. Fractional horsepower 
de motors 175 mm (7 in.) or less in diameter shall not 
be required to be marked. 

(13) A motor provided with a thermal protector complying 
with 430.32(A)(2) or (B)(2) shall be marked “ 
mally Protected.” Thermally protected motor 
100 watts or less and complying with 430.32( 
shall be permitted to use the abbre viated m; 

“Tp” 

(14) A motor complying with 4 

marked “Impedance Protected. 
motors rated 100 watts or les " 

430.32(B)(4) shall be peffpM viated 

marking “Z.P.” 

(15) Motors equipped vi^felectrically ^ftverecTcondensa- 
tion prevention heate^khall be maifld with the rated 
heater voltage, number^^hases^^B the rated power 
in watts. 

(B) Locked-Rotor Indicating Code Letters. Code letters 
marked on motor nameplates to show motor input with 
locked rotor shall be in accordance with Table 430.7(B). 

The code letter indicating motor input with locked rotor 
shall be in an individual block on the nameplate, properly 
designated. 

(1) Multispeed Motors. Multispeed motors shall be 
marked with the code letter designating the locked-rotor 
kilovolt-ampere (kVA) per horsepower (hp) for the highest 
speed at which the motor can be started. 

Exception: Constant horsepower multispeed motors shall 
be marked with the code letter giving the highest locked- 
rotor kilovolt-ampere (kVA) per horsepower (hp). 

(2) Single-Speed Motors. Single-speed motors starting on 
wye connection and running on delta connections shall be 


Table 430.7(B) Locked-Rotor Indicating Code Letters 


Kilovolt-Amperes per Horsepower 
with Locked Rotor 



d with a code letter corresponding to the locked-rotor 
kilovolt-ampere (kVA) per horsepower (hp) for the wye 
connection. 

(3) Dual-Voltage Motors. Dual-voltage motors that have a 
different locked-rotor kilovolt-ampere (kVA) per horse¬ 
power (hp) on the two voltages shall he marked with the 
code letter for the voltage giving the highest locked-rotor 
kilovolt-ampere (kVA) per horsepower (hp). 

(4) 50/60 Hz Motors. Motors with 50- and 60-FIz ratings 
shall be marked with a code letter designating the locked- 
rotor kilovolt-ampere (kVA) per horsepower (hp) on 60 Hz. 

(5) Part-Winding Motors. Part-winding start motors shall 
be marked with a code letter designating the locked-rotor 
kilovolt-ampere (kVA) per horsepower (hp) that is based on 
the locked-rotor current for the full winding of the motor. 

(C) Torque Motors. Torque motors are rated for operation 
at standstill and shall be marked in accordance with 
430.7(A), except that locked-rotor torque shall replace 
horsepower. 

(D) Multimotor and Combination-Load Equipment. 

(1) Factory-Wired. Multimotor and combination-load 
equipment shall be provided with a visible nameplate 
marked with the manufacturer’s ñame, the rating in volts, 
frequeney, number of phases, minimum supply Circuit con¬ 
ductor ampacity, and the máximum ampere rating of the 
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Circuit short-circuit and ground-fault protective device. The 
conductor ampacity shall be calculated in accordance with 
430.24 and counting all of the motors and other loads that 
will be operated at the same time. The short-circuit and 
ground-fault protective device rating shall not exceed the 
valué calculated in accordance with 430.53. Multimotor 
equipment for use on two or more circuits shall be marked 
with the preceding information for each circuit. 

(2) Not Factory-Wired. Where the equipment is not 
factory-wired and the individual nameplates of motors and 
other loads are visible after assembly of the equipment, the 
individual nameplates shall be permitted to serve as the 
required marking. 

430.8 Marking on Controllers. A controller shall be 
marked with the manufacturer’s ñame or identification, the 
voltage, the current or horsepower rating, the short-circuit 
current rating, and other necessary data to properly indicate 
the applications for which it is suitable. [ROP 11-28] 
Exception No. 1: The short-circuit current rating is not 
required for controllers applied in accordance with 
430.81(A) or (B). 

Exception No. 2: The short-circuit rating is not required to 
be marked on the controller when the short-circuit currentÁ 
rating of the controller is marked elsewhere on the ^ 
assembly. 

Exception No. 3: The short-circuit rating is not n 
be marked on the controller when the assembly 
it is installed has a marked short-circuit c 

Exception No. 4: Short-circuit ratings are _ 

controllers rated less than 2 hp at 3(K^^¿r leM |¡¡g/ Usted 
exclusively for general-purpose br^ñ 

A controller that includes^Btor o veri oafcnroteW 
suitable for group motor applic^fcn shall be iwked with 
the motor overload protection ano^t maxin^pi branch- 
circuit short-circuit and ground-faul^^^^Bn for such 
applications. 

Combination controllers that employ adjustable instan- 
taneous trip circuit breakers shall be clearly marked to in¬ 
dicate the ampere settings of the adjustable trip element. 

Where a controller is built in as an integral part of a 
motor or of a motor-generator set, individual marking of 
the controller shall not be required if the necessary data are 
on the nameplate. For controllers that are an integral part of 
equipment approved as a unit, the above marking shall be 
permitted on the equipment nameplate. 

Informational Note: See 110.10 for information on circuit 

impedance and other characteristics. 

430.9 Termináis. 

(A) Markings. Termináis of motors and controllers shall 
be suitably marked or colored where necessary to indicate 
the proper connections. 


(B) Conductors. Motor controllers and termináis of con¬ 
trol circuit devices shall be connected with copper conduc¬ 
tors unless identified for use with a different conductor. 

(C) Torque Requirements. Control circuit devices with 
screw-type pressure termináis used with 14 AWG or 
smaller copper conductors shall be torqued to a minimum 
of 0.8 N-m (7 lb-in.) unless identified for a different torque 
valué. 

430.10 Wiring Space in Enclosures. 

(A) General. Enclosures for motor controllers and discon- 
necting means shall not be used as junction boxes, auxiliary 
gutters, or raceways for conductors feeding through or tap- 
ping off to the other apparatus unless designs are employed 
that provide adequ^Apace for this purpose. 

See 312.8 for switch and overcurrent- 


(B) Wire-Bending Spát^jn Enclosures. Minimum wire- 
benifi^Pspace within theN^losures for motor controllers 
sh^Be in a^ferdance with Table 430.10(B) where mea- 
surea^^Mraight fine from the end of the lug or wire 
connecraBin the direction the wire leaves the terminal) to 
£_wall o^Brier. Where altérnate wire termination means 
átuteWor that supplied by the manufacturar of the 
Jfey shall be of a type identified by the manu- 
Ifturer for use with the controller and shall not reduce the 
Linimum wire-bending space. 


Wires per Terminal* 


ur 

kcmil) 

mm 

in. 

mm 

in. 

14-10 

Not specified 

_ 

_ 

8-6 

38 

IV 2 

— 

— 

4-3 

50 

2 

— 

— 

2 

65 

2Vz 

— 

— 

1 

75 

3 

— 

— 

1/0 

125 

5 

125 

5 

2/0 

150 

6 

150 

6 

3/0-4/0 

175 

7 

175 

7 

250 

200 

8 

200 

8 

300 

250 

10 

250 

10 

350-500 

300 

12 

300 

12 

600-700 

350 

14 

400 

16 

750-900 

450 

18 

475 

19 

*Where provisión for three < 

ir more \ 

vires per terminal ex 

ists, the 

minimum wir 

e-bending space shall be ii 

n accordance with the 

require- 


ments of Article 312. 


430.11 Protection Against Liquids. Suitable guards or en¬ 
closures shall be provided to protect exposed current- 
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carrying parts of motors and the insulation of motor leads 
where installed directly under equipment, or in other loca- 
tions where dripping or spraying oil, water, or other liquid 
is capable of occurring, unless the motor is designed for the 
existing conditions. 

430.12 Motor Terminal Housings. 

(A) Material. Where motors are provided with terminal 
housings, the housings shall be of metal and of substantial 
construction. 

Exception: In other than hazardous (classified) locations, 
substantial, nonmetallic, noncombustible housings shall be 
permitted, provided an intemal grounding means between 
the motor frame and the equipment grounding connection 
is incorporated within the housing. 

(B) Dimensions and Space — Wire-to-Wire Connec- 
tions. Where these terminal housings endose wire-to-wire 
connections, they shall have minimum dimensions and us¬ 
able volumes in accordance with Table 430.12(B). 


Motors with Dimensión 


ivraximum oí 

12 Leads 
(Amperes) 

mm 

in. 

cm 3 

in. 3 

230 

Volt 

460 

Volt 

45 

65 

2.5 

595 

36.4 

15 

30 

70 

84 

3.3 

1,265 

77 

25 

50 

110 

100 

4.0 

2,295 

140 

40 

75 

160 

125 

5.0 

4,135 

252 

60 

125 

250 

150 

6.0 

7,380 

450 

100 

200 

400 

175 

7.0 

13,775 

840 

150 

300 

600 

200 

8.0 

25,255 

1540 

250 

500 


Direct-Current Motors 


Máximum 

Full-Load Terminal Box 

Current for Minimum 

Motors with Dimensions 

Máximum of - 

6 Leads 

(Amperes) mm in. 



2.5 


8.0 


425 

900 

1,640 

2,950 

5,410 

9,840 

18,040 


1,100 



such Ítems as brakes, thermostats, space 
shall be permitted to be neglected if their 
not exceed 25 percent of the current- 
power leads. 

rated 1 hp and smaller, and with the terminal housing 
wholly integral with the frame or end shield, the volume 
terminal housing shall not be less than 18.0 cm 3 (1.1 in. 3 ) per 
connection. The minimum cover opening dimensión is 

rated VA, 2, and 3 hp, and with the terminal housing 
wholly integral with the frame or end shield, the volume 
terminal housing shall not be less than 23.0 cm 3 (1.4 in. 3 ) per 
connection. The minimum cover opening dimensión is 

specified. 

(C) Dimensions and Space — Fixed Terminal Connec¬ 
tions. Where these terminal housings endose rigidly 
mounted motor termináis, the terminal housing shall be of 
sufificient size to provide minimum terminal spacings and 
usable volumes in accordance with Table 430.12(C)(1) and 
Table 430.12(0(2). 

Table 430.12(C)(1) Terminal Spacings — Fixed Termináis 

Minimum Spacing 

Between Line 
Termináis and Other 
Between Line Uninsulated Metal 

Termináis Parts 


Over 250 - 
1000 [ROP 
11-20] 


(D) Large Wire or Factory Connections. For motors 
with larger ratings, greater number of leads, or larger wire 
sizes, or where motors are installed as a part of factory- 
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Table 430.12(0(2) Usable Volumes — Fixed Termináis 


Mínimum Usable Volume per 
Power-Supply Power-Supply Conductor 

Conductor Size - 

(AWG) cm 3 in. 3 


14 16 1 

12 and 10 20 VA 

8 and 6 37 2(4 


Exception: Installation of these motors on wooden floors 
or supports shall be permitted. 

430.16 Exposure to Dust Accumulations. In locations 
where dust or flying material collects on or in motors in 
such quantities as to seriously interfere with the ventilation 
or cooling of motors and thereby cause dangerous tempera- 
tures, suitable types of enclosed motors that do not overheat 
under the prevailing conditions shall be used. 


wired equipment, without additional connection being re- 
quired at the motor terminal housing during equipment in¬ 
stallation, the terminal housing shall be of ampie size to 
make connections, but the foregoing provisions for the vol¬ 
umes of terminal housings shall not be considered appli- 
cable. 

(E) Equipment Grounding Connections. A means for at- 
tachment of an equipment grounding conductor termination 
in accordance with 250.8 shall be provided at motor termi¬ 
nal housings for wire-to-wire connections or fixed terminal 
connections. The means for such connections shall be per¬ 
mitted to be located either inside or outside the motor ter¬ 
minal housing. 

Exception: Where a motor is installed as a part offactory- 
wired equipment that is required to be grounded and with¬ 
out additional connection being required at the 
minal housing during equipment installation^^rsepi 
means for motor grounding at the motor ti^Knal hoi 
shall not be required. 

430.13 Bushing. Where wires na ssj M 
an enclosure, conduit box, or h^per, a bul™ 
used to protect the conductors^fcn the edges^hopenings 
having sharp edges. The bushing^^l have sn»th, well- 
rounded surfaces where it may be ¡i^witacyftn the con- 
ductors. If used where oils, greases, o^fc^^ontaminants 
may be present, the bushing shall be maoe of material not 
deleteriously affected. 

Informational Note: For conductors exposed to deteriorat- 

ing agents, see 310.10(G). 


Informational Note: Especially severe conditions may re- 
quire the use of enclosed pipe-ventilated motors, or enclo¬ 
sure in sepárate dusttight rooms, properly ventilated from a 
source of clean air. 

430.17 Highest Rated or Smallest Rated Motor. In de- 

termining compli&Ae with 430.24, 430.53(B), and 
430.53(C), the lu^Rst rated or smallest rated motor shall 
be based on J^^fced full-load current as selected from 
Table TabI^O.248, Table 430.249, and Table 

430.25Qj 

inal Voltage oF Rectifier Systems. The nomi- 
rne ac voltage being rectified shall be used to 
di t voltage of a rectifier derived system. 

nominal de voltage ofthe rectifier shall be 
eéds the peak valué of the ac voltage being 


430.21 General. Part II specifies ampacities of conductors 
that are capahle of carrying the motor current without over- 
heating under the conditions specified. 

The provisions of Part II shall not apply to motor cir- 
cuits rated over 1000 volts, nominal. [ROP 11-20] 



Informational Note: For o' 

XI. [ROP ll-29b] 


r 600 volts, nominal, see Part 


The provisions of Articles 250, 300, and 310 shall not 
apply to conductors that form an integral part of equipment, 
such as motors, motor controllers, motor control centers, or 
other factory-assembled control equipment. 


430.14 Location of Motors. 

(A) Ventilation and Maintenance. Motors shall be lo¬ 
cated so that adequate ventilation is provided and so that 
maintenance, such as lubrication of bearings and replacing 
of brushes, can be readily accomplished. 

Exception: Ventilation shall not be required for submers- 
ible types of motors. 


Informational Note: See 110.14(C) and 430.9(B) for 
equipment device terminal requirements. [ROP ll-29b] 

430.22 Single Motor. Conductors that supply a single mo¬ 
tor used in a continuous duty application shall have an 
ampacity of not less than 125 percent of the motor full-load 
current rating, as determined by 430.6(A)(1), or not less 
than specified in 430.22(A) through (G). 


(B) Open Motors. Open motors that have commutators or 
collector rings shall be located or protected so that sparks 
cannot reach adj acent combustible material. 


(A) Direct-Current Motor-Rectifier Supplied. For de 

motors operating from a rectified power supply, the con¬ 
ductor ampacity on the input of the rectifier shall not be 
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less than 125 percent of the rated input current to the rec- 
tifier. For de motors operating from a rectified single-phase 
power supply, the conductors between the field wiring out- 
put termináis of the rectifier and the motor shall have an 
ampacity of not less than the following percentages of the 
motor full-load current rating: 

(1) Where a rectifier bridge of the single-phase, half-wave 
type is used, 190 percent. 

(2) Where a rectifier bridge of the single-phase, full-wave 
type is used, 150 percent. 


Table 430.22(E) Duty-Cycle Service 



Nameplate Current Rating Percentages 

Classification of 
Service 

5-Minute 
Rated Motor 

15-Minute 

Rated 

Motor 

30- & 60- 
Minute 
Rated 
Motor 

Contin- 

Rated 

Motor 

Short-time duty 
operating valves, 
raising or lowering 

110 

120 

150 

— 


(B) Multispeed Motor. For a multispeed motor, the selec- 
tion of branch-circuit conductors on the fine side of the 
controller shall be based on the highest of the full-load 
current ratings shown on the motor nameplate. The ampac¬ 
ity of the branch-circuit conductors between the controller 
and the motor shall not be less than 125 percent of the 
current rating of the winding(s) that the conductors ener- 
gize. 

(C) Wye-Start, Delta-Run Motor. For a wye-start, delta- 
run connected motor, the ampacity of the branch-circuit 
conductors on the fine side of the controller shall not be 
less than 125 percent of the motor full-load current as de- 
termined by 430.6(A)(1). The ampacity of the coní 
between the controller and the motor shall not be leí 
72 percent of the motor full-load current rating 
mined by 430.6(A)(1). 

Informational Note: The individual 
tors of a wye-start, delta-run connect 
cent of the rated load current. The 
is obtained by multiplying 58 flgtfe 

(D) Part-Winding MotQípFor a paS^indir^konnected 
motor, the ampacity of t^B^anch-circui^»nductors on the 
line side of the controller s™Lnot be le^Bhan 125 percent 
of the motor full-load ^«nt determined by 
430.6(A)(1). The ampacity of tra^Muictors between the 
controller and the motor shall not be less than 62.5 percent 
of the motor full-load current rating as determined by 
430.6(A)(1). 



Intermittent duty 
freight and 
passenger elevators, 
tool heads, pumps, 
drawbridges, 
tumtables, etc. (for 
are welders, sj 
630.11) 



Wny motor application shall be considered as continuous duty 
the nature of the apparatus it drives is such that the motor will 
continuously with load under any condition of use. 

r provided they have an ampacity as specified in 
430Í2(A). 

(G) Conductors for Small Motors. Conductors for small 
motors shall not be smaller than 14 AWG unless otherwise 
permitted in 430.22(G)(1) or (G)(2). 

(1) 18 AWG Copper. Where installed in a cabinet or en- 
closure, 18 AWG individual copper conductors, copper 
conductors that are part of a jacketed multiconductor cable 
assembly, or copper conductors in a flexible cord shall be 
permitted, under either of the following sets of conditions: 
(1) The circuit supplies a motor with a full-load current 
rating, as determined by 430.6(A)(1), greater than 3.5 
amperes and less than or equal to 5 amperes and all the 
following conditions are met: [ROP ll-29a] 


Informational Note: The multiplier of 62.5 percent is ob¬ 
tained by multiplying 50 percent by 1.25. 

(E) Other Than Continuous Duty. Conductors for a mo¬ 
tor used in a short-time, intermittent, periodic, or varying 
duty application shall have an ampacity of not less than the 
percentage of the motor nameplate current rating shown in 
Table 430.22(E), unless the authority having jurisdiction 
grants special permission for conductors of lower ampacity. 

(F) Sepárate Terminal Enclosure. The conductors be¬ 
tween a stationary motor rated 1 hp or less and the sepárate 
terminal enclosure permitted in 430.245(B) shall be permit¬ 
ted to be smaller than 14 AWG but not smaller than 18 


a. The circuit is protected in accordance with 430.52. 

b. The circuit is provided with máximum Class 10 or 
Class 10a overload protection in accordance with 
430.32. [ROP ll-29a] 

c. Overcurrent protection is provided in accordance 
with 240.4(D)(1)(2). 

(2) The circuit supplies a motor with a full-load current 
rating, as determined by 430.6(A)(1), of 3.5 amperes or 
less and all the following conditions are met: [ROP 
ll-29a] 

a. The circuit is protected in accordance with 430.52. 

b. The circuit is provided with máximum Class 20 
overload protection in accordance with 430.32. 
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c. Overcurrent protection is provided in accordance 
with 240.4(D)(1)(2). 

(2) 16 AWG Copper. Where installed in a cabinet or en- 
closure, 16 AWG individual copper conductors, copper 
conductors that are part of a jacketed multiconductor cable 
assembly, or copper conductors in a flexible cord shall be 
permitted under either of the foliowing sets of conditions: 

(1) The Circuit supplies a motor with a full-load current 
rating, as determined by 430.6(A)(1), greater than 5.5 
amperes and less than or equal to 8 amperes or less and 
all the following conditions are met: [ROP ll-29a] 


Table 430.23(C) Secondary Conductor 


Resistor Duty Classiflcation 

Ampacity of Conductor in 
Percent of Full-Load 
Secondary Current 

Light starting duty 

35 

Heavy starting duty 

45 

Extra-heavy starting duty 

55 

Light intermittent duty 

65 

Médium intermittent duty 

75 

Heavy intermittent duty 

85 

Continuous duty 

110 


a. The circuit is protected in accordance with 430.52. 

b. The circuit is provided with máximum Class 10 or 
Class 10A overload protection in accordance with 
430.32. [ROP ll-29a] 

c. Overcurrent protection is provided in accordance 
with 240.4(D)(2)(2). 

(2) The circuit supplies a motor with a full-load current 
rating, as determined by 430.6(A)(1), of 5.5 amperes or 
less and all the following conditions are met: [ROP 
ll-29a] 

a. The circuit is protected in accordance with 430.52. 

b. The circuit is provided with máximum Class 20^ 
overload protection in accordance with 430.32. 

c. Overcurrent protection is provided in accordance ' 
with 240.4(D)(2)(2). 

430.23 Wound-Rotor Secondary. 

(A) Continuous Duty. For continuous dutj 
connecting the secondary of a woui 
controller shall have an ampacitw 
of the full-load secondary cu rrdf 

(B) Other Than Continuous Ddtf^For othjMhan con¬ 
tinuous duty, these conductors shall^^te a^mpacity, i 
percent of full-load secondary current,^B^less than that 
specified in Table 430.22(E). 

(C) Resistor Sepárate from Controller. Where the sec¬ 
ondary resistor is sepárate from the controller, the ampacity 
of the conductors between controller and resistor shall not 
be less than that shown in Tahle 430.23(C). 



(4) 125 percent of the continuous non-motor load. 

Informational h^^^See Informative Annex D, Example 

Exception N^K: Tfcerc one or more of the motors of the 
group aw used for n^U-time, intermittent, periodic, or 
varyir^tmty, the amper^^ting of such motors to be used 
in d^^ummaMan shall bewetermined in accordance with 
43W^^E)^^tf the highest rated motor, the greater of ei¬ 
ther t^^pere rating from 430.22(E) or the largest con- 
tinuous T^k^motor full-load current multiplied by 1.25 
Jie use&fe, the summation. 

The ampacity of conductors supplying 
>tor-operated fixed electric space-heating equipment 
ill comply with 424.3(B). 

'.eption No. 3: Where the circuitry is interlocked so as 
r to prevent simultaneous operation of selected motors or 
other loads, the conductor ampacity shall be permitted to 
be based on the summation of the currents of the motors 
and other loads to be operated simultaneously that results 
in the highest total current. 

430.25 Multimotor and Combination-Load Equipment. 

The ampacity of the conductors supplying multimotor and 
combination-load equipment shall not be less than the mini- 
mum circuit ampacity marked on the equipment in accor¬ 
dance with 430.7(D). Where the equipment is not factory- 
wired and the individual nameplates are visible in 
accordance with 430.7(D)(2), the conductor ampacity shall 
be determined in accordance with 430.24. 


430.24 Several Motors or a Motor(s) and Other 
Load(s). Conductors supplying several motors, or a mo- 
tor(s) and other load(s), shall have an ampacity not less 
than the sum of each of the following: 

(1) 125 percent of the full-load current rating of the highest 
rated motor, as determined by 430.6(A) 

(2) Sum of the full-load current ratings of all the other 
motors in the group, as determined by 430.6(A) 

(3) 100 percent of the noncontinuous non-motor load 


430.26 Feeder Demand Factor. Where reduced heating of 
the conductors results from motors operating on duty-cycle, 
intermittently, or from all motors not operating at one time, 
the authority having jurisdiction may grant permission for 
feeder conductors to have an ampacity less than specified in 
430.24, provided the conductors have sufificient ampacity 
for the máximum load determined in accordance with the 
sizes and number of motors supplied and the character of 
their loads and duties. 
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Informational Note: Demand factors determined in the de- 
sign of new facilities can often be validated against actual 
historical experience from similar installations. Refer to 
ANSEIEEE Std. 141, IEEE Recommended Practice for 
Electric Power Distribution for Industrial Plañís, and 
ANSI/IEEE Std. 241, Recommended Practice for Electric 
Power Systems in Commercial Buildings, for information 
on the calculation of loads and demand factor. 

430.27 Capacitors with Motors. Where capacitors are in- 
stalled in motor circuits, conductors shall comply with 
460.8 and 460.9. 

430.28 Feeder Taps. Feeder tap conductors shall have an 
ampacity not less than that required by Part II, shall termí¬ 
nate in a hranch-circuit protective device, and, in addition, 
shall meet one of the foliowing requirements: 


430.29 Constant Yoltage Direct-Current Motors — 
Power Resistors. Conductors connecting the motor con¬ 
troller to separately mounted power accelerating and dy- 
namic braking resistors in the armature Circuit shall have an 
ampacity not less than the valué calculated from Table 
430.29 using motor full-load current. If an armature shunt 
resistor is used, the power accelerating resistor conductor 
ampacity shall be calculated using the total of motor full- 
load current and armature shunt resistor current. 

Armature shunt resistor conductors shall have an am¬ 
pacity of not less than that calculated from Table 430.29 
using rated shunt resistor current as full-load current. 

Table 430.29 Conductor Rating Factors for Power Resistors 


(1) The ampacity of the tap el 
one-third that of the feeder 



(1) Be enclosed either by an enclosed controller or by a 
raceway, be not more than 3.0 m (10 ft) in length, and, 
for field installation, be protected by an overcurrent 
device on the line side of the tap conductor, the rating 
or setting of which shall not exceed 1000 percent of the 
tap conductor ampacity 

(2) Have an ampacity of at least one-third that of the feeder 
conductors, be suitably protected from physical dam- 
age or enclosed in a raceway, and be not more 

m (25 ft) in length 

(3) Have an ampacity not less than the feeder condu< 

Exception: Feeder taps over 7.5 m (25 In hiWá 

bay manufacturing buildings [over I l^^r(35 jB high 
walls], where conditions of maintet, 
ensure that only qualified persons 
ductors tapped to a feeder sh aü 

7.5 m (25ft) long horizontally and not q^eñ^m (100ft) 
in total length where ajl^m the follín 


Jrs is not less than 
fíictors. 


430.31 General. Part III specifies overload devices in¬ 
tended to protect motors, motor-control apparatus, and mo¬ 
tor branch-circuit conductors against excessive heating due 
to motor overloads and failure to start. 

Informational Note No. 1: See Informative Annex D, Ex- 
ample No. D8. [ROP ll-29b] 

Informational Note No. 2: See the definition of Overload 
in Article 100. [ROP ll-29b] 


(2) The tap conductors termínate with a single Circuit 
breaker or a single set of fases complying with (1) Part 
IV, where the load-side conductors are a branch Circuit, 
or (2) Part V, where the load-side conductors are a 
feeder. 

(3) The tap conductors are suitably protected from physi¬ 
cal damage and are installed in raceways. 

(4) The tap conductors are continuous from end-to-end 
and contain no splices. 

(5) The tap conductors shall be 6 AWG copper or 4 AWG 
aluminum or larger. 


These provisions shall not require overload protection 
where a power loss would cause a hazard, such as in the 
case of fire pumps. 

Informational Note: For protection of fire pump supply 

conductors, see 695.7. 

The provisions of Part III shall not apply to motor cir¬ 
cuits rated over 1000 volts, nominal. [ROP 11-20] 

Informational Note: For over 1000 volts, nominal, see Part 

XI. [ROP 11-20] 

[ROP ll-29b] 


(6) The tap conductors shall not penetróte walls, floors, or 
ceilings. 


430.32 Continuous-Duty Motors. 


(7) The tap shall not be made less than 9.0 m (30 ft) from 
the floor. 


(A) More Than 1 Horsepower. Each motor used in a con¬ 
tinuous duty application and rated more than 1 hp shall be 
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protected against overload by one of the means in 
430.32(A)(1) through (A)(4). 

(1) Sepárate Overload Device. A sepárate overload de- 
vice that is responsive to motor current. This device shall 
be selected to trip or shall be rated at no more than the 
following percent of the motor nameplate full-load current 
rating: 


approved assembly that does not normally subject the mo¬ 
tor to overloads. 

(4) Larger Than 1500 Horsepower. For motors larger 
than 1500 hp, a protective device having embedded tem- 
perature detectors that cause current to the motor to be 
interrupted when the motor attains a temperature rise 
greater than marked on the nameplate in an ambient tem¬ 
perature of 40°C. 


Motors with a marked Service factor 
1.15 or greater 

Motors with a marked temperature 
rise 40°C or less 
All other motors 


Modification of this valué shall be permitted as provided in 
430.32(C). For a multispeed motor, each winding connec- 
tion shall be considered separately. 

Where a sepárate motor overload device is connected so 
that it does not carry the total current designated on the 
motor nameplate, such as for wye-delta starting, the proper 
percentage of nameplate current applying to the selection or 
setting of the overload device shall be clearly designated ond 
the equipment, or the manufacturer’s selection table shall 1 
take this into account. 

Informational Note: Where power factor 
pacitors are installed on the load side of the 
device, see 460.9. 

(2) Thermal Protector. A thermal protect 
the motor, approved for use with 
the basis that it will prevent dai 
motor due to overload and failt 
current of a thermally protected 
following percentage of motor 
Table 430.248, Table 430.249, 


Motor full-load current 9 amperes or less 
Motor full-load current from 9.1 to, and 
including, 20 amperes 

Motor full-load current greater than 20 amperes 


If the motor current-interrupting device is sepárate from the 
motor and its control circuit is operated by a protective 
device integral with the motor, it shall be arranged so that 
the opening of the control circuit will result in interruption 
of current to the motor. 

(3) Integral with Motor. A protective device integral with 
a motor that will protect the motor against damage due to 
failure to start shall be permitted if the motor is part of an 



(B) One Horsepower or Less, Automatically Started. 

Any motor of 1 hp or less that is started automatically shall 
be protected against overload by one of the following 
means. 

(1) Sepárate Overload Device. By a sepárate overload 
device following th^equirements of 430.32(A)(1). 

For a multis|wmotor, each winding connection shall 
be considered s^Brtely. Modification of this valué shall be 
permitted as^^vici^m 430.32(C). 

(2) Thermal Protecton^ktherm a I protector integral with 

the jnr, approved for u^P>vith the motor that it protects 
on^E basi^®t it will prevent dangerous overheating of 
the to overload and failure to start. Where the 

motor caj|§yit-interrupting device is sepárate from the mo¬ 
ral circuit is operated by a protective device 
re motor, it shall be arranged so that the 

le control circuit results in interruption of cur- 
motor. 

Integral with Motor. A protective device integral with 
Lotor that protects the motor against damage due to fail¬ 
ure to start shall be permitted (1) if the motor is part of an 
approved assembly that does not subject the motor to over¬ 
loads, or (2) if the assembly is also equipped with other 
safety Controls (such as the safety combustión Controls on a 
domestic oil burner) that protect the motor against damage 
due to failure to start. Where the assembly has safety Con¬ 
trols that protect the motor, it shall be so indicated on the 
nameplate of the assembly where it will be visible after 
installation. 

(4) Impedance-Protected. If the impedance of the motor 
windings is sufficient to prevent overheating due to failure 
to start, the motor shall be permitted to be protected as 
specified in 430.32(D)(2)(a) for manually started motors if 
the motor is part of an approved assembly in which the 
motor will limit itself so that it will not be dangerously 
overheated. 

Informational Note: Many ac motors of less than Vio hp, 
such as clock motors, series motors, and so forth, and also 
some larger motors such as torque motors, come within this 
classification. It does not inelude split-phase motors having 
automatic switches that disconnect the starting windings. 

(C) Selection of Overload Device. Where the sensing el- 
ement or setting or sizing of the overload device selected in 
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accordance with 430.32(A)(1) and 430.32(B)(1) is not suf- 
ficient to start the motor or to carry the load, higher size 
sensing elements or incremental settings or sizing shall be 
permitted to be used, provided the trip current of the over- 
load device does not exceed the following percentage of 
motor nameplate full-load current rating: 


Any motor application shall be considered to be for 
continuous duty unless the nature of the apparatus it drives 
is such that the motor cannot opérate continuously with 
load under any condition of use. 

430.35 Shunting During Starting Period. 


Motors with marked Service factor 1.15 140% 

or greater 

Motors with a marked temperature rise 140% 
40°C or less 

All other motors 130% 

If not shunted during the starting period of the motor as 
provided in 430.35, the overload device shall have suffi- 
cient time delay to permit the motor to start and accelerate 
its load. 

Informational Note: A Class 20 overload relay will pro- 
vide a longer motor acceleration time than a Class 10 or 
Class 10A overload relay. A class 30 overload relay will 
provide a longer motor acceleration time than a Class 20 
overload relay. Use of a higher class overload relay may 
preelude the need for selection of a higher trip current. 
[ROP ll-33a] 


(D) One Horsepower or Less, Nonautoms 
Started. 



(A) Nonautomatically Started. For a nonautomatically 
started motor, the overload protection shall be permitted to 
be shunted or cut out of the circuit during the starting pe¬ 
riod of the motor if the device by which the overload pro¬ 
tection is shunted or cut out cannot be left in the starting 
position and if fuses or inverse time circuit breakers rated 
or set at not over 400 percent of the full-load current of the 
motor are located in the circuit so as to be operative during 
the starting n¡djod of the motor. 

(B) Automatically Started. The motor overload protec¬ 
tion s^Sfí no«b5 shunted or cut out during the starting 

if the m^^is automatically started. 

xceptiwa: The moWFoverload protection shall be permit- 
shunted or cut out during the starting period on 
Ttomatically started motor where the following apply: 

The motor starting period exceeds the time delay 
ivamtble motor overload protective devices, and 

Listed means are provided to perform the follow- 


(1) Permanently Installed. Overload pi 
in accordance with 430.32(B). 

(2) Not Permanently Installed. 

(a) Within Sight from Coum¡ttí&i. O^^Lad protection 
shall be permitted to be fi^ffshec^^kthe^Mich-circuit 
short-circuit and ground^Rilt protecti^^devii^r such de¬ 
vice, however, shall not^^^ger than thMspecified in Part 
IV of Article 430. 

Exception: Any such motor shall be permitted o 
nal 120-volt branch circuit prometed i 
amperes. 

(b) Not Within Sight from Controller. Overload protec¬ 
tion shall be in accordance with 430.32(B). 


(1) Sense motor rotation and automatically prevent the 
shunting or cutout in the event that the motor fails to 
start, and 

(2) Limit the time of overload protection shunting or cutout 
to less than the locked rotor time rating of the protected 
motor, and 

(3) Provide for shutdown and manual restart if motor run- 
ning condition is not reached. 

430.36 Fuses — In Which Conductor. Where fuses are 
used for motor overload protection, a fuse shall be inserted 
in each ungrounded conductor and also in the grounded 
conductor if the supply system is 3-wire, 3-phase ac with 
one conductor grounded. 


(E) Wound-Rotor Secondaries. The secondary circuits of 
wound-rotor ac motors, including conductors, controllers, 
resistors, and so forth, shall be permitted to be protected 
against overload by the motor-overload device. 

430.33 Intermittent and Similar Duty. A motor used for 
a condition of Service that is inherently short-time, intermit¬ 
tent, periodic, or varying duty, as illustrated by Table 
430.22(E), shall be permitted to be protected against over¬ 
load by the branch-circuit short-circuit and ground-fault 
protective device, provided the protective device rating or 
setting does not exceed that specified in Table 430.52. 


430.37 Devices Other Than Fuses — In Which Conduc¬ 
tor. Where devices other than fuses are used for motor 
overload protection, Table 430.37 shall govem the míni¬ 
mum allowable number and location of overload units such 
as trip coils or relays. 

430.38 Number of Conductors Opened by Overload 
Device. Motor overload devices, other than fuses or ther- 
mal protectors, shall simultaneously open a sufficient num¬ 
ber of ungrounded conductors to interrupt current flow to 
the motor. 
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Table 430.37 Overload Units 


Kind of Motor 

Supply System 

Number and 
Location of 
Overload Units, 
Such as Trip Coils 
or Relays 

1-phase ac 

or de 

2-wire, 1-phase ac 
or de ungrounded 

conductor 

1-phase ac 

or de 

2-wire, 1-phase ac 
or de, one 
conductor 
grounded 

1 in ungrounded 
conductor 

1-phase ac 

or de 

3-wire, 1-phase ac 
or de, grounded 
neutral conductor 

ungrounded 

conductor 

1-phase ac 


Any 3-phase 

1 in ungrounded 
conductor 

2-phase ac 


3-wire, 2-phase ac, 
ungrounded 

2, one in each 
phase 

2-phase ac 


3-wire, 2-phase ac, 
one conductor 
grounded 

2 in ungrounded 
conductors 

2-phase ac 


4-wire, 2-phase ac, 
grounded or 
ungrounded 

2, one for each 

ungrounded^^^ 

conductors 

2-phase ac 


Grounded neutral 
or 5-wire, 2-phase 
ac, ungrounded 

2, ^^far 

3-phase ac 


Any 3-pha^^ 

3, on^^^ach^r 


*Exception: An overload unit in each p 
where overload protection is provided by oth ^ 


Circuit breaker by which they musí be protected, the over¬ 
load devices shall be protected in accordance with this 
marking. 

[ROP ll-29b] 

430.42 Motors on General-Purpose Branch Circuits. 

Overload protection for motors used on general-purpose 
branch circuits as permitted in Article 210 shall be provided 
as specified in 430.42(A), (B), (C), or (D). 

(A) Not over 1 Horsepower. One or more motors without 
individual overload protection shall be permitted to be con- 
nected to a general-purpose branch circuit only where the 
installation complies with the limiting conditions specified 
in 430.32(B) and 430.32(D) and 430.53(A)(1) and (A)(2). 

(B) Over 1 Horsepower. Motors of ratings larger than 
specified in 430^^P) shall be permitted to be connected to 
general-purp<^^krch circuits only where each motor is 
protected b^werlollkcotection selected to protect the mo¬ 
tor as sr^Hed in 430.^fcBoth the controller and the motor 
overJ*r device shall be^fcproved for group installation 

me shaAúrcuit and ground-fault protective device 
sele^fcUi*ccordance with 430.53. 

^(C) ComMnd-Plug-Connected. Where a motor is con¬ 
ato a nkich circuit by means of an attachment plug 
tecle or a cord connector, and individual over- 
f protection is omitted as provided in 430.42(A), the 
Kting of the attachment plug and receptacle or cord con- 
^tor shall not exceed 15 amperes at 125 volts or 250 
Bits. Where individual overload protection is required as 
^provided in 430.42(B) for a motor or motor-operated appli- 
ance that is attached to the branch circuit through an attach¬ 
ment plug and a receptacle or a cord connector, the over¬ 
load device shall be an integral part of the motor or of the 
appliance. The rating of the attachment plug and receptacle 
or the cord connector shall determine the rating of the cir¬ 
cuit to which the motor may be connected, as provided in 
210.21(B). 


430.39 Motor Controller as Overload Protection. A mo¬ 
tor controller shall also be permitted to serve as an overload 
device if the number of overload units complies with Table 
430.37 and if these units are operative in both the starting 
and running position in the case of a de motor, and in the 
running position in the case of an ac motor. 

430.40 Overload Relays. Overload relays and other de¬ 
vices for motor overload protection that are not capable of 
opening short circuits or ground faults shall be protected by 
fuses or circuit breakers with ratings or settings in accor¬ 
dance with 430.52 or by a motor short-circuit protector in 
accordance with 430.52. 


(D) Time Delay. The branch-circuit short-circuit and 
ground-fault protective device protecting a circuit to which 
a motor or motor-operated appliance is connected shall 
have sufficient time delay to permit the motor to start and 
accelerate its load. 

430.43 Automatic Restarting. A motor overload device 
that can restart a motor automatically after overload trip- 
ping shall not be installed unless approved for use with the 
motor it proteets. A motor overload device that can restart a 
motor automatically after overload tripping shall not be 
installed if automatic restarting of the motor can result in 
injury to persons. 


Exception: Where approved for group installation and 430.44 Orderly Shutdown. If immediate automatic shut- 

marked to indícate the máximum size ofjuse or inverse time down of a motor by a motor overload protective device(s) 
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would introduce additional or increased hazard(s) to a per- 
son(s) and continued motor operation is necessary for safe 
shutdown of equipment or process, a motor overload sens- 
ing device(s) complying with the provisions of Part III of 
this article shall be permitted to be connected to a super- 
vised alarm instead of causing immediate interruption of 
the motor circuit, so that corrective action or an orderly 
shutdown can be initiated. 

IY. Motor Branch-Circuit Short-Circuit and 
Ground-Fault Protection 

430.51 General. Part IV specifies devices intended to pro- 
tect the motor branch-circuit conductors, the motor control 
apparatus, and the motors against overcurrent due to short 
circuits or ground faults. These rules add to or amend the 
provisions of Article 240. The devices specified in Part IV 
do not inelude the types of devices required by 210.8, 
230.95, and 590.6. 

Informational Note: See Informative Annex D, Example 

D8. [ROP ll-29b] 

The provisions of Part IV shall not apply to motor cir¬ 
cuits rated over 1000 volts, nominal. [ROP 11-20] Á 

Informational Note: For over 1000 volts, nominal, s 

XI. [ROP 11-20, ROP ll-29b] 

430.52 Rating or Setting for Individm 

(A) General. The motor branch-ci^ 
ground-fault protective device shall c 
and either 430.52(C) or (] 


Table 430.52 Máximum Rating or Setting of Motor 
Branch-Circuit Short-Circuit and Ground-Fault Protective 
Devices 




Percentage of Full-Load Current 


Type of Motor 

Nontime 

Dual Element 
(Time-Delay) 
Fuse 1 

Instantaneous 

Trip 

Breaker 

Inverse 

Time 

Breaker 2 

Single-phase 

motors 

300 

175 

800 

250 

AC polyphase 

wound-rotor 

300 

175 

800 

250 

Squirrel cage 
— other than 
Design B A 

energy-effi<¿^P 

300 

t 

175 

800 

250 

DesignJ^r^ 

eng-gy^fficienr 

^300 

175 

1100 

250 

Synchronous 3 

3 % 

fc 175 

800 

250 

Wound^por 

150 

r 

150 

800 

150 


150 

150 

250 

150 


lircuit and 
lable of carrying 


(B) All Motors. The mol 
ground-fault protective d 
the starting current of the li 

(C) Rating or Setting. 


(1) In Accordance with Table 430.52. A protective device 
that has a rating or setting not exceeding the valué calcu- 
lated according to the valúes given in Table 430.52 shall be 
used. 

Exception No. 1: Where the valúes for branch-circuit 
short-circuit and ground-fault protective devices deter- 
mined by Table 430.52 do not correspond to the standard 
sizes or ratings of juses, nonadjustable circuit breakers, 
thermal protective devices, or possible settings of adjust- 
able circuit breakers, a higher size, rating, or possible set¬ 
ting that does not exceed the next higher standard ampere 
rating shall be permitted. 

Exception No. 2: Where the rating specified in Table 
430.52, or the rating modified by Exception No. 1, is not 
sujficient for the starting current of the motor: 


>r certain exceptions to the valúes specified, see 430.54. 
Valúes in the Nontime Delay Fuse column apply to Time-Delay 
Class CC fuses. 

2 The valúes given in the last column also cover the ratings of nonad¬ 
justable inverse time types of circuit breakers that may be modified as 
in 430.52(C)(1), Exception No. 1 and No. 2. 

3 Synchronous motors of the low-torque, low-speed type (usually 450 
rpm or lower), such as are used to drive reciprocating compressors, 
pumps, and so forth, that start unloaded, do not require a fuse rating or 
circuit-breaker setting in excess of 200 percent of full-load current. 

(a) The rating of a nontime-delay fuse not exceeding 
600 amperes or a time-delay Class CC fuse shall be per¬ 
mitted to be increased but shall in no case exceed 400 per- 
cent of the full-load current. 

(b) The rating of a time-delay (dual-element) fuse shall 
be permitted to be increased but shall in no case exceed 
225 percent of the full-load current. 

(c) The rating of an inverse time circuit breaker shall 
be permitted to be increased but shall in no case exceed 
400 percent for full-load currents of 100 amperes or less or 
300 percent for full-load currents greater than 100 am¬ 
peres. 

(d) The rating of a fuse of 601—6000 ampere classifi- 
cation shall be permitted to be increased but shall in no 
case exceed 300 percent of the full-load current. 

Informational Note: See Informative Annex D, Example 
D8, and Figure 430.1. 

(2) Overload Relay Table. Where máximum branch- 
circuit short-circuit and ground-fault protective device rat- 
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ings are shown in the manufacturer’s overload relay table 
for use with a motor controller or are otherwise marked on 
the equipment, they shall not be exceeded even if higher 
valúes are allowed as shown above. 

(3) Instantaneous Trip Circuit Breaker. An instanta- 
neous trip circuit breaker shall he used only if adjustable 
and if part of a listed combination motor controller having 
coordinated motor overload and short-circuit and ground- 
fault protection in each conductor, and the setting is ad- 
justed to no more than the valué specified in Table 430.52. 

Informational Note: For the purpose of this article, instan¬ 
taneous trip circuit breakers may inelude a damping means 
to accommodate a transient motor inrush current without 
nuisance tripping of the circuit breaker. 


(b) The branch-circuit conductors supplying each 
winding are sized according to the full-load current of the 
highest full-load current winding. 

(c) The controller for each winding has a horsepower 
rating not less than that requiredfor the winding having the 
highest horsepower rating. 

(5) Power Electronic Devices. Semiconductor fuses in¬ 
tended for the protection of electronic devices shall be per- 
mitted in lieu of devices listed in Table 430.52 for power 
electronic devices, associated electromechanical devices 
(such as bypass contactors and isolation contactors) and 
conductors in a solid-state motor controller system, pro- 
vided that the marking for replacement fuses is provided 
adjacent to the fuses. [ROP ll-35a] 


Exception No. 1: Where the setting specified in Table 
430.52 is not sufficient for the starting current ofthe motor, 
the setting of an instantaneous trip circuit breaker shall be 
permitted to be increased but shall in no case exceed 
1300 percent of the motor full-load current for other than 
Design B energy-efficient motors and no more than 
1700 percent of full-load motor current for Design B 
energy-efficient motors. Trip settings above 800 percent for 
other than Design B energy-efficient motors and above 
1100 percent for Design B energy-efficient motors shall bem" 
permitted where the need has been demonstrated by engi- y 
neering evaluation. In such cases, it shall not be necessary 
to first apply an instantaneous-trip circuit l 
800 percent or 1100 percent. 

Informational Note: For additional informad 
quirements for a motor to be classified “ 
see NEMA Standards Publication N^^ 
sion, Motors and Generators, Part 
Exception No. 2: Where the n^for fuH-loacr 
amperes or less, the setting of m^ktstantaneou^dp circuit 
breaker with a continuous currenH^wg of 15Unperes or 
less in a listed combination motor cc^^allej^mat provides 
coordinated motor branch-circuit ov^^Ka and short- 
circuit and ground-fault protection shall be permitted to be 
increased to the valué marked on the controller. 

(4) Multispeed Motor. For a multispeed motor, a single 
short-circuit and ground-fault protective device shall be 
permitted for two or more windings of the motor, provided 
the rating of the protective device does not exceed the 
above applicable percentage of the nameplate rating of the 
smallest winding protected. 

Exception: For a multispeed motor, a single short-circuit 
and ground-fault protective device shall be permitted to be 
used and sized according to the full-load current of the 
highest current winding, where all of the following condi- 


(6) Self-ProtectedCbmbination Controller. A listed self- 
protected comb^^Km controller shall be permitted in lieu 
of the de\^^rgkrified in Table 430.52. Adjustable 
instantaní^ju^trip sen^fc shall not exceed 1300 percent of 
full-lo^Bmotor curren^kc other than Design B energy- 
efBa^n motora and not men^than 1700 percent of full-load 
m^^curra«ror Design B energy-efficient motors. 

Infon^Kmal Note: Proper application of self-protected 
combirSku controllers on 3-phase systems, other than sol- 
wye, particularly on comer grounded delta 
^onsiders the self-protected combination control- 
Pidual pole-interrupting capability. 

fe) Motor Short-Circuit Protector. A motor short-circuit 
ptector shall be permitted in lieu of devices listed in 
tble 430.52 if the motor short-circuit protector is part of a 
listed combination motor controller having coordinated mo¬ 
tor overload protection and short-circuit and ground-fault 
protection in each conductor and it will open the circuit at 
currents exceeding 1300 percent of motor full-load current 
for other than Design B energy-efficient motors and 
1700 percent of motor full-load motor current for Design B 
energy-efficient motors. 

Informational Note: A motor short-circuit protector, as 
used in this section, is a fused device and is not an instan¬ 
taneous trip circuit breaker. 

(D) Torque Motors. Torque motor branch circuits shall be 
protected at the motor nameplate current rating in accor- 
dance with 240.4(B). 

430.53 Several Motors or Loads on One Branch Cir¬ 
cuit. Two or more motors or one or more motors and other 
loads shall be permitted to be connected to the same branch 
circuit under conditions specified in 430.53(D) and in 
430.53(A), (B), or (C). The branch-circuit protective device 
shall be fuses or inverse time circuit breakers. 


(a) Each winding is equipped with individual overload 
protection sized according to its full-load current. 


(A) Not Over 1 Horsepower. Several motors, each not 
exceeding 1 hp in rating, shall be permitted on a nominal 
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120-volt branch circuit protected at not over 20 amperes or 
a branch circuit of 1000 volts, nominal, or less, protected at 
not over 15 amperes, if all of the following conditions are 
met: [ROP 11-20] 

(1) The full-load rating of each motor does not exceed 6 
amperes. 

(2) The rating of the branch-circuit short-circuit and 
ground-fault protective device marked on any of the 
controllers is not exceeded. 


ing that specified in 430.52 for the highest rated motor 
connected to the branch circuit plus an amount equal to 
the sum of the full-load current ratings of all other 
motors and the ratings of other loads connected to the 
circuit. Where this calculation results in a rating less 
than the ampacity of the branch circuit conductors, it 
shall be permitted to increase the máximum rating of 
the fuses or circuit breaker to a valué not exceeding 
that permitted by 240.4(B). [ROP ll-36a] 


(3) Individual overload protection conforms to 430.32. 

(B) If Smallest Rated Motor Protected. If the branch- 
circuit short-circuit and ground-fault protective device is 
selected not to exceed that allowed by 430.52 for the small¬ 
est rated motor, two or more motors or one or more motors 
and other load(s), with each motor having individual over¬ 
load protection, shall be permitted to be connected to a 
branch circuit where it can be determined that the branch- 
circuit short-circuit and ground-fault protective device will 
not open under the most severe normal conditions of Ser¬ 
vice that might be encountered. 

(C) Other Group Installations. Two or more motors of 
any rating or one or more motors and other load(s), with 
each motor having individual overload protection, s 
permitted to be connected to one branch circuit whe^j 
motor controller(s) and overload device(s) are (1) instl^ 
as a listed factory assembly and the mot^^fcach-cirej 
short-circuit and ground-fault protectiv^Ievi^Kither ^ 
provided as part of the assembly or ij^necified W a mark^ 
ing on the assembly, or (2) the moton 
circuit and ground-fault protecüv£_de\ 
troller(s), and overload ■ 
sepárate assemblies listel 
manufacturers’ instructi^ 
all of the following condiul 

(1) Each motor overload < 
group installation with a spe2M|Srmáximum rating of 
fuse, inverse time circuit breaker, or both, or (b) se¬ 
lected such that the ampere rating of the motor-branch 
short-circuit and ground-fault protective device does 
not exceed that permitted by 430.52 for that individual 
motor overload device and corresponding motor load. 

(2) Each motor controller is either (a) listed for group in¬ 
stallation with a specified máximum rating of fuse, cir¬ 
cuit breaker, or both, or (b) selected such that the am¬ 
pere rating of the motor-branch short-circuit and 
ground-fault protective device does not exceed that per¬ 
mitted by 430.52 for that individual controller and cor¬ 
responding motor load. 

(3) Each circuit breaker is listed and is of the inverse time 
type. 



(5) The branch-circuit fuses or inverse time circuit break- 
ers are not larger than allowed by 430.40 for the over¬ 
load relay protecting the smallest rated motor of the 
group. 

(6) Overcurrent protection for loads other than motor loads 
shall be iq^accordance with Parts I through VII of Ar- 
ticle 2 4i 

¿Note: See 110.10 for circuit impedance and 


) Single Motoi^Mps. For group installations described 
fabove^Pe conductors of any tap supplying a single motor 
t be required to have an individual branch-circuit 
^-circuit and ground-fault protective device, provided 
the^Mnply with one of the following: 

inductor to the motor shall have an ampacity less 
Han that of the branch-circuit conductors. 

(2) No conductor to the motor shall have an ampacity less 
than one-third that of the branch-circuit conductors, 
with a minimum in accordance with 430.22. The con¬ 
ductors from the point of the tap to the motor overload 
device shall be not more than 7.5 m (25 ft) long and be 
protected from physical damage by being enclosed in 
an approved raceway or by use of other approved 
means. [ROP ll-36b] 

(3) Conductors from the branch-circuit short-circuit and 
ground-fault protective device to a listed manual motor 
controller additionally marked “Suitable for Tap Con¬ 
ductor Protection in Group Installations,” or to a 
branch-circuit protective device, shall be permitted to 
have an ampacity not less than one-tenth the rating or 
setting of the branch-circuit short-circuit and ground- 
fault protective device. The conductors from the con¬ 
troller to the motor shall have an ampacity in accor¬ 
dance with 430.22. The conductors from the point of 
the tap to the controller(s) shall (1) be suitably pro¬ 
tected from physical damage and enclosed either by an 
enclosed controller or by a raceway and be not more 
than 3 m (10 ft) long or (2) have an ampacity not less 
than that of the branch-circuit conductors. [ROP 
ll-36b] 


(4) The branch circuit shall be protected by fuses or in¬ 
verse time circuit breakers having a rating not exceed- 


430.54 Multimotor and Combination-Load Equipment. 

The rating of the branch-circuit short-circuit and ground- 
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fault protective device for multimotor and combination- 
load equipment shall not exceed the rating marked on the 
equipment in accordance with 430.7(D). 

430.55 Combined Overcurrent Protection. Motor 
branch-circuit short-circuit and ground-fault protection and 
motor overload protection shall be permitted to be com¬ 
bined in a single protective device where the rating or set- 
ting of the device provides the overload protection specified 
in 430.32. 

430.56 Branch-Circuit Protective Devices — In Which 
Conductor. Branch-circuit protective devices shall comply 
with the provisions of 240.15. 

430.57 Size of Fuseholder. Where fuses are used for mo¬ 
tor branch-circuit short-circuit and ground-fault protection, 
the fuseholders shall not be of a smaller size than required 
to accommodate the fuses specified by Table 430.52. 

Exception: Where fuses having time delay appropriate for 
the starting characteristics of the motor are used, it shall be 
permitted to use fuseholders sized to fit the fuses that are 
used, 

430.58 Rating of Circuit Breaker. A circuit breaker for ^ 
motor branch-circuit short-circuit and ground-fault protec¬ 
tion shall have a current rating in accordance v 
and 430.110. 


V. Motor Feeder Short-Circuit and Gro 
Protection 


one of the protective devices shall be considered the largest 
for the above calculations. 

Exception No. 1: Where one or more instantaneous trip 
circuit breakers or motor short-circuit protectors are used 
for motor branch-circuit short-circuit and ground-fault pro¬ 
tection as permitted in 430.52(C), the procedure provided 
above for determining the máximum rating of the feeder 
protective device shall apply with the following provisión: 
For the purpose of the calculation, each instantaneous trip 
circuit breaker or motor short-circuit protector shall be 
assumed to have a rating not exceeding the máximum per- 
centage of motor full-load current permitted by Table 
430.52 for the type of feeder protective device employed. 
Exception No. 2: Where the feeder overcurrent protective 
device also providafovercurrent protection for a motor 
control center, tlj^provisions of 430.94 shall apply. 


Informatiqg 


kSee Informative Annex D, Example 



430.61 General. Part V sped^p protectivé^ 
tended to protect feeder coní^tors supplyffl| motors 
against overcurrents due to short cTfÜijts or g 

Informational Note: 


|her Installations. Where feeder conductors have an 
City gíj0tr than required by 430.24, the rating or 
settinf^feeder overcurrent protective device shall be 
permit^Ka be based on the ampacity of the feeder con- 
i£tors. 

ig or Setting — Motor Load and Other 

iad(s). Where a feeder supplies a motor load and other 
iad(s), the feeder protective device shall have a rating not 
than that required for the sum of the other load(s) plus 
following: 

(1) For a single motor, the rating permitted by 430.52 

(2) For a single hermetic refrigerant motor-compressor, the 
rating permitted by 440.22 

(3) For two or more motors, the rating permitted by 430.62 

Exception: Where the feeder overcurrent device provides 
the overcurrent protection for a motor control center, the 
provisions of430.94 shall apply. 


430.62 Rating or Setting — Motor Load. 

(A) Specific Load. A feeder supplying a specific fixed mo¬ 
tor load(s) and consisting of conductor sizes based on 
430.24 shall be provided with a protective device having a 
rating or setting not greater than the largest rating or setting 
of the branch-circuit short-circuit and ground-fault protec¬ 
tive device for any motor supplied by the feeder [based on 
the máximum permitted valué for the specific type of a 
protective device in accordance with 430.52, or 440.22(A) 
for hermetic refrigerant motor-compressors], plus the sum 
of the full-load currents of the other motors of the group. 

Where the same rating or setting of the branch-circuit 
short-circuit and ground-fault protective device is used on 
two or more of the branch circuits supplied by the feeder, 


VI. Motor Control Circuits 

430.71 General. Part VI contains modifications of the gen¬ 
eral requirements and applies to the particular conditions of 
motor control circuits. 

[ROP ll-29b] 

430.72 Overcurrent Protection. 

(A) General. A motor control circuit tapped from the load 
side of a motor branch-circuit short-circuit and ground-fault 
protective device(s) and functioning to control the motor(s) 
connected to that branch circuit shall be protected against 
overcurrent in accordance with 430.72. Such a tapped con¬ 
trol circuit shall not be considered to be a branch circuit 
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and shall be permitted to be protected by either a supple- 
mentary or branch-circuit overcurrent protective device(s). 

A motor control Circuit other than such a tapped control 
circuit shall be protected against overcurrent in accordance 
with 725.43 or the notes to Table 11(A) and Table 11(B) in 
Chapter 9, as applicable. 

(B) Conductor Protection. The overcurrent protection for 
conductors shall be provided as specified in 430.72(B)(1) 
or (B)(2). 

Exception No. 1: Where the opening ofthe control circuit 
would create a hazard as, for example, the control circuit of 
a fire pump motor, and the like, conductors of control cir- 
cuits shall require only short-circuit and ground-fault pro¬ 
tection and shall be permitted to be protected by the motor 
branch-circuit short-circuit and ground-fault protective 
device(s). 

Exception No. 2: Conductors supplied by the secondary 
side of a single-phase transformer having only a t 
(single-voltage) secondary shall be permitted to be pro¬ 
tected by overcurrent protection provided on the primary , 
(supply) side of the transformer, provided this protection 
does not exceed the valué determined by multiplying the 
appropriate máximum rating of the overcurrent de\i 
the secondary conductor from Table 430.72(B) . 
secondary-to-primary voltage ratio. Transformer set^ 
ary conductors (other than two-wire) shal Ltmt^ be con1 
ered to be protected by the primary ovej^Jrent^ptectidl 

(1) Sepárate Overcurrent Protectü 

branch-circuit short-circuit and groun 
vice does not provide pro 
430.72(B)(2), sepárate ova* 



vided. The overcurrent protection shall not exceed the val¬ 
úes specified in Column A of Table 430.72(B). 

(2) Branch-Circuit Overcurrent Protective Device. Con¬ 
ductors shall be permitted to be protected by the motor 
branch-circuit short-circuit and ground-fault protective de¬ 
vice and shall require only short-circuit and ground-fault 
protection. Where the conductors do not extend beyond the 
motor control equipment enclosure, the rating of the pro¬ 
tective device(s) shall not exceed the valué specified in 
Column B of Table 430.72(B). Where the conductors ex¬ 
tend beyond the motor control equipment enclosure, the 
rating of the protective device(s) shall not exceed the valué 
specified in Column C of Table 430.72(B). 

(C) Control Circuit Transformer. Where a motor control 
circuit tran^Wner is provided, the transformer shall be 
protected^Kccordance with 430.72(0(1), (C)(2), (C)(3), 

(C)(4J^F(C)(5). 

m: Ov^^urent protection shall be omitted where 
e opening of the^^Lrol circuit would create a hazard a 
Wfor example , the control circuit of a fire pump motor and 

(nfcmmpliance with Article 725. Where the transformer 
supp^^i Class 1 power-limited circuit, Class 2, or Class 3 
teTontrol circuit complying with the requirements of 
ele 725, protection shall comply with Article 725. 

(2) Compliance with Article 450. Protection shall be per¬ 
mitted to be provided in accordance with 450.3. 

(3) Less Than 50 Volt-Amperes. Control circuit trans- 
formers rated less than 50 volt-amperes (VA) and that are 
an integral part of the motor controller and located within 


of OveiBrrent Protective Device in Amperes 


Protection Provided by Motor Branch-Circuit Protective Device(s) 


Control 

Circuit 

Conductor 

Size (AWG) 

Column A 

Sepárate Protection 

Provided 

Column B 

Conductors Within 

Enclosure 

Column C 

Conductors Extend Beyond 
Enclosure 

Copper 

Aluminum or 
Copper-Clad 
Aluminum 

Copper 

Aluminum or 
Copper-Clad 
Aluminum 

Copper 

Aluminum or 
Copper-Clad 
Aluminum 

18 

7 

_ 

25 

_ 

7 

_ 

16 

10 

— 

40 

— 

10 

— 

14 

(Note 1) 

— 

100 

— 

45 

— 

12 

(Note 1) 

(Note 1) 

120 

100 

60 

45 

10 

(Note 1) 

(Note 1) 

160 

140 

90 

75 

Larger than 10 

(Note 1) 

(Note 1) 

(Note 2) 

(Note 2) 

(Note 3) 

(Note 3) 


1. Valué specified in 310.15 as applicable. 

2. 400 percent of valué specified in Table 310.15(B)(17) for 60°C conductors. 

3. 300 percent of valué specified in Table 310.15(B)(16) for 60°C conductors. 
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the motor controller enclosure shall be permitted to be pro- 
tected by primary overcurrent devices, impedance limiting 
means, or other inherent protective means. 

(4) Primary Less Than 2 Amperes. Where the control 
Circuit transformer rated primary current is less than 2 am¬ 
peres, an overcurrent device rated or set at not more than 
500 percent of the rated primary current shall be permitted 
in the primary circuit. 


where visible to persons who may be working in the area of 
the energized parís. 

Exception No. 2: The motor control circuit disconnecting 
means shall be permitted to be remóte from the motor con¬ 
troller power supply disconnecting means where the open- 
ing of one or more motor control circuit disconnecting 
means is capable of resulting in potentially unsafe condi- 
tions for personnel or property and the conditions of ítems 
(a) and (b) of Exception No. 1 are complied with. 


(5) Other Means. Protection shall be permitted to be pro- 
vided by other approved means. 

430.73 Protection of Conductors from Physical Dam- 
age. Where damage to a motor control circuit would con- 
stitute a hazard, all conductors of such a remóte motor 
control circuit that are outside the control device itself shall 
be installed in a raceway or be otherwise protected from 
physical damage. 

430.74 Electrical Arrangement of Control Circuits. 

Where one conductor of the motor control circuit is 
grounded, the motor control circuit shall be arranged so that 
a ground fault in the control circuit remóte from the motor 
controller will (1) not start the motor and (2) not bypass^ 
manually operated shutdown devices or automatic safety' 
shutdown devices. 

430.75 Disconnection. 

(A) General. Motor control circuits shalh 
that they will be disconnected from all soui 
when the disconnecting means is in the opea 
disconnecting means shall be perawrec^^ 
more sepárate devices, one of disconne! 
and the controller from the sou^fcfel of powe®ipply for 
the motor, and the other(s), the nBtor contjB circuit(s) 
from its power supply. Where separc^kda^^s are used, 
they shall be located immediately adjace^^o each other. 


(B) Control Transformer in Controller Enclosure. 

Where a transformer or other device is used to obtain a 
reduced voltage for the motor control circuit and is located 
in the controller enclosure, such transformer or other device 
shall be connected to the load side of the disconnecting 
means for the motnjAintrol circuit. 




(A ) Sta tionar y Motor of Vs Horsepower or Less. For a 

stationflEiotor rated at Vs hp or less that is normally left 
inning aifc^constructed so that it cannot be damaged by 
iré to start, such as dock motors and the 
ich-circuit disconnecting means shall be per- 
fted to serve as the controller. 

Portable Motor of Vs Horsepower or Less. For a 

table motor rated at Vs hp or less, the controller shall be 
’permitted to be an attachment plug and receptacle or cord 
connector. 

430.82 Controller Design. 

(A) Starting and Stopping. Each controller shall he ca¬ 
pable of starting and stopping the motor it Controls and 
shall be capable of interrupting the locked-rotor current of 
the motor. 


Exception No. 1: Where more than 12 motor control Cir¬ 
cuit conductors are required to be disconnected, the discon¬ 
necting means shall be permitted to be located other than 
immediately adjacent to each other where all of the follow- 
ing conditions are complied with: 

(a) Access to energized parts is limited to qualified per¬ 
sons in accordance with Part XII of this article. 

(b) A waming sign is permanently located on the out¬ 
side of each equipment enclosure door or cover permitting 
access to the live parts in the motor control circuit(s), 
warning that motor control circuit disconnecting means are 
remotely located and specifying the location and Identifica¬ 
tion of each disconnect. Where energized parts are not in 
an equipment enclosure as permitted by 430.232 and 
430.233, an additional waming sign(s) shall be located 


(B) Autotransformer. An autotransformer starter shall 
provide an “off” position, a running position, and at least 
one starting position. It shall be designed so that it cannot 
rest in the starting position or in any position that will 
render the overload device in the circuit inoperative. 

(C) Rheostats. Rheostats shall be in compliance with the 
following: 

(1) Motor-starting rheostats shall be designed so that the 
contad arm cannot be left on intermedíate segments. 
The point or píate on which the arm rests when in the 
starting position shall have no electrical connection 
with the resistor. 

(2) Motor-starting rheostats for de motors operated from a 
constant voltage supply shall be equipped with auto- 
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matic devices that will interrupt the supply before the 
speed of the motor has fallen to less than one-third its 
normal rate. 


and the nominal voltage between any two conductors does 
not exceed the higher valué of the controller’s voltage rat- 
ing. 


430.83 Ratings. The controller shall have a rating as speci- 
fied in 430.83(A), unless otherwise permitted in 430.83(B) 
or (C), or as specified in (D), under the conditions speci- 
fied. 

(A) General. 

(1) Horsepower Ratings. Controllers, other than inverse 
time Circuit breakers and molded case switches, shall have 
horsepower ratings at the application voltage not lower than 
the horsepower rating of the motor. 

(2) Circuit Breaker. A branch-circuit inverse time circuit 
breaker rated in amperes shall be permitted as a controller 
for all motors. Where this circuit breaker is also used for 
overload protection, it shall conform to the appropriate pro- 
visions of this article goveming overload protection. 

(3) Molded Case Switch. A molded case switch rated in 
amperes shall be permitted as a controller for all motors. 

(B) Small Motors. Devices as specified in 430.81(A^and 

(B) shall be permitted as a controller. 

(C) Stationary Motors of 2 Horsepower or Le¡ 

stationary motors rated at 2 hp or less 
the controller shall be permitted to be ejjjPToTl^ 1 
ing: 

(1) A general-use switch having an 
than twice the full-load curm^atin^^Tthe motor 

(2) On ac circuits, a generatíttsés^hp^witc^mitable only 
for use on ac (not^^reral-use a^k sna|^witches) 
where the motor frm^ted current nng is not more 
than 80 percent of thel^kgre ratinjMf the switch 

(D) Torque Motors. For torqr^^Kors, the controller 
shall have a continuous-duty, fulwoad current rating not 
less than the nameplate current rating of the motor. For a 
motor controller rated in horsepower but not marked with 
the foregoing current rating, the equivalent current rating 
shall be determined from the horsepower rating by using 
Table 430.247, Table 430.248, Table 430.249, or Table 
430.250. 


430.84 Need Not Open All Conductors. The controller 
shall not be required to open all conductors to the motor. 

Exception: Where the controller serves also as a discon- 
necting means, it shall open all ungrounded conductors to 
the motor as provided in 430.111. 

430.85 In Grounded Conductors. One pole of the con¬ 
troller shall be permitted to be placed in a permanently 
grounded conductor, provided the controller is designed so 
that the pole in the grounded conductor cannot be opened 
without simufifcneously opening all conductors of the cir¬ 
cuit. 

430 P^unMkof Motors Served by Each Controller. 

notor shaflfctprovided with an individual controller. 

'an No. 1: m motors rated 1000 volts or less, a 
Controller rated at not less than the equivalent horse- 
s determined in accordance with 430.110(C)(1), of 
e motors in the group shall be permitted to serve the 
any of the following conditions: [ROP 11-20] 

Where a number of motors drive several parís of a 
single machine or piece of apparatus, such as metal and 
woodworking machines, cranes, hoists, and similar appa¬ 
ratus 

(b) Where a group of motors is under the protection of 
one overcurrent device as permitted in 430.53(A) 

(c) Where a group of motors is located in a single 
room within sight from the controller location 
Exception No. 2: A branch-circuit disconnecting means 
serving as the controller as allowed in 430.81(A) shall be 
permitted to serve more than one motor. 

430.88 Adjustable-Speed Motors. Adjustable-speed mo¬ 
tors that are controlled by means of field regulation shall be 
equipped and connected so that they cannot be started un¬ 
der a weakened field. 

Exception: Starting under a weakened field shall be per¬ 
mitted where the motor is designed for such starting. 



(E) Voltage Rating. A controller with a straight voltage 
rating, for example, 240 volts or 480 volts, shall be permit¬ 
ted to be applied in a circuit in which the nominal voltage 
between any two conductors does not exceed the control¬ 
ler’s voltage rating. A controller with a slash rating, for 
example, 120/240 volts or 480Y/277 volts, shall only be 
applied in a solidly grounded circuit in which the nominal 
voltage to ground from any conductor does not exceed the 
lower of the two valúes of the controller’s voltage rating 


430.89 Speed Limitation. Machines of the following 
types shall be provided with speed-limiting devices or other 
speed-limiting means: 

(1) Separately excited de motors 

(2) Series motors 

(3) Motor-generators and converters that can be driven at 
excessive speed from the de end, as by a reversal of 
current or decrease in load 
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Exception: Sepárate speed-limiting devices or means shall 
not be required under either of the following conditions: 

(1) Where the inherent characteristics of the machines, 
the system, or the load and the mechanical connection 
thereto are such as to safely limit the speed 

(2) Where the machine is always under the manual 
control of a qualified operator 

430.90 Combination Fuseholder and Switch as Control¬ 
ler. The rating of a combination fuseholder and switch used 
as a motor controller shall be such that the fuseholder will 
accommodate the size of the fuse specified in Part III of 
this article for motor overload protection. 


in accordance with Table 250.122. Equipment grounding 
conductors shall be connected to this equipment grounding 
bus or to a grounding termination point provided in a 
single-section motor control center. 

430.97 Busbars and Conductors. 

(A) Support and Arrangement. Busbars shall be pro- 
tected from physical damage and be held firmly in place. 
Other than for required interconnections and control wiring, 
only those conductors that are intended for termination in a 
vertical section shall be located in that section. 

Exception: Conductors shall be permitted to travel hori- 
zontally through vertical sections where such conductors 
are isolated from the busbars by a barrier. 


Exception: Where fuses having time delay appropriate for 
the starting characteristics of the motor are used, jusehold- 
ers of smaller size than specified in Part III of this article 
shall be permitted. 

VIII. Motor Control Centers 

430.92 General. Part VIII covers motor control centers 
installed for the control of motors, lighting, and power cir- 
cuits. 

430.94 Overcurrent Protection. Motor control centers 1 
shall be provided with overcurrent protection in ac corda nce 
with Parts I, II, and VIII of Article 240. The ain 
or setting of the overcurrent protective dcvmT shall r 
exceed the rating of the common power bus. This p 
tion shall be provided by (1) an overcurrent p 
vice located ahead of the motor conti jghBanter or ^ULa main 
overcurrent protective device locaj 
trol center. 


430.95 Service Equipment. Whef^kted a ce equip- 
ment, each motor control center shalfce i :d with a 
single main disconnecting means to ai¡| t all un- 
grounded Service conductors. 



(B) Phase Arrangement. The phase arrangement on 
3-phase horizont^^rommon power and vertical buses shall 
be A, B, C frou^fcuto back, top to bottom, or left to right, 
as viewed the^fcm of the motor control center. The B 
phase sl^fc be that having the higher voltage to 

grouru®m 3-phase, 4-wSktelta-connected systems. Other 
bu^p irran^Aients shall be permitted for additions to ex- 
isti^Bust^Wions and shall be marked. 
Exceptio^LRear-mounted units connected to a vertical bus 
uto front-mounted units shall be permitted to 
W A phase arrangement where properly 

C) Mínimum Wire-Bending Space. The mínimum wire- 
Viding space at the motor control center termináis and 
ffnimum gutter space shall be as required in Article 312. 

(D) Spacings. Spacings between motor control center bus 
termináis and other bare metal parts shall not be less than 
specified in Table 430.97. 

(E) Barriers. Barriers shall be placed in all service- 
entrance motor control centers to isolate Service busbars 
and termináis from the remainder of the motor control cen¬ 
ter. 

430.98 Marking. 


Exception: A second Service disconnect shall be permitted 
to supply additional equipment. 

Where a grounded conductor is provided, the motor 
control center shall be provided with a main bonding 
jumper, sized in accordance with 250.28(D), within one of 
the sections for connecting the grounded conductor, on its 
supply side, to the motor control center equipment ground 
bus. 


(A) Motor Control Centers. Motor control centers shall 
be marked according to 110.21, and the marking shall be 
plainly visible after installation. Marking shall also inelude 
common power bus current rating and motor control center 
short-circuit rating. [ROP 11-28] 

(B) Motor Control Units. Motor control units in a motor 
control center shall comply with 430.8. 


Exception: High-impedance grounded neutral systems 
shall be permitted to be connected as provided in 250.36. 

430.96 Grounding. Multisection motor control centers 
shall be connected together with an equipment grounding 
conductor or an equivalent equipment grounding bus sized 


IX. Disconnecting Means 

430.101 General. Part IX is intended to require discon¬ 
necting means capable of disconnecting motors and con- 
trollers from the Circuit. 

[ROP ll-29b] 
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Table 430.97 Minimum Spacing Between Bare Metal Parts 


Opposite Polarity Where Opposite Polarity Where 

Mounted on the Same Surface Held Free in Air 


Live Parts to Ground 


Not over 125 volts, nominal 19.1 3 /4 12.7 '/a 12.7 Va 

Not over 250 volts, nominal 31.8 1 V* 19.1 3 / 4 12.7 Va 

Not over 600 volts, nominal 50.8 2 25.4 1 25.4 1 


430.102 Location. 

(A) Controller. An individual disconnecting means shall 
be provided for each controller and shall disconnect the 
controller. The disconnecting means shall be located in 
sight from the controller location. 

Exception No. 1: For motor circuits over 1000 volts, 
nominal, a controller disconnecting means lockable i¡ 
cordance with 110.25 shall be permitted to be out of sight 
of the controller, provided the controller is marked with a 
waming label giving the location of the disconnecting 
means. [ROP 11-20, ROP 11-45] 

Exception No. 2: A single disconnecting means si 
permitted for a group of coordinated controllers thafl 
several parís of a single machine or piec e of appai 
The disconnecting means shall be locatei 
controllers, and both the disconnecting 
trollers shall be located in sight 
apparatus. 

Exception No. 3: The 
required to be in sight fu 
assemblies containing 
introduces additional or 
property and conditions 

(a) The valve actuator motor cmsembly is marked with 
a waming label giving the location of the disconnecting 
means. 

(b) The disconnecting means shall be lockable in ac- 
cordance with 110.25. [ROP 11-48] 



¡hall not be 
(VAM) 
i such a location 
Is to persons or 


if it is in sight from the motor location and the driven 
machinery location. 

Exception to (1) and (2): The disconnecting means for the 
motor shall not be required under either condition (a) c 
condition (bfprovided the controller disconnecting means 
required in 430.102(A) is lockable in accordance with 

lKU^vSv 11-49] 

t) Where HBLu location of the disconnecting means 
the motor is implaticable or introduces additional or 
incre aém hozareis to persons or property 

'ormational Note: Some examples of increased or addi- 
hazards inelude, but are not limited to, motors rated 
of 100 hp, multimotor equipment, submersible 
£ motors associated with adjustable speed drives, and 
located in hazardous (classified) locations. [ROP 

li-29b] 

(b) In industrial installations, with written safety pro- 
cedures, where conditions of maintenance and supervisión 
ensure that only qualified persons Service the equipment 

Informational Note: For information on lockout/tagout 
procedures, see NFPA 70E, Standard for Electrical Safety 
in the Workplace. [ROP ll-29b] 

430.103 Operation. The disconnecting means shall open 
all ungrounded supply conductors and shall be designed so 
that no pole can be operated independently. The disconnect¬ 
ing means shall be permitted in the same enclosure with the 
controller. The disconnecting means shall be designed so 
that it cannot he closed automatically. 

Informational Note: See 430.113 for equipment receiving 
energy from more than one source. 


(B) Motor. A disconnecting means shall be provided for a 
motor in accordance with (B)(l) or (B)(2). 

(1) Sepárate Motor Disconnect. A disconnecting means 
for the motor shall be located in sight from the motor loca¬ 
tion and the driven machinery location. 

(2) Controller Disconnect. The controller disconnecting 
means required in accordance with 430.102(A) shall be 
permitted to serve as the disconnecting means for the motor 


430.104 To Be Indicating. The disconnecting means shall 
plainly indicate whether it is in the open (off) or closed (on) 
position. 

430.105 Grounded Conductors. One pole of the discon¬ 
necting means shall be permitted to disconnect a perma- 
nently grounded conductor, provided the disconnecting 
means is designed so that the pole in the grounded conduc¬ 
tor cannot be opened without simultaneously disconnecting 
all conductors of the circuit. 
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430.107 Readily Accessible. At least one of the discon- 
necting means shall be readily accessible. 

430.108 Every Disconnecting Means. Every disconnect- 
ing means in the motor circuit between the point of attach- 
ment to the feeder or branch circuit and the point of con- 
nection to the motor shall comply with the requirements of 

430.109 and 430.110. 

430.109 Type. The disconnecting means shall be a type 
specified in 430.109(A), unless otherwise permitted in 
430.109(B) through (G), under the conditions specified. 


the disconnecting means shall be permitted to be one of the 
devices specified in (1), (2), or (3): 

(1) A general-use switch having an ampere rating not less 
than twice the full-load current rating of the motor 

(2) On ac circuits, a general-use snap switch suitable only 
for use on ac (not general-use ac-dc snap switches) 
where the motor full-load current rating is not more 
than 80 percent of the ampere rating of the switch 

(3) A listed manual motor controller having a horsepower 
rating not less than the rating of the motor and marked 
“Suitable as Motor Disconnect” 


(1) Motor Circuit Switch. A listed motor-circuit switch 
rated in horsepower. 

(2) Molded Case Circuit Breaker. A listed molded case 
circuit breaker. 

(3) Molded Case Switch. A listed molded case switch. 

(4) Instantaneous Trip Circuit Breaker. An instanta- 
neous trip circuit breaker that is part of a listed comhination 
motor controller. 

(5) Self-Protected Comhination Controller. Listed self-1 
protected comhination controller. 

(6) Manual Motor Controller. Listed manual^ 
trollers additionally marked “Suitable as UBr Di¡ 
nect” shall be permitted as a disconnectirl|K¿eans 
installed between the final motor branch^ 
circuit protective device and the motor. ‘Listed 
tor controllers additionally mari^^BuitabJ^^LMol*Dis- 
connect” shall be permitted as^Konnecting n»ns ofTthe 
fine side of the fuses permitteok^ 430.52(C)(5). In this 
case, the fuses permitted in 430.5^fc^5) sh timbe, consid- 
ered supplementary fuses, and suitable^M|^^rcuit short- 
circuit and ground-fault protective device^^all be installed 
on the fine side of the manual motor controller additionally 
marked “Suitable as Motor Disconnect.” 

(7) System Isolation Equipment. System isolation equip- 
ment shall be listed for disconnection purposes. System 
isolation equipment shall be installed on the load side of the 
overcurrent protection and its disconnecting means. The 
disconnecting means shall be one of the types permitted by 
430.109(A)(1) through (A)(3). 


(D) Autotransformer-Type Controlled Motors. For mo- 

tors of over 2 hp to and including 100 hp, the sepárate 
disconnecting mearuc required for a motor with an 
autotransformer-t^^mmtroller shall be permitted to be a 
general-use swhp^^here all of the following provisions are 

(1) The JÉotor drives a generator that is provided with 
>ad protection 

(2] ^^ie con^áBer is capadle of interrupting the locked- 
;nt of the motors, is provided with a no volt¬ 
ease, and is provided with running overload pro- 

tectiol Btot exceeding 125 percent of the motor full- 
rating. 

fuses or an inverse time circuit breaker rated 
or set at not more than 150 percent of the motor full- 
load current is provided in the motor branch circuit. 

E) Isolating Switches. For stationary motors rated at 
more than 40 hp de or 100 hp ac, the disconnecting means 
shall be permitted to be a general-use or isolating switch 
where plainly marked “Do not opérate under load.” 

(F) Cord-and-Plug-Connected Motors. For a cord-and- 
plug-connected motor, a horsepower-rated attachment plug 
and receptacle, flanged surface inlet and cord connector, or 
attachment plug and cord connector having ratings no less 
than the motor ratings shall be permitted to serve as the 
disconnecting means. Horsepower-rated attachment plugs, 
flanged surface inlets, receptacles, or cord connectors shall 
not be required for cord-and-plug-connected appliances in 
accordance with 422.33, room air conditioners in accor- 
dance with 440.63, or portable motors rated Vi hp or less. 

(G) Torque Motors. For torque motors, the disconnecting 
means shall be permitted to be a general-use switch. 


(B) Stationary Motors of Vs Horsepower or Less. For 

stationary motors of Vs hp or less, the branch-circuit over¬ 
current device shall be permitted to serve as the disconnect¬ 
ing means. 

(C) Stationary Motors of 2 Horsepower or Less. For 

stationary motors rated at 2 hp or less and 300 volts or less, 


430.110 Ampere Rating and Interrupting Capacity. 

(A) General. The disconnecting means for motor circuits 
rated 1000 volts, nominal, or less shall have an ampere 
rating not less than 115 percent of the full-load current 
rating of the motor. [ROP 11-20] 
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Exception: A Usted unfused motor-circuit switch having a 
horsepower rating not less than the motor horsepower shall 
be permitted to have an ampere rating less than 115 per- 
cent of the full-load current rating of the motor. 

(B) For Torque Motors. Disconnecting means for a 
torque motor shall have an ampere rating of at least 
115 percent of the motor nameplate current. 

(C) For Combination Loads. Where two or more motors 
are used together or where one or more motors are used in 
combination with other loads, such as resistance heaters, 
and where the combined load may be simultaneous on a 
single disconnecting means, the ampere and horsepower 
ratings of the combined load shall be determined as fol- 
lows. 

(1) Horsepower Rating. The rating of the disconnecting 
means shall he determined from the sum of all currents, 
including resistance loads, at the full-load condition and 
also at the locked-rotor condition. The combined full-load 
current and the combined locked-rotor current so obtained 
shall be considered as a single motor for the purpose of this 
requirement as follows. 

The full-load current equivalent to the horsepower rat¬ 
ing of each motor shall be selected from Table 4'. 

Table 430.248, Table 430.249, or Table 430.250. 
full-load currents shall be added to the rating in ampei 
other loads to obtain an equivalent full-loa^wggnt fe 
combined load. 

The locked-rotor current equivala^o the figís 
rating of each motor shall be T^^ted^^ 

430.251 (A) or Table 430.25l(B)^he l^k^rotor currents 
shall be added to the rating^^l^^res of other loads to 
obtain an equivalent locta^rcítor cum^for nkpombined 
load. Where two or mcd^Eiotors or otl^Moads cannot be 
started simultaneously, the^Kest sum oBrcked-rotor cur¬ 
rents of a motor or group conotors^flnt can be started 
simultaneously and the fu 11-1oac^M^nts of other concur- 
rent loads shall be permitted to bd'iised to determine the 
equivalent locked-rotor current for the simultaneous com¬ 
bined loads. In cases where dififerent current ratings are 
obtained when applying these tables, the largest valué ob¬ 
tained shall be used. 



Exception: A Usted nonfused motor-circuit switch having 
a horsepower rating equal to or greater than the equivalent 
horsepower of the combined loads, determined in accor- 
dance with 430.110(C)(1), shall be permitted to have an 
ampere rating less than 115 percent of the sum of all cur¬ 
rents at the full-load condition. 

(3) Small Motors. For small motors not covered by Table 
430.247, Table 430.248, Table 430.249, or Table 430.250, 
the locked-rotor current shall be assumed to be six times 
the full-load current. 

430.111 Switch or Circuit Breaker as Both Controller 
and Disconnecting Means. A switch or circuit breaker 
shall be permitted to be used as both the controller and 
disconnectingjmeans if it complies with 430.111(A) and is 
one of the jgpés specified in 430.111(B). 

(A) G^IE^The switch or circuit breaker complies with 
the^jecfuiremen^for controllers specified in 430.83, opens 

ingrounded c^^tactors to the motor, and is protected by 
overcurrent dewpfe in each ungrounded conductor 
^whid^mall be permitted to be the branch-circuit fuses). 
wercurrent device protecting the controller shall be 
:ted to be part of the controller assembly or shall be 
to be sepárate. An autotransformer-type control- 
>e provided with a sepárate disconnecting means. 

(B) Type. The device shall be one of the types specified in 
430.111(B)(1), (B)(2), or (B)(3). 

(1) Air-Break Switch. An air-break switch, operable di- 
rectly by applying the hand to a le ver or handle. 

(2) Inverse Time Circuit Breaker. An inverse time circuit 
breaker operable directly by applying the hand to a lever or 
handle. The circuit breaker shall be permitted to be both 
power and manually operable. 

(3) Oil Switch. An oil switch used on a circuit whose 
rating does not exceed 1000 volts or 100 amperes, or by 
special permission on a circuit exceeding this capacity 
where under expert supervisión. The oil switch shall be 
permitted to be both power and manually operable. [ROP 
11 - 20 ] 


Exception: Where part of the concurrent load is resistance 
load, and where the disconnecting means is a switch rated 
in horsepower and amperes, the switch used shall be per¬ 
mitted to have a horsepower rating that is not less than the 
combined load of the motor(s), if the ampere rating of the 
switch is not less than the locked-rotor current of the mo- 
tor(s) plus the resistance load. 

(2) Ampere Rating. The ampere rating of the disconnect¬ 
ing means shall not be less than 115 percent of the sum of 
all currents at the full-load condition determined in accor- 
dance with 430.110(C)(1). 


430.112 Motors Served by Single Disconnecting Means. 

Each motor shall be provided with an individual discon¬ 
necting means. 

Exception: A single disconnecting means shall be permit¬ 
ted to serve a group of motors under any one ofthe condi- 
tions of (a), (b), and (c). The single disconnecting means 
shall be rated in accordance with 430.110(C). 

(a) Where a number of motors drive several parís of a 
single machine or piece of apparatus, such as metal- and 
woodworking machines, cranes, and hoists. 
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(b) Where a group ofmotors is under the protection of 
one set of branch-circuit protective devices as permitted by 
430.53(A). 

(c) Where a group ofmotors is in a single room within 
sightfrom the location of the disconnecting means. 

430.113 Energy from More Than One Source. Motor 
and motor-operated equipment receiving electric energy 
from more than one source shall be provided with discon¬ 
necting means from each source of electric energy imme- 
diately adjacent to the equipment served. Each source shall 
be permitted to have a sepárate disconnecting means. 
Where múltiple disconnecting means are provided, a per- 
manent waming sign shall be provided on or adjacent to 
each disconnecting means. 

Exception No. 1: Where a motor receives electric energy 
from more than one source, the disconnecting means for the 
main power supply to the motor shall not be required to be 
immediately adjacent to the motor, provided the controller 
disconnecting means is lockable in accordance with 110.25. 
[ROP 11-54] 

Exception No. 2: A sepárate disconnecting means shall 
not be required for a Class 2 remote-control Circuit con- 
forming with Ardele 725, rated not more than 30 volts, ani 
isolated and ungrounded. 


X. Adjustable-Speed Drive Systems 

430.120 General. The installation pro vi! 
through Part IX are applicable unless mod 
mented by Part X. 

[ROP ll-29b] 

430.122 Conductors — Miniml 

(A) Branch/Feeder Circuit ConduüIS^Qffuit conduc¬ 
tors supplying power conversión equipj^t included 
part of an adjustable-speed drive system shall have an am- 
pacity not less than 125 percent of the rated input current to 
the power conversión equipment. 

Informational Note: Power conversión equipment can 
have múltiple power ratings and corresponding input 
currents. 

(B) Bypass Device. For an adjustable-speed drive system 
that utilizes a bypass device, the conductor ampacity shall 
not be less than required by 430.6. The ampacity of circuit 
conductors supplying power conversión equipment in¬ 
cluded as part of an adjustable-speed drive system that uti¬ 
lizes a bypass device shall be the larger of either of the 
following: 

(1) 125 percent of the rated input current to the power 
conversión equipment 


(2) 125 percent of the motor full-load current rating as 
determined by 430.6 

430.124 Overload Protection. Overload protection of the 
motor shall be provided. 

(A) Included in Power Conversión Equipment. Where 
the power conversión equipment is marked to indicate that 
motor overload protection is included, additional overload 
protection shall not be required. 

(B) Bypass Circuits. For adjustable speed drive systems 
that utilize a bypass device to allow motor operation at 
rated full-load speed, motor overload protection as de- 
scribed in Article 430, Part III, shall be provided in the 
bypass circuit. 

(C) Múltiple M tions. For múltiple motor ap- 

plication, ¡nebral rload protection shall be pro¬ 
vided in q£(^da :le 430, Part III. 

dure Protection. 

(4 Adjustable speed drive systems shall protect 

ag yvertemperature conditions where the motor 

opérate at the nameplate rated current over 
►required by the application. This protection 
úded in addition to the conductor protection 
in 430.32. Protection shall be provided by one of 
following means. 

Motor thermal protector in accordance with 430.32 
Adjustable speed drive system with load and speed- 
sensitive overload protection and thermal memory re- 
tention upon shutdown or power loss 

Exception to (2): Thermal memory retention upon shut¬ 
down or power loss is not required for continuous duty 
loads. 

(3) Overtemperature protection relay utilizing thermal sen- 
sors embedded in the motor and meeting the require- 
ments of 430.32(A)(2) or (B)(2) 

(4) Thermal sensor embedded in the motor whose Commu¬ 
nications are received and acted upon by an adjustable 
speed drive system 

Informational Note: The relationship between motor cur¬ 
rent and motor temperature changes when the motor is op- 
erated by an adjustable speed drive. In certain applications, 
overheating of motors can occur when operated at reduced 
speed, even at current levels less than a motor’s rated full- 
load current. The overheating can be the result of reduced 
motor cooling when its shaft-mounted fan is operating less 
than rated nameplate RPM. As part of the analysis to deter¬ 
mine whether overheating will occur, it is necessary to con- 
sider the continuous torque capability curves for the motor 
given the application requirements. This will assist in de- 
termining whether the motor overload protection will be 
able, on its own, to provide protection against overheating. 



70-352 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 430 — MOTORS, MOTOR CIRCUITS, AND CONTROLLERS 


430.225 


These overheating protection requirements are only in¬ 
tended to apply to applications where an adjustable speed 
drive, as defined in Article 100, is used. [ROP ll-29b] 

For motors that utilize extemal forced air or liquid 
cooling systems, overtemperature can occur if the cooling 
system is not operating. Although this issue is not unique to 
adjustable speed applications, extemally cooled motors are 
most often encountered with such applications. In these 
instances, overtemperature protection using direct tempera- 
ture sensing is recommended [i.e., 430.126(A)(1), (A)(3), 
or (A)(4)], or additional means should be provided to en- 
sure that the cooling system is operating (flow or pressure 
sensing, interlocking of adjustable speed drive system and 
cooling system, etc.). 

(B) Múltiple Motor Applications. For múltiple motor ap¬ 
plications, individual motor overtemperature protection 
shall be provided as required in 430.126(A). 

(C) Automatic Restarting and Orderly Shutdown. The 

provisions of 430.43 and 430.44 shall apply to the motor 
overtemperature protection means. 

430.128 Disconnecting Means. The disconnecting means 
shall be permitted to be in the incoming line to the conver¬ 
sión equipment and shall have a rating not less than 
115 percent of the rated input current of the conversión 
unit. 

430.130 Branch Circuit Short-Circuit and Gi 
Fault Protection for Single Motor Circu its C ont 
Power Conversión Equipment. [ROP 

(A) Circuits Containing Power Coi 

Circuits containing power conversioi 
protected by a branch circuit shor^hi 
protective device in accorc 

(1) The rating and type. 
by 430.52 (C) (1), 
current rating of t 
430.6. 

(2) Where máximum branch-cl 
ground-fault protective ratings are stipulated for spe- 
cific device types in the manufacturers instructions 
with the power conversión equipment or are otherwise 
marked on the equipment, they shall not be exceeded 
even if higher valúes are permitted in 430.130 (A) (1). 



pass circuit/device(s). Where a single branch-circuit short- 
circuit and ground-fault protective device is provided for 
circuits containing both power conversión equipment and a 
bypass circuit, the branch circuit protective device type and 
its rating or setting shall be in accordance with that deter- 
mined for the power conversión equipment and for the by¬ 
pass circuit/device(s) equipment. [ROP ll-60a] 

430.131 Several Motors or Loads on One Branch Cir¬ 
cuit including Power Conversión Equipment . For instal- 
lations meeting all the requirements of 430.53 that inelude 
one or more power converters, the branch circuit short- 
circuit and ground-fault protective fuses or inverse time 
circuit breakers shall be of a type and rating or setting 
permitted for use with the power conversión equipment 
using the ful^pad current rating of the connected motor 
load in acoflUfance with 430.53. 

l.h^PN ote: For the purposes of 430.53 and 
1 po^^ton versión equipment is considered a motor 



11 b^^fctermined 
ig the full load 
determined by 

short-circuit and 


iver 1000 Volts, Nominal 
20, ROP 11-61] 

. General. Part XI recognizes the additional hazard 
dueTo the use of higher voltages. It adds to or amends the 
other provisions of this article. 

430.222 Marking on Controllers. In addition to the mark- 
ing required by 430.8, a controller shall be marked with the 
control voltage. 

430.223 Raceway Connection to Motors. Flexible metal 
conduit or liquidtight flexible metal conduit not exceeding 
1.8 m (6 ft) in length shall be permitted to be employed for 
raceway connection to a motor terminal enclosure. 

430.224 Size of Conductors. Conductors supplying mo¬ 
tors shall have an ampacity not less than the current at 
which the motor overload protective device(s) is selected to 
trip. 

430.225 Motor-Circuit Overcurrent Protection. 


(3) A self-protected combination controller shall only be 
permitted where specifically identified in the manufac- 
turer’s instructions with the power conversión equip¬ 
ment or otherwise marked on the equipment. 

Informational Note: The type of protective device, its rat- 
ing and setting may be marked on or provided with the 
power conversión equipment. 

[ROP ll-60a] 

(B) Bypass Circuit/Device. Branch circuit short-circuit 
and ground-fault protection shall also be provided for by- 


(A) General. Each motor circuit shall inelude coordinated 
protection to automatically interrupt overload and fault cur- 
rents in the motor, the motor-circuit conductors, and the 
motor control apparatus. 

Exception: Where a motor is critical to an operation and 
the motor should opérate tofailure ifnecessary to prevent a 
greater hazard to persons, the sensing device(s) shall be 
permitted to be connected to a supervised annunciator or 
alarm instead of interrupting the motor circuit. 
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(B) Overload Protection. 

(1) Type of Overload Device. Each motor shall be pro- 
tected against dangerous heating due to motor overloads 
and failure to start by a thermal protector integral with the 
motor or external current-sensing devices, or both. Protec- 
tive device settings for each motor circuit shall be deter- 
mined under engineering supervisión. 


tor branch-circuit disconnecting means is sepárate from the 
controller, the disconnecting means current rating shall not 
he less than the ultímate trip setting of the overcurrent 
relays in the circuit. 

430.227 Disconnecting Means. The controller disconnect¬ 
ing means shall be lockable in accordance with 110.25. 

[ROP 11-64] 


(2) Wound-Rotor Alternating-Current Motors. The sec- 
ondary circuits of wound-rotor ac motors, including con- 
ductors, controllers, and resistors rated for the application, 
shall be considered as protected against overcurrent by the 
motor overload protection means. 

(3) Operation. Operation of the overload interrupting de¬ 
vice shall simultaneously disconnect all ungrounded con- 
ductors. 

(4) Automatic Reset. Overload sensing devices shall not 
automatically reset after trip unless resetting of the over¬ 
load sensing device does not cause automatic restarting of 
the motor or there is no hazard to persons created by auto¬ 
matic restarting of the motor and its connected machinery. 

(C) Fault-Current Protection. 

(1) Type of Protection. Fault-current protection shall be^ 
provided in each motor circuit as specified by either (l)(a) " 
or (l)(b). 

(a) A circuit breaker of suitable type e 
ranged so that it can be serviced without ha^ 
breaker shall simultaneously disconnect < 
conductors. The circuit breaker shallh 
the fault current by means of intg^H 
elements. 

(b) Fuses of a suitable typfcnd rating pla®d in each 
ungrounded conductor. Fuses shia^^ used with suitable 
disconnecting means, or they shall beikttyu^nat can also 
serve as the disconnecting means. The^BÉK be arranged 
so that they cannot be serviced while they are energized. 

(2) Reclosing. Fault-current interrupting devices shall not 
automatically redóse the circuit. 


XII. Protection of Live Parts — All Voltages 

430.231 General. Part XII specifies that live parts shall be 
protected in a manner judged adequate for the hazard in¬ 
volved. 

430.232 Where Required. Exposed live parts of motors 
and controller^Kjating at 50 volts or more between ter¬ 
mináis shall^r gi®kd against accidental contad by en- 
closure mAy location as follows: 

(1) ^^nstallation in a n^^or enclosure that is accessible 
^miy to a^ified persons 

(2) ^^^n»nation on a suitable balcony, gallery, or plat- 

foi^^Klevated and arranged so as to exelude unquali- 
_ fied jS^^jis 

ti 2.5 m (8 ft) or more above the floor 

Weption: Live parts of motors operating at more than 50 
s between termináis shall not require additional guard- 
b for stationary motors that have commutators, collec- 
rs, and brush rigging located inside of motor-end brack- 
and not conductively connected to supply circuits 
operating at more than 150 volts to ground. 

430.233 Guards for Attendants. Where live parts of mo¬ 
tors or controllers operating at o ver 50 volts to ground are 
guarded against accidental contad only hy location as 
specified in 430.232, and where adjustment or other atten- 
dance may be necessary during the operation of the appa- 
ratus, suitable insulating mats or platforms shall he pro¬ 
vided so that the attendant cannot readily touch live parts 
unless standing on the mats or platforms. [ROP 11-68] 


Exception: Automatic reclosing of a circuit shall be per- 
mitted where the circuit is exposed to transient faults and 
where such automatic reclosing does not create a hazard to 
persons. 

(3) Combination Protection. Overload protection and 
fault-current protection shall be permitted to be provided by 
the same device. 

430.226 Rating of Motor Control Apparatus. The ultí¬ 
mate trip current of overcurrent (overload) relays or other 
motor-protective devices used shall not exceed 115 percent 
of the controller’s continuous current rating. Where the mo¬ 


Informational Note: For working space, see 110.27 and 
110.34. 

XIII. Grounding — All Voltages 

430.241 General. Part XIII specifies the grounding of ex¬ 
posed non-current-carrying metal parts, likely to become 
energized, of motor and controller frames to prevent a volt- 
age aboveground in the event of accidental contad between 
energized parts and frames. Insulation, isolation, or guard- 
ing are suitable alternatives to grounding of motors under 
certain conditions. 
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430.242 Stationary Motors. The frames of stationary mo- 
tors shall be grounded under any of the following condi- 
tions: 

(1) Where supplied by metal-enclosed wiring 

(2) Where in a wet location and not isolated or guarded 

(3) If in a hazardous (classified) location 

(4) If the motor operates with any terminal at over 150 
volts to ground 

Where the frame of the motor is not grounded, it shall 
be permanently and effectively insulated from the ground. 

430.243 Portable Motors. The frames of portable motors 
that opérate o ver 150 volts to ground shall be guarded or 
grounded. 

Informational Note No. 1: See 250.114(4) for grounding 
of portable appliances in other than residential occupancies. 

Informational Note No. 2: See 250.119(C) for color of 
equipment grounding conductor. 

Exception No. 1: Listed motor-operated tools. Usted 
motor-operated appliances, and listed motor-operated i 
equipment shall not be required to be grounded where pro- 
tected by a system of double insulation or its equiw 
Double-insulated equipment shall be distinctively n 
Exception No. 2: Listed motor-operated tools, A 
motor-operated appliances, and listed xmiar-operM 
equipment connected by a cord and atta^Ken^Mug otn 
than those required to be grounded* 

250.114. 

430.244 Controllers. Contrj 
nected to the equipment 
voltage. Controller encl< 
ment of an equipment g 
accordance with 250.8. 

Exception: Enclosures attached to ungrounded portable 
equipment shall not be required to be grounded. 

430.245 Method of Grounding. Connection to the equip¬ 
ment grounding conductor shall be done in the manner 
specified in Part VI of Article 250. 

(A) Grounding Through Terminal Housings. Where the 
wiring to motors is metal-enclosed cable or in metal race- 
ways, junction boxes to house motor termináis shall be 
provided, and the armor of the cable or the metal raceways 
shall be connected to them in the manner specified in 
250.96(A) and 250.97. 

[ROP ll-29b] 



provided the leads to the motor are stranded conductors 
within Type AC cable, interlocked metal tape Type MC 
cable where listed and identified in accordance with 
250.118(10)(a), or armored cord or are stranded leads en- 
closed in liquidtight flexible metal conduit, flexible metal 
conduit, intermedíate metal conduit, rigid metal conduit, or 
electrical metallic tubing not smaller than metric designator 
12 (trade size %), the armor or raceway being connected 
both to the motor and to the box. 

Liquidtight flexible nonmetallic conduit and rigid non- 
metallic conduit shall be permitted to endose the leads to 
the motor, provided the leads are stranded and the required 
equipment grounding conductor is connected to both the 
motor and to the box. 

Where stranded leads are used, protected as specified 
above, eadwrand within the conductor shall be not larger 
than 10 AWG and shall comply with other requirements of 
this Gfne foL mnd nctors to be used in raceways. 

Grounding of Controller-Mounted Devices. Instru- 
ment tAisformer secondaries and exposed non-current- 
metal or other conductive parts or cases of instru- 
transformers, meters, instruments, and relays shall be 
¡d as specified in 250.170 through 250.178. 


Table 430.248 Full-Load Currents in Amperes, Single-Phase 
Alternating-Current Motors 

The following valúes of full-load currents are for mo¬ 
tors running at usual speeds and motors with normal torque 
characteristics. The voltages listed are rated motor voltages. 
The currents listed shall be permitted for system voltage 
ranges of 110 to 120 and 220 to 240 volts. 


Horsepower 

115 

Volts 

200 

Volts 

208 

Volts 

230 

Volts 

Ve 

4.4 

2.5 

2.4 

2.2 

V 4 

5.8 

3.3 

3.2 

2.9 

Vi 

7.2 

4.1 

4.0 

3.6 

Vi 

9.8 

5.6 

5.4 

4.9 

3 /4 

13.8 

7.9 

7.6 

6.9 

1 

16 

9.2 

8.8 

8.0 

lié 

20 

11.5 

11.0 

10 

2 

24 

13.8 

13.2 

12 

3 

34 

19.6 

18.7 

17 

5 

56 

32.2 

30.8 

28 

VA 

80 

46.0 

44.0 

40 

10 

100 

57.5 

55.0 

50 


(B) Separation of Junction Box from Motor. The junc¬ 
tion box required by 430.245(A) shall be permitted to be 
separated from the motor by not more than 1.8 m (6 ft), 
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Table 430.247 Full-Load Current in Amperes, Direct-Current Motors 

The following valúes of full-load currents* are for motors running at base speed. 


Horsepower 



Armature Voltage Rating* 



90 Volts 

120 Volts 

180 Volts 

240 Volts 

500 Volts 

550 Volts 

44 

4.0 

3.1 

2.0 

1.6 

_ 

_ 

Vi 

5.2 

4.1 

2.6 

2.0 

— 

— 

% 

6.8 

5.4 

3.4 

2.7 

— 

— 

% 

9.6 

7.6 

4.8 

3.8 

— 

— 

1 

12.2 

9.5 

6.1 

4.7 

— 

— 

m 

— 

13.2 

8.3 

6.6 

— 

— 

2 

— 

17 

10.8 

8.5 

— 

— 

3 

— 

25 

16 

12.2 

— 

— 

5 

— 

40 

27 

20 

— 

— 

Wz 

— 

58 

— 

29 

13.6 

12.2 

10 

_ 

76 

_ 

38 /f 

18 

16 

15 

— 

— 

— 

AL 

27 

24 

20 

— 

— 

— 

72 

34 

31 

25 

— 

— 

— 


k 43 

38 

30 

— 

— 

— 

106 ^ 

W 51 

46 

40 

- 

- 

- A 

J 140 

X ^ 

61 


*These are average de quantities. 


Table 430.249 Full-Load Current, Two-Phasi 
Alternating-Current Motors (4-Wire) 


The following valúes of fufl! 
running at speeds usual for beltecü 

normal torque characteristics. Currei^B^the^ffiíimon con¬ 
ductor of a 2-phase, 3-wire system will be 1.41 times the 
valué given. The voltages listed are ratecrnotor voltages. 
The currents listed shall be permitted for system voltage 
ranges of 110 to 120, 220 to 240, 440 to 480, and 550 to 
1000 volts. [ROP 11-20] 



Horsepower 

Induction-Type Squirrel Cage and 
Wound Rotor (Amperes) 

115 

Volts 

230 

Volts 

460 

Volts 

575 2300 

Volts Volts 

y 2 

4.0 

2.0 

1.0 

0.8 — 

% 

4.8 

2.4 

1.2 

1.0 — 

i 

6.4 

3.2 

1.6 

1.3 — 

IVz 

9.0 

4.5 

2.3 

1.8 — 

2 

11.8 

5.9 

3.0 

2.4 — 

3 

— 

8.3 

4.2 

3.3 — 

5 

- 

13.2 

6.6 

5.3 — 


Table 430.249 Continued 


Horsepower 

Induction-Type Squirrel Cage and 
Wound Rotor (Amperes) 

115 

Volts 

230 

Volts 

460 

Volts 

575 

Volts 

2300 

Volts 

IVz 

- 

19 

9.0 

8.0 

- 

10 

_ 

24 

12 

10 

_ 

15 

— 

36 

18 

14 

— 

20 

— 

47 

23 

19 

— 

25 

— 

59 

29 

24 

— 

30 

— 

69 

35 

28 

— 

40 

— 

90 

45 

36 

— 

50 


113 

56 

45 

_ 

60 

— 

133 

67 

53 

14 

75 

— 

166 

83 

66 

18 

100 

— 

218 

109 

87 

23 

125 

— 

270 

135 

108 

28 

150 

— 

312 

156 

125 

32 

200 


416 

208 

167 

43 
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Table 430.250 Full-Load Current, Three-Phase Alternating-Current Motors 

The following valúes of full-load currents are typical for motors running at speeds usual for belted motors and motors with 
normal torque characteristics. 

The voltages listed are rated motor voltages. The currents listed shall be permitted for system voltage ranges of 110 to 
120, 220 to 240, 440 to 480, and 550 to 1000 volts. [ROP 11-20] 


Synchronous-Type Unity Power 

Induction-Type Squirrel Cage and Wound Rotor (Amperes) Factor* (Amperes) 


115 200 208 230 460 575 2300 230 460 575 2300 

Horsepower Volts Volts Volts Volts Volts Volts Volts Volts Volts Volts Volts 



ARTICLE 440 

Air-Conditioning and Refrigerating 
Equipment 


I. General 

440.1 Scope. The provisions of this article apply to electric 
motor-driven air-conditioning and refrigerating equipment 
and to the branch circuits and controllers for such equip¬ 
ment. It provides for the special considerations necessary 
for circuits supplying hermetic refrigerant motor- 
compressors and for any air-conditioning or refrigerating 
equipment that is supplied from a branch circuit that sup- 
plies a hermetic refrigerant motor-compressor. 


440.2 Definitions. 

Branch-Circuit Selection Current. The valué in amperes 
to be used instead of the rated-load current in determining 
the ratings of motor branch-circuit conductors, disconnect- 
ing means, controllers, and branch-circuit short-circuit and 
ground-fault protective devices wherever the running over- 
load protective device permits a sustained current greater 
than the specified percentage of the rated-load current. The 
valué of branch-circuit selection current will always be 
equal to or greater than the marked rated-load current. 
[ROP 11-6] 

Leakage-Current Detector-Interrupter (LCDI). A device 
provided in a power supply cord or cord set that senses 
leakage current flowing between or from the cord conduc- 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-357 















440.3 


ARTICLE 440 — AIR-CONDITIONING AND REFRIGERATING EQUIPMENT 


Table 430.251(B) Conversión Table of Polyphase Design B, C, and D Máximum Locked-Rotor Currents for Selection of 
Disconnecting Means and Controllers as Determined from Horsepower and Voltage Rating and Design Letter 
For use only with 430.110, 440.12, 440.41 and 455.8(C). 



Máximum Motor Locked-Rotor Current in Amperes, Two- and Three-Phase, Design B, C, and D* 

Rated 

Horsepower 

115 Volts 

200 Volts 

208 Volts 230 Volts 

460 Volts 

575 Volts 

B, C, D 

B, C, D 

B, C, D B, C, D 

B, C, D 

B, C, D 



*Design A motors are 

Table 430.251(A) Conversión Table of Single-Pha.se Locked- 
Rotor Currents for Selection of Disconneculfg M e ans and 
Controllers as Determined from Horsepower and Voltage 
Rating 

For use only with 430.110, 440.12, 440.41, and 455.8(C). 


tors and interrupts the circuit at a predetermined level of 
leakage current. 

Rated-Load Current. The rated-load current for a her- 
metic refrigerant motor-compressor is the current resulting 


Rated 

Horsepower 

Máximum Locked-Rotor Current in 
Amperes, Single Phase 

115 Volts 

208 Volts 

230 Volts 

Va 

58.8 

32.5 

29.4 

3 /4 

82.8 

45.8 

41.4 

1 

96 

53 

48 

m 

120 

66 

60 

2 

144 

80 

72 

3 

204 

113 

102 

5 

336 

186 

168 

7V2 

480 

265 

240 

10 

1000 

332 

300 


when the motor-compressor is operated at the rated load, 
rated voltage, and rated frequency of the equipment it 
serves. 

440.3 Other Articles. 

(A) Article 430. These provisions are in addition to, or 
amendatory of, the provisions of Article 430 and other ar¬ 
ticles in this Cade, which apply except as modified in this 
article. 

(B) Articles 422, 424, or 430. The rules of Articles 422, 
424, or 430, as applicable, shall apply to air-conditioning 
and refrigerating equipment that does not incorpórate a her- 
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440.5 


metic refrigerant motor-compressor. This equipment in- 
cludes devices that employ refrigeration compressors 
driven by conventional motors, fumaces with air- 
conditioning evaporator coils installed, fan-coil units, re- 
mote forced air-cooled condensers, remóte commercial re- 
frigerators, and so forth. 

(C) Article 422. Equipment such as room air conditioners, 
household refrigerators and freezers, drinking water cool- 
ers, and beverage dispensers shall be considered appli- 
ances, and the provisions of Article 422 shall also apply. 

(D) Other Applicable Articles. Hermetic refrigerant 
motor-compressors, circuits, controllers, and equipment 
shall also comply with the applicable provisions of Table 
440.3(D). 

Table 440.3(D) Other Articles 
Equipment/Occupancy 


Capacitors 

Commercial garages, 
aircraft hangars, motor 
fuel dispensing facilities, 
bulk storage plants, spray 
application, dipping, and 
coating processes, and 
inhalation anesthetizing 
locations 

Hazardous (classified) 
locations 


511, 513, 514, 
515, 516, and 517 
PartIV 



440.4 Marking 
Compressors and Equipment. 

(A) Hermetic Refrigerant Motor-Compressor Name- 

plate. A hermetic refrigerant motor-compressor shall be 
provided with a nameplate that shall indicate the manufac- 
turer’s ñame, trademark, or symbol; identifying designa- 
tion; phase; voltage; and frequency. The rated-load current 
in amperes of the motor-compressor shall be marked by the 
equipment manufacturer on either or both the motor- 
compressor nameplate and the nameplate of the equipment 
in which the motor-compressor is used. The locked-rotor 
current of each single-phase motor-compressor having a 
rated-load current of more than 9 amperes at 115 volts, or 
more than 4.5 amperes at 230 volts, and each polyphase 
motor-compressor shall be marked on the motor- 
compressor nameplate. Where a thermal protector comply- 
ing with 440.52(A)(2) and (B)(2) is used, the motor- 
compressor nameplate or the equipment nameplate shall be 


marked with the words “thermally protected.” Where a pro- 
tective system complying with 440.52(A)(4) and (B)(4) is 
used and is furnished with the equipment, the equipment 
nameplate shall be marked with the words, “thermally pro¬ 
tected system.” Where a protective system complying with 
440.52(A)(4) and (B)(4) is specified, the equipment name¬ 
plate shall be appropriately marked. 

(B) Multimotor and Combination-Load Equipment. 

Multimotor and combination-load equipment shall be pro¬ 
vided with a visible nameplate marked with the maker’s 
ñame, the rating in volts, frequency and number of phases, 
mínimum supply Circuit conductor ampacity, the máximum 
rating of the branch-circuit short-circuit and ground-fault 
protective device, and the short-circuit current rating of the 
motor controUÉps or industrial control panel. The ampacity 
shall be ^pHated by using Part IV and counting all the 
motor,s^^i^^her loads that will be operated at the same 
time.^pe branque¡rcuit short-circuit and ground-fault pro¬ 
le device rakeshall not exceed the valué calculated 
using Part III. motor or combination-load equip¬ 
ment J¡Ause on two or more circuits shall be marked with 
(ve information for each circuit. 

f ion No. 1: Multimotor and combination-load equip- 
is suitable under the provisions of this article for 
]¿ Won to a single 15- or 20-ampere, 120-volt, or a 
impere, 208- or 240-volt, single-phase branch Circuit 
be permitted to be marked as a single load. 
Exception No. 2: The mínimum supply Circuit conductor 
ampacity and the máximum rating of the branch-circuit 
short-circuit and ground-fault protective device shall not be 
required to be marked on a room air conditioner complying 
with 440.62(A). 

Exception No. 3: Multimotor and combination-load equip¬ 
ment used in one- and two-family dwellings, cord-and- 
attachment-plug-connected equipment, or equipment sup- 
plied from a branch Circuit protected at 60 A or less shall 
not be required to be marked with a short-circuit current 
rating. 

(C) Branch-Circuit Selection Current. A hermetic refrig¬ 
erant motor-compressor, or equipment containing such a 
compressor, having a protection system that is approved for 
use with the motor-compressor that it proteets and that per- 
mits continuous current in excess of the specified percent- 
age of nameplate rated-load current given in 440.52(B)(2) 
or (B)(4) shall also be marked with a branch-circuit selec¬ 
tion current that complies with 440.52(B)(2) or (B)(4). This 
marking shall be provided by the equipment manufacturer 
and shall be on the nameplate(s) where the rated-load cur- 
rent(s) appears. 

440.5 Marking on Controllers. A controller shall be 
marked with the manufacturer’s ñame, trademark, or sym- 
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bol; identifying designation; voltage; phase; full-load and 
locked-rotor current (or horsepower) rating; and other data 
as may be needed to properly indicate the motor- 
compressor for which it is suitable. [ROP 11-79] 


used to determine the highest rated motor shall be the 
equivalent valué corresponding to the motor horsepower 
rating selected from Table 430.248, Table 430.249, or Table 
430.250. 


440.6 Ampacity and Rating. The size of conductors for 
equipment covered by this article shall be selected from 
Table 310.15(B)(16) through Table 310.15(B)(19) or calcu- 
lated in accordance with 310.15 as applicable. The required 
ampacity of conductors and rating of equipment shall be 
determined according to 440.6(A) and 440.6(B). 

(A) Hermetic Refrigerant Motor-Compressor. For a her- 
metic refrigerant motor-compressor, the rated-load current 
marked on the nameplate of the equipment in which the 
motor-compressor is employed shall be used in determining 
the rating or ampacity of the disconnecting means, the 
branch-circuit conductors, the controller, the branch-circuit 
short-circuit and ground-fault protection, and the sepárate 
motor overload protection. Where no rated-load current is 
shown on the equipment nameplate, the rated-load current 
shown on the compressor nameplate shall be used. 


Exception: Where so marked, the branch-circuit selection 
current shall be used instead of the rated-load current in 
determining the highest rated (largest) motor-compressor. 

440.8 Single Machine. An air-conditioning or refrigerat- 
ing system shall be considered to be a single machine under 
the provisions of 430.87, Exception, and 430.112, Excep¬ 
tion. The motors shall be permitted to be located remotely 
from each other. 


440.9 Grounding aind Bonding. Where equipment is in- 
stalled outdoors either Liquidtight Flexible Metal 
Conduit or E^Kcal Metallic Tubing, an equipment 
grounding ^Wuo^kshall be provided as required per 
350.60(BWdd 358.60m[ROP 11-83] 


Exception No. 1: Where so marked, the branch-circuit 
selection current shall be used instead of the rated-load. 
current to determine the rating or ampacity of the discon¬ 
necting means, the branch-circuit conductors, the control¬ 
ler, and the branch-circuit short-circuit and groim¿fault 
protection. 

Exception No. 2: For cord-and-plug-cc 
ment, the nameplate marking shall be usei 
with 440.22(B), Exception No. 2. 

[ROP ll-29b] 

(B) Multimotor Equipment.<ÉFor multimotor équipment 
employing a shaded-pole or permkwit spIit-caHutor-type 
fan or blower motor, the full-load okrent fra^ích motor 
marked on the nameplate of the equipn^fcy^^hich the fan 
or blower motor is employed shall be usto instead of the 
horsepower rating to determine the ampacity or rating of 
the disconnecting means, the branch-circuit conductors, the 
controller, the branch-circuit short-circuit and ground-fault 
protection, and the sepárate overload protection. This mark¬ 
ing on the equipment nameplate shall not be less than the 
current marked on the fan or blower motor nameplate. 




peral. The provisions of Part II are intended to 
^require <fl*winecting means capable of disconnecting air- 
¡¿ioning^^l refrigerating equipment, including motor- 
iand controllers from the Circuit conductors. 


1.12 Rating and Interrupting Capacity. 

Hermetic Refrigerant Motor-Compressor. A discon- 
récting means serving a hermetic refrigerant motor- 
compressor shall be selected on the basis of the nameplate 
rated-load current or branch-circuit selection current, 
whichever is greater, and locked-rotor current, respectively, 
of the motor-compressor as follows. 

(1) Ampere Rating. The ampere rating shall be at least 
115 percent of the nameplate rated-load current or branch- 
circuit selection current, whichever is greater. 

Exception: A Usted unfused motor Circuit switch, without 
fuseholders, having a horsepower rating not less than the 
equivalent horsepower determined in accordance with 
440.12(A)(2) shall be permitted to have an ampere rating 
less than 115 percent of the specified current. 


440.7 Highest Rated (Largest) Motor. In determining 
compliance with this article and with 430.24, 430.53(B) 
and 430.53(C), and 430.62(A), the highest rated (largest) 
motor shall be considered to be the motor that has the 
highest rated-load current. Where two or more motors have 
the same highest rated-load current, only one of them shall 
be considered as the highest rated (largest) motor. For other 
than hermetic refrigerant motor-compressors, and fan or 
blower motors as covered in 440.6(B), the full-load current 


(2) Equivalent Horsepower. To determine the equivalent 
horsepower in complying with the requirements of 
430.109, the horsepower rating shall be selected from Table 
430.248, Table 430.249, or Table 430.250 corresponding to 
the rated-load current or branch-circuit selection current, 
whichever is greater, and also the horsepower rating from 
Table 430.251 (A) or Table 430.251(B) corresponding to the 
locked-rotor current. In case the nameplate rated-load cur¬ 
rent or branch-circuit selection current and locked-rotor 
current do not correspond to the currents shown in Table 
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430.248, Table 430.249, Table 430.250, Table 430.251 (A), 
or Table 430.251(B), the horsepower rating corresponding 
to the next higher valué shall be selected. In case different 
horsepower ratings are obtained when applying these 
tables, a horsepower rating at least equal to the larger of the 
valúes obtained shall be selected. 

(B) Combination Loads. Where the combined load of two 
or more hermetic refrigerant motor-compressors or one or 
more hermetic refrigerant motor-compressor with other 
motors or loads may be simultaneous on a single discon- 
necting means, the rating for the disconnecting means shall 
be determined in accordance with 440.12(B)(1) and (B)(2). 

(1) Horsepower Rating. The horsepower rating of the dis¬ 
connecting means shall be determined from the sum of all 
currents, including resistance loads, at the rated-load con- 
dition and also at the locked-rotor condition. The combined 
rated-load current and the combined locked-rotor current si 
obtained shall be considered as a single motor for the pur- 
pose of this requirement as required by (l)(a) and (l)(b). 

(a) The full-load current equivalent to the horsepower i 
rating of each motor, other than a hermetic refrigerant 
motor-compressor, and fan or blower motors as coveag 
440.6(B) shall be selected from Table 430.248,1 

430.249, or Table 430.250. These full-load currents shlffl 
added to the motor-compressor rated- loac^^urent(si 
branch-circuit selection current(s), whioj^^^^k greatl 
and to the rating in amperes of otho«Cads to^btain afi] 
equivalent full-load current for the c^Kbined id 

(b) The locked-rotor current equi^^wo the noffl- 

power rating of each motor, <^lii|ian v a hermetic refriger¬ 
ant motor-compressor, be ^kcted^kwn Table 

430.251 (A) or Table 43^^1(B), and, i^fan tmd blower 
motors of the shaded-poleokrermanent ¡«t-capacitor type 
marked with the Iocked-rotx^^mrren^We marked valué 
shall be used. The locked-rotor^kj^^ shall be added to 
the motor-compressor locked-rotor Wrrent(s) and to the rat¬ 
ing in amperes of other loads to obtain an equivalent 
locked-rotor current for the combined load. Where two or 
more motors or other loads such as resistance heaters, or 
both, cannot be started simultaneously, appropriate combi- 
nations of locked-rotor and rated-load current or branch- 
circuit selection current, whichever is greater, shall be an 
acceptable means of determining the equivalent locked- 
rotor current for the simultaneous combined load. 


(2) Full-Load Current Equivalent. The ampere rating of 
the disconnecting means shall be at least 115 percent of the 
sum of all currents at the rated-load condition determined 
in accordance with 440.12(B)(1). 

Exception: A Usted unfused motor circu.it switch, without 
fuseholders, having a horsepower rating not less than the 
equivalent horsepower determined by 440.12(B)(1) shall be 
permitted to have an ampere rating less than 115 percent of 
the sum of all currents. 

(C) Small Motor-Compressors. For small motor- 
compressors not having the locked-rotor current marked on 
the nameplate, or for small motors not covered by Table 
430.247, Table 430.248, Table 430.249, or Table 430.250, 
the locked-rotor current shall be assumed to be six times 
the rated-1 oa^current. 

(D) Disconnecting Means. Every disconnecting means in 
thej¡emgeran^«tor-compressor circuit between the point 

Intachment tol^feeder and the point of connection to 
ííe refrigerant mot mpressor shall comply with the re- 

kquireMnts of 440.12. 

Disconnecting Means Rated in Excess of 100 Horse- 

Ahere the rated-load or locked-rotor current a 
W above would indicate a disconnecting means rated 
Kess of 100 hp, the provisions of 430.109(E) shall 


440.13 Cord-Connected Equipment. For cord-connected 
equipment such as room air conditioners, household refrig- 
erators and freezers, drinking water coolers, and beverage 
dispensers, a separable connector or an attachment plug and 
receptacle shall be permitted to serve as the disconnecting 
means. 


Informational Note: For re 


ir conditioners, see 440.63. 


440.14 Location. Disconnecting means shall be located 
within sight from and readily accessible from the air- 
conditioning or refrigerating equipment. The disconnecting 
means shall be permitted to be installed on or within the 
air-conditioning or refrigerating equipment. 

The disconnecting means shall not be located on panels 
that are designed to allow access to the air-conditioning or 
refrigeration equipment or to obscure the equipment name- 
plate(s). 


Exception: Where parí of the concurrent load is a resis¬ 
tance load and the disconnecting means is a switch rated in 
horsepower and amperes, the switch used shall be permit¬ 
ted to have a horsepower rating not less than the combined 
load to the motor-compressor(s) and other motor(s) at the 
locked-rotor condition, if the ampere rating of the switch is 
not less than this locked-rotor load plus the resistance load. 


Exception No. 1: Where the disconnecting means provided 
in accordance with 430.102(A) is lockable in accordance 
with 110.25 and the refrigerating or air conditioning equip¬ 
ment is essential to an industrial process in a facility with 
written safety procedures, and where the conditions of 
maintenance and supervisión ensure that only qualified 
persons Service the equipment, a disconnecting means 
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within sight from the equipment shall not be required. 

[ROP 11-86] 

Exception No. 2: Where an attachment plug and recep- 
tacle serve as the disconnecting means in accordance with 
440.13, their location shall be accessible but shall not be 
required to be readily accessible. 

Informational Note No. 1: See Parts VII and IX of Article 
430 for additional requirements. 

Informational Note No. 2: See 110.27. 


III. Branch-Circuit Short-Circuit and Ground-Fault 
Protection 

440.21 General. The provisions of Part III specify devices 
intended to protect the branch-circuit conductors, control 
apparatus, and motors in circuits supplying hermetic refrig- 
erant motor-compressors against overcurrent due to short 
circuits and ground faults. They are in addition to or amen- 
datory of the provisions of Article 240. 

440.22 Application and Selection. 

(A) Rating or Setting for Individual Motor- 
Compressor. The motor-compressor branch-circuit short-^ 
circuit and ground-fault protective device shall be capable^ 
of carrying the starting current of the motor. A protective ' 
device having a rating or setting not exceeding 
of the motor-compressor rated-load cúrrenle 
circuit selection current, whichever is great^wnall bejf 
mitted, provided that, where the protection sj 
sufficient for the starting current of themotor,^teá|iFmg or 
setting shall be permitted to be ina^Kd but shiU Mhn t ex- 
ceed 225 percent of the motor nU^Fload cura 
circuit selection current, whicH^Er is greater 



Exception: The rating of the brc^^circuit Mbrt-circuit 
and ground-fault protective device sEa^ío^Wrequired to 
be less than 15 amperes. 

(B) Rating or Setting for Equipment. The equipment 
branch-circuit short-circuit and ground-fault protective de¬ 
vice shall be capable of carrying the starting current of the 
equipment. Where the hermetic refrigerant motor- 
compressor is the only load on the circuit, the protection 
shall comply with 440.22(A). Where the equipment incor¬ 
porales more than one hermetic refrigerant motor- 
compressor or a hermetic refrigerant motor-compressor and 
other motors or other loads, the equipment short-circuit and 
ground-fault protection shall comply with 430.53 and 
440.22(B)(1) and (B)(2). 

(1) Motor-Compressor Largest Load. Where a hermetic 
refrigerant motor-compressor is the largest load connected 
to the circuit, the rating or setting of the branch-circuit 
short-circuit and ground-fault protective device shall not 


exceed the valué specified in 440.22(A) for the largest 
motor-compressor plus the sum of the rated-load current or 
branch-circuit selection current, whichever is greater, of the 
other motor-compressor(s) and the ratings of the other 
loads supplied. 

(2) Motor-Compressor Not Largest Load. Where a her¬ 
metic refrigerant motor-compressor is not the largest load 
connected to the circuit, the rating or setting of the branch- 
circuit short-circuit and ground-fault protective device shall 
not exceed a valué equal to the sum of the rated-load cur¬ 
rent or branch-circuit selection current, whichever is 
greater, rating(s) for the motor-compressor(s) plus the valué 
specified in 430.53(C)(4) where other motor loads are sup¬ 
plied, or the valué specified in 240.4 where only nonmotor 
loads are supplied itwddition to the motor-compressor(s). 
Exception No. l^Kquipment that starts and operates on a 
15- or 20-anuJ^^volt, or 15-ampere 208- or 240-volt 
single-pluisi^oí-ancl^mvuit, shall be permitted to be pro- 
tected bjjne 15- or 2t^^ujere overcurrent device protect- 
wranch circuit, bin& the máximum branch-circuit 
^pircuitjBhd ground-fault protective device rating 
me equipment is less than these valúes, the 
e device shall not exceed the valué marked 
it nameplate. 

Ñor 2: The nameplate marking of cord-and- 
Wted equipment rated not greater than 250 volts, 
Wngle-phase, such as household refrigerators and freezers, 
jdnking water coolers, and beverage dispensers, shall be 
skd in determining the branch-circuit requirements, and 
Weach unit shall be considered as a single motor unless the 
nameplate is marked otherwise. 

(C) Protective Device Rating Not to Exceed the Manu¬ 
facturera Valúes. Where máximum protective device rat¬ 
ings shown on a manufacturera overload relay table for use 
with a motor controller are less than the rating or setting 
selected in accordance with 440.22(A) and (B), the protec¬ 
tive device rating shall not exceed the manufacturar’s val¬ 
úes marked on the equipment. 

IV. Branch-Circuit Conductors 

440.31 General. The provisions of Part IV and Article 310 
specify ampacities of conductors required to carry the mo¬ 
tor current without overheating under the conditions speci¬ 
fied, except as modified in 440.6(A), Exception No. 1. 

The provisions of these articles shall not apply to inte¬ 
gral conductors of motors, to motor controllers and the like, 
or to conductors that form an integral part of approved 
equipment. 

[ROP ll-29b] 

440.32 Single Motor-Compressor. Branch-circuit conduc¬ 
tors supplying a single motor-compressor shall have an am- 
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pacity not less than 125 percent of either the motor- 
compressor rated-load current or the branch-circuit 
selection current, whichever is greater. 

For a wye-start, delta-run connected motor-compressor, 
the selection of branch-circuit conductors between the con¬ 
troller and the motor-compressor shall be permitted to be 
based on 72 percent of either the motor-compressor rated- 
load current or the branch-circuit selection current, which¬ 
ever is greater. 

Informational Note: The individual motor circuit conduc¬ 
tors of wye-start, delta-mn connected motor-compressors 
carry 58 percent of the rated load current. The multiplier of 
72 percent is obtained by multiplying 58 percent by 1.25. 

440.33 Motor-Compressor(s) With or Without Addi- 
tional Motor Loads. Conductors supplying one or more 
motor-compressor(s) with or without an additional load(s) 
shall have an ampacity not less than the sum of the rated- 
load or branch-circuit selection current ratings, whichever 
is larger, of all the motor-compressors plus the full-load 
currents of the other motors, plus 25 percent of the highest 
motor or motor-compressor rating in the group. 

Exception No. 1: Where the circuitry is interlockei 
to prevent the starting and running of a second 
compressor or group of motor-compressors, the coi 
size shall be determined from the largest 
or group of motor-compressors that 
given time. 

Exception No. 2: The branch-circuit 
air conditioners shall be in aaMmkmce wi&i Part VII of 
Ardele 440. 


V. Controllers for Motor-Compressors 
440.41 Rating. 

(A) Motor-Compressor Controller. A motor-compressor 
controller shall have both a continuous-duty full-load cur¬ 
rent rating and a locked-rotor current rating not less than 
the nameplate rated-load current or branch-circuit selection 
current, whichever is greater, and locked-rotor current, re- 
spectively, of the compressor. In case the motor controller 
is rated in horsepower but is without one or both of the 
foregoing current ratings, equivalent currents shall be de¬ 
termined from the ratings as follows. Table 430.248, Table 
430.249, and Table 430.250 shall be used to determine the 
equivalent full-load current rating. Table 430.251(A) and 
Table 430.25 lffi) shall be used to determine the equivalent 
locked-rotoj^nrent ratings. 

ontroller Serving More Than One Load. A control- 
spwmg ml^kthan one motor-compressor or a motor- 
firessor andikgr loads shall have a continuous-duty 
Ql-load current ratn^and a locked-rotor current rating not 
ss (Mr the combined load as determined in accordance 
I0.12(B). 


ir-Compressor and Branch-Circuit Overload 
itection 

440.51 General. The provisions of Part VI specify devices 
intended to protect the motor-compressor, the motor-control 
apparatus, and the branch-circuit conductors against exces- 
sive heating due to motor overload and failure to start. 



440.34 Combination Load. Conductw supplying a 
motor-compressor load in ao^jon to oJKr load(s) as cal- 
culated from Article 220 and on^^u^pcable articles shall 
have an ampacity sufficient for ti^^nher load(s) plus the 
required ampacity for the motor-compressor load deter¬ 
mined in accordance with 440.33 or, for a single motor- 
compressor, in accordance with 440.32. 

Exception: Where the circuitry is interlocked so as to pre¬ 
vent simultaneous operation of the motor-compressor(s) 
and all other loads connected, the conductor size shall be 
determined from the largest size required for the motor- 
compressor(s) and other loads to be operated at a given 


440.35 Multimotor and Combination-Load Equipment. 

The ampacity of the conductors supplying multimotor and 
combination-load equipment shall not be less than the mini- 
mum circuit ampacity marked on the equipment in accor¬ 
dance with 440.4(B). 


440.52 Application and Selection. 

(A) Protection of Motor-Compressor. Each motor- 
compressor shall be protected against overload and failure 
to start by one of the following means: 

(1) A sepárate overload relay that is responsive to motor- 
compressor current. This device shall be selected to trip 
at not more than 140 percent of the motor-compressor 
rated-load current. 

(2) A thermal protector integral with the motor- 

compressor, approved for use with the motor- 

compressor that it proteets on the basis that it will pre¬ 
vent dangerous overheating of the motor-compressor 
due to overload and failure to start. If the current- 
interrupting device is sepárate from the motor- 

compressor and its control circuit is operated by a pro- 
tective device integral with the motor-compressor, it 
shall be arranged so that the opening of the control 
circuit will result in interruption of current to the 
motor-compressor. 
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(3) A fuse or inverse time Circuit breaker responsive to 
motor current, which shall also be permitted to serve as 
the branch-circuit short-circuit and ground-fault protec- 
tive device. This device shall be rated at not more than 
125 percent of the motor-compressor rated-load cur¬ 
rent. It shall have sufficient time delay to permit the 
motor-compressor to start and accelerate its load. The 
equipment or the motor-compressor shall be marked 
with this máximum branch-circuit fuse or inverse time 
circuit breaker rating. 

(4) A protective system, furnished or specified and ap- 
proved for use with the motor-compressor that it pro- 
tects on the basis that it will prevent dangerous over- 
heating of the motor-compressor due to overload and 
failure to start. If the current-interrupting device is 
sepárate from the motor-compressor and its control Cir¬ 
cuit is operated by a protective device that is not inte¬ 
gral with the current-interrupting device, it shall be ar- 
ranged so that the opening of the control circuit will 
result in interruption of current to the 
motor-compressor. 

(B) Protection of Motor-Compressor Control Appara- 
tus and Branch-Circuit Conductors. The motor- 
compressor controller(s), the disconnecting means, and th< 
branch-circuit conductors shall be protected against over- 
current due to motor overload and failure to start by one of 
the following means, which shall be permitted 
same device or system protecting the motor-cam 
accordance with 440.52(A): 

Exception: Overload protection of motor-1 
equipment on 15- and 20-ampere , svi 
cuits shall be permitted to be mk 
and 440.55. 

(1) An overload relay self 
440.52(A)(1) 

(2) A thermal protector applied in^MR>rdance with 
440.52(A)(2), that will not permit a continuous current 
in excess of 156 percent of the marked rated-load cur¬ 
rent or branch-circuit selection current 



size of fuse or inverse time circuit breaker by which they 
shall be protected. 

Exception: The fuse or inverse time circuit breaker size 
marking shall be permitted on the nameplate of the equip¬ 
ment in which the overload relay or other overload device 
is used. 

440.54 Motor-Compressors and Equipment on 15- or 
20-Ampere Branch Circuits — Not Cord-and- 
Attachment-Plug-Connected. Overload protection for 
motor-compressors and equipment used on 15- or 20- 
ampere 120-volt, or 15-ampere 208- or 240-volt single- 
phase branch circuits as permitted in Article 210 shall be 
permitted as indicated in 440.54(A) and 440.54(B). 


( Time Delay. The short-circuit and ground-fault protec- 
ti > c^j^^rotecting the branch circuit shall have suffi- 
^ c it tinWtelay to permit the motor-compressor and other 
|£rs to sl^kand accelerate their loads. 

and-Attachment-Plug-Connected Motor- 
unpressors and Equipment on 15- or 20-Ampere 
anch Circuits. Overload protection for motor- 
Lpressors and equipment that are cord-and-attachment- 
ug-connected and used on 15- or 20-ampere 120-volt, or 
15-ampere 208- or 240-volt, single-phase branch circuits as 
permitted in Article 210 shall be permitted as indicated in 
440.55(A), (B), and (C). 

(A) Overload Protection. The motor-compressor shall be 
provided with overload protection as specified in 
440.52(A). Both the controller and the motor overload pro¬ 
tective device shall be identified for installation with the 
short-circuit and ground-fault protective device for the 
branch circuit to which the equipment is connected. 



(3) A fuse or inverse time circuit breaker selected in accor¬ 
dance with 440.52(A)(3) 

(4) A protective system, in accordance with 440.52(A)(4), 
that will not permit a continuous current in excess of 
156 percent of the marked rated-load current or branch- 
circuit selection current 

440.53 Overload Relays. Overload relays and other de- 
vices for motor overload protection that are not capable of 
opening short circuits shall be protected by fuses or inverse 
time circuit breakers with ratings or settings in accordance 
with Part III unless identified for group installation or for 
part-winding motors and marked to indicate the máximum 


(B) Attachment Plug and Receptacle or Cord Connec- 
tor Rating. The rating of the attachment plug and recep¬ 
tacle or cord connector shall not exceed 20 amperes at 125 
volts or 15 amperes at 250 volts. 

(C) Time Delay. The short-circuit and ground-fault protec¬ 
tive device protecting the branch circuit shall have suffi¬ 
cient time delay to permit the motor-compressor and other 
motors to start and accelerate their loads. 

VII. Provisions for Room Air Conditioners 

440.60 General. The provisions of Part VII shall apply to 

electrically energized room air conditioners that control 
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temperatura and humidity. For the purpose of Part VII, a 
room air conditioner (with or without provisions for heat- 
ing) shall be considerad as an ac appliance of the air-cooled 
window, consolé, or in-wall type that is installed in the 
conditioned room and that incorporates a hermetic refriger- 
ant motor-compressor(s). The provisions of Part VII cover 
equipment rated not over 250 volts, single phase, and the 
equipment shall be permitted to be cord-and-attachment- 
plug-connected. [ROP 11-79] 

A room air conditioner that is rated 3-phase or rated 
over 250 volts shall be directly connected to a wiring 
method recognized in Chapter 3, and provisions of Part VII 
shall not apply. 

440.61 Grounding. The enclosures of room air condition- 
ers shall be connected to the equipment grounding conduc¬ 
tor in accordance with 250.110, 250.112, and 250.114. 

440.62 Branch-Circuit Requirements. 

(A) Room Air Conditioner as a Single Motor Unit. A 

room air conditioner shall be considerad as a single motor 
unit in determining its branch-circuit requirements where 
all the following conditions are met: 

(1) It is cord-and-attachment-plug-connected. 

(2) Its rating is not more than 40 amperes and 25( 
single phase. 

(3) Total rated-load current is shown 
conditioner nameplate rather than iij 
rents. 

(4) The rating of the branch-circi 

ground-fault protective dci áaBBskx le am- 

pacity of the branch-ci 
the receptacle, whic* 

(B) Where No Other Loads Are Snpplicd. The total 
marked rating of a cord-anl^Uachj»it-plug-connected 
room air conditioner shall not^^^W 80 percent of the 
rating of a branch circuit where no other loads are supplied. 

(C) Where Lighting Units or Other Appliances Are Also 
Supplied. The total marked rating of a cord-and- 
attachment-plug-connected room air conditioner shall not 
exceed 50 percent of the rating of a branch circuit where 
lighting outlets, other appliances, or general-use receptacles 
are also supplied. Where the circuitry is interlocked to pre- 
vent simultaneous operation of the room air conditioner and 
energization of other outlets on the same branch circuit, a 
cord-and-attachment-plug-connected room air conditioner 
shall not exceed 80 percent of the branch-circuit rating. 

440.63 Disconnecting Means. An attachment plug and re¬ 
ceptacle or cord connector shall be permitted to serve as the 
disconnecting means for a single-phase room air condi¬ 
tioner rated 250 volts or less if (1) the manual Controls on 


the room air conditioner are readily accessible and located 
within 1.8 m (6 ft) of the floor, or (2) an approved manually 
operable disconnecting means is installed in a readily ac¬ 
cessible location within sight from the room air conditioner. 

440.64 Supply Cords. Where a flexible cord is used to 
supply a room air conditioner, the length of such cord shall 
not exceed 3.0 m (10 ft) for a nominal, 120-volt rating or 
1.8 m (6 ft) for a nominal, 208- or 240-volt rating. 

440.65 Leakage-Current Detector-Interrupter (LCDI) 
and Arc-Fault Circuit Interrupter (AFCI). Single-phase 
cord-and-plug-connected room air conditioners shall be 
provided with factory-installed LCDI or AFCI protection. 
The LCDI or AFCI protection shall be an integral part of 
the attachme^Éílug or be located in the power supply cord 
within 30 fyfff n (12 in.) of the attachment plug. 


Mfcope. This article contains installation and other 
irements for generators. 



445.10 Location. Generators shall be of a type suitable for 
the locations in which they are installed. They shall also 
meet the requirements for motors in 430.14. 

445.11 Marking. Each generator shall be provided with a 
nameplate giving the manufacturéis ñame, the rated fre- 
quency, number of phases if of altemating current, the rat¬ 
ing in kilowatts or kilovolt amperes, the normal volts and 
amperes corresponding to the rating, rated revolutions per 
minute, and rated ambient temperatura or rated temperatura 
rise, and time rating. Nameplates for all stationary genera¬ 
tors and portable generators rated more than 15 kW, shall 
also give the power factor, the subtransient and transient 
impedances, insulation system class, and time rating. [ROP 
13-11] 

Marking shall be provided by the manufacturar to indi- 
cate whether or not the generator neutral is bonded to the 
generator frame. Where the bonding of a generator is modi- 
fied in the field, additional marking shall be required to 
indicate whether or not the generator neutral is bonded to 
the generator frame. [ROP 13-10] 

445.12 Overcurrent and Overload Protection. [ROP 
13-12] 

(A) Constant-Voltage Generators. Constant-voltage gen¬ 
erators, except ac generator exciters, shall be protected 
from overload by inherent design, circuit breakers, fuses, 
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protective relays, or other identified overcurrent protective 
means suitable for the conditions of use. 

(B) Two-Wire Generators. Two-wire, de generators shall 
be permitted to have overcurrent protection in one conduc¬ 
tor only if the overcurrent device is actuated by the entire 
current generated other than the current in the shunt field. 
The overcurrent device shall not open the shunt field. 

(C) 65 Volts or Less. Generators operating at 65 volts or 
less and driven hy individual motors shall be considered as 
protected by the overcurrent device protecting the motor if 
these devices will opérate when the generators are deliver- 
ing not more than 150 percent of their full-load rated cur¬ 
rent. 

(D) Balancer Sets. Two-wire, de generators used in con- 
junction with balancer sets to obtain neutral points for 
3-wire systems shall be equipped with overcurrent devices 
that disconnect the 3-wire system in case of excessive un- 
balancing of voltages or currents. 

(E) Three-Wire, Direct-Current Generators. Three- 

wire, de generators, whether compound or shunt wound, 
shall be equipped with overcurrent devices, one in each 
armature lead, and connected so as to be actuated by thei 
entire current from the armature. Such overcurrent devices 1 
shall consist either of a double-pole, double-coil circuit 
breaker or of a 4-pole circuit breaker connected ii 
and equalizer leads and tripped by two overcurn 
one in each armature lead. Such protective c^^ces shajj 
interlocked so that no one pole can be ope^ 
multaneously disconnecting both le ads o f FH lihíSff h ature 
from the system. ^ 

Exception to (A) through (E): deemed ™ 

ity having jurisdiction that a g^mator is vitaWp the op- 
eration of an electrical system am^he genejBor should 
opérate to failure to prevent a great&tyn^wto persons, 
the overload sensing device(s) shall be p&^tted to be con¬ 
nected to an annunciator or alarm supervised by autho- 
rized personnel instead of interrupting the generator 
circuit. 

445.13 Ampacity of Conductors. The ampacity of the 
conductors from the generator termináis to the first distri- 
bution device(s) containing overcurrent protection shall not 
be less than 115 percent of the nameplate current rating of 
the generator. It shall be permitted to size the neutral con¬ 
ductors in accordance with 220.61. Conductors that must 
carry ground-fault currents shall not be smaller than re- 
quired by 250.30(A). Neutral conductors of de generators 
that must carry ground-fault currents shall not be smaller 
than the minimum required size of the largest conductor. 

Exception: Where the design and operation of the genera¬ 
tor prevent overloading, the ampacity of the conductors 


shall not be less than 100 percent of the nameplate current 
rating of the generator. 

445.14 Protection of Live Parts. Live parts of generators 
operated at more than 50 volts to ground shall not be ex- 
posed to accidental contad where accessible to unqualified 
persons. 

445.15 Guards for Attendants. Where necessary for the 
safety of attendants, the requirements of 430.233 shall ap- 
ply. 

445.16 Bushings. Where field-installed wiring passes 
through an opening in an enclosure, a conduit box, or a 
barrier, a bushing shall be used to protect the conductors 
from the edges of an opening having sharp edges. The 
bushing shall ha^^mooth, well-rounded surfaces where it 
may be in conMBcith the conductors. If used where oils, 
grease, or conkcinants may be present, the bushing 
shall h>e>jjj)ade 0 f a^kterial not deleteriously affected. 

445.17 Generator Terminal Housings. Generator termi¬ 
nal shall comply with 430.12. Where a horse- 

jtower rS^k is required to determine the required mini¬ 
as i ze of ttic generator terminal housing, the full-load 

e generator shall be compared with comparable 
Pfors inrable 430.247 through Table 430.250. The higher 
Knsepower rating of Table 430.247 and Table 430.250 
k» 11 be used whenever the generator selection is between 
wo ratings. 

Exception: This section shall not apply to generators 
rated over 600 volts. [ROP 11-14] 

445.18 Disconnecting Means Required for Generators. 

Generators shall be equipped with a disconnect(s), lockable 
in the open position in accordance with 110.25, by means 
of which the generator and all protective devices and con¬ 
trol apparatus are able to be disconnected entirely from the 
circuits supplied by the generator except where both of the 
following conditions apply: [ROP 13-15, ROP 13-16] 

(1) The driving means for the generator can be readily shut 
down. 

(2) The generator is not arranged to opérate in parallel with 
another generator or other source of voltage. 

[ROP 13-16a] 

445.20 Ground-Fault Circuit Interrupter Protection for 
Receptacles on 15 kW or Smaller, Portable Generators. 

All 125-volt, single-phase, 15- 20-, and 30-ampere recep- 
tacle outlets, that are a part of a 15 kW or smaller, portable 
generator, shall have ground-fault circuit interrupter protec¬ 
tion for personnel integral to the generator or receptacle. 

[ROP 13-19] 


70-366 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 450 — TRANSFORMERS AND TRANSFORMER VAULTS (INCLUDING SECONDARY HES) 


450.4 


ARTICLE 450 

Transformers and Transformer Vaults 
(Including Secondary Ties) 

450.1 Scope. This article covers the installation of all 
transformers. 

Exception No. 1: Current transformers. 

Exception No. 2: Dry-type transformers that constitute a 
component part of other apparatus and comply with the 
requirements for such apparatus. 

Exception No. 3: Transformers that are an integral part of 
an X-ray, high-frequency, or electrostatic-coating 
apparatus. 

Exception No. 4: Transformers used with Class 2 and 
Class 3 circuits that comply with Article 725. 

Exception No. 5: Transformers for sign and outline light- 
ing that comply with Article 600. 

Exception No. 6: Transformers for electric-discharge . 
lighting that comply with Article 410. 

Exception No. 7: Transformers used for power-limita 
alarm circuits that comply with Part III of Article / 
Exception No. 8: Transformers used for research, 
opment, or testing, where effective arrangem 
vided to safeguard personsfrom contactir^^ d parí 

This article covers the installation^ptrans rs dedi^ 

cated to supplying power to a tire ] 
modified by Article 695 . 

This article also covers J 

in hazardous (classifiedlJÉI Ardeles 

501 through 504. 

I. General Provisions 

450.2 Definition. For the purpose of this article, the fol- 
lowing definition shall apply. 

Transformer. An individual transformer, single- or 
polyphase, identified by a single nameplate, unless other- 
wise indicated in this article. 



(A) Transformers Over 1000 Volts, Nominal. Overcur- 
rent protection shall be provided in accordance with Table 
450.3(A). [ROP 9-135] 

(B) Transformers 1000 Volts, Nominal, or Less. Over- 
current protection shall be provided in accordance with 
Table 450.3(B). [ROP 9-135] 

Exception: Where the transformer is installed as a motor 
control Circuit transformer in accordance with 
430.72(C)(1) through (C)(6). 

(C) Voltage (Potential) Transformers. Voltage (potential) 
transformers installed indoors or enclosed shall be pro- 
tected with primary fuses. [ROP 9-141] 

Informational Note: For protection of instrument circuits 
including ^Atge transformers, see 408.52. 

450.4 Autotransformers 1000 Volts, Nominal, or Less- 

Y Overcurren^fcmtection. Each autotransformer 1000 
ninal, or Ictt shall he protected by an individual 
Knt device installed in series with each ungrounded 
¡^conductor. Such overcurrent device shall be rated or 
mot more than 125 percent of the rated full-load input 
^currd^tf the autotransformer. Where this calculation does 
respond to a standard rating of a fuse or nonadjust- 
ablWircuit breaker and the rated input current is 9 amperes 
or more, the next higher standard rating described in 240.6 
shall be permitted. An overcurrent device shall not be in¬ 
stalled in series with the shunt winding (the winding com- 
mon to both the input and the output circuits) of the au¬ 
totransformer between Points A and B as shown in Figure 
450.4. [ROP 9-135] 


Shunt winding(s) 


450.3 Overcurrent Protection. Overcurrent protection of 
transformers shall comply with 450.3(A), (B), or (C). As 
used in this section, the word transformer shall mean a 
transformer or polyphase bank of two or more single-phase 
transformers operating as a unit. 

Informational Note No. 1: See 240.4, 240.21, 240.100, 
and 240.101 for overcurrent protection of conductors. 

Informational Note No. 2: Nonlinear loads can increase 
heat in a transformer without operating its overcurrent pro- 
tective device. 


Figure 450.4 Autotransformer. 

Exception: Where the rated input current of the autotrans¬ 
former is less than 9 amperes, an overcurrent device rated 
or set at not more than 167 percent of the input current 
shall be permitted. 

(B) Transformer Field-Connected as an Autotrans¬ 
former. A transformer field-connected as an autotrans¬ 
former shall be identified for use at elevated voltage. 
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Table 450.3(A) Máximum Rating or Setting of Overcurrent Protection for Transformers 
Over 1000 Volts (as a Percentage of Transformer-Rated Current) [ROP 9-135] 




Primary Protection over 1000 
Volts 

Secondary Protection (See Note 2.) 


Transformer 

Rated 

Impedance 

Over 1000 Volts 

1000 Volts or Less 

Location 

Limitations 

Circuit Breaker 
(See Note 4.) 

Fuse Rating 

Circuit Breaker 
(See Note 4.) 

Fuse Rating 

Circuit Breaker 
or Fuse Rating 


Not more than 
6% 

600% 

(See Note 1.) 

300% 

(See Note 1.) 

300% 

(See Note 1.) 

250% 

(See Note 1.) 

125% 

(See Note 1.) 

Any location 

More than 6% 
and not more 
than 10% 

400% 

(See Note 1.) 

300% 

(See Note 1.) 

250% 

(See Note 1.) 

225% 

(See Note 1.) 

125% 

(See Note 1.) 

Supervised 
locations 
only (See 
Note 3.) 

Any 

300% 

(See Note 1.) 

250% 

(See Note 1.) 

Not required 

A 

• Not required 

Not required 

Not more than 
6% 

600% 

300% 

300% 

(See Nq(£F) ^ 

• 250% 

^¡ee Note 5.) 

250% 

(See Note 5.) 


More than 6% 

than 10% 

400% 

300% 

^®0% 

m Note 5.) 

^^>% 

(Se^^te 5.) 

250% 

(See Note 5.) 


1. Where the required fuse rating or Circuit breaker setting does not ci 
not exceed the following shall be permitted: [ROP 9-138] 

a. The next higher standard rating or setting for fuses and circuit breal 

b. The next higher commercially available rating or setting for fuses a 

2. Where secondary overcurrent protection is required, thea 
breakers or six sets of fuses grouped in one location. Y 
exceed the allowed valué of a single overcurrent devig 
ratings shall not exceed that allowed for fuses. 

3. A supervised location is a location where condit 
transformer installation. 

4. Electronically actuated fuses that mayjg 

5. A transformer equipped with a coj^pffi 
protection omitted. 


Informational Note: For informatioi 
autotransformers, see 210.9 and 215. 



rating or setting, a higher rating or setting that does 

or [ROP 9-138, ROP 9-135] 

1000 volts. [ROP 9-138, ROP 9-135] 

device shall be permitted to consist of not more than six circuit 
devices are utilized, the total of all the device ratings shall not 
k and fuses are used as the overcurrent device, the total of the device 

ipervision ensure that only qualified persons monitor and Service the 


shall be set in accordance with settings for circuit breakers. 
by the manufacturar shall be permitted to have sepárate secondary 


from a 3-phase, 3-wire ungrounded system shall conform to 
450.5(A)(1) through (A)(4). 


450.5 Grounding Autotransformers. Grounding au¬ 
totransformers covered in this section are zigzag or 
T-connected transformers connected to 3-phase, 3-wire un¬ 
grounded systems for the purpose of creating a 3-phase, 
4-wire distribution system or providing a neutral point for 
grounding purposes. Such transformers shall have a con- 
tinuous per-phase current rating and a continuous neutral 
current rating. Zig-zag connected transformers shall not be 
installed on the load side of any system grounding connec- 
tion, including those made in accordance with 250.24(B), 
250.30(A)(1), or 250.32(B) Exception. 

Informational Note: The phase current in a grounding au- 

totransformer is one-third the neutral current. 

(A) Three-Phase, 4-Wire System. A grounding autotrans- 
former used to create a 3-phase, 4-wire distribution system 


(1) Connections. The transformer shall be directly con¬ 
nected to the ungrounded phase conductors and shall not be 
switched or provided with overcurrent protection that is 
independent of the main switch and common-trip overcur¬ 
rent protection for the 3-phase, 4-wire system. 

(2) Overcurrent Protection. An overcurrent sensing de¬ 
vice shall be provided that will cause the main switch or 
common-trip overcurrent protection referred to in 
450.5(A)(1) to open if the load on the autotransformer 
reaches or exceeds 125 percent of its continuous current 
per-phase or neutral rating. Delayed tripping for temporary 
overcurrents sensed at the autotransformer overcurrent de¬ 
vice shall be permitted for the purpose of allowing proper 
operation of branch or feeder protective devices on the 
4-wire system. 
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Table 450.3(B) Máximum Rating or Setting of Overcurrent Protection for Transformers 

1000 Volts and Less (as a Percentage of Transformer-Rated Current) [ROP 9-135] 



Primary Protection 


Secondary Protection (See Note 2.) 

Protection 

Method 

Currents of 9 Amperes Currents Less 

or More Than 9 Amperes 

Currents Less 

Than 2 Amperes 

Currents of 9 
Amperes or More 

Currents Less 
Than 9 Amperes 

Primary only 
protection 

125% (See Note 1.) 

167% 

300% 

Not required 

Not required 

Primary and 
secondary 
protection 

250% (See Note 3.) 

250% (See Note 3.) 

250% (See Note 3.) 

125% (See Note 1.) 

167% 


Notes: 

1. Where 125 percent of this current does not correspond to a standard raüng of a fuse or nonadjustable circuit breaker, a higher raüng that does 
not exceed the next higher standard raüng shall be permitted. 

2. Where secondary overcurrent protection is required, the secondary overcurrent device 
hreakers or six sets of fuses grouped in one location. Where múltiple overcurrent devicg 
exceed the allowed valué of a single overcurrent device. 

3. A transformer equipped with coordinated thermal overload protection by the m 
permitted to have primary overcurrent protection rated or set at a current valué 


for transformers having not more than 6 percent impedance and not 
having more than 6 percent but not more than 10 percent impedance. 


(3) Transformer Fault Sensing. A fault-sensing system 
that causes the opening of a main switch or coi 
overcurrent device for the 3-phase, 4-wire system si 
provided to guard against single-phasing or intemal 1 

Informational Note: This can be accompli. 
of two subtractive-connected donut-typej 
ers installed to sense and signal whei^^nmbah 
in the line current to the aulotransfor^^^pf 
more of rated current. 


(4) Rating. The autotransj 
neutral-current rating th^ms not less 1 
possihle neutral unbalan^^oad curra 
tem. [ROP 9-2] 




permitted to consist of not more than six circuit 
utilized, the total of all the device ratings shall not 


current of the transformer for transformers 


:ontinuous 
laximum 
the 4-wire sys- 


(B) Ground Reference for Fault Protection Devices. A 

grounding autotransformer used to make available a speci- 
fied magnitude of ground-fault current for operation of a 
ground-responsive protective device on a 3-phase, 3-wire 
ungrounded system shall conform to 450.5(B)(1) and 
(B)(2). 


ro) Ampere Rating. The overcurrent protection shall be 
r set at a current not exceeding 125 percent of the 
^former continuous per-phase current rating or 
jprcent of the continuous-current rating of any series- 
connected devices in the autotransformer neutral connec- 
tion. Delayed tripping for temporary overcurrents to permit 
the proper operation of ground-responsive tripping devices 
on the main system shall be permitted but shall not exceed 
valúes that would be more than the short-time current rat¬ 
ing of the grounding autotransformer or any series con- 
nected devices in the neutral connection thereto. 

Exception: For high-impedance grounded systems covered 
in 250.36, where the máximum ground-fault current is de- 
signed to be not more than 10 amperes, and where the 
grounding autotransformer and the grounding impedance 
are rated for continuous duty, an overcurrent device rated 
not more than 20 amperes that will simultaneously open all 
ungrounded conductors shall be permitted to be installed 
on the line side of the grounding autotransformer. 


(1) Rating. The autotransformer shall have a continuous 
neutral-current rating not less than the specified ground- 
fault current. [ROP 9-2] 

(2) Overcurrent Protection. Overcurrent protection shall 
comply with (a) and (b). 

(a) Operation and Interrupting Rating. An overcurrent 
protective device having an interrupting rating in compli- 
ance with 110.9 and that will open simultaneously all un¬ 
grounded conductors when it operates shall be applied in 
the grounding autotransformer branch circuit. 


(C) Ground Reference for Damping Transitory Over- 
voltages. A grounding autotransformer used to limit transi¬ 
tory overvoltages shall be of suitable rating and connected 
in accordance with 450.5(A)(1). 

450.6 Secondary Ties. As used in this article, a secondary 
tie is a circuit operating at 1000 volts, nominal, or less 
between phases that connects two power sources or power 
supply points, such as the secondaries of two transformers. 
The tie shall be permitted to consist of one or more con¬ 
ductors per phase or neutral. Conductors connecting the 
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secondaries of transformers in accordance with 450.7 shall 
not be considered secondary ties. [ROP 9-135] 

As used in this section, the word transformer means a 
transformer or a bank of transformers operating as a unit. 

(A) Tie Circuits. Tie circuits shall be provided with over- 
current protection at each end as required in Parts I, II, and 
VIII of Article 240. 

Under the conditions described in 450.6(A)(1) and 
450.6(A)(2), the overcurrent protection shall be permitted 
to be in accordance with 450.6(A)(3). 

(1) Loads at Transformer Supply Points Only. Where all 
loads are connected at the transformer supply points at each 
end of the tie and overcurrent protection is not provided in 
accordance with Parts I, II, and VIII of Article 240, the 
rated ampacity of the tie shall not be less than 67 percent of 
the rated secondary current of the highest rated transformer 
supplying the secondary tie system. 

(2) Loads Connected Between Transformer Supply 
Points. Where load is connected to the tie at any point 
between transformer supply points and overcurrent protec¬ 
tion is not provided in accordance with Parts I, II, and VIII 
of Article 240, the rated ampacity of the tie shall not be less . 
than 100 percent of the rated secondary current of the high-B 
est rated transformer supplying the secondary tie system. 

Exception: Tie circuits comprised of múltiple cq | 
per phase shall be permitted to be sized andjJnectM 
accordance with 450.6(A)(4). 

(3) Tie Circuit Protection. Under the conditi 
in 450.6(A)(1) and (A)(2), both supply < 
grounded tie conductor shall be 
device that opens at a predeteq^Bed temperatl^of tí 
conductor under short-circuit ^fctítions. Thi»rotection 
shall consist of one of the followin^By a fusih® ink cable 
connector, terminal, or lug, commonl^^^^Pas a limiter, 
each being of a size corresponding with t^rof the conduc¬ 
tor and of construction and characteristics according to the 
operating voltage and the type of insulation on the tie con- 
ductors or (2) automatic Circuit breakers actuated by de- 
vices having comparable time-current characteristics. 

(4) Interconnection of Phase Conductors Between 
Transformer Supply Points. Where the tie consists of 
more than one conductor per phase or neutral, the conduc¬ 
tors of each phase or neutral shall comply with one of the 
foliowing provisions. 


(b) Not Interconnected. The loads shall be connected to 
one or more individual conductors of a paralleled conductor 
tie without interconnecting the conductors of each phase or 
neutral and without the protection specified in 450.6(A)(3) 
at load connection points. Where this is done, the tie con¬ 
ductors of each phase or neutral shall have a combined 
capacity ampacity of not less than 133 percent of the rated 
secondary current of the highest rated transformer supply¬ 
ing the secondary tie system, the total load of such taps 
shall not exceed the rated secondary current of the highest 
rated transformer, and the loads shall be equally divided on 
each phase and on the individual conductors of each phase 
as far as practicable. 

(5) Tie Circuit Control. Where the operating voltage ex- 
ceeds 150 volts to around, secondary ties provided with 
limiters shall ha^^rswitch at each end that, when open, 
de-energizes t^pKociated tie conductors and limiters. The 
current ratiq^W tm^^itch shall not be less than the rated 
current anfeacity of tnl»jriductors connected to the switch. 
It shaU^^ capable of im^^pting its rated current, and it 
e constj^ted so thatTí will not open under the mag- 
Kulting from short-circuit current. 

irrent Protection for Secondary Connections. 

y ties are used, an overcurrent device rated 
rore than 250 percent of the rated secondary 
Be transformers shall be provided in the second- 
Wy connections of each transformer supplying the tie sys- 
l. In addition, an automatic Circuit breaker actuated by a 
►erse-current relay set to open the Circuit at not more than 
fhe rated secondary current of the transformer shall be pro¬ 
vided in the secondary connection of each transformer. 

(C) Grounding. Where the secondary tie system is 
grounded, each transformer secondary supplying the tie 
system shall be grounded in accordance with the require- 
ments of 250.30 for separately derived systems. 

450.7 Parallel Operation. Transformers shall be permitted 
to be operated in parallel and switched as a unit, provided 
the overcurrent protection for each transformer meets the 
requirements of 450.3(A) for primary and secondary pro- 
tective devices over 1000 volts, or 450.3(B) for primary 
and secondary protective devices 1000 volts or less. [ROP 
9-135] 

450.8 Guarding. Transformers shall be guarded as speci¬ 
fied in 450.8(A) through (D). 


(a) Interconnected. The conductors shall be intercon¬ 
nected in order to establish a load supply point, and the 
protective device specified in 450.6(A)(3) shall be provided 
in each ungrounded tie conductor at this point on both sides 
of the interconnection. The means of interconnection shall 
have an ampacity not less than the load to be served. 


(A) Mechanical Protection. Appropriate provisions shall 
be made to minimize the possibility of damage to trans¬ 
formers from external causes where the transformers are 
exposed to physical damage. 

(B) Case or Enclosure. Dry-type transformers shall be 
provided with a noncombustible moisture-resistant case or 
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enclosure that provides protection against the accidental 
insertion of foreign objects. 

(C) Exposed Energized Parts. Switches or other equip- 
ment operating at 1000 volts, nominal, or less and serving 
only equipment within a transformer enclosure shall be per- 
mitted to be installed in the transformer enclosure if acces- 
sible to qualified persons only. All energized parts shall be 
guarded in accordance with 110.28 and 110.34. [ROP 
9-135] 

(D) Voltage Warning. The operating voltage of exposed 
live parts of transformer installations shall be indicated by 
signs or visible markings on the equipment or structures. 

450.9 Ventilation. The ventilation shall dispose of the 
transformer full-load heat losses without creating a tem- 
perature rise that is in excess of the transformer rating. 

[ROP 9-2] 

Informational Note No. 1: See ANSI/IEEE C57.12.00- 
1993, General Requirements for Liquid-Immersed Distribu- 
tion, Power, and Regulating Transformers, and ANSI/IEEE 
C57.12.01-1989, General Requirements for Dry-Type Dis- 
tribution and Power Transformers. 


present, resulting in increased heat in the transformer al 
its rating. See ANSI/IEEE C57.110-1993, RecommendM 
Practice for Establishing Transformer CapaMlHx When 
Supplying Nonsinusoidal Load Currents, 
ers are utilized with nonlinear loads. 

Transformers with ventilating o 
stalled so that the ventilating 
walls or other obstructions. 
clearly marked on the tra^ 

450.10 Grounding. 

(A) Dry-Type Transformer ÉMlipiirts. Where sepárate 
equipment grounding conductors aPisupply-side bonding 
jumpers are installed, a terminal bar for all grounding and 
bonding conductor connections shall be secured inside the 
transformer enclosure. The terminal bar shall be bonded to 
the enclosure in accordance with 250.12 and shall not be 
installed on or over any vented portion of the enclosure. 
[ROP 9-144] 

Exception: Where a dry-type transformer is equipped with 
wire-type connections (leads), the grounding and bonding 
connections shall be permitted to be connected together 
using any of the methods in 250.8 and shall be bonded to 
the enclosure, if of metal. [ROP 9-144] 

(B) Other Metal Parts. Where grounded, exposed non- 
current-carrying metal parts of transformer installations, in- 
cluding fences, guards, and so forth, shall be grounded and 
bonded under the conditions and in the manner specified 



for electrical equipment and other exposed metal parts in 
Parts V, VI, and VII of Article 250. [ROP 9-144] 

450.11 Marking. 

(A) General. Each transformer shall be provided with a 
nameplate giving the foliowing information: 

(1) The ñame of the manufacturer 

(2) Rated kilovolt-amperes 

(3) Frequency 

(4) Primary and secondary voltage 

(5) The impedance of transformers 25 kVA and larger 

(6) Required clearances for transformers with ventilating 
openings 

(7) The am« and kind of insulating liquid where used 

(8) For dj^^pe transformers, the temperature class for the 
¡ystem 


r(B) SotUcce Marking A transformer shall be permitted to 
plied at the marked secondary voltage provided the 
Blation is in accordance with the manufacturers’ in- 

k jons. [ROP 9-145] 

5 Terminal Wiring Space. The minimum wire- 
bending space at fixed, 1000-volt and below termináis of 
transformer line and load connections shall be as required 
i 312.6. Wiring space for pigtail connections shall con- 
form to Table 314.16(B). [ROP 9-135] 

450.13 Accessibility. All transformers and transformer 
vaults shall be readily accessible to qualified personnel for 
inspection and maintenance or shall meet the requirements 
of 450.13(A) or 450.13(B). 

(A) Open Installations. Dry-type transformers 1000 volts, 
nominal, or less, located in the open on walls, columns, or 
structures, shall not be required to be readily accessible. 

[ROP 9-135] 

(B) Hollow Space Installations. Dry-type transformers 
1000 volts, nominal, or less and not exceeding 50 kVA shall 
be permitted in hollow spaces of buildings not permanently 
closed in hy structure, provided they meet the ventilation 
requirements of 450.9 and separation from combustible ma- 
terials requirements of 450.21(A). Transformers so installed 
shall not be required to be readily accessible. [ROP 9-135] 

450.14 Disconnecting Means. Transformers, other than 
Class 2 or Class 3 transformers, shall have a disconnecting 
means located either in sight of the transformer or in a 
remóte location. Where located in a remóte location, the 
disconnecting means shall be lockable in accordance with 
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110.25, and its location shall be field marked on the trans¬ 
formen [ROP 9-146] 


II. Specific Provisions Applicable to Different Types of 
Transformers 

450.21 Dry-Type Transformers Installed Indoors. 

(A) Not over 112V2 kVA. Dry-type transformers installed 
indoors and rated 1121/2 kVA or less shall have a separation 
of at least 300 mm (12 in.) from combustible material un- 
less separated from the combustible material by a fire- 
resistant, heat-insulated barrier. 

Exception: This rule shall not apply to transformers rated 
for 1000 volts, nominal, or less that are completely en- 
closed, with or without ventilating openings. [ROP 9-135] 

(B) Over 1121/2 kVA. Individual dry-type transformers of 
more than \\2V2 kVA rating shall be installed in a trans- 
former room of fire-resistant construction. Unless specified 
otherwise in this article, the term fire resistant means a 
construction having a minimum fire rating of 1 hour. 

Exception No. 1: Transformers with Class 155 or higher 
insulation systems and separated from combustible 
rial by a fire-resistant, heat-insulating barrier or by not less 
than 1.83 m (6ft) horizontally and 3.7 m (12 ft) vertically. 
Exception No. 2: Transformers with Class 155 
insulation systems and completely enclosed exM f 
tilating openings. 

Informational Note: See ANSI/ASTM 
Method for Fire Tests of Building Ce 
riáis. [ROP 9-150] 

(C) Over 35,000 Volts. Dry-i 
35,000 volts shall be installec 
Part III of this article. 

450.22 Dry-Type Transformers InstaTTed Outdoors. 

Dry-type transformers installed outdoors shall have a 
weatherproof enclosure. 

Transformers exceeding 112 V2 kVA shall not be located 
within 300 mm (12 in.) of combustible materials of build- 
ings unless the transformer has Class 155 insulation sys¬ 
tems or higher and is completely enclosed except for ven¬ 
tilating openings. 



(1) In Type I or Type II buildings, in areas where all of the 
following requirements are met: 

a. The transformer is rated 35,000 volts or less. 

b. No combustible materials are stored. 

c. A liquid confinement area is provided. 

d. The installation complies with all restrictions pro¬ 
vided for in the listing of the liquid. 

(2) With an automatic fire extinguishing system and a liq¬ 
uid confinement area, provided the transformer is rated 
35,000 volts or less 

(3) In accordance with 450.26 

(B) Outdoor Installations. Less-flammable liquid-filled 
transformers shall be permitted to be installed outdoors, 
attached to, adjacent.jp, or on the roof of buildings, where 
installed in accorc«re with (1) or (2): 

(1) For Type^^^Type II buildings, the installation shall 
comply^^n a^^^trictions provided for in the listing 

il Note: InstSptions adjacent to combustible 
«escapes, or door and window openings may 
Itional safeguards such as those listed in 450.27. 
dance with 450.27. 

JSfote No. 1: As used in this section, Type I 
uildings refers to Type I and Type II building 
defined in NFPA 220-2009, Standard on 
of Building Construction. Combustible materials re- 
those materials not classified as noncombustible or 
1-combustible as defined in NFPA 220-2009. 


450.24 Nonflammable Fluid-Insulated Transformers. 

Transformers insulated with a dielectric fluid identified as 
nonflammable shall be permitted to be installed indoors or 
outdoors. Such transformers installed indoors and rated 
over 35,000 volts shall be installed in a vault. Such trans¬ 
formers installed indoors shall be furnished with a liquid 
confinement area and a pressure-relief vent. The transform¬ 
ers shall be furnished with a means for absorbing any gases 
generated by arcing inside the tank, or the pressure-relief 
vent shall be connected to a chimney or flue that will carry 
such gases to an environmentally safe area. 

Informational Note: Safety may be increased if fire hazard 

analyses are performed for such transformer installations. 



450.23 Less-Flammable Liquid-Insulated Transform¬ 
ers. Transformers insulated with listed less-flammable liq- 
uids that have a fire point of not less than 300°C shall be 
permitted to be installed in accordance with 450.23(A) or 
450.23(B). 

(A) Indoor Installations. Indoor installations shall be per¬ 
mitted in accordance with one of the following: 


For the purposes of this section, a nonflammable dielec¬ 
tric fluid is one that does not have a flash point or fire point 
and is not flammable in air. 

450.25 Askarel-Insulated Transformers Installed In- 
doors. Askarel-insulated transformers installed indoors and 
rated over 25 kVA shall be furnished with a pressure-relief 
vent. Where installed in a poorly ventilated place, they 
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shall be furnished with a means for absorbing any gases 
generated by arcing inside the case, or the pressure-relief 
vent shall be connected to a chimney or flue that carries 
such gases outside the building. Askarel-insulated trans¬ 
forméis rated over 35,000 volts shall be installed in a vault. 

450.26 Oil-Insulated Transformers Installed Indoors. 

Oil-insulated transformers installed indoors shall be in¬ 
stalled in a vault constructed as specified in Part III of this 
article. 


450.27 Oil-insulated Transformers Installed Outdoors. 

Combustible material, combustible buildings, and parts of 
buildings, fire escapes, and door and window openings 
shall be safeguarded from tires originating in oil-insulated 
transformers installed on roofs, attached to or adjacent to a 
building or combustible material. 

In cases where the transformer installation presents a 
fire hazard, one or more of the following safeguards shall 
be applied according to the degree of hazard involved: 

(1) Space separations 


Exception No. 1: Where the total capacity does not exceed 
112V2 kVA, the vault specified in Part III ofthis article shall 
be permitted to be constructed ofreinforced concrete that is 
not less than 100 mm (4 in.) thick. 

Exception No. 2: Where the nominal voltage does not 
exceed 1000, a vault shall not be required if suitable ar- 
rangements are made to prevent a transformer oil fire from 
igniting other materials and the total capacity in one loca- 
tion does not exceed 10 EVA in a section of the building 
classified as combustible or 75 EVA where the surrounding 
structure is classified as fire-resistant construction. [ROP ' 
9-135] 

Exception No. 3: Electric fumace transformers thi 
a total rating not exceeding 75 EVA shall be permittec 
installed without a vault in a building or room o) 
resistant construction, provided suitable an&wffiments 
made to prevent a transformer oil firejfnsp^idinj. 
other combustible material. 

Exception No. 4: A transformer tha 
exceeding 75 EVA and a supph 
that is an integral part oi 
equipment shall be permj^Mto be insti 
in a building or room oj^encombustib 
construction, provided suitca^^rrangei 
prevent a transformer oil fire 
bustible material. [ROP 9-135] 

Exception No. 5: Transformers shall be permitted to be 
installed in a detached building that does not comply with 
Part III ofthis article ifneither the building ñor its contents 
present a fire hazard to any other building or property, and 
ifthe building is used only in supplying electric Service and 
the interior is accessible only to qualified persons. 

Exception No. 6: Oil-insulated transformers shall be per¬ 
mitted to be used without a vault in portable and mobile 
surface mining equipment (such as electric excavators) if 
each of the following conditions is met: 

(a) Provisión is made for draining leaking fluid to the 
ground. 

(b) Safe egress is provided for personnel. 

(c) A mínimum 6-mm (V4-in.) Steel barrier is provided 
for personnel protection. 



(2) Fire-resistant barriers 

(3) Automatic fire suppression systems 

(4) Enclosures that confine the oil of a ruptured trans¬ 
former tank 

Oil encluA'es shall be permitted to consist of fire- 
resistant d^cs, curbed areas or basins, or trenches filled 
with cj^^fcushed stone. Oil enclosures shall be provided 
ipped^fcus where the exposure and the quantity of 
ivolved are^Wa that removal of oil is important. 
[níoy§¿it¡onal Noteí^For additional information o 

installed on poles or structures or under ground, 
^iNST C2-2007, National Electrical Safety Code. 

Modification of Transformers. When modifica- 
>made to a transformer in an existing installation 
iange the type of the transformer with respect to Part 
II oFthis article, such transformer shall be marked to show 
the type of insulating liquid installed, and the modified 
transformer installation shall comply with the applicable 
requirements for that type of transformer. 

III. Transformer Vaults 

450.41 Location. Vaults shall be located where they can be 
ventilated to the outside air without using flues or ducts 
wherever such an arrangement is practicable. 

450.42 Walls, Roofs, and Floors. The walls and roofs of 
vaults shall be constructed of materials that have approved 
structural strength for the conditions with a minimum fire 
resistance of 3 hours. The floors of vaults in contact with 
the earth shall be of concrete that is not less than 100 mm 
(4 in.) thick, but, where the vault is constructed with a 
vacant space or other stories below it, the floor shall have 
approved structural strength for the load imposed thereon 
and a minimum fire resistance of 3 hours. For the purposes 
of this section, studs and wallboard construction shall not 
be permitted. [ROP 9-2, ROP 9-151] 

Exception: Where transformers are protected with auto- 
matic sprinkler, water spray, carbón dioxide, or halón, con¬ 
struction of 1-hour rating shall be permitted. 

Informational Note No. 1: For additional information, see 
ANSI/ASTM E119-2011a, Method for Fire Tests of Build¬ 
ing Construction and Materials. [ROP 9-152] 
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Informational Note No. 2: A typical 3-hour construction is 
150 mm (6 in.) thick reinforced concrete. 

450.43 Doorways. Vault doorways shall be protected in 
accordance with 450.43(A), (B), and (C). 

(A) Type of Door. Each doorway leading into a vault from 
the building interior shall be provided with a tight-fitting 
door that has a minimum fire rating of 3 hours. The author- 
ity having jurisdiction shall be permitted to require such a 
door for an exterior wall opening where conditions warrant. 


(E) Dampers. All ventilation openings to the indoors shall 
be provided with automatic closing fire dampers that opér¬ 
ate in response to a vault fire. Such dampers shall possess a 
standard fire rating of not less than IV2 hours. 

Informational Note: See ANSI/UL 555-2011, Standard for 
Fire Dampers. [ROP 9-152] 

(F) Ducts. Ventilating ducts shall be constructed of fire- 
resistant material. 


Exception: Where transformen are protected with auto¬ 
matic sprinkler, water spray, carbón dioxide, or halón, con¬ 
struction of 1-hour rating shall be permitted. 

Informational Note: For additional information, see 
NFPA 80-2010, Standard for Fire Doors and Other Open¬ 
ing Protectives. 

(B) Sills. A door sill or curb that is of an approved height 
that will confine the oil from the largest transformer within 
the vault shall be provided, and in no case shall the height 
be less than 100 mm (4 in.). [ROP 9-2] 

(C) Locks. Doors shall be equipped with locks, and doors 
shall be kept locked, access being allowed only to qualifiec 
persons. Personnel doors shall swing out and be equipped' 
with panic bars, pressure plates, or other devices that are 
normally latched but open under simple pressure- 


450.45 Ventilation Openings. Where reqi 
openings for ventilation shall be providei 
with 450.45(A) through (F). 

(A) Location. Ventilation openii 
as possible from doors, windot^^pre escapes, 
tibie material. 


(B) Arrangement. A vault ventilatSB^ j^Bíal circula- 
tion of air shall be permitted to have mBWly half of the 
total area of openings required for ventilation in one or 
more openings near the floor and the remainder in one or 
more openings in the roof or in the sidewalls near the roof, 
or all of the area required for ventilation shall be permitted 
in one or more openings in or near the roof. 

(C) Size. For a vault ventilated by natural circulation of air 
to an outdoor area, the combined net area of all ventilating 
openings, after deducting the area occupied by screens, 
gratings, or louvers, shall not be less than 1900 mnr 
(3 in. 2 ) per kVA of transformer capacity in Service, and in 
no case shall the net area be less than 0.1 m 2 (1 ft 2 ) for any 
capacity under 50 kVA. 


‘1 450.48 Storagi 

re tryroW^^ar 

ressure^^^^ 

qtjpg by 4», ^ 

Jr 

pes^^M conmis- 


450.46 Drainage. Where practicable, vaults containing 
more than 100 kVA transformer capacity shall be provided 
with a drain or other means that will carry off any accumu- 
lation of oil or water in the vault unless local conditions 
make this impractic^le. The floor shall be pitched to the 
drain where pro^^T 

450.47 Water PijmMMid Accessories. Any pipe or duct 
system fiAign to the^kctrical installation shall not enter 
or pa^Wrough a transfo^» vault. Piping or other facili- 

rovidedAr vault fireprotection, or for transformer 
cooT^sMTnot be considered foreign to the electrical 
installS 


a Vaults. Materials shall not be stored in 


ARTICLE 455 
Phase Converters 


455.1 Scope. This article covers the installation and use of 
phase converters. 

455.2 Definitions. 

Manufactured Phase. The manufactured or derived phase 
originates at the phase converter and is not solidly con- 
nected to either of the single-phase input conductors. 

Phase Converter. An electrical device that converts single- 
phase power to 3-phase electric power. 

Informational Note: Phase converters have characteristics 
that modify the starting torque and locked-rotor current of 
motors served, and consideration is required in selecting a 
phase converter for a specific load. 


(D) Covering. Ventilation openings shall be covered with 
durable gratings, screens, or louvers, according to the treat- 
ment required in order to avoid unsafe conditions. 


Rotary-Phase Converter. A device that consists of a rotary 
transformer and capacitor panel(s) that permits the opera- 
tion of 3-phase loads from a single-phase supply. 
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Static-Phase Converter. A device without rotating parts, 
sized for a given 3-phase load to permit operation from a 
single-phase supply. 

455.3 Other Articles. Phase converters shall comply with 
this article and with the applicable provisions of other ar¬ 
ticles of this Code. 


455.7 Overcurrent Protection. The single-phase supply 
conductors and phase converter shall be protected from 
overcurrent hy 455.7(A) or (B). Where the required fuse or 
nonadjustable circuit breaker rating or settings of adjustable 
circuit breakers do not correspond to a standard rating or 
setting, a higher rating or setting that does not exceed the 
next higher standard rating shall be permitted. 


455.4 Marking. Each phase converter shall be provided 
with a permanent nameplate indicating the following: 

(1) Manufacturer’s ñame 

(2) Rated input and output voltages 

(3) Frequency 

(4) Rated single-phase input full-load amperes 

(5) Rated minimum and máximum single load in kilovolt- 
amperes (kVA) or horsepower 

(6) Máximum total load in kilovolt-amperes (kVA) or 
horsepower 

(7) For a rotary-phase converter, 3-phase amperes at full 
load 

455.5 Equipment Grounding Connection. A means for 
attachment of an equipment grounding conductor temfina- 
tion in accordance with 250.8 shall be provided. 

455.6 Conductors. 

(A) Ampacity. The ampacity of the si 
conductors shall be determined by 45ií 

Informational Note: Single-phase 
vent a voltage drop not exceedij 
of supply to the phase 
starting and operation o 


(A) Variable Loads. Where the loads to be supplied are 
variable, overcurrent protection shall be set at not more 
than 125 percent of the phase converter nameplate single- 
phase input full-load amperes. 

(B) Fixed Loads. Where the phase converter supplies spe- 
cific fixed loads and the conductors are sized in accordance 
with 455.6(A^2), the conductors shall be protected in ac¬ 
cordance ^^rtheir ampacity. The overcurrent protection 
determ it^fcom this section shall not exceed 125 percent 
of th^^ias^ggnverter nameplate single-phase input am- 


:onnectingrMeans. Means shall be provided to 
:t simultaneously all ungrounded single-phase 
inductors to the phase converter. 




(1) Variable Loads. Wl^^the loads Mbe supplied are 
variable, the conductor an^^fcty shal^Bot be less than 
125 percent of the phase conv^fcyiMeplate single-phase 
input full-load amperes. 

(2) Fixed Loads. Where the phase converter supplies spe- 
cific fixed loads, and the conductor ampacity is less than 
125 percent of the phase converter nameplate single-phase 
input full-load amperes, the conductors shall have an am¬ 
pacity not less than 250 percent of the sum of the full-load, 
3-phase current rating of the motors and other loads served 
where the input and output voltages of the phase converter 
are identical. Where the input and output voltages of the 
phase converter are different, the current as determined by 
this section shall be multiplied by the ratio of output to 
input voltage. 

(B) Manufactured Phase Marking. The manufactured 
phase conductors shall be identified in all accessible loca- 
tions with a distinctive marking. The marking shall be con- 
sistent throughout the system and premises. 


(A) ^^cation. The disconnecting means shall be readily 
jssime and located in sight from the phase converter. 

(B) Type. The disconnecting means shall be a switch rated 
in horsepower, a circuit breaker, or a molded-case switch. 
Where only nonmotor loads are served, an ampere-rated 
switch shall be permitted. 

(C) Rating. The ampere rating of the disconnecting means 
shall not be less than 115 percent of the rated máximum 
single-phase input full-load amperes or, for specific fixed 
loads, shall be permitted to be selected from 455.8(C)(1) or 

(C)(2). 

(1) Current Rated Disconnect. The disconnecting means 
shall be a circuit breaker or molded-case switch with an 
ampere rating not less than 250 percent of the sum of the 
following: 

(1) Full-load, 3-phase current ratings of the motors 

(2) Other loads served 

(2) Horsepower Rated Disconnect. The disconnecting 
means shall be a switch with a horsepower rating. The 
equivalent locked rotor current of the horsepower rating of 
the switch shall not be less than 200 percent of the sum of 
the following: 

(1) Nonmotor loads 

(2) The 3-phase, locked-rotor current of the largest motor 
as determined from Table 430.251(B) 

(3) The full-load current of all other 3-phase motors oper- 
ating at the same time 
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ARTICLE 460 — CAPACITORS 


(D) Yoltage Ratios. The calculations in 455.8(C) shall ap- 
ply directly where the input and output voltages of the 
phase converter are identical. Where the input and output 
voltages of the phase converter are diíferent, the current 
shall be multiplied by the ratio of the output to input volt- 
age. 


ments of such apparatus are excluded from these require- 
ments. 

This article also covers the installation of capacitors in 
hazardous (classified) locations as modified by Articles 501 
through 503. 

460.2 Enclosing and Guarding. 


455.9 Connection of Single-Phase Loads. Where single- 
phase loads are connected on the load side of a phase con¬ 
verter, they shall not be connected to the manufactured 
phase. 

455.10 Terminal Housings. A terminal housing in accor- 
dance with the provisions of 430.12 shall be provided on a 
phase converter. 

II. Specific Provisions Applicable to Different Types of 
Phase Converters 

455.20 Disconnecting Means. The single-phase discon- 
necting means for the input of a static phase converter shall 
be permitted to serve as the disconnecting means for the 
phase converter and a single load if the load is within sight 
of the disconnecting means. 

455.21 Start-Up. Power to the utilization equipment shall 
not be supplied until the rotary-phase converter h 
started. 


455.22 Power Interruption. Utilization 
plied by a rotary-phase converter shall be contl 
a manner that power to the equipme¡^f^^ 
in the event of a power interrupt 

Informational Note: Magnetic 
contactors, and similar devices, 
restarting for the load, provil 
interruption. 

455.23 Capacitors. Capacitors that are not an integral part 
of the rotary-phase conversión system but are installed for a 
motor load shall be connected to the line side of that motor 
overload protective device. 



(A) Containing More Than 11 L (3 gal) of Flammable 
Liquid. Capacitors containing more than 11 L (3 gal) of 
flammable liquid shall be enclosed in vaults or outdoor 
fenced enclosures complying with Article 110, Part III. This 
limit shall apply to any single unit in an installation of 
capacitors. 

(B) Accidental Contad. Where capacitors are accessible 
to unauthorized at^tfmqualified persons, they shall be en¬ 
closed, located^^Tguarded so that persons cannot come 
into acciden^K(^kü or bring conducting materials into 
accidenta^OTitact vra^fccposed energized parts, termináis, 
or bu§|^issociated w^ktfiem. However, no additional 

is reguired for enlrosures accessible only to au- 
tháqjgd anjj^Palified persons. 

Nominal, and Under 


1.6 Discharge of Stored Energy. Capacitors shall be 
rovided with a means of discharging stored energy. 

Time of Discharge. The residual voltage of a capaci¬ 
tor shall be reduced to 50 volts, nominal, or less within 1 
minute after the capacitor is disconnected from the source 
of supply. 

(B) Means of Discharge. The discharge circuit shall be 
either permanently connected to the termináis of the capaci¬ 
tor or capacitor bank or provided with automatic means of 
connecting it to the termináis of the capacitor bank on re¬ 
mo val of voltage from the line. Manual means of switching 
or connecting the discharge circuit shall not be used. 

460.8 Conductors. 


ARTICLE 460 
Capacitors 


(A) Ampacity. The ampacity of capacitor circuit conduc¬ 
tors shall not be less than 135 percent of the rated current of 
the capacitor. The ampacity of conductors that connect a 
capacitor to the termináis of a motor or to motor circuit 
conductors shall not be less than one-third the ampacity of 
the motor circuit conductors and in no case less than 
135 percent of the rated current of the capacitor. 


460.1 Scope. This article covers the installation of capaci¬ 
tors on electrical circuits. 

Surge capacitors or capacitors included as a component 
part of other apparatus and conforming with the require- 


(B) Overcurrent Protection. An overcurrent device shall 
be provided in each ungrounded conductor for each capaci¬ 
tor bank. The rating or setting of the overcurrent device 
shall be as low as practicable. 
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460.25 


Exception: A sepárate overcurrent device shall not be re- 
quired for a capacitor connected on the load side of a 
motor overload protective device. 


(2) Interrupting the máximum continuous load current of 
each capacitor, capacitor bank, or capacitor installation 
that will be switched as a unit 


(C) Disconnecting Means. A disconnecting means shall 
be provided in each ungrounded conductor for each capaci¬ 
tor bank and shall meet the foliowing requirements: 

(1) The disconnecting means shall open all ungrounded 
conductors simultaneously. 

(2) The disconnecting means shall be permitted to discon- 
nect the capacitor from the line as a regular operating 
procedure. 

(3) The rating of the disconnecting means shall not be less 
than 135 percent of the rated current of the capacitor. 


(3) Withstanding the máximum inrush current, including 
contributions from adj acent capacitor installations 

(4) Carrying currents due to faults on capacitor side of 
switch 

(B) Isolation. 

(1) General. A means shall be installed to isolate from all 
sources of voltage each capacitor, capacitor bank, or ca¬ 
pacitor installation that will be removed from Service as a 
unit. The isolating means shall provide a visible gap in the 
electrical circuit adequate for the operating voltage. 


Exception: A sepárate disconnecting means shall not be 
required where a capacitor is connected on the load side of 
a motor controller. 

460.9 Rating or Setting of Motor Overload Device. 

Where a motor installation ineludes a capacitor connected 
on the load side of the motor overload device, the rating or < 
setting of the motor overload device shall be based on the 
improved power factor of the motor circuit. 

The efifect of the capacitor shall be disregarded^_ 
termining the motor circuit conductor rating in accorÍMce^ 
with 430.22. 

460.10 Grounding. Capacitor cases 
the equipment grounding conductora 

Exception: Capacitor cases sfa 
equipment grounding condi 
are supported on a strutim 
than ground potential. 

460.12 Marking. Each capac^^shaU^^ provided with a 
nameplate giving the ñame of th^®^mfacturer, rated volt- 
age, frequeney, kilovar or amperes, number of phases, and, 
if filled with a combustible liquid, the volume of liquid. 
Where filled with a nonflammable liquid, the nameplate 
shall so State. The nameplate shall also indicate whether a 
capacitor has a discharge device inside the case. 



(2) Isolating or Disconnecting Switches with No Inter- 

ruptingJ@Huig. Isolating or disconnecting switches (with 
no in*mptn^^ating) shall be interlocked with the load- 
Éeupting de^^kor shall be provided with prominently 
fplayed caution^ky; in accordance with 490.22 to pre- 
kfifing load oirrent. 

Kdditional Requirements for Series Capacitors. The 

t¡switching sequence shall be ensured by use of one 
^of th^^Mlowing: 

(echanically sequenced isolating and bypass switches 

(2) ínterlocks 

(3) Switching procedure prominently displayed at the 
switching location 

460.25 Overcurrent Protection. 

(A) Provided to Detect and Interrupt Fault Current. A 

means shall be provided to detect and interrupt fault current 
likely to cause dangerous pressure within an individual ca¬ 
pacitor. 

(B) Single Pole or Multipole Devices. Single-pole or mul- 
tipole devices shall be permitted for this purpose. 

(C) Protected Individually or in Groups. Capacitors 
shall be permitted to be protected individually or in groups. 


II. Over 1000 Volts, Nominal 
[ROP 11-94] 

460.24 Switching. 

(A) Load Current. Group-operated switches shall be used 
for capacitor switching and shall be capable of the follow- 
ing: 

(1) Carrying continuously not less than 135 percent of the 
rated current of the capacitor installation 


(D) Protective Devices Rated or Adjusted. Protective de¬ 
vices for capacitors or capacitor equipment shall be rated or 
adjusted to opérate within the limits of the safe zone for 
individual capacitors. If the protective devices are rated or 
adjusted to opérate within the limits for Zone 1 or Zone 2, 
the capacitors shall be enclosed or isolated. 

In no event shall the rating or adjustment of the protec¬ 
tive devices exceed the máximum limit of Zone 2. 

Informational Note: For definitions of Safe Zone, Zone 1, 
and Zone 2, see ANSI/IEEE 18-1992, Shunt Power 
Capacitors. 
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460.26 Identification. Each capacitor shall be provided 
with a permanent nameplate giving the manufacturer’s 
ñame, rated voltage, frequency, kilovar or amperes, number 
of phases, and the volume of liquid identified as flammable, 
if such is the case. 

460.27 Grounding. Capacitor cases shall be connected to 
the equipment grounding conductor. If the capacitor neutral 
point is connected to a grounding electrode conductor, the 
connection shall be made in accordance with Part III of 
Article 250. 


470.4 Conductor Insulation. Insulated conductors used 
for connections between resistance elements and controllers 
shall be suitable for an operating temperature of not less 
than 90°C (194°F). 

Exception: Other conductor insulations shall be permitted 
for motor starting Service. 

II. Over 1000 Volts, Nominal 
[ROP 11-98] 


Exception: Capacitor cases shall not be connected to the 
equipment grounding conductor where the capacitor units 
are supported on a structure designed to opérate at other 
than ground potential. 

460.28 Means for Discharge. 

(A) Means to Reduce the Residual Voltage. A means 
shall be provided to reduce the residual voltage of a capaci¬ 
tor to 50 volts or less within 5 minutes after the capacitor is 
disconnected from the source of supply. 

(B) Connection to Termináis. A discharge circuit shall be 
either permanently connected to the termináis of the capaci¬ 
tor or provided with automatic means of connecting it t 
the termináis of the capacitor bank after disconnection of 1 
the capacitor from the source of supply. The win ding s of 
motors, transformers, or other equipment diluí 
nected to capacitors without a switch or overa^rent de 
interposed shall meet the requirements of 4^Eí&(A).j 


I. 1000 Volts, Nominal, and 
[ROP 11-96] 

470.1 Scope. This article covers the installation of sepárate 
resistors and reactors on electrical circuits. 


470.18 General. 

(A) Protected Against Physical Damage. Resistors and 
reactors shall be protected against physical damage. 

(B) Isolated by Enclosure or Elevation. Resistors and re¬ 
actors shall be i^«ed by enclosure or elevation to protect 
personnel froi*Bktental contad with energized parts. 

(C) Combustible Materials. Resistors and reactors shall 
not b^^Ktalled in close^^mgh proximity to combustible 

s to cAstitute a firiPhazard and shall have a clear- 
tss than 305 mm (12 in.) from combustible 
m; 

>. Clearances from resistors and reactors to 
[ces shall be adequate for the voltage in- 



Temperature Rise from Induced Circulating Cur- 
Tnts. Metallic enclosures of reactors and adj acent metal 
parts shall be installed so that the temperature rise from 
induced circulating currents is not hazardous to personnel 
or does not constitute a fire hazard. 

470.19 Grounding. Resistor and reactor cases or enclo¬ 
sures shall be connected to the equipment grounding con¬ 
ductor. 

Exception: Resistor or reactor cases or enclosures sup¬ 
ported on a structure designed to opérate at other than 
ground potential shall not be connected to the equipment 
grounding conductor. 


Exception: Resistors and reactors that are component 
parts of other apparatus. 

This article also covers the installation of resistors and 
reactors in hazardous (classified) locations as modified by 
Articles 501 through 504. 

470.2 Location. Resistors and reactors shall not be placed 
where exposed to physical damage. 

470.3 Space Separation. A thermal barrier shall be re- 
quired if the space between the resistors and reactors and 
any combustible material is less than 305 mm (12 in.). 


470.20 Oil-Filled Reactors. Installation of oil-filled reac¬ 
tors, in addition to the above requirements, shall comply 
with applicable requirements of Article 450. 


ARTICLE 480 
Storage Batteries 


480.1 Scope. The provisions of this article shall apply to 
all stationary installations of storage batteries. 
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Informational Note: The following standards are fre- 

quently referenced for the installation of stationary batter- 

(1) IEEE 484, Recommended Practice for Installation De- 
sign and Installation of Vented Lead-Acid Batteries for 
Stationary Applications, 2008 

(2) IEEE 485, Recommended Practice for Sizing Vented 
Lead-Acid Storage Batteries for Stationary Applica¬ 
tions, 1997 

(3) IEEE 1145, Recommended Practice for Installation 
and Maintenance of Nickel-Cadmium Batteries for 
Photovoltaic (PV) Systems, 2007 

(4) IEEE 1187, Recommended Practice for Installation 
Design, and Installation of Valve-Regulated Lead-Acid 
Batteries for Stationary Applications, 2002 

(5) IEEE 1375, IEEE Guide for the Protection of Station¬ 
ary Battery Systems, 1996 (R2003) 

(6) IEEE 1578 - Recommended Practice for Stationary 
Battery Spill Containment and Management, 2007 

(7) IEEE 1635/ASHRAE 21 - Guide for the Ventilation 
and Thermal Management of Stationary Battery Instal- 
lations (TBD) 

[ROP 13-24] 

480.2 Deñnitions. 

[ROP 13-3] 

Cell. The basic electrochemical unit, characterizedi 
anode and a cathode, used to receive, store, and 
electrical energy. [ROP 13-26] 



Container. A vessel that holds the platel 
other elements of a single unit in a bi 

Informational Note: A container 
multi-cell and is sometimes referred 


Electrolyte. The medium^^t provides Jie ion transport 
mechanism between the positf^^nd nggjpti ve electrodes of 
a cell. [ROP 13-28] 

Intercell Connector. An electrically conductive bar or 
cable used to connect adjacent cells. [ROP 13-29] 

Intertier Connector. An electrical conductor used to con¬ 
nect two cells on different tiers of the same rack or different 
shelves of the same rack. [ROP 13-30] 

Nominal Voltage (Battery or Cell). The valué assigned to 
a cell or battery of a given voltage class for the purpose of 
convenient designation. The operating voltage of the cell or 
battery may vary above or below this valué. [ROP 13-31] 


Sealed Cell or Battery. A cell or battery that has no pro¬ 
visión for the routine addition of water or electrolyte or for 
extemal measurement of electrolyte specific gravity and 
might contain pressure relief venting. 

Storage Battery. A battery comprised of one or more re- 
chargeable cells of the lead-acid, nickel-cadmium, or other 
rechargeable electrochemical types. 

Terminal. That part of a cell, container, or battery to which 
an extemal connection is made (commonly identified as 
post, pillar, pole, or terminal post). [ROP 13-32] 

480.3 Battery and Cell Terminations. [ROP 13-22] 

(A) Dissimilar Metals. Where mating dissimilar metáis, 
antioxidant material suitable for the battery connection 
shall be u sa 

Note: The battery manufacturera installa- 
manual can be used for guidance for 


itercell and Intertier Conductors and Connec- 

Ampacity of field-assembled intercell and intertier 
confl^kors and conductors shall be of such cross-sectional 
tmn the temperature rise under máximum load condi- 
and at máximum ambient temperature shall not ex- 
ceed the safe operating temperature of the conductor insu- 
lation or of the material of the conductor supports. 

Informational Note: Conductors sized to prevent a voltage 
drop exceeding 3% of máximum anticipated load, and 
where the máximum total voltage drop to the furthest point 
of connection does not exceed 5% may not be appropriate 
for all battery applications. IEEE 1375-2003, Guide for the 
Protection of Stationary Battery Systems provides guidance 
for overcurrent protection and associated cable sizing. 

[ROP 13-22] 

(C) Battery Termináis. Electrical connections to the bat¬ 
tery, and cable(s) between cells on sepárate levels or racks, 
shall not put mechanical strain the battery termináis. Ter¬ 
minal plates shall be used where practicable. [ROP 13-22] 

480.4 Wiring and Equipment Supplied from Batteries. 

Wiring and equipment supplied from storage batteries shall 
be subject to the applicable provisions of this Cade apply- 
ing to wiring and equipment operating at the same voltage, 
unless otherwise permitted by 480.5. 


Informational Note: The most common nominal cell volt- 
ages are 2 volts per cell for the lead-acid systems, 1.2 volts 
per cell for alkali systems, and 3.6 - 3.8 volts per cell for 
Li-ion systems. Nominal voltages might vary with different 
chemistries. [ROP 13-25] 


480.5 Overcurrent Protection for Prime Movers. Over¬ 
current protection shall not be required for conductors from 
a battery with a nominal voltage of 50 volts or less if the 
battery provides power for starting, ignition, or control of 
prime movers. Section 300.3 shall not apply to these con¬ 
ductors. 
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480.6 Disconnecting Means. A disconnecting means shall 
be provided for all ungrounded conductors derived from a 
stationary battery system with a nominal voltage over 50 
volts. A disconnecting means shall be readily accessible 
and located within sight of the battery system. [ROP 
13-33] 

Informational Note: See 240.21(H) for information on the 

location of the overcurrent device for battery conductors. 

480.7 Insulation of Batteries Not Over 250 Volts. This 
section shall apply to storage batteries having cells con- 
nected so as to opérate at a nominal battery voltage of not 
over 250 volts. 


(2) Other construction such as fiberglass or other suitable 
nonconductive materials 

(B) Trays. Trays are frames, such as crates or shallow 
boxes usually of wood or other nonconductive material, 
constructed or treated so as to be resistant to deteriorating 
action by the electrolyte. 

(C) Accessibility. The termináis of all cells or multi-cell 
units shall be readily accessible for readings, inspection, 
and cleaning where required by the equipment design. One 
side of transparent battery containers shall be readily acces¬ 
sible for inspection of the internal components. [ROP 
13-38] 


(A) Vented Lead-Acid Batteries. Cells and multi-cell bat¬ 
teries with covers sealed to containers of nonconductive, 
heat-resistant material shall not require additional insulat- 
ing support. 

(B) Vented Alkaline-Type Batteries. Cells with covers 
sealed to containers of nonconductive, heat-resistant mate¬ 
rial shall require no additional insulation support. Cells in 
containers of conductive material shall be installed in trays 
of nonconductive material with not more than 20 cells (24. 
volts, nominal) in the series Circuit in any one tray. [ROP' 
13-27] 

(C) Rubber Containers. Cells in rubber or 
containers shall require no additional insuMSTíg si 
where the total nominal voltage of all cell^fcserieí 
not exceed 150 volts. Where the total voltage^yp 
volts, batteries shall be sectionalizgJ 
volts or less, and each group shaU^lve the 1 
installed in trays or on racks. {-ROP 13-27] 

(D) Sealed Cells or Batteries. Sealed cells and nmlticom- 
partment sealed batteries constructeci^^jínconductive, 
heat-resistant material shall not require aP&tional insulat- 
ing support. Batteries constructed of a conducting container 
shall have insulating support if a voltage is present between 
the container and ground. 

[ROP 13-37] 


480.9 Battery Locations. Battery locations shall conform 
to 480.9(A), (B), aiifC). 

(A) VentilatioijpKx)vi,sion: shall be made for sufficient 
diffusion andÉrent^fckm of he gases from the battery to 
prevent th^accumula^^oi in explosive mixture. 

live parts shall comply with 

(C paces About Battery Systems. Spaces about battery 
>y is s^hkcomply with 110.26. Working space shall be 
red fro^the edge of the battery cabinet, racks, or 

043-42] 

Tor battery racks, there shall be a mínimum clearance 
' 25 mm (1 in.) between a cell container and any wall or 
Jucture on the side not requiring access for maintenance. 
rattery stands shall be permitted to contad adjacent walls 
*or structures, provided that the battery shelf has a free air 
space for not less than 90 percent of its length. [ROP 
13-42] 

(D) Top Terminal Batteries. Where top-terminal batteries 
are installed on tiered racks, working space in accordance 
with the battery manufacturera instructions shall be pro¬ 
vided between the highest point on a cell and the row or 
ceiling above it. 

Informational Note: Battery manufacturer’s installation in¬ 
structions typically define how much top working space is 
necessary for a particular battery model. 



480.8 Racks and Trays. Racks and trays shall comply 
with 480.8(A) and (B). 

(A) Racks. Racks, as required in this article, are rigid 
frames designed to support cells or trays. They shall be 
substantial and be made of one of the following: 

(1) Metal, treated so as to be resistant to deteriorating ac¬ 
tion by the electrolyte and provided with nonconduct- 
ing members directly supporting the cells or with con- 
tinuous insulating material other than paint on 
conducting members 


[ROP 13-44] 

(E) Egress. Personnel door(s) intended for entrance to and 
egress from rooms designated as battery rooms shall be 
equipped with door(s) that open in the direction of egress 
and shall be equipped with panic bars, pressure plates, or 
other devices that are normally latched but open under 
simple pressure. [ROP 13-45] 

480.10 Vents. 

(A) Vented Cells. Each vented cell shall be equipped with 
a ñame arrester that is designed to prevent destruction of 
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490.21 


the cell due to ignition of gases within the cell by an exter- 
nal spark or ñame under normal operating conditions. 

(B) Sealed Cells. Sealed battery or cells shall be equipped 
with a pressure-release vent to prevent excessive accumu- 
lation of gas pressure, or the battery or cell shall he de- 
signed to prevent scatter of cell parts in event of a cell 
explosión. 


ARTICLE 490 

Equipment, Over 1000 Volts, Nominal 


(c) Oil circuit breakers shall be arranged or located so 
that adj acent readily combustible structures or materials are 
safeguarded in an approved manner. 

(2) Operating Characteristics. Circuit breakers shall have 
the following equipment or operating characteristics: 

(1) An accessible mechanical or other identified means for 
manual tripping, independent of control power 

(2) Be release free (trip free) 

(3) If capable of being opened or closed manually while 
energized, main contacts that opérate independently of 
the speed of the manual operation 

(4) A mechanical position indicator at the circuit breaker to 
show the open or closed position of the main contacts 



490.1 Scope. This article covers the general requirements 
for equipment operating at more than 1000 volts, nominal. 

[ROP 9-153] 

Informational Note No. 1: See NFPA 70E-2009, Standard 
for Electrical Safety in the Workplace, for electrical 
requirements for employee workplaces. 

Informational Note No. 2: For further information o 
ard signs and labels, see ANSI Z535.4-1998,J^cr Sign) 
and Safety Labels. 

490.2 Deñnition. 

High Yoltage. For the purposef 
1000 volts, nominal. [ ROP 

490.3 Oil-Filled Equipment. Installa^n of’ electrical 

equipment, other than tran^fcmers covejB in Article 450, 
containing more than 38 L QMmmable oil per 

unit shall meet the re q u i re m e n ts ^Étfg nt s II and III of Ar¬ 
ticle 450. 


indicating the open and closed position of 
at the point(s) from which they may be 


(3j^Nameplaí8Bk circuit breaker shall have a permanent 
legible nam^^e showing manufacturéis ñame or 
manufa<Sner’s type or Identification number, 
is current rating, interrupting rating in megavolt- 
Fes (MVA) or amperes, and máximum voltage rating. 
ication of a circuit breaker affecting its rating(s) shall 
be áS«npanied by an appropriate change of nameplate 
lanon. 


(4) Rating. Circuit breakers shall have the following rat- 

ings: 

(1) The continuous current rating of a circuit breaker shall 
not be less than the máximum continuous current 
through the circuit breaker. 

(2) The interrupting rating of a circuit breaker shall not be 
less than the máximum fault current the circuit breaker 
will be required to interrupt, including contributions 
from all connected sources of energy. 

(3) The closing rating of a circuit breaker shall not be less 
than the máximum asymmetrical fault current into 
which the circuit breaker can be closed. 


II. Equipment — Specific Provisions 
490.21 Circuit-Interrupting Devices. 

(A) Circuit Breakers. 

(1) Location. 

(a) Circuit breakers installed indoors shall he mounted 
either in metal-enclosed units or fire-resistant cell-mounted 
units, or they shall be permitted to be open-mounted in 
locations accessible to qualified persons only. 

(b) Circuit breakers used to control oil-filled trans- 
formers in a vault shall either be located outside the trans- 
former vault or be capable of operation from outside the 
vault. 


(4) The momentary rating of a circuit breaker shall not be 
less than the máximum asymmetrical fault current at 
the point of installation. 

(5) The rated máximum voltage of a circuit breaker shall 
not be less than the máximum circuit voltage. 

(B) Power Fuses and Fuseholders. 

(1) Use. Where fuses are used to protect conductors and 
equipment, a fuse shall be placed in each ungrounded con¬ 
ductor. Two power fuses shall be permitted to be used in 
parallel to protect the same load if both fuses have identical 
ratings and both fuses are installed in an identified common 
mounting with electrical connections that divide the current 
equally. Power fuses of the vented type shall not be used 
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indoors, underground, or in metal enclosures unless identi- 
fied for the use. 

(2) Interrupting Rating. The interrupting rating of power 
fuses shall not be less than the máximum fault current the 
fuse is required to interrupt, including contributions from 
all connected sources of energy. 

(3) Voltage Rating. The máximum voltage rating of power 
fuses shall not be less than the máximum circuit voltage. 
Fuses having a minimum recommended operating voltage 
shall not be applied below this voltage. 

(4) Identification of Fuse Mountings and Fuse Units. 

Fuse mountings and fuse units shall have permanent and 
legible nameplates showing the manufacturer’s type or des- 
ignation, continuous current rating, interrupting current rat¬ 
ing, and máximum voltage rating. 

(5) Fuses. Fuses that expel ñame in opening the circuit 
shall be designed or arranged so that they function properly 
without hazard to persons or property. 

(6) Fuseholders. Fuseholders shall be designed or in- 
stalled so that they are de-energized while a fuse is being 
replaced. A field applied permanent and legible sign, in * 
accordance with 110.21(B) shall be installed immediatelyt 
adjacent to the fuseholders worded: [ROP 9-157] 

DANGER - DISCONNECT CIRCUIT BEFORE RE- 
PLACING FUSES. 

Exception: Fuses and fuseholders designe 
replacement by qualified persons using 
ment without de-energizing the fuseh older 
ted. [ROP 9-158, ROP 9-152b] 

(7) High-Voltage Fuses. Swit^Eear and sul^ktionsT 
utilize high-voltage fuses shall^korovided wl a gang- 
operated disconnecting switch. Isol^tor of tl^Puses from 
the circuit shall be provided by eithei^ky^nng a switch 
between the source and the fuses or ^^iding roll-out 
switch and fuse-type construction. The switch shall be of 
the load-interrupter type, unless mechanically or electri- 
cally interlocked with a load-interrupting device arranged 
to reduce the load to the interrupting capability of the 
switch. [ROP 9-152b] 



(1) Installation. Cutouts shall be located so that they may 
he readily and safely operated and re-fused, and so that the 
exhaust of the fuses does not endanger persons. Distribu- 
tion cutouts shall not be used indoors, underground, or in 
metal enclosures. 

(2) Operation. Where fused cutouts are not suitable to 
interrupt the circuit manually while carrying full load, an 
approved means shall be installed to interrupt the entire 
load. Unless the fused cutouts are interlocked with the 
switch to prevent opening of the cutouts under load, a con- 
spicuous sign shall be placed at such cutouts identifying 
that they shall not be operated under load. 

(3) Interrupting Rating. The interrupting rating of distri- 
hution cutouts shall not he less than the máximum fault 
current the cutout i^equired to interrupt, including contri¬ 
butions from al^^mnected sources of energy. 

(4) Voltage Rating. The máximum voltage rating of cut¬ 
outs shaUAot be less^fc^the máximum circuit voltage. 

(5) Identification. Distrion^hn cutouts shall have on their 
bd^Kdoor, a^mse tube a permanent and legible nameplate 
or iuaMtj^^on showing the manufacturer’s type or desig- 
nation,^Btinuous current rating, máximum voltage rating, 

Fuse links shall have a permanent and 
>le Identification showing continuous current rating and 


Structure Mounted Outdoors. The height of cutouts 
íounted outdoors on structures shall provide safe clearance 
between lowest energized parts (open or closed position) 
and standing surfaces, in accordance with 110.34(E). 


(D) Oil-Filled Cutouts. 


(1) Continuous Current Rating. The continuous current 
rating of oil-filled cutouts shall not be less than the máxi¬ 
mum continuous current through the cutout. 

(2) Interrupting Rating. The interrupting rating of oil- 
filled cutouts shall not be less than the máximum fault 
current the oil-filled cutout is required to interrupt, includ¬ 
ing contributions from all connected sources of energy. 


Exception: More than one switch shall be permitted as the 
disconnecting means for one set of fuses where the switches 
are installed to provide connection to more than one set of 
supply conductors. The switches shall be mechanically or 
electrically interlocked to permit access to the fuses only 
when all switches are open. A conspicuous sign shall be 
placed at the fuses identifying the presence of more than 
one source. 


(3) Voltage Rating. The máximum voltage rating of oil- 
filled cutouts shall not be less than the máximum circuit 
voltage. 

(4) Fault Closing Rating. Oil-filled cutouts shall have a 
fault closing rating not less than the máximum asymmetri- 
cal fault current that can occur at the cutout location, unless 
suitable interlocks or operating procedures preelude the 
possibility of closing into a fault. 


(C) Distribution Cutouts and Fuse Links — Expulsión (5) Identification. Oil-filled cutouts shall have a perma- 
Type. nent and legible nameplate showing the rated continuous 
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current, rated máximum voltage, and rated interrupting cur- 
rent. 

(6) Fuse Links. Fuse links shall have a permanent and 
legible identification showing the rated continuous current. 

(7) Location. Cutouts shall be located so that they are 
readily and safely accessible for re-fusing, with the top of 
the cutout not over 1.5 m (5 ft) above the floor or platform. 

(8) Enclosure. Suitable barriers or enclosures shall be pro- 
vided to prevent contact with nonshielded cables or ener- 
gized parts of oil-filled cutouts. 

(E) Load Interrupters. Load-interrupter switches shall be 
permitted if suitable fuses or circuit breakers are used in 
conjunction with these devices to interrupt fault currents. 
Where these devices are used in combination, they shall be 
coordinated electrically so that they will safely withstand 
the effects of closing, carrying, or interrupting all possible 
currents up to the assigned máximum short-circuit rating. 

Where more than one switch is installed with intercon- 
nected load termináis to provide for altérnate connection to 
dififerent supply conductors, each switch shall be provided ( 
with a conspicuous sign identifying this hazard. 

(1) Continuous Current Rating. The continuous i 
rating of interrupter switches shall equal or excee 
máximum continuous current at the point of installati(l 

(2) Yoltage Rating. The máximum voltjuj 
rupter switches shall equal or exceed Jjfi 
voltage. 

(3) Identification. Interrupter sj 
nent and legible nameplate. 
mation: manufacturer’s tv^5r designa 
rent rating, interrupting ofcrant rating, 
máximum voltage rating. 

(4) Switching of Conductors? TUte^Pítching mechanism 
shall be arranged to be operated fram a location where the 
operator is not exposed to energized parts and shall be 
arranged to open all ungrounded conductors of the circuit 
simultaneously with one operation. Switches shall be ar¬ 
ranged to be locked in the open position. Metal-enclosed 
switches shall be operable from outside the enclosure. 



490.22 Isolating Means. Means shall be provided to com- 
pletely isolate an item of equipment from all ungrounded 
conductors. The use of isolating switches shall not be re- 
quired where there are other ways of de-energizing the 
equipment for inspection and repairs, such as draw-out-type 
switchgear units and removable truck panels. [ROP 
9-152b] 

Isolating switches not interlocked with an approved 
circuit-interrupting device shall be provided with a sign 
waming against opening them under load. The waming 
sign(s) or label(s) shall comply with 110.21(B). [ROP 
9-164] 

An identified fuseholder and fuse shall be permitted as 
an isolating switch. [ROP 9-162] 

490.23 Voltage Regulators. Proper switching sequence for 
regulators^Bll be ensured by use of one of the following: 

(1) M|«¡^^ly sequenced regulator bypass switch(es) 

(2) Mechanical interlocks 
r Switching p raedura prominently displayed at the 

diing locati<n 

1 Mínimum Space Separation. In field-fabricated 
tetions, the minimum air separation between bare live 
ors and between such conductors and adj acent 
uled surfaces shall not be less than the valúes given in 
e 490.24. These valúes shall not apply to interior por- 
tions or exterior termináis of equipment designed, manufac¬ 
turad, and tested in accordance with accepted national stan- 
dards. 

490.25 Backfeed. Installations where the possibility of 
backfeed exists shall comply with (a) and (b). [ROP 9-165] 

(a) A permanent sign in accordance with 110.21(B) 
shall be installed on the disconnecting means enclosure or 
immediately adjacent to open disconnecting means with the 
following words or equivalent: “DANGER — CONTACTS 
ON EITHER SIDE OF THIS DEVICE MAY BE ENER¬ 
GIZED BY BACKFEED.” [ROP 9-165] 

(b) A permanent and legible single-line diagram of the 
local switching arrangement, clearly identifying each point 
of connection to the high-voltage section, shall be provided 
within sight of each point of connection. [ROP 9-165] 


(5) Stored Energy for Opening. The stored-energy opera¬ 
tor shall be permitted to be left in the uncharged position 
after the switch has been closed if a single movement of the 
operating handle charges the operator and opens the switch. 

(6) Supply Termináis. The supply termináis of fused in¬ 
terrupter switches shall be installed at the top of the switch 
enclosure, or, if the termináis are located elsewhere, the 
equipment shall have barriers installed so as to prevent 
persons from accidentally contacting energized parts or 
dropping tools or fuses into energized parts. 


III. Equipment — Switchgear and Industrial Control 
Assemblies 

[ROP 9-152b] 

490.30 General. This part covers assemblies of switchgear 
and industrial control equipment, including but not limited 
to switches, interrupting devices and their control, meter- 
ing, protection and regulating equipment, where an integral 
part of the assembly, with associated interconnections and 
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Table 490.24 Mínimum Clearance of Live Parts 


Mínimum Clearance of Live Parts 


Impulse Withstand, Phase-to-Phase 

Nominal Basic Impulse Level - 

Voltage B.I.L (kV) Indoors Outdoors 

Rating - - - 

(kV) Indoors Outdoors mm in. mm in. 


Phase-to-Ground 



Note: The valúes given are the mínimum clearance for rigid parts and 
for conductor movement or under unfavorable Service conditions 
withstand voltage for a particular system voltage is detei 

supporting structures. This part also incl\ 
assemblies that form a part of unit substatio! 
ters, or similar equipment. [ROP 9- 152h. R OI 

490.31 Arrangement of Devi< 

ment of devices in assemblies 
components can safely perforar 
without adversely affecting the 
ponents in the assembly. 


1070 
1070 
1270 
1270 
1475 
1475 
1805 
2110 

ider^&vorable Service conditions. They shall be increased 
permit. The selection of the associated impulse 
of the surge protective equipment. 

1.34 Clearance for Cable Conductors Entering En- 
íosure. The unobstructed space opposite termináis or op- 
posite raceways or cables entering a switchgear or control 
assembly shall be approved for the type of conductor and 
method of termination. [ROP 9-2] 

490.35 Accessibility of Energized Parts. 

(A) High-Voltage Equipment. Doors that would provide 
unqualified persons access to high-voltage energized parts 


490.32 Guarding of High-Voltage Energized Parts 
Within a Compartment. Where access for other than vi¬ 
sual inspection is required to a compartment that contains 
energized high-voltage parts, barriers shall be provided to 
prevent accidental contact by persons, tools, or other equip- 


shall be locked. Permanent signs in accordance with 
110.21(B) shall be installed on panels or doors that give 
access to live parts over 1000 volts carrying the wording 
“DANGER — HIGH VOLTAGE — KEEP OUT.” [ROP 
9-171] 


ment with energized parts. Exposed live parts shall only be 
permitted in compartments accessible to qualified persons. 
Fuses and fuseholders designed to enable future replace- 
ment without de-energizing the fuseholder shall only be 
permitted for use by qualified persons. 


(B) Control Equipment. Where operating at 1000 volts, 
nominal, or less, control equipment, relays, motors, and the 
like shall not be installed in compartments with exposed 
high-voltage energized parts or high-voltage wiring, unless 
either of the following conditions is met: [ROP 9-153] 


490.33 Guarding of Energized Parts Operating at 1000 
Volts, Nominal, or Less Within Compartments. Ener¬ 
gized bare parts mounted on doors shall be guarded where 
the door must be opened for maintenance of equipment or 
removal of draw-out equipment. [ROP 9-153] 


(1) The access means is interlocked with the high-voltage 
switch or disconnecting means to prevent the access 
means from being opened or removed. 

(2) The high-voltage switch or disconnecting means is in 
the isolating position. 
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(C) High-Yoltage Instruments or Control Transformers 
and Space Heaters. High-voltage instrument or control 
transformers and space heaters shall be pemútted to be 
installed in the high-voltage compartment without access 
restrictions beyond those that apply to the high-voltage 
compartment generally. 

490.36 Grounding. Frames of switchgear and control as- 
semblies shall be connected to an equipment grounding 
conductor or, where permitted, the grounded conductor. 


490.42 Interlocks — Interrupter Switches. Interrupter 
switches equipped with stored energy mechanisms shall 
have mechanical interlocks to prevent access to the switch 
compartment unless the stored energy mechanism is in the 
discharged or blocked position. 

490.43 Stored Energy for Opening. The stored energy 
operator shall be permitted to be left in the uncharged po¬ 
sition after the switch has been closed if a single movement 
of the operating handle charges the operator and opens the 
switch. 


490.37 Grounding of Devices. The metal cases or frames, 
or both, such as instruments, relays, meters, and instrument 
and control transformers, located in or on switchgear or 
control assemblies, shall be connected to an equipment 
grounding conductor or, where permitted, the grounded 
conductor. [ROP 9-173] 

490.38 Door Stops and Cover Plates. Extemal hinged 
doors or covers shall be provided with stops to hold them ir 
the open position. Cover plates intended to be removed for 
inspection of energized parts or wiring shall be equipped i 
with lifting handles and shall not exceed 1.1 m 2 (12 ft 2 ) h 
area or 27 kg (60 Ib) in weight, unless they are hinge^nd 
bolted or locked. 

490.39 Gas Discharge from InterruptingDevices. 1 

discharged during operating of interrupti malvices shalF| 
directed so as not to endanger personm 

490.40 Visual Inspection Windows. 

for visual inspection of discoi 
vices shall be of suitable bp 

490.41 Location of Induíij uipment. Rou- 

tinely operated industrial c shall meet the 

requirements of (A) unless erated, as cov- 

ered in 490.41(B). 

(A) Control and Instrument Transfer Switch Handles 
or Push Buttons. Control and instrument transfer switch 
handles or push buttons shall be in a readily accessible 
location at an elevation of not over 2.0 m (6 ft 7 in.). 



490.44 Fused Interrupter Switches. 

(A) Supply Termináis. The supply termináis of fused in¬ 
terrupter switches shall be installed at the top of the switch 
enclosure o>r, if the termináis are located elsewhere, the 
equipmeu^Ball have barriere installed so as to prevent 
persons ¡m5B accidentally contacting energized parts or 
mg tools^Muses into energized parts. 

ÜB) Backfeed. Wh^wuses can be energized by backfeed, 
La sign^RII be placed on the enclosure door identifying this 


(CWlfe H'i tching Mechanism. The switching mechanism 
^rranged to he operated from a location outside the 
mre where the operator is not exposed to energized 
partí and shall be arranged to open all ungrounded conduc- 
tors of the circuit simultaneously with one operation. 
Switches shall be locable in accordance with 110.25. [ROP 
9-175] 

490.45 Circuit Breakers — Interlocks. 

(A) Circuit Breakers. Circuit breakers equipped with 
stored energy mechanisms shall be designed to prevent the 
release of the stored energy unless the mechanism has been 
fully charged. 

(B) Mechanical Interlocks. Mechanical interlocks shall 
be provided in the housing to prevent the complete with- 
drawal of the circuit breaker from the housing when the 
stored energy mechanism is in the fully charged position, 
unless a suitable device is provided to block the closing 
function of the circuit breaker before complete withdrawal. 


Exception: Operating handles requiring more than 23 kg 
(50 Ib) of forcé shall be located no higher than 1.7 m 
(66 in.) in either the open or closed position. 

(B) Infrequently Operated Devices. Where operating 
handles for such devices as draw-out fuses, fused potential 
or control transformers and their primary disconnects, and 
bus transfer and isolating switches are only operated infre¬ 
quently, the handles shall be permitted to be located where 
they are safely operable and serviceable from a portable 
platform. 


490.46 Circuit Breaker Locking. Circuit breakers shall be 
capable of being locked in the open position or, if they are 
installed in a drawout mechanism, that mechanism shall be 
capable of being locked in such a position that the mecha¬ 
nism cannot be moved into the connected position. In either 
case, the provisión shall be lockable in accordance with 
110.25. [ROP 9-176] 

490.47 Switchgear Used as Service Equipment. Switch¬ 
gear installed as high-voltage Service equipment shall in- 
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elude a ground bus for the connection of Service cable 
shields and to facilítate the attachment of safety grounds for 
personnel protection. This bus shall be extended into the 
compartment where the Service conductors are terminated. 
Where the compartment door or panel gives access to parts 
that can only be de-energized and visibly isolated by the 
serving utility, the waming sign required by 490.35(A) 
shall inelude notice that access is limited to the serving 
utility or following an authorization of the serving utility. 
[ROP 9-152b, ROP 9-178] 


— KEEP OUT" shall be placed in a conspicuous position 
in the following areas: [ROP 4-87, ROP 4-91] 

(a) At all entrances to electrical equipment vaults and 
electrical equipment rooms, areas, or enclosures 

(b) At points of access to conductors on all high- 
voltage conduit systems and cable systems 

(c) On all cable trays containing high-voltage conduc¬ 
tors with the máximum spacing of waming notices not to 
exceed 3 m (10 ft.) 


490.48 Substations. [ROP 4-86, ROP 4-89] 

(A) Documentation. Documentation of the engineered de- 
sign by a qualified licensed professional engineer engaged 
primarily in the design of substations shall be available 
upon request of the authority having jurisdiction and shall 
inelude consideration of the following: [ROP 4-86, ROP 
4-89] 

(1) General. 

(a) Types of enclosures 

(b) Rooms and spaces 

(c) Supporting and securing electric equipment 

(d) Exits 

(e) Fire-extinguishing equipment 

(2) Protective Grounding. 

(3) Guarding Live Parts. 

(4) Transformers and Regulators. 

(5) Conductors. 

(a) Application 

(b) Electrical protection 

(c) Mechanical protectior 

(d) Isolation 

(e) Termination 

(6) Circuit Breakers, Switches, and Fusés. 

(a) Arrangement 

(b) Application 

(c) Devices containing oil 

(d) Switches and disconnecting devices 

(e) Disconnection of fuses 



(2) Isolating Equipment. Permanent legible signs shall be 
installed at isolating equipment warning against operation 
while carrying current, unless the equipment is interlocked 
so that it cannot be operated under load. 

(3) Fuse Locations. Suitable waming signs shall be 
erected in a con^Éruous place adjacent to fuses, warning 
operators not Mkce fuses while the circuit is energized. 

íng steps shall be taken where the 

froup-operated isolating switch or discon- 
is shall bear a warning notice to the effect that 
Dither side of the device might be energized. 
lanent, legible, single-line diagram of the 
ig arrangement, clearly identifying each 
mection to the high-voltage section, shall be 
a conspicuous location within sight of each 
nection. 

Switchgear. Where switchgear is installed, the follow¬ 
ing steps shall be taken: [ROP 4-93] 

(a) A permanent, legible, single-line diagram of the 
switchgear shall be provided in a readily visible location 
within sight of the switchgear, and this diagram shall 
clearly identify interlocks, isolation means, and all possible 
sources of voltage to the installation under normal or emer- 
geney conditions, including all equipment contained in 
each cubicle, and the marking on the switchgear shall 
cross-reference the diagram. 

Exception to (a): Where the equipment consists solely of a 
single cubicle or metal-enclosed unit substation containing 
only one set of high-voltage switching devices, diagrams 
shall not be required. 


(7) Switchgear Assemblies. 

(8) Metal-Enclosed Bus. 

(9) Surge Arresters. 

(B) Warning Signs. [ROP 4-86] 

(1) General. A permanent, legible warning notice comply- 
ing with 110.21(B) and including the wording “DANGER 
— HIGH VOLTAGE” followed by " — KEEP AWAY” or " 


(b) Permanent, legible signs complying with 
110.21(B) shall be installed on panels or doors that provide 
access to live parts over 1000 volts and shall carry the 
wording “DANGER — HIGH VOLTAGE” to warn of the 
danger of opening while energized. [ROP 4-94, ROP 
9-153] 

(c) Where the panel provides access to parts that can 
only be de-energized and visibly isolated by the serving 
utility, the warning shall inelude that access is limited to the 
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serving utility or following an authorization of the serving 
utility. 

(C) Diagram. A permanent, legible, single-line diagram of 
the switchgear shall be provided in a readily visible loca- 
tion within the same room or enclosed area with the switch¬ 
gear and this diagram shall clearly identify interlocks, iso- 
lation means, and all possible sources of voltage to the 
installation under normal or emergency conditions, and the 
marking on the switchgear shall cross-reference the dia¬ 
gram. [ROP 9-179] 

Exception: Where the equipment consists solely ofa single 
cubicle or metal-enclosed unit substation containing only 
one set of high-voltage switching devices, diagrams are not 
required. [ROP 9-179] 

IY. Mobile and Portable Equipment 

490.51 General. 

(A) Covered. The provisions of this part shall apply to 
installations and use of high-voltage power distribution and < 
utilization equipment that is portable, mobile, or both, such 
as substations and switch houses mounted on skids, trailers, 
or cars; mobile shovels; draglines; cranes; hoists;d~ 
dredges; compressors; pumps; conveyors; undergrouime? 
cavators; and the like. 

(B) Other Requirements. The requiren^WP^^^hi s p^i 

shall be additional to, or amendatory ráÉnose p«tribed in 
Articles 100 through 725 of this f^^^Spej 
shall be paid to Article 250. 

(C) Protection. Approved éfiéTosiires, guafl^e, or both, 

shall be provided to pro^^portable ani»obil^rquipnient 
from physical damage. [ROP 1 9-2] S 

(D) Disconnecting Means. ^raonne*^ means shall be 
installed for mobile and portabllfcpmvoltage equipment 
according to the requirements of Rut VIII of Article 230 
and shall disconnect all ungrounded conductors. 

490.52 Overcurrent Protection. Motors driving single or 
múltiple de generators supplying a system operating on a 
cyclic load basis do not require overload protection, pro¬ 
vided that the thermal rating of the ac drive motor cannot 
be exceeded under any operating condition. The branch- 
circuit protective device(s) shall provide short-circuit and 
locked-rotor protection and shall be permitted to be exter- 
nal to the equipment. 

490.53 Enclosures. All energized switching and control 
parts shall be enclosed in grounded metal cabinets or en¬ 
closures. These cabinets or enclosures shall be marked 
“DANGER — HIGH VOLTAGE — KEEP OUT” and shall 
be locked so that only authorized and qualified persons can 


enter. The danger marking(s) or labels shall comply with 
110.21(B). Circuit breakers and protective equipment shall 
have the operating means projecting through the metal 
cabinet or enclosure so these units can be reset without 
opening locked doors. With doors closed, reasonable safe 
access for normal operation of these units shall be pro¬ 
vided. [ROP 9-180] 

490.54 Collector Rings. The collector ring assemblies on 
revolving-type machines (shovels, draglines, etc.) shall be 
guarded to prevent accidental contact with energized parts 
by personnel on or oíf the machine. 

490.55 Power Cable Connections to Mobile Machines. 

A metallic enclosure shall be provided on the mobile ma¬ 
chine for enc^ing the termináis of the power cable. The 
enclosure inelude terminal connections to the machine 
frame fo^^Lequipment grounding conductor. Ungrounded 
condi^ors s«Lbe attached to insulators or be terminated 
j^proved higkvoltage cable couplers (which inelude 
[Gipment groundnkconductor connectors) of proper volt- 
^ampere ratmg. The method of cable termination 
píaII prevent any strain or pulí on the cable from 
King the electrical connections. The enclosure shall 
aro visión for locking so that only authorized and 
¿¿ualiiT^^persons may open it and shall be marked as fol- 

DANGER — HIGH VOLTAGE — KE EP OUT. 

The danger marking(s) or labels shall comply with 
110.21(B). [ROP 9-181] 

490.56 High-Voltage Portable Cable for Main Power 
Supply. Flexible high-voltage cable supplying power to 
portable or mobile equipment shall comply with Article 250 
and Article 400, Part III. 


V. Electrode-Type Boilers 

490.70 General. The provisions of this part shall apply to 
boilers operating over 1000 volts, nominal, in which heat is 
generated by the passage of current between electrodes 
through the liquid being heated. [ROP 9-153] 

490.71 Electrical Supply System. Electrode-type boilers 
shall be supplied only from a 3-phase, 4-wire solidly 
grounded wye system, or from isolating transformers ar- 
ranged to provide such a system. Control Circuit voltages 
shall not exceed 150 volts, shall be supplied from a 
grounded system, and shall have the Controls in the un¬ 
grounded conductor. 

490.72 Branch-Circuit Requirements. 

(A) Rating. Each boiler shall be supplied from an indi¬ 
vidual branch circuit rated not less than 100 percent of the 
total load. 
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(B) Common-Trip Fault-Interrupting Device. The Cir¬ 
cuit shall be protected by a 3-phase, common-trip fault- 
interrupting device, which shall be permitted to automati- 
cally redóse the circuit upon removal of an overload 
condition but shall not redóse after a fault condition. 

(C) Phase-Fault Protection. Phase-fault protection shall 
be provided in each phase, consisting of a sepárate phase- 
overcurrent relay connected to a sepárate current trans- 
former in the phase. 

(D) Ground Current Detection. Means shall be provided 
for detection of the sum of the neutral conductor and equip- 
ment grounding conductor currents and shall trip the 
circuit-interrupting device if the sum of those currents ex- 
ceeds the greater of 5 amperes or IV 2 percent of the boiler 
full-load current for 10 seconds or exceeds an instantaneous 
valué of 25 percent of the boiler full-load current. 

(E) Grounded Neutral Conductor. The grounded neutral 
conductor shall be as follows: 

(1) Connected to the pressure vessel containing the elec- 
trodes 

(2) Insulated for not less than 1000 volts 


(3) Have not less than the ampacity of the largest un- 
grounded branch-circuit conductor 

(4) Installed with the ungrounded conductors in the same 
raceway, cable, or cable tray, or, where installed as 
open conductors, in cióse proximity to the ungrounded 
conductors 

(5) Not used for any other circuit 

490.73 Pressure and Temperature Limit Control. Each 
boiler shall be equipped with a means to limit the máxi¬ 
mum temperature, pressure, or both, by directly or indi- 
rectly interrupting all current flow through the electrodes. 
Such means shall be in addition to the temperature, pres¬ 
sure, or both, regulating systems and pressure relief or 
safety valves. 

490.74 Bondii ÍEll exposed non-current-carrying metal 
parts of the Jp ji^ktassociated exposed metal structures 
or equipnppt s all be^Mided to the pressure vessel or to 
the neypm ir uctor h^fcjwch the vessel is connected in 

250.102, ^^ept the ampacity of the bond- 
not be less than the ampacity of the neutral 
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Chapter 5 Special Occupancies 


ARTICLE 500 

Hazardous (Classified) Locations, Classes 
I, II, and III, Divisions 1 and 2 


mended Practice for the Classification of Flammable Liq- 
uids. Gases, or Vapors and of Hazardous (Classified) Lo¬ 
cations for Electrical Installations in Chemical Process 
Areas, and NFPA 499-2008, Recommended Practice for the 
Classification of Combustible Dusts and of Hazardous 
(Classified) Locations for Electrical Installation in Chemi¬ 
cal Process Areas. Only editorial changes were made to the 
extracted text to make it consistent with this Code. 

500.1 Scope — Ardeles 500 Through 504. Ardeles 500 
through 504 cover the requirements for electrical and elec- 
tronic equipment and wiring for all voltages in Class I, 
Divisions 1 and 2; Class II, Divisions 1 and 2; and Class 
III, Divisions 1 and 2 locations where fire or explosión 
hazards may exist due to flammable gases, flam~ 
liquid-produced vapors, combustible liquid-produc^Éva^ 
pors, combustible dusts, or ignitible fibers/flyings. 

Informational Note No. 1: The unique 
with explosives, pyrotechnics, and blaj 
addressed in this article. 

Informational Note No. 2: For the i 
trical and electronic equipmeiji 
in Zone 0, Zone 1, and Zoo^^P 
tions where fire or explosá 
mable gases or vapors 

505. 

Informational Note No. 3: FoMk rea^^ments for elec¬ 
trical and electronic equipment ¿OM^^ng for all voltages 
in Zone 20, Zone 21, and Zone 2^mazardous (classified) 
locations where fire or explosión hazards may exist due to 
combustible dusts or ignitible fibers/flyings, refer to Article 

506. 

500.2 Deñnitions. For purposes of Ardeles 500 through 
504 and Ardeles 510 through 516, the following definidons 
apply. 

Associated Nonincendive Field Wiring Apparatus. Ap- 

paratus in which the circuits are not necessarily nonincen¬ 
dive themselves but that affect the energy in nonincendive 
field wiring circuits and are relied upon to maintain nonin¬ 
cendive energy levels. Associated nonincendive field wir¬ 
ing apparatus may be either of the following: 

(1) Elecdical apparatus that has an altemative type of pro- 
tection for use in the appropriate hazardous (classified) 
location 


(2) Electrical apparatus not so protected that shall not be 
used in a hazardous (classified) location 

Informational Note: Associated nonincendive field wiring 
apparatus has designated associated nonincendive field wir¬ 
ing apparatus connections for nonincendive field wiring ap¬ 
paratus and may also have connections for other electrical 



Combustible Dust. Any finely divided solid material that 
is 420 microns (0.017 in.) or smaller in diameter (material 
passing a U.S. No. 40 Standard Sieve) and presents a fire or 
explosión hazard when dispersed and ignited in air. [499, 
2008] ^ 

Combustible Gas Detection System. A protection tech- 
nique^Wizl^^tationary gas detectors in industrial estab- 
lishg¡¡ents. 

lontrol Drawing^lplrawing or other document provided 
Fby th^Ainufacturer of the intrinsically safe or associated 
Jffus, or of the nonincendive field wiring apparatus or 
Eiated nonincendive field wiring apparatus, that details 
^^wed interconnections between the intrinsically safe 
md asSJfeiated apparatus or between the nonincendive field 
' apparatus or associated nonincendive field wiring 
apparatus. 

Cord Connector A fitting intended to terminate a cord to a 
box or similar device and reduce the strain at points of 
termination and may inelude an explosionproof, a dust ig- 
nition proof, or a flameproof seal. [ROP 14-llb] 

Dust-Ignitionproof. Equipment enclosed in a manner that 
exeludes dusts and does not permit ares, sparks, or heat 
otherwise generated or liberated inside of the enclosure to 
cause ignition of exterior accumulations or atmospheric 
suspensions of a specified dust on or in the vicinity of the 
enclosure. 

Informational Note: For further information on dust- 
ignitionproof enclosures, see Type 9 enclosure in 
ANSI/NEMA 250-1991, Enclosures for Electrical Equip¬ 
ment, and ANSI/UL 1203-2009, Explosionproof and Dust- 
Ignitionproof Electrical Equipment for Hazardous (Classi¬ 
fied) Locations. [ROP 14-3] 

Dusttight. Enclosures constructed so that dust will not en- 
ter under specified test conditions. 

Informational Note: See ANSI/ISA-12.12.01-2011, Nonin¬ 
cendive Electrical Equipment for Use in Class I and II, 
División 2, and Class III, Divisions 1 and 2 Hazardous 
(Classified) Locations. [ROP 14-10] 

Electrical and Electronic Equipment. Materials, fittings, 
devices, appliances, and the like that are part of, or in 
connection with, an electrical installation. 
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Informational Note: Portable or transportable equipment 
having self-contained power supplies, such as battery- 
operated equipment, could potentially become an ignition 
source in hazardous (classified) locations. See ANSI/ISA- 
12.12.03-2011, Standard for Portable Electronic Products 
Suitable for Use in Class I and II, División 2, Zone 2 and 
Class III, División 1 and 2 Hazardous (Classified) Loca¬ 
tions. [ROP 14-10] 

Explosionproof Equipment. Equipment enclosed in a case 
that is capable of withstanding an explosión of a specified 
gas or vapor that may occur within it and of preventing the 
ignition of a specified gas or vapor surrounding the enclo- 
sure by sparks, flashes, or explosión of the gas or vapor 
within, and that operates at such an extemal temperature 
that a surrounding flammable atmosphere will not be ig- 
nited thereby. 

Informational Note: For further information, see 

ANSI/UL 1203-2009, Explosion-Proof and Dust-Ignition- 
Proof Electrical Equipment for Use in Hazardous (Classi¬ 
fied) Locations. [ROP 14-3] 

Hermetically Sealed. Equipment sealed against the en¬ 
trance of an extemal atmosphere where the seal is made by 
fusión, for example, soldering, brazing, welding, or the fu¬ 
sión of glass to metal. 

Informational Note: For further information, see 

ANSI/ISA-12.12.01-2011, Nonincendive Electrical Equip¬ 
ment for Use in Class I and II, División 2, and Cla ss III . 
División 1 and 2 Hazardous (Classified) Locador 

14-10] 

Nonincendive Circuit. A circuit, other th; 
which any are or thermal efifect producec 
operating conditions of the equipnn 
specified test conditions, of ignil 
vapor-air, or dust-air mixture." 

Informational Note: Conditioi 

ANSI/ISA-12.12.01-2011, Nonincencll^Elei^ñl Equip¬ 
ment for Use in Class I and II, Divisit^^^ma Class III, 
Divisions 1 and 2 Hazardous (Classified) Ewations. [ROP 
14-10] 

Nonincendive Component. A component having contacts 
for making or breaking an incendive circuit and the con- 
tacting mechanism is constructed so that the component is 
incapable of igniting the specified flammable gas-air or 
vapor-air mixture. The housing of a nonincendive compo¬ 
nent is not intended to exelude the flammable atmosphere 
or contain an explosión. 

Informational Note: For further information, see 
ANSI/ISA-12.12.01-2011, Nonincendive Electrical Equip¬ 
ment for Use in Class I and II, División 2, and Class III, 
Divisions 1 and 2 Hazardous (Classified) Locations. [ROP 
14-10] 

Nonincendive Equipment. Equipment having 
electrical/electronic circuitry that is incapable, under nor¬ 


mal operating conditions, of causing ignition of a specified 
flammable gas-air, vapor-air, or dust-air mixture due to 
arcing or thermal means. 

Informational Note: For further information, see 
ANSI/ISA-12.12.01-2011, Nonincendive Electrical Equip¬ 
ment for Use in Class I and II, División 2, and Class III, 
Divisions 1 and 2 Hazardous (Classified) Locations. [ROP 
14-10] 

Nonincendive Field Wiring. Wiring that enters or leaves 
an equipment enclosure and, under normal operating con¬ 
ditions of the equipment, is not capahle, due to arcing or 
thermal efifeets, of igniting the flammable gas-air, vapor- 
air, or dust-air mixture. Normal operation ineludes open- 
ing, shorting, or grounding the field wiring. 

Nonincendive FiehWWiring Apparatus. Apparatus in¬ 
tended to be comj^red to nonincendive field wiring. 

For further information, see 
Nonincendive Electrical Equip- 
md II, División 2, and Class III, 
(Classified) Locations. [ROP 

m. Electrical equipment immersed in a pro- 
in such a way that an explosive atmosphere 
iove the liquid or outside the enclosure can- 



mal Note: For further information, see 
r ANSI/UL 698-1995, Industrial Control Equipment for Use 
Hazardous (Classified) Locations. 

;ed and Pressurized. The process of (1) purging, sup- 
ilying an enclosure with a protective gas at a sufficient flow 
and positive pressure to reduce the concentration of any 
flammable gas or vapor initially present to an acceptable 
level; and (2) pressurization, supplying an enclosure with a 
protective gas with or without continuous flow at sufficient 
pressure to prevent the entrance of a flammable gas or 
vapor, a combustible dust, or an ignitible fiber. 

Informational Note: For further information, see ANSI/ 
NFPA 496-2008, Purged and Pressurized Endosares for 
Electrical Equipment. 

Unclassified Locations. Locations determined to be neither 
Class I, División 1; Class I, División 2; Class I, Zone 0; 
Class I, Zone 1; Class I, Zone 2; Class II, División 1; Class 
II, División 2; Class III, División 1; Class III, División 2; 
Zone 20; Zone 21; Zone 22; or any combination thereof. 

500.3 Other Articles. Except as modified in Articles 500 
through 504, all other applicable rules contained in this 
Code shall apply to electrical equipment and wiring in- 
stalled in hazardous (classified) locations. 

500.4 General. 

(A) Documentation. All areas designated as hazardous 
(classified) locations shall be properly documented. This 
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documentation shall be available to those authorized to de- 
sign, instad, inspect, maintain, or opérate electrical equip- 
ment at the location. 

(B) Reference Standards. Important information relating 
to topics covered in Chapter 5 may be found in other pub- 
lications. 

Informational Note No. 1: It is important that the authority 
having jurisdiction be familiar with recorded industrial ex- 
perience as well as with the standards of the National Fire 
Protection Association (NFPA), the American Petroleum 
Institute (API), and the International Society of Automation 
(ISA), that may be of use in the classification of various 
locations, the determination of adequate ventilation, and the 
protection against static electricity and lightning hazards. 
Informational Note No. 2: For further information on the 
classification of locations, see NFPA 30-2008, Flammable 
and Combustible Liquids Code', NFPA 32-2007, Standard 
for Drycleaning Plants', NFPA 33-2011, Standard for Spray 
Application Using Flammable or Combustible Materials', 
NFPA 34-2011, Standard for Dipping and Coating Pro- 
cesses Using Flammable or Combustible Liquids', 
NFPA 35-2005, Standard for the Manufacture of Organic 
Coatings; NFPA 36-2009, Standard for Solvent Extraction 
Plañís', NFPA 45-2011, Standard on Fire Protection for 
Laboratories Using Chemicals', NFPA 55-2010, Com- 
pressed Gases and Cryogenic Fluids Code', NFPA 58-2ÍU 
Liquefied Petroleum Gas Code', NFPA 59-2008, UtilityW 
Gas Plant Code; NFPA 497-2008, Recommended Prac 
for the Classification of Flammable Liquids, Gases, c 
pors and of Hazardous (Classified) Locations¿mJüectricdM 
Installations in Chemical Process Areas', ip^W^^2008,l 
Recommended Practice for the Classifijnon of Umbus- ' 
tibie Dusts and of Hazardous (Clatj^ted) Lo<^f 
Electrical Installations in Chemicaf 
NFPA 820-2008, Standard for Fir^Prote^ 
ter Treatment and Colleclion^^fF__ " 

1997, Recommended Prajfefor c79Rk |c 
tions of Electrical In^Kitions at 
Classified as Class I, LHw^kul and £>ivú(B 2; ISA-12.10- 
1988, Area Classification n^Uazardous Ulassified) Dust 
Locations. 

Informational Note No. 3: For fiSBWnformation on pro¬ 
tection against static electricity ana lightning hazards in 
hazardous (classified) locations, see NFPA 77-2007, Rec¬ 
ommended Practice on Static Electricity-, NFPA 780-2011, 
Standard for the Installation of Lightning Protection Sys¬ 
tems', and API RP 2003-1998, Protection Against Ignitions 
Arising Out of Static Lightning and Stray Currents. 
Informational Note No. 4: For further information on ven¬ 
tilation, see NFPA 30-2008, Flammable and Combustible 
Liquids Code ; and API RP 500-1997, Recommended Prac¬ 
tice for Classification of Locations for Electrical Installa- 
tions at Petroleum Facilities Classified as Class I, División 
1 and División 2. 

Informational Note No. 5: For further information on elec¬ 
trical systems for hazardous (classified) locations on off- 
shore oil- and gas-producing platforms, see ANSI/API RP 
14F-1999, Recommended Practice for Design and Installa- 
tion of Electrical Systems for Fixed and Floating Offshore 
Petroleum Facilities for Unclassified and Class I, División 
1 and División 2 Locations. 


500.5 Classiñcations of Locations. 

(A) Classifications of Locations. Locations shall be clas¬ 
sified depending on the properties of the flammable gas, 
flammable liquid-produced vapor, combustible-liquid pro- 
duced vapors, combustible dusts, or fibers/ílyings that may 
be present, and the likelihood that a flammable or combus¬ 
tible concentration or quantity is present. Each room, sec- 
tion, or area shall be considered individually in determining 
its classification. Where pyrophoric materials are the only 
materials used or handled, these locations are outside the 
scope of this article. [ROP 14-15a] 

Informational Note: Through the exercise of ingenuity in 
the layout of electrical installations for hazardous (classi¬ 
fied) locations, it is frequently possible to lócate much of 
the equiprn^t in a reduced level of classification or in an 
unclassifij^location and, thus, to reduce the amount of 
special^Bípment required. 

fcreas containing ammonia refrigeration sys- 
► that are ec^wred with adequate mechanical ventila¬ 
do may be classi^^Las “unclassified” locations. 

latió nal Note: For further information regarding 
dsification and ventilation of areas involving ammonia, 
¿ANSI/ASHRAE 15-1994, Safety Code for Mechanical 
teeration, and ANSI/CGA G2.1-1989, Safety Require- 
^wfor the Storage and Handling of Anhydrous 


(B) Class I Locations. Class I locations are those in which 
flammable gases, flammable liquid-produced vapors, or 
combustible liquid-produced vapors are or may be present 
in the air in quantities sufficient to produce explosive or 
ignitible mixtures. Class I locations shall inelude those 
specified in 500.5(B)(1) and (B)(2). 

(1) Class I, División 1. A Class I, División 1 location is a 
location 

(1) In which ignitible concentrations of flammable gases, 
flammable liquid-produced vapors, or combustible 
liquid-produced vapors can exist under normal operat- 
ing conditions, or 

(2) In which ignitible concentrations of such flammable 
gases, flammable liquid-produced vapors, or combus¬ 
tible liquids above their flash points may exist fre¬ 
quently because of repair or maintenance operations or 
because of leakage, or 

(3) In which breakdown or faulty operation of equipment 
or processes might release ignitible concentrations of 
flammable gases, flammable liquid-produced vapors, 
or combustible liquid-produced vapors and might also 
cause simultaneous failure of electrical equipment in 
such a way as to directly cause the electrical equipment 
to become a source of ignition. 

Informational Note No. 1: This classification usually in- 
cludes the following locations: 
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(1) Where volatile flammable liquids or liquefied flam- 
mable gases are transferred from one container to an- 

(2) Interiors of spray booths and areas in the vicinity of 
spraying and painting operations where volatile flam¬ 
mable solvents are used 

(3) Locations containing open tanks or vats of volatile 
flammable liquids 

(4) Drying rooms or compartments for the evaporation of 
flammable solvents 

(5) Locations containing fat- and oil-extraction equip- 
ment using volatile flammable solvents 

(6) Portions of cleaning and dyeing plants where flam¬ 
mable liquids are used 

(7) Gas generator rooms and other portions of gas manu- 
facturing plants where flammable gas may escape 

(8) Inadequately ventilated pump rooms for flammable 
gas or for volatile flammable liquids 

(9) The interiors of refrigerators and freezers in which 
volatile flammable materials are stored in open, 
lightly stoppered, or easily ruptured containers 

(10) All other locations where ignitibie concentrations of 
flammable vapors or gases are likely to occur in the 
course of normal operations 

Informational Note No. 2: In some División 1 locations, 

ignitible concentrations of flammable gases or vapors may 

be present continuously or for long periods of time. Ex- 

amples inelude the following: 

(1) The inside of inadequately vented enclosures contain¬ 
ing instruments normally venting flammable gases or 
vapors to the interior of the enclosure 

(2) The inside of vented tanks containing volátil^ 
mable liquids 

(3) The area between the inner and outer roof ’já 
floating roof tank containing volatile fla*jíáble flujj 

(4) Inadequately ventilated areas within spra^ 
ing operations using volatile flamm 

(5) The interior of an exhaust duet tb 
ignitible concentrations of g^^ror vapoü 

Experience has demonstrated nfcm-udence of a\^Hng the 
installation of instrumentation or otnl^tectrical equBnent in 
these particular areas altogether or whe^^^annoU^avoided 
because it is essential to the process and omer locations are not 
feasible [see 500.5(A), Informational Note^Bmg electrical 
equipment or instrumentation approved for the specific appli- 
cation or consisting of intrinsically safe systems as described 
in Article 504. 


positive mechanical ventilation and which might be- 
come hazardous through failure or abnormal operation 
of the ventilating equipment, or 
(3) That is adjacent to a Class I, División 1 location, and to 
which ignitible concentrations of flammable gases, 
flammable liquid-produced vapors, or combustible 
liquid-produced vapors above their flash points might 
occasionally be communicated unless such communi- 
cation is prevented by adequate positive-pressure ven¬ 
tilation from a source of clean air and effective safe- 
guards against ventilation failure are provided. 

Informational Note No. 1: This classification usually in- 
cludes locations where volatile flammable liquids or flam¬ 
mable gases or vapors are used but that, in the judgment of 
the authority havinjmurisdiction, would become hazardous 
only in case of aj*ecident or of some unusual operating 
condition. The^®fntity of flammable material that might 
escape in cj^^Bkaccident, the adequacy of ventilating 
equipment^Pe to^Muea involved, and the record of the 
indust^pr businessi®krespect to explosions or Ares are 
t co^fcteration in determining the clas- 
d extent of eaB^location. 

ñ Note No. 2: Piping without valves, checks, 
a similar devices would not ordinarily introduce 
s condition even though used for flammable liq- 
;. Depending on factors such as the quantity 
^containers and ventilation, locations used for 
is, of flammable liquids or liquefied or compressed 
isealed containers may be considered either hazard- 
5 (classified) or unclassified locations. See NFPA SO¬ 
BOOS, Flammable and Combustible Liquids Code, and 
NFPA 58-2011, Liquefied Petroleum Gas Code. 

~(C) Class II Locations. Class II locations are those that 
are hazardous because of the presence of combustible dust. 
Class II locations shall inelude those specified in 
500.5(C)(1) and (C)(2). 

(1) Class II, División 1. A Class II, División 1 location is 
a location 

(1) In which combustible dust is in the air under normal 
operating conditions in quantities sufíicient to produce 
explosive or ignitible mixtures, or 


(2) Class I, División 2. A Class I, División 2 location is a 
location 

(1) In which volatile flammable gases, flammable liquid- 
produced vapors, or combustible liquid-produced va¬ 
pors are handled, processed, or used, but in which the 
liquids, vapors, or gases will normally be confined 
within closed containers or closed systems from which 
they can escape only in case of accidental rupture or 
breakdown of such containers or systems or in case of 
abnormal operation of equipment, or 

(2) In which ignitible concentrations of flammable gases, 
flammable liquid-produced vapors, or combustible 
liquid-produced vapors are normally prevented by 


(2) Where mechanical failure or abnormal operation of 
machinery or equipment might cause such explosive or 
ignitible mixtures to be produced, and might also pro- 
vide a source of ignition through simultaneous failure 
of electrical equipment, through operation of protection 
devices, or from other causes, or 

(3) In which Group E combustible dusts may be present in 
quantities sufficient to be hazardous. 

Informational Note: Dusts containing magnesium or alu- 
minum are particularly hazardous, and the use of extreme 
precaution is necessary to avoid ignition and explosión. 

(2) Class II, División 2. A Class II, División 2 location is 
a location 
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(1) In which combustible dust due to abnormal operations 
may be present in the air in quantities sufficient to 
produce explosive or ignitible mixtures; or 

(2) Where combustible dust accumulations are present but 
are normally insufficient to interfere with the normal 
operation of electrical equipment or other apparatus, 
but could as a result of infrequent malfunctioning of 
handling or processing equipment become suspended 
in the air; or 


Exception: Equipment identifiedfor a specific gas, vapor, 
or dust. 

Informational Note: This grouping is based on the charac- 
teristics of the materials. Facilities are available for testing 
and identifying equipment for use in the various atmo- 
spheric groups. 

(A) Class I Group Classifications. Class I groups shall be 
according to 500.6(A)(1) through (A)(4). 


(3) In which combustible dust accumulations on, in, or in 
the vicinity of the electrical equipment could be suffi¬ 
cient to interfere with the safe dissipation of heat from 
electrical equipment, or could be ignitible by abnormal 
operation or failure of electrical equipment. 

Informational Note No. 1: The quantity of combustible 
dust that may be present and the adequacy of dust removal 
Systems are factors that merit consideration in determining 
the classification and may result in an unclassified area. 

Informational Note No. 2: Where products such as seed 
are handled in a manner that produces low quantities of 
dust, the amount of dust deposited may not warrant 
classification. 



(D) Class III Locations. Class III locations are tho s^th at 
are hazardous because of the presence of easily 
fibers or where materials producing combustible flyin] 
handled, manufactured, or used, but in which 
fibers/flyings are not likely to be in suspet 
quantities sufficient to produce ignitibloATxture? 
locations shall inelude those specifit^Pn 500J 
(D)(2). 

(1) Class m, División 1. 

is a location in which 
handled, manufactured, 

Informational Note No. 1: Such locatio^Rsually inelude 
some parts of rayón, cotton, a^»tha^ptile milis; c 
bustible fibers/flyings manufactumBpm processing plants; 
cotton gins and cotton-seed milis; nax-processing plants; 
clothing manufacturing plants; woodworking plants; and 
establishments and industries involving similar hazardous 
processes or conditions. 

Informational Note No. 2: Easily ignitible fibers/flyings 
inelude rayón, cotton (including cotton linters and cotton 
waste), sisal or henequen, istle, jute, hemp, tow, cocoa fiber, 
oakum, baled waste kapok, Spanish moss, excelsior, and 
other materials of similar nature. 

(2) Class III, División 2. A Class III, División 2 location 
is a location in which easily ignitible fibers/flyings are 
stored or handled other than in the process of manufacture. 

500.6 Material Groups. For purposes of testing, approval, 
and area classification, various air mixtures (not oxygen- 
enriched) shall be grouped in accordance with 500.6(A) 
and (B). 



Informational Note No. 1: Informational Note Nos. 2 and 
3 apply to 500.6(A). 

Informational Note No. 2: The explosión characteristics of 
air mixtures of gases or vapors vary with the specific ma¬ 
terial involved. For Class I locations, Groups A, B, C, and 
D, the classification involves determinations of máximum 
explosión nAsure and máximum safe clearance between 
parts o^^Hamped joint in an enclosure. It is necessary, 
therej^J|rat equipment be identified not only for class but 
áfic group of the gas or vapor that will be 

informational Not^Io. 3: Certain Chemical atmospheres 
may^ave charactelfktics that require safeguards beyond 
|uired for any of the Class I groups. Carbón disul- 
of these Chemicals because of its low autoigni- 
in temperature (90°C) and the small joint clearance per- 
arrest its ñame. [ROP 14-18] 

InJup A. Acetylene. [497:3.3.5.1.1] 

(2) Group B. Flammable gas, flammable liquid-produced 
vapor, or combustible liquid-produced vapor mixed with 
air that may bum or explode, having either a máximum 
experimental safe gap (MESG) valué less than or equal to 
0.45 mm or a minimum igniting current ratio (MIC ratio) 
less than or equal to 0.40. [497:3.3.5.1.2] 

Informational Note: A typical Class I, Group B material is 
hydrogen. 

Exception No. 1: Group D equipment shall be permitted to 
be used for atmospheres containing butadiene, provided all 
conduit runs into expíosionproof equipment are provided 
with explosionproof seáis installed within 450 mm (18 in.) 
of the enclosure. 

Exception No. 2: Group C equipment shall be permitted to 
be used for atmospheres containing allyl glycidyl ether, 
n-butyl glycidyl ether, ethylene oxide, propylene oxide, and 
acrolein, provided all conduit runs into explosionproof 
equipment are provided with explosionproof seáis installed 
within 450 mm (18 in.) ofthe enclosure. 

(3) Group C. Flammable gas, flammable liquid-produced 
vapor, or combustible liquid-produced vapor mixed with 
air that may bum or explode, having either a máximum 
experimental safe gap (MESG) valué greater than 0.45 mm 
and less than or equal to 0.75 mm, or a minimum igniting 
current ratio (MIC ratio) greater than 0.40 and less than or 
equal to 0.80. [497:3.3.5.1.3] 
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Informational Note: A typical Class I, Group C material is 
ethylene. 

(4) Group D. Flammable gas, flammable liquid-produced 
vapor, or combustible liquid-produced vapor mixed with 
air that may burn or explode, having either a máximum 
experimental safe gap (MESG) valué greater than 0.75 mm 
or a minimum igniting current ratio (MIC ratio) greater 
than 0.80. [497:3.3.5.1.4] 


Informational Note No. 2: The explosión characteristics of 
air mixtures of dust vary with the materials involved. For 
Class II locations, Groups E, F, and G, the classification 
involves the tightness of the joints of assembly and shaft 
openings to prevent the entrance of dust in the dust- 
ignitionproof enclosure, the blanketing effect of layers of 
dust on the equipment that may cause overheating, and the 
ignition temperature of the dust. It is necessary, therefore, 
that equipment be identified not only for the class but also 
for the specific group of dust that will be present. 


Informational Note No. 1: A typical Class I, Group D 
material is propane. 

Informational Note No. 2: For classification of areas in- 
volving ammonia atmospheres, see ANSI/ASHRAE 15- 
1994, Safety Code for Mechanical Refrigeration, and 
ANSF/CGA G2.1-1989, Safety Requirements for the Stor- 
age and Handling ofAnhydrous Ammonia. 

(B) Class II Group Classifications. Class II groups shall 
be in accordance with 500.6(B)(1) through (B)(3). 

(1) Group E. Atmospheres containing combustible metal 
dusts, including aluminum, magnesium, and their commer- 
cial alloys, or other combustible dusts whose particle size, 
abrasiveness, and conductivity present similar hazards in 
the use of electrical equipment. [499:3.3.4.1] 


Informational Note: Certain metal dusts may have charac¬ 
teristics that require safeguards beyond those required for 
atmospheres containing the dusts of aluminum, magneí 
and their commercial alloys. For example, zirconi 
rium, and uranium dusts have extremely low 
peratures [as low as 20°C (68°F)] and minú 
energies lower than any material classified 
Class I or Class II groups. 

(2) Group F. Atmospheres contaú^^ 

aceous dusts that have more percent tt^^entn^^ed 

volátiles (see ASTM D 3175-0 ^Utandard Test^ethod for 
Volatile Matter in the Analysis SamQ^or Co^mnd Coke, 
for coal and coke dusts) or that ha^^^en^Kisitized by 
other materials so that they present an^Plosion hazard. 
Coal, carbón black, charcoal, and coke dusts are examples 
of carbonaceous dusts. [499:3.3.4.2] 

Informational Note: Testing of specific dust samples, fol- 
lowing established ASTM testing procedures, is a method 
used to identify the combustibility of a specific dust and the 
need to classify those locations containing that material as 
Group F. 

(3) Group G. Atmospheres containing combustible dusts 
not included in Group E or F, including flour, grain, wood, 
plástic, and Chemicals. 

Informational Note No. 1: For additional information on 
group classification of Class II materials, see NFPA 499- 
2008, Recommended Practice for the Classification of 
Combustible Dusts and of Hazardous (Classified) Loca¬ 
tions for Electrical Installations in Chemical Process 


Informational Note No. 3: Certain dusts may require ad¬ 
ditional precautions due to Chemical phenomena that can 
result in the generation of ignitible gases. See ANSI/IEEE 
C2-2012, National Electrical Safety Code, Section 127A, 
Coal Handling Areas. [ROP 14-19] 

500.7 Protection Twhniques. Section 500.7(A) through 
(L) shall be accen»re protection techniques for electrical 
and electronic^Kpment in hazardous (classified) loca¬ 
tions. 


(I I) ustlgn i tío n proof . This protection technique shall be 
nitted n^equipment in Class II, División 1 or 2 loca- 


) Dusttight. This protection technique shall be permit- 
I for equipment in Class II, División 2 or Class III, Di- 
lion 1 or 2 locations. 

(D) Purged and Pressurized. This protection technique 
shall be permitted for equipment in any hazardous (classi¬ 
fied) location for which it is identified. 

(E) Intrinsic Safety. This protection technique shall be 
permitted for equipment in Class I, División 1 or 2; or 
Class II, División 1 or 2; or Class III, División 1 or 2 
locations. The provisions of Articles 501 through 503 and 
Articles 510 through 516 shall not be considered applicable 
to such installations, except as required hy Article 504, and 
installation of intrinsically safe apparatus and wiring shall 
he in accordance with the requirements of Article 504. 

(F) Nonincendive Circuit. This protection technique shall 
be permitted for equipment in Class I, División 2; Class II, 
División 2; or Class III, División 1 or 2 locations. 

(G) Nonincendive Equipment. This protection technique 
shall be permitted for equipment in Class I, División 2; 
Class II, División 2; or Class III, División 1 or 2 locations. 

(H) Nonincendive Component. This protection technique 
shall be permitted for equipment in Class I, División 2; 
Class II, División 2; or Class III, División 1 or 2 locations. 
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(I) Oil Immersion. This protection technique shall be per- 
mitted for current-interrupting contacts in Class I, División 
2 locations as described in 501.115(B)(1)(2). 

(J) Hermetically Sealed. This protection technique shall 
be permitted for equipment in Class I, División 2; Class II, 
División 2; or Class III, División 1 or 2 locations. 

(K) Combustible Gas Detection System. A combustible 
gas detection system shall be permitted as a means of pro¬ 
tection in industrial establishments with restricted public 
access and where the conditions of maintenance and super¬ 
visión ensure that only qualified persons Service the instal- 
lation. Where such a system is installed, equipment speci- 
fied in 500.7(K)(1), (K)(2), or (K)(3) shall be permitted. 

The type of detection equipment, its listing, installation 
location(s), alarm and shutdown criteria, and calibration 
frequency shall be documented when combustible gas de- 
tectors are used as a protection technique. 

Informational Note No. 1: For further information, see 
ANSI/ISA-60079-29-1, Explosive Atmospheres - Parí 29-1: 
Gas detectors - Performance requirements of detectors for 
flammable gases , and ANSI/UL 2075, Gas and Vapor De¬ 
tectors and Sensors. 

Informational Note No. 2: For further information,^ 
ANSI/API RP 500, Recommended Practice for Classifi | 
tion of Locations for EléctricaI Installations at PetroleM 
Facilities Classified as Class I, División I or Divi sión 2. x 

Informational Note No. 3: For further 
ANSI/ISA-60079-29-2, Explosive Atmo^ 

Gas detectors - Selection, installati 
nance of detectors for flammable gas 

Informational Note No. 4: 

ISA-TR12.13.03, Cuide foj 
a Method of Protection. 

(1) Inadequate Ventilation. In a Class Bhvision 1 loca- 
tion that is so classified due ukiadequ^m'entilation, elec- 
trical equipment suitable for Cl^k^ffivision 2 locations 
shall be permitted. Combustible detection equipment 
shall be listed for Class I, División 1, for the appropriate 
material group, and for the detection of the specific gas or 
vapor to be encountered. 



Combustible gas detection equipment shall be listed for 
Class I, División 1, for the appropriate material group, and 
for the detection of the specific gas or vapor to be encoun¬ 
tered. 

(L) Other Protection Techniques. Other protection tech- 
niques used in equipment identified for use in hazardous 
(classified) locations. 

500.8 Equipment. Articles 500 through 504 require equip¬ 
ment construction and installation that ensure safe perfor¬ 
mance under conditions of proper use and maintenance. 

Informational Note No. 1: It is important that inspection 
authorities and users exercise more than ordinary care with 
regard to installation and maintenance. 

Informa^MH Note No. 2: Since there is no consistent 
relatio^^K between explosión properties and ignition tem- 
pe^^^T^^ro are independent requirements. 

fcform ati o n a No. 3: Low ambient conditions require 

Ppecial considera^^Explosionproof or dust-ignitionproof 
' equipment may ru^^ie suitable for use at temperatures 
"Tthan -25°C (-13°F) unless they are identified for 
xemperature Service. However, at low ambient tem- 
reratures, flammable concentrations of vapors may not ex- 
a location classified as Class I, División 1 at normal 
^t temperature. 

(A^HSuitability. Suitability of identified equipment shall be 
determined by one of the foliowing: 

(1) Equipment listing or labeling 

(2) Evidence of equipment evaluation from a qualified test- 
ing laboratory or inspection agency concemed with 
product evaluation 

(3) Evidence acceptable to the authority having jurisdiction 
such as a manufacturer’s self-evaluation or an owner’s 
engineering judgment. 

Informational Note: Additional documentation for equip¬ 
ment may inelude certificates demonstrating compliance 
with applicable equipment standards, indicating special 
conditions of use, and other pertinent information. Guide- 
lines for certificates may be found in ANSI/ISA 12.00.02, 
Certificóte Standard for AEx Equipment for Hazardous 
(Classified) Locations. 


(2) Interior of a Building. In a building located in, or with 
an opening into, a Class I, División 2 location where the 
interior does not contain a source of flammable gas or va¬ 
por, electrical equipment for unclassified locations shall be 
permitted. Combustible gas detection equipment shall be 
listed for Class I, División 1 or Class I, División 2, for the 
appropriate material group, and for the detection of the 
specific gas or vapor to be encountered. 

(3) Interior of a Control Panel. In the interior of a control 
panel containing instrumentation utilizing or measuring 
flammable liquids, gases, or vapors, electrical equipment 
suitable for Class I, División 2 locations shall be permitted. 


(B) Approval for Class and Properties. 

(1) Equipment shall be identified not only for the class of 
location but also for the explosive, combustible, or ignitible 
properties of the specific gas, vapor, dust, or fibers/flyings 
that will be present. In addition, Class I equipment shall not 
have any exposed surface that operates at a temperature in 
excess of the autoignition temperature of the specific gas or 
vapor. Class II equipment shall not have an external tem¬ 
perature higher than that specified in 500.8(D)(2). Class III 
equipment shall not exceed the máximum surface tempera- 
tures specified in 503.5. [ROP 14-23] 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-395 



500.8 


ARTICLE 500 — HAZARDOUS (CLASSIFIED) LOCATIONS, CLASSES I, II, AND III, DIVISIONS 1 AND 2 


Informational Note: Luminaires and other heat-producing 
apparatus, switches, Circuit breakers, and plugs and recep- 
tacles are potential sources of ignition and are investigated 
for suitability in classified locations. Such types of equip- 
ment, as well as cable terminations for entry into explosion- 
proof enclosures, are available as listed for Class I, Divi¬ 
sión 2 locations. Fixed wiring, however, may utilize wiring 
methods that are not evaluated with respect to classified 
locations. Wiring products such as cable, raceways, boxes, 
and fittings, therefore, are not marked as being suitable for 
Class I, División 2 locations. Also see 500.8(C)(6)(a). 

(2) Equipment that has been identified for a División 1 
location shall be permitted in a División 2 location of the 
same class, group, and temperature class and shall comply 
with (a) or (b) as applicable. 


wise specified or allowed in (C)(6), the marking shall in- 
clude the information specified in (C)(l) through (C)(5). 

(1) Class. The marking shall specify the class(es) for 
which the equipment is suitable. 

(2) División. The marking shall specify the división if the 
equipment is suitable for División 2 only. Equipment suit¬ 
able for División 1 shall be permitted to omit the división 
marking. 

Informational Note: Equipment not marked to indícate a 
división, or marked “División 1” or “Div. 1,” is suitable for 
both División 1 and 2 locations; see 500.8(B)(2). Equip¬ 
ment marked “División 2” or “Div. 2” is suitable for Divi¬ 
sión 2 locations only. 


(a) Intrinsically safe apparatus having a control draw- 
ing requiring the installation of associated apparatus for a 
División 1 installation shall be permitted to be installed in a 
División 2 location if the same associated apparatus is used 
for the División 2 installation. 

(b) Equipment that is required to be explosionproof 
shall incorpórate seáis in accordance with 501.15(A) or (D) 
when the wiring methods of 501.10(B) are employed. 

(3) Where specifically permitted in Ardeles 501 through 
503, general-purpose equipment or equipment in general- 
purpose enclosures shall be permitted to be installed in 
División 2 locations if the equipment does not constitute a 
source of ignition under normal operating condit 

(4) Equipment that depends on a single coi 
diaphragm, or tube to prevent flammable < 
fluids from entering the equipment shall be 
Class I, División 2 location even 
sified location. Equipment instafi^RTa Cl 
location shall be identified foi vtHr Class I, 
tion. 

Informational Note: Equipment 
ment is an example of equipment 
sion seal, diaphragm, or tube. 

(5) Unless otherwise specified, normal operating conditions 
for motors shall be assumed to be rated full-load steady 
conditions. 



(3) Material Classification Group. The marking shall 
specify the app I i c íd^Pm ateri a 1 classification group(s) in ac¬ 
cordance with 5 |^k. 

Exception: ^pxed furfeúiciires marked for use only in Class 
I, Divisie02 or ClassT^Division 2 locations shall not be 
yto indícate the 

Temperature. The marking shall specify 
iré class or operating temperature at a 40°C 
'erature, or at the higher ambient temperature 
^t is rated and marked for an ambient tem- 
T^ater than 40°C. For equipment installed in a 
ision 1 location, the temperature class or oper- 
ng temperature shall he based on operation of the equip- 
snt when blanketed with the máximum amount of dust 
can accumulate on the equipment. The temperature 
*class, if provided, shall he indicated using the temperature 
class (T Codes) shown in Table 500.8(C). Equipment for 
Class I and Class II shall be marked with the máximum 
safe operating temperature, as determined by simultaneous 
exposure to the comhinations of Class I and Class II con¬ 
ditions. [ROP 14-24] 

Exception: Equipment of the non-heat-producing type, 
such as junction boxes, conduit, and fittings, and equipment 
of the heat-producing type having a máximum temperature 
not more than 100°C shall not be required to have a 
marked operating temperature or temperature class. 



(6) Where flammable gases, flammable liquid-produced 
vapors, combustible liquid-produced vapors, or combus¬ 
tible dusts are or may be present at the same time, the 
simultaneous presence of both shall be considered when 
determining the safe operating temperature of the electrical 
equipment. 

Informational Note: The characteristics of various atmo- 
spheric mixtures of gases, vapors, and dusts depend on the 
specific material involved. 


Informational Note: More than one marked temperature 
class or operating temperature, for gases and vapors, dusts, 
and dififerent ambient temperatures, may appear. 

(5) Ambient Temperature Range. Electrical equipment 
designed for use in the ambient temperature range between 
-25°C to +40°C shall require no ambient temperature 
marking. For equipment rated for a temperature range other 
than -25°C to +40°C, the marking shall specify the special 
range of ambient temperatures in degrees Celsius. The 
marking shall inelude either the symbol “Ta” or “Tamb.” 


(C) Marking. Equipment shall be marked to show the en- Informational Note: As an example, such a marking might 

vironment for which it has been evaluated. Unless other- be “-30°C < Ta < +40°C.” 
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Table 500.8(C) Classiflcation of Máximum Surface 
Temperature 


Máximum Temperature 

Temperature Class 
(T Code) 

°C 

°F 

450 

842 

TI 

300 

572 

T2 

280 

536 

T2A 

260 

500 

T2B 

230 

446 

T2C 

215 

419 

T2D 

200 

392 

T3 

180 

356 

T3A 

165 

329 

T3B 

160 

320 

T3C 

135 

275 

T4 

120 

248 

T4A 

100 

212 

T5 

85 

185 

T6 


(6) Special Allowances. 

(a) General-Purpose Equipment. Fixed general- 
purpose equipment in Class I locations, other than fixed 
luminaires, that is acceptable for use in Class I, Divi 
locations shall not be required to be marked with the 
división, group, temperature class, or ambient tempi 
range. 

(b) Dusttight Equipment. Fixed dusttigÜfF equi 
other than fixed luminaires, that is ajp^itable 
Class II, División 2 and Class III ^Kpion s A 
required to be marked with the class, m*ú|prgroup^^^ 
perature class, or ambient temperature range. 

(c) Associated ApparafJrA ssot^kd inr^fccally safe 
apparatus and associate^^Fnincendive^M wiiWg appara- 
tus that are not protected^^in altemat® type of protec- 
tion shall not be marked wit^^^class^Wision, group, or 
temperature class. Associated^^úupHly safe apparatus 
and associated nonincendive field wjnng apparatus shall be 
marked with the class, división, and group of the apparatus 
to which it is to be connected. 

(d) Simple Apparatus. “Simple apparatus” as defined in 
Article 504, shall not be required to be marked with class, 
división, group, temperature class, or ambient temperature 
range. 

(D) Temperature. 

(1) Class I Temperature. The temperature marking speci- 
fied in 500.8(C) shall not exceed the autoignition tempera- 
ture of the specific gas or vapor to be encountered. [ROP 
14-25] 

Informational Note: For information regarding autoigni¬ 
tion temperatures of gases and vapors, see NFPA 497-2008, 
Recommended Practicefor the Classiflcation of Flammable 
Liquids, Gases, or Vapors, and of Hazardous (Classified) 


Locations for Electrical Installations in Chemical Process 
Areas. [ROP 14-26] 

(2) Class II Temperature. The temperature marking 
specified in 500.8(C) shall be less than the ignition tem¬ 
perature of the specific dust to be encountered. For organic 
dusts that may dehydrate or carbonize, the temperature 
marking shall not exceed the lower of either the ignition 
temperature or 165°C (329°F). 

Informational Note: See NFPA 499-2008, Recommended 
Practice for the Classiflcation of Combustible Dusts and of 
Hazardous (Classified) Locations for Electrical Installa- 
tions in Chemical Process Areas, for mínimum ignition 
temperatures of specific dusts. 

The ignition temperature for which equipment was ap- 
proved prioi^^this requirement shall be assumed to be as 
shown inafable 500.8(D)(2). 


II Temperatures 


Equipment (Such as Motors or 
Power Transformers) That May 
Equipment Be Overloaded 

Not Subject 



Normal 

Operation 


Abnormal 

Operation 


200 392 200 392 200 392 
200 392 150 302 200 392 
165 329 120 248 165 329 


(E) Threading. The supply connection entry thread form 
shall be NPT or metric. Conduit and fittings shall be made 
wrenchtight to prevent sparking when fault current flows 
through the conduit system, and to ensure the explosion- 
proof integrity of the conduit system where applicable. 
Equipment provided with threaded entries for field wiring 
connections shall be installed in accordance with 
500.8(E)(1) or (E)(2) and with (E)(3). 

(1) Equipment Provided with Threaded Entries for 
NPT Threaded Conduit or Fittings. For equipment pro¬ 
vided with threaded entries for NPT threaded conduit or 
fittings, listed conduit, listed conduit fittings, or listed cable 
fittings shall be used. All NPT threaded conduit and fittings 
shall be threaded with a National (American) Standard Pipe 
Taper (NPT) thread. [ROP 14-27] 

NPT threaded entries into explosionproof equipment 
shall be made up with at least five threads fully engaged. 

Exception: For listed explosionproof equipment, joints 
withfactory threaded NPT entries shall be made up with at 
least 4V2 threads fully engaged. 


2014 Edition NATIONAL ELECTRICAL CODE 


70-397 














500.9 


ARTICLE 501 — CLASS I LOCATIONS 


Informational Note No. 1: Thread specifications for male 
NPT threads are located in ANSI/ASME Bl.20.1-1983, 
Pipe Threads, General Purpose (Inch). 

Informational Note No. 2: Female NPT threaded entries 
use a modified National Standard Pipe Taper (NPT) thread 
with thread form per ANSI/ASME Bl.20.1-1983, Pipe 
Threads, General Purpose (Inch). See ANSEUL 1203- 
2009, Explosionproof and Dust-Ignition-Proof Electrical 
Equipment for Use in Hazardous (Classified) Locations. 
[ROP 14-3] 

(2) Equipment Provided with Threaded Entries for 
Metric Threaded Conduit or Fittings. For equipment 
with metric threaded entries, listed conduit fittings or listed 
cable fittings shall be used. Such entries shall be identified 
as being metric, or listed adapters to permit connection to 
conduit or NPT threaded fittings shall be provided with the 
equipment and shall be used for connection to conduit or 
NPT threaded fittings. 

Metric threaded entries into explosionproof equipment 
shall have a class of fit of at least 6g/6H and shall be made 
up with at least five threads fully engaged for Group C and 
Group D, and at least eight threads fully engaged for Group 
A and Group B. 

Informational Note: Threading specifications for metric 
threaded entries are located in ISO 965-1-1998, ISO gen¬ 
eral purpose metric screw threads — Tolerances — Part 1: 
Principies and basic data, and ISO 965-3-1998, ISO gen¬ 
eral purpose metric screw threads — Tolerances — Pm 
Deviations for constructional screw threads. 

(3) Unused Openings. All unused opei 
closed with listed metal close-up plugs. Tn! 
ment shall comply with 500.8(E)(1) 

(F) Optical Fiber Cables. 

contains conductors that are 
(composite optical fiber cable), 
be installed in accordance with 
500, 501, 502, or 503, as applicable. 

500.9 Specific Occupancies. Arricies 510 through 517 
cover garages, aircraft hangars, motor fuel dispensing fa- 
cilities, bulk storage plants, spray application, dipping and 
coating processes, and health care facilities. 


sion hazards may exist due to flammable gases or vapors or 
flammable liquids. 

Informational Note: For the requirements for electrical 
and electronic equipment and wiring for all voltages in 
Zone 0, Zone 1, or Zone 2 hazardous (classified) locations 
where fire or explosión hazards may exist due to flammable 
gases or vapors or flammable liquids, refer to Article 505. 

501.5 Zone Equipment. Equipment listed and marked in 
accordance with 505.9(C)(2) for use in Zone 0, 1, or 2 
locations shall be permitted in Class I, División 2 locations 
for the same gas and with a suitable temperature class. 
Equipment listed and marked in accordance with 
505.9(C)(2) for use in Zone 0 locations shall be permitted 
in Class I, División 1 or División 2 locations for the same 
gas and with a suitajÉfe temperature class. 


II. Wiring 




Wiring methods shall comply 


(1) General. In Class I, División 1 locations, the wiring 
ls in^^^hrough (d) shall be permitted. 

fed rigid metal conduit or threaded Steel in- 
lediatE’metal conduit. 

iception: Type PVC conduit and Type RTRC conduit 
di be permitted where encased in a concrete envelope a 
únimum of 50 mm (2 in.) thick and provided with not less 
than 600 mm (24 in.) of cover measured from the top of the 
conduit to grade. The concrete encasement shall be permit¬ 
ted to be omitted where subject to the provisions of 514.8, 
Exception No. 2, and 515.8(A). Threaded rigid metal con¬ 
duit or threaded Steel intermedíate metal conduit shall be 
used for the last 600 mm (24 in.) of the underground run to 
emergence or to the point of connection to the aboveground 
raceway. An equipment grounding conductor shall be in- 
cluded to provide for electrical continuity of the raceway 
system and for grounding of non-current-carrying metal 
parís. 


ARTICLE 501 
Class I Locations 


I. General 

501.1 Scope. Article 501 covers the requirements for elec¬ 
trical and electronic equipment and wiring for all voltages 
in Class I, División 1 and 2 locations where fire or explo- 


(b) Type MI cable terminated with fittings listed for the 
location. Type MI cable shall be installed and supported in 
a manner to avoid tensile stress at the termination fittings. 

(c) In industrial establishments with restricted public 
access, where the conditions of maintenance and supervi¬ 
sión ensure that only qualified persons Service the installa- 
tion, Type MC-HL cable listed for use in Class I, Zone 1 or 
División 1 locations, with a gas/vaportight continuous cor- 
rugated metallic sheath, an overall jacket of suitable poly- 
meric material, and a sepárate equipment grounding con¬ 
ductor^) in accordance with 250.122, and terminated with 
fittings listed for the application. 
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Type MC-HL cable shall be installed in accordance 
with the provisions of Article 330, Part II. 

(d) In industrial establishments with restricted public 
access, where the conditions of maintenance and supervi¬ 
sión ensure that only qualified persons Service the installa- 
tion, Type ITC-HL cable listed for use in Class I, Zone 1 or 
División 1 locations, with a gas/vaportight continuous cor- 
rugated metallic sheath and an overall jacket of suitable 
polymeric material, and terminated with fittings listed for 
the application, and installed in accordance with the provi¬ 
sions of Article 727. 

(e) Fiber optic cables of the types OFNP, OFCP, 
OFNR, OFCR, OFNG, OFCG, OFN, and OFC shall be 
permitted to be installed in raceways as stated in 
501.10(A). These fiber optic cables shall be sealed in ac¬ 
cordance with 501.15. [ROP 14-32] 

(2) Flexible Connections. Where necessary to employ 
flexible connections, as at motor termináis, flexible fittings 
listed for the location, or flexible cord in accordance with 
the provisions of 501.140 shall be permitted. [ROP 14-35] 

(3) Boxes and Fittings. All boxes and fittings shall be ' 
approved for Class I, División 1. 

Informational Note: 
be explosionproof, ¡ 

testing and marking of cables, explosionproof cable fil 
and explosionproof cord connectors 
2011, Cables and Cable-Fittings foi 
(Classified) Locations. [ROP 14-31] 

(B) Class I, División 2. 

(1) General. In Class 1,1 
wiring methods shall be i 

(1) All wiring methods^ 

(2) Enclosed gasketed 1 
wireways. 

(3) Type PLTC and Type PLTO^ffl^cable in accordance 
with the provisions of Article 725, including installa- 
tion in cable tray systems. The cable shall be termi¬ 
nated with listed fittings. 

(4) Type ITC and Type ITC-ER cable as permitted in 727.4 
and terminated with listed fittings. 

(5) Type MC, MV, TC, or TC-ER cable, including instal- 
lation in cable tray systems. The cable shall be termi¬ 
nated with listed fittings. [ROP 14-36] 

(6) In industrial establishments with restricted public ac¬ 
cess, where the conditions of maintenance and supervi¬ 
sión ensure that only qualified persons Service the in- 
stallation and where metallic conduit does not provide 
sufficient corrosión resistance, listed reinforced thermo- 
setting resin conduit (RTRC), factory elbows, and as- 
sociated fittings, all marked with the suffix -XW, and 
Schedule 80 PVC conduit, factory elbows, and associ- 



ated fittings shall be permitted. 

Where seáis are required for boundary conditions as 
defined in 501.15(A)(4), the División 1 wiring method 
shall extend into the División 2 area to the seal, which 
shall be located on the División 2 side of the División 
1-Division 2 boundary. 

(7) Fiber optic cables of the types OFNP, OFCP, OFNR, 
OFCR, OFNG, OFCG, OFN, and OFC shall be permit¬ 
ted to be installed in cable trays or any other raceway 
as stated in 501.10(B). Fiber optic cables shall be 
sealed in accordance with 501.15. [ROP 14-37] 

(2) Flexible Connections. Where provisión must be made 
for flexibility, one or more of the following shall be permit¬ 
ted: [ROP 14-37a] 

(1) Listed i^role metal fittings. 

(2) Flex^Unetal conduit with listed fittings. 

(3) Ttwrlocl^^trmor Type MC cable with listed fittings. 
:OP 14-üí 

Liquidtight fle^Éfc metal conduit with listed fittings. 
(5) I^^dtight flexible nonmetallic conduit with listed fit- 

lexible cord listed for extra-hard usage and terminated 
listed fittings. A conductor for use as an equipment 
romiding conductor shall be included in the flexible 
lord. 

Informational Note: See 501.30(B) for grounding require- 
ments where flexible conduit is used. 

(7) For elevator use, an identified elevator cable, type EO, 
ETP, or ETT, and as shown under the “use” column in 
Table 400.4 for “Hazardous (classified) locations” and 
terminated with listed fittings. [ROP 14-37a] 

(3) Nonincendive Field Wiring. Nonincendive field wir¬ 
ing shall be permitted using any of the wiring methods 
permitted for unclassified locations. Nonincendive field 
wiring systems shall be installed in accordance with the 
control drawing(s). Simple apparatus, not shown on the 
control drawing, shall be permitted in a nonincendive field 
wiring circuit, provided the simple apparatus does not in- 
terconnect the nonincendive field wiring circuit to any other 
circuit. 

Informational Note: Simple apparatus is defined in 504.2. 
Sepárate nonincendive field wiring circuits shall be in¬ 
stalled in accordance with one of the following: 

(1) In sepárate cables 

(2) In multiconductor cables where the conductors of each 
circuit are within a grounded metal shield 

(3) In multiconductor cables or in raceways, where the 
conductors of each circuit have insulation with a mini- 
mum thickness of 0.25 mm (0.01 in.) 
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(4) Boxes and Fittings. Boxes and fittings shall not be 
required to be explosionproof except as required by 
501.105(B)(1), 501.115(B)(1), and 501.150(B)(1). 

Informational Note: For entry into enclosures required to 
be explosionproof, see further information on construction, 
testing and marking of cables, explosionproof cable fittings, 
and explosionproof cord connectors in ANSI/UL 2225- 
2011, Cables and Cable-Fittings for Use in Hazardous 
(Classified) Locations. [ROP 14-31] 


Exception to 501.15(A)(1)(1): Seáis shall not be required 
for conduit entering an enclosure where such switches, Cir¬ 
cuit breakers, fuses, relays, or resistors comply with one of 
the following: 

(1) Are enclosed within a chamber hermetically sealed 
against the entrance of gases or vapors 

(2) Are immersed in oil in accordance with 


501.15 Sealing and Drainage. Seáis in conduit and cable 
systems shall comply with 501.15(A) through (F). Sealing 
compound shall be used in Type MI cable termination fit¬ 
tings to exelude moisture and other fluids from the cable 
insulation. 

Informational Note No. 1: Seáis are provided in conduit 
and cable systems to minimize the passage of gases and 
vapors and prevent the passage of llames from one portion 
of the electrical installation to another through the conduit. 
Such communication through Type MI cable is inherently 
prevented by construction of the cable. Unless specifically 
designed and tested for the purpose, conduit and cable seáis 
are not intended to prevent the passage of liquids, gases, or 
vapors at a continuous pressure differential across the seal. 
Even at differences in pressure across the seal equivalent to 
a few inches of water, there may be a slow passage of gas 
or vapor through a seal and through conductors passing 
through the seal. See 501.15(E)(2). Temperature extremes 
and highly corrosive liquids and vapors can affect the a¡ 
ity of seáis to perform their intended fuñe tú 
501.15(C)(2). 

Informational Note No. 2: Gas or 
propagation of ñames may occur through ti 
between the strands of standard strandsj^gnducffll 
than 2 AWG. Special conductor coh 
compacted strands or sealing ot^j^nndividuiü^kands^^ 
means of reducing leakage and^^wenting the p^kagatioT 

(A) Conduit Seáis, Class I, División 1. In Class I, Divi¬ 
sión 1 locations, conduit seáis shall b^^Kted in accor¬ 
dance with 501.15(A)(1) through (A)(4). 

(1) Entering Enclosures. In each conduit entry into an 
explosionproof enclosure where either of the following ap- 

piy; 

(1) The enclosure contains apparatus, such as switches, Cir¬ 
cuit breakers, fuses, relays, or resistors, that may pro¬ 
duce ares, sparks, or high temperatures that are consid- 
ered to be an ignition source in normal operation. 

(2) The entry is metric designator 53 (trade size 2) or 
larger and the enclosure contains termináis, splices, or 
taps. 

For the purposes of this section, high temperatures shall 
be considerad to be any temperatures exceeding 80 percent 
of the autoignition temperature in degrees Celsius of the 
gas or vapor involved. 


501.115(B)(1)(2) 

(3) Are enclosed within a factory-sealed explosionproof 
chamber located within the enclosure, identified for the 
location, and marked “factory sealed” or equivalent, 
unless the enclosure entry is metric designator 53 
(trade size 2) or larger 

(4) Are in noninc^Jne circuits 

Factory-se^^Miclosures shall not be considerad to 
serve as a sejn ForT^^her adjacent explosionproof enclo¬ 
sure tha^fcrequired a conduit seal. 

C«mit seáis shall b^«Jalled within 450 mm (18 in.) 
from the enejóme. Only explosionproof unions, couplings, 
redmfc^jjwws, capped elbows, and conduit bodies simi¬ 
lar to L. T, and Cross types that are not larger than the trade 
¿jz e of tnÍH|nduit shall be permitted between the sealing 
Explosionproof enclosure. 

¡fized Enclosures. In each conduit entry into a 
ressurized enclosure where the conduit is not pressurized 
k part of the protection system. Conduit seáis shall be 
Ttalled within 450 mm (18 in.) from the pressurized en- 
^closure. 

Informational Note No. 1: Installing the seal as cióse as 
possible to the enclosure will reduce problems with purging 
the dead airspace in the pressurized conduit. 

Informational Note No. 2: For further information, see 
NFPA 496-2008, Standard for Purged and Pressurized En¬ 
closures for Electrical Equipment. 

(3) Two or More Explosionproof Enclosures. Where two 
or more explosionproof enclosures for which conduit seáis 
are required under 501.15(A)(1) are connected by nipples 
or by runs of conduit not more than 900 mm (36 in.) long, 
a single conduit seal in each such nipple connection or run 
of conduit shall be considerad sufficient if located not more 
than 450 mm (18 in.) from either enclosure. 

(4) Class I, División 1 Boundary. In each conduit run 
leaving a Class I, División 1 location. The sealing fitting 
shall be permitted on either side of the boundary of such 
location within 3.05 m (10 ft) of the boundary and shall be 
designed and installed so as to minimize the amount of gas 
or vapor within the División 1 portion of the conduit from 
being communicated to the conduit beyond the seal. Except 
for listed explosionproof reducers at the conduit seal, there 
shall be no unión, coupling, box, or fitting between the 
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conduit seal and the point at which the conduit leaves the 
División 1 location. 

Exception No. 1: Metal conduit that contains no unions, 
couplings, boxes, orfittings, and passes completely through 
a Class I, División 1 location with no fittings less than 
300 mm (12 in.) beyond each boundary, shall not require a 
conduit seal if the termination points of the unbroken con¬ 
duit are in unclassified locations. 

Exception No. 2: For underground conduit installed in 
accordance with 300.5 where the boundary is below grade, 
the sealing fitting shall be permitted to be installed after the 
conduit emerges from below grade, but there shall be no 
unión, coupling, box, or fitting, other than Usted explosion- 
proof reducers at the sealing fitting, in the conduit between 
the sealing fitting and the point at which the conduit 
emerges from below grade. 

(B) Conduit Seáis, Class I, División 2. In Class I, Divi¬ 
sión 2 locations, conduit seáis shall be located in accor¬ 
dance with 501.15(B)(1) and (B)(2). 

(1) Entering Enclosures. For connections to enclosures 
that are required to be explosionproof, a conduit seal shall 
be provided in accordance with 501.15(A)(1)(1 
(A)(3). All portions of the conduit run or nipple be 
the seal and enclosure shall comply with 501.10(A). 

14-45] 

(2) Class I, División 2 Boundary 

passing from a Class I, División 2 1¡ 
sified location. The sealing fitting 
either side of the boundary 
(10 ft) of the boundary. R 
Steel intermedíate metal 
sealing fitting and the poijr 
División 2 location, and 
used at the sealing fitting. 
conduit seal, there shall be no coupling, box, or 

fitting between the conduit seal ana the point at which the 
conduit leaves the División 2 location. Conduits shall be 
sealed to minimize the amount of gas or vapor within the 
División 2 portion of the conduit from being communicated 
to the conduit beyond the seal. Such seáis shall not be 
required to be explosionproof but shall be identified for the 
purpose of minimizing passage of gases to the rate permit¬ 
ted for seal fittings [200 cm 3 /hr (0.007 ft 3 /hr) of air at a 
pressure of 1500 pascáis (6 in. of water)] under normal 
operating conditions and shall be accessible. [ROP 14-46] 

Exception No. 1: Metal conduit that contains no unions, 
couplings, boxes, orfittings, and passes completely through 
a Class I, División 2 location with no fittings less than 
300 mm (12 in.) beyond each boundary, shall not be re¬ 
quired to be sealed ifthe termination points ofthe unbroken 
conduit are in unclassified locations. 




Exception No. 2: Conduit systems terminating at an un¬ 
classified location where a wiring method transition is 
made to cable tray, cablebus, ventilated busway, Type MI 
cable, or cable not installed in any cable tray or raceway 
system shall not be required to be sealed where passing 
from the Class I, División 2 location into the unclassified 
location. The unclassified location shall be outdoors or, if 
the conduit system is all in one room, it shall be permitted 
to be indoors. The conduits shall not termínate at an enclo¬ 
sure containing an ignition source in normal operation. 
Exception No. 3: Conduit systems passing from an enclo¬ 
sure or room that is unclassified as a result of pressuriza- 
tion into a Class I, División 2 location shall not require a 
seal at the boundary. 

Informatioij^PNote: For further information, refer to 
NFPA 4M?008, Standard for Purged and Pressurized En- 
closiu^mmíElectrical Equipment. 

Excemfon No^^iegments of aboveground conduit systems 
t not be retp^ul to be sealed where passing from a 
Wlass I, División zl^ution into an unclassified location if 
di of^m following conditions are met: 



1.05 m 
threaded 
r een the 
[nduit leaves the 
iection shall be 
:d reducers at the 


(1 ofthe conduit system segment passes through a 

It I, División 1 location where the conduit contains 
, couplings, boxes, or fittings within 300 mm 
(12 in.) of the Class I, División 1 location. 

(2) The conduit system segment is located entirely in out- 
door locations. 

(3) The conduit system segment is not directly connected to 
canned pumps, process or Service connections for flow, 
pressure, or analysis measurement, and so forth, that 
depend on a single compression seal, diaphragm, or 
tube to prevent flammable or combustible fluids from 
entering the conduit system. 

(4) The conduit system segment contains only threaded 
metal conduit, unions, couplings, conduit bodies, and 
fittings in the unclassified location. 

(5) The conduit system segment is sealed at its entry to 
each enclosure or fitting housing termináis, splices, or 
taps in Class I, División 2 locations. 

(C) Class I, Divisions 1 and 2. Seáis installed in Class I, 
División 1 and División 2 locations shall comply with 
501.15(0(1) through (C)(6). 

Exception: Seáis not required to be explosionproof by 
501.15(B)(2) or 504.70. 

(1) Fittings. Enclosures for connections or equipment shall 
be provided with an integral means for sealing, or sealing 
fittings listed for the location shall be used. Sealing fittings 
shall be listed for use with one or more specific compounds 
and shall be accessible. 
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(2) Compound. The compound shall provide a seal against 
passage of gas or vapors through the seal fitting, shall not 
be affected by the surrounding atmosphere or liquids, and 
shall not have a melting point of less than 93°C (200°F). 

(3) Thickness of Compounds. Except for listed cable 
sealing fittings, the thickness of the sealing compound in a 
completed seal shall not be less than the metric designator 
(trade size) of the sealing fitting expressed in the units of 
measurement employed, and in no case less than 16 mm (% 
in.). 

(4) Splices and Taps. Splices and taps shall not be made in 
fittings intended only for sealing with compound, ñor shall 
other fittings in which splices or taps are made be filled 
with compound. 

(5) Assemblies. In an assembly where equipment that may 
produce ares, sparks, or high temperatures is located in a 
compartment sepárate from the compartment containing 
splices or taps, and an integral seal is provided where con- 
ductors pass from one compartment to the other, the entire 
assembly shall be identified for the location. Seáis in con- 
duit connections to the compartment containing splices or 
taps shall be provided in Class I, División 1 locations 
where required by 501.15(A)(1)(2). 

(6) Conductor or Optical Fiber Fill. The cross-sectional 1 

area of the conductors or optical fiber tubes (m etallic or 
nonmetallic) permitted in a seal shall not exceedJj 
of the cross-sectional area of a rigid metal ol 

same trade size unless it is specifically «ren tified f 
higher percentage of fill. [ROP 14-48] 

(D) Cable Seáis, Class I, Divisioi 
locations, cable seáis shall 
501.15(D)(1) through (D)(3). 

(1) At Terminations. Cable shall l^^aled at lTl termina- 
tions. The sealing fitting shall comply^^^5^rl5(C). Mul- 
ticonductor Type MC-HL cables with a gSmiportight con- 
tinuous corrugated metallic sheath and an overall jacket of 
suitable polymeric material shall be sealed with a listed 
fitting after removing the jacket and any other covering so 
that the sealing compound surrounds each individual insu- 
lated conductor in such a manner as to minimize the pas¬ 
sage of gases and vapors. 

Exception: Shielded cables and twisted pair cables shall 
not require the removal of the shielding material or sepa- 
ration of the twisted pairs, provided the termination is by 
an approved means to minimize the entrance of gases or 
vapors and prevent propagation of fíame into the cable 

(2) Cables Capable of Transmitting Gases or Vapors. 

Cables in conduit with a gas/vaportight continuous sheath 
capable of transmitting gases or vapors through the cable 



core shall be sealed in the División 1 location after remov¬ 
ing the jacket and any other coverings so that the sealing 
compound will surround each individual insulated conduc¬ 
tor or optical fiber tube and the outer jacket. [ROP 14-49] 
Exception: Multiconductor cables with a gas/vaportight 
continuous sheath capable of transmitting gases or vapors 
through the cable core shall be permitted to be considered 
as a single conductor by sealing the cable in the conduit 
within 450 mm (18 in.) of the enclosure and the cable end 
within the enclosure by an approved means to minimize the 
en trance of gases or vapors and prevent the propagation of 
fíame into the cable core, or by other approved methods. 
For shielded cables and twisted pair cables, it shall not be 
required to remove the shielding material or sepárate the 
twisted pair. » 

(3) Cables Incamnle of Transmitting Gases or Vapors. 

Each multicoi^Élkkcabie in conduit shall be considered as 
a single corl^Ktor n^^cable is incapable of transmitting 
gases oj^qmrs throuj^By; cable core. These cables shall 
be in accordance ^^^501.15(A). 

(E) Cable Seáis, Class I, División 2. In Class I, División 2 
locati<W®íble seáis shall be located in accordance with 
,501.15(^^thmugh (E)(4). 

s. Cables entering enclosures that are re- 
explosionproof shall be sealed at the point of 
[trance. The sealing fitting shall comply with 
1.15(B)(1) or be explosionproof. Multiconductor or op- 
multifiber cables with a gas/vaportight continuous 
leath capable of transmitting gases or vapors through the 
cable core shall be sealed in a listed fitting in the División 
2 location after removing the jacket and any other cover¬ 
ings so that the sealing compound surrounds each indi¬ 
vidual insulated conductor or optical fiber tube in such a 
manner as to minimize the passage of gases and vapors. 
Multiconductor or optical multifiber cables in conduit shall 
be sealed as described in 501.15(D). [ROP 14-50, ROP 
14-51] 

Exception No. 1: Cables passing from an enclosure or 
room that is unclassified as a result of Type Z pressuriza- 
tion into a Class I, División 2 location shall not require a 
seal at the boundary. 

Exception No. 2: Shielded cables and twisted pair cables 
shall not require the removal of the shielding material or 
separation of the twisted pairs, provided the termination is 
by an approved means to minimize the entrance of gases or 
vapors and prevent propagation of fíame into the cable 

(2) Cables That Do Not Transmit Gases or Vapors. 

Cables that have a gas/vaportight continuous sheath and do 
not transmit gases or vapors through the cable core in ex- 
cess of the quantity permitted for seal fittings shall not be 
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required to be sealed except as required in 501.15(E)(1). 
The mínimum length of such cable run shall not be less 
than that length that limits gas or vapor flow through the 
cable core to the rate permitted for seal fittings [200 cm 3 /hr 
(0.007 ft 3 /hr) of air at a pressure of 1500 pascáis (6 in. of 
water)]. 


(3) Cables Capable of Transmitting Gases or Yapors. 

Cables with a gas/vaportight continuous sheath capable of 
transmitting gases or vapors through the cable core shall 
not be required to be sealed except as required in 
501.15(E)(1), unless the cable is attached to process equip- 
ment or devices that may cause a pressure in excess of 
1500 pascáis (6 in. of water) to be exerted at a cable end, in 
which case a seal, barrier, or other means shall be provided 
to prevent migration of flammables into an unclassified lo- 
cation. 

Exception: Cables with an unbroken gas/vaportight con¬ 
tinuous sheath shall be permitted to pass through a Class I, 
División 2 location without seáis. 

(4) Cables Without Gas/Vaportight Sheath. Cables that 
do not have gas/vaportight continuous sheath shÉ 
sealed at the boundary of the División 2 and unclaS 
location in such a manner as to minimize the passagl 
gases or vapors into an unclassified locad™ 

(F) Drainage. 

(1) Control Equipment. Where the 
liquid or other condensed v< 
enclosures for control eqi 
raceway system, appro va^Fíean s shall 
vent accumulation or to^kanit perioc 
liquid or condensed vapor. 

(2) Motors and Generators. V$^|^7quid or condensed 
vapor may accumulate within motSTs or generators, joints 
and conduit systems shall be arranged to minimize the en¬ 
trance of liquid. If means to prevent accumulation or to 
permit periodic draining are necessary, such means shall be 
provided at the time of manufacture and shall be considered 
an integral part of the machine. [ROP 14-52] 



capable of transmitting fluids, shall be provided with an 
additional means to mitígate a single process seal failure, 
The additional means may inelude, but is not limited to the 
following: 

(1) A suitable barrier meeting the process temperature and 
pressure conditions that the barrier will be subjected to 
upon failure of the single process seal. There shall be a 
vent or drain between the single process seal and the 
suitable barrier. Indication of the single process seal 
failure shall be provided by visible leakage, an audible 
whistle, or other means of monitoring. 

(2) A listed Type MI cable assembly, rated at not less than 
125 percent of the process pressure and not less than 
125 percent of the máximum process temperature (in 
degrees Cdsius), installed between the cable or conduit 
and the^Bgle process seal. 

(3) A drainiw: vent located between the single process seal 
at^^i ankut or cable seal. The drain or vent shall be 
jufficientlj^fc^ to prevent overpressuring the conduit 

r or cable seall^Ke 6 in. water column (1493 Pa). In- 
pn of the smgle process seal failure shall be pro- 
Wd by visible leakage, an audible whistle, or other 
Ríeans of monitoring. 

add-on secondary seal marked “Secondary Seal” 
~^ated for the pressure and temperature conditions 
»t it will be subjected to upon failure of the single 
process seal. [ROP 14-54] 

Process-connected electrical equipment that does not 
rely on a single process seal or is hsted and marked “single 
seal” or “dual seal” shall not be required to be provided 
with an additional means of sealing. 

Informational Note: For construction and testing require- 
ments for process sealing for listed and marked “single 
seal,” “dual seal,” or “secondary seal” equipment, refer to 
ANSI/ISA-12.27.01-2011, Requirements for Process Seal¬ 
ing Between Electrical Systems and Flammable or Com¬ 
bustible Process Fluids. [ROP 14-54, ROP 14-55] 

501.20 Conductor Insulation, Class I, Divisions 1 and 2. 

Where condensed vapors or liquids may collect on, or come 
in contad with, the insulation on conductors, such insula¬ 
tion shall be of a type identified for use under such condi¬ 
tions; or the insulation shall be protected by a sheath of 
lead or by other approved means. 


501.17 Process Sealing. This section shall apply to 
process-connected equipment, which ineludes, but is not 
limited to, canned pumps, submersible pumps, flow, pres¬ 
sure, temperature, or analysis measurement instruments. A 
process seal is a device to prevent the migration of process 
fluids from the designed containment into the external elec¬ 
trical system. Process connected electrical equipment that 
incorporales a single process seal, such as a single com- 
pression seal, diaphragm, or tube to prevent flammable or 
combustible fluids from entering a conduit or cable system 


501.25 Uninsulated Exposed Parts, Class I, Divisions 1 

and 2. There shall be no uninsulated exposed parts, such as 
electrical conductors, buses, termináis, or components, that 
opérate at more than 30 volts (15 volts in wet locations). 
These parts shall additionally be protected by a protection 
technique according to 500.7(E), (F), or (G) that is suitable 
for the location. 

501.30 Grounding and Bonding, Class I, Divisions 1 

and 2. Wiring and equipment in Class I, División 1 and 2 
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locations shall be grounded as specified in Article 250 and 
in accordance with the requirements of 501.30(A) and (B). 

(A) Bonding. The locknut-bushing and double-locknut 
types of contacts shall not be depended on for bonding 
purposes, but bonding jumpers with proper fittings or other 
approved means of bonding shall be used. Such means of 
bonding shall apply to all intervening raceways, fittings, 
boxes, enclosures, and so forth between Class I locations 
and the point of grounding for Service equipment or point 
of grounding of a separately derived system. 

Exception: The specific bonding means shall be required 
only to the nearest point where the grounded Circuit con¬ 
ductor and the grounding electrode are connected together 
on the line side of the building or structure disconnecting 
means as specified in 250.32(B), provided the branch- 
circuit overcurrent protection is located on the load side of 
the disconnecting means. 

[ROP 14-56a] 

(B) Types of Equipment Grounding Conductors. Flex¬ 
ible metal conduit and liquidtight flexible metal conduit 
shall inelude an equipment bonding jumper of the wire type 
in compliance with 250.102. 

Exception: In Class I, División 2 locations, the bonding ^ 
jumper shall be permitted to be deleted where all of the% 
following conditions are n 

(1) Listed liquidtight flexible metal conduit /Jjn (6 
less in length, with fittings listed for groj^ming, is 

(2) Overcurrent protection in the Circuit i: 
amperes or less. 

(3) The load is not a power u 
501.35 Surge Protection. 

(A) Class I, División 1. Surge a^fcters, surafcrotective 
devices, and capacitors shall be imftüed^^enclosures 
identified for Class I, División 1 locatiomMwge-protective 
capacitors shall be of a type designed for specific duty. 



(1) Containing Liquid That Will Burn. Transformers and 
capacitors containing a liquid that will burn shall be in- 
stalled only in vaults that comply with 450.41 through 
450.48 and with (1) through (4) as follows: 

(1) There shall be no door or other communicating opening 
between the vault and the División 1 location. 

(2) Ampie ventilation shall be provided for the continuous 
removal of flammable gases or vapors. 

(3) Vent openings or duets shall lead to a safe location 
outside of buildings. 

(4) Vent duets and openings shall be of sufificient area to 
relieve explosión pressures within the vault, and all 
portions of vent duets within the buildings shall be of 
reinforced concrete construction. 

(2) Not Containiu^Kiquid That Will Burn. Transform¬ 
ers and capacit™^mat do not contain a liquid that will burn 
shall be insti^iT^kaults complying with 501.100(A)(1) 
or be i de o¿¡ned for ^fttl locations. 

División 2. T^Class I, División 2 locations, 
>rmer§^kll comply with 450.21 through 450.27, and 
ill comply with 460.2 through 460.28. 

ts, Instruments, and Relays. 

(A) Class I, ®” s ' on !• In Class I, División 1 locations, 
:rs, Instruments, and relays, including kilowatt-hour 

íeters, instrument transformers, resistors, rectifiers, and 
¡rmionic tubes, shall be provided with enclosures identi- 
for Class I, División 1 locations. Enclosures for Class 
División 1 locations inelude explosionproof enclosures 
and purged and pressurized enclosures. 

Informational Note: See NFPA 496-2008, Standard for 
Purged and Pressurized Enclosures for Electrical 
Equipment. 

(B) Class I, División 2. In Class I, División 2 locations, 
meters, instruments, and relays shall comply with 
501.105(B)(1) through (B)(6). 


(B) Class I, División 2. Surge arresters and surge- 
protective devices shall be nonarcing, such as metal-oxide 
varistor (MOV) sealed type, and surge-protective capacitors 
shall be of a type designed for specific duty. Enclosures 
shall be permitted to be of the general-purpose type. Surge 
protection of types other than described in this paragraph 
shall be installed in enclosures identified for Class I, Divi¬ 
sión 1 locations. [ROP 14-59] 


(1) Contacts. Switches, circuit breakers, and make-and- 
break contacts of pushbuttons, relays, alarm bells, and 
homs shall have enclosures identified for Class I, División 
1 locations in accordance with 501.105(A). 

Exception: General-purpose enclosures shall be permitted 
if current-interrupting contacts comply with one of the fol- 
lowing: 


III. Equipment 

501.100 Transformers and Capacitors. 

(A) Class I, División 1. In Class I, División 1 locations, 
transformers and capacitors shall comply with 
501.100(A)(1) and (A)(2). 


(1) Are immersed in oil 

(2) Are enclosed within a chamber that is hermetically 
sealed against the entrance of gases or vapors 

(3) Are in nonincendive circuits 

(4) Are listed for División 2 
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(2) Resistors and Similar Equipment. Resistors, resis- 
tance devices, thermionic tubes, rectifiers, and similar 
equipment that are used in or in connection with meters, 
instruments, and relays shall comply with 501.105(A). 


(4) Only necessary receptacles are provided. 

(5) The receptacle carries a label waming against unplug- 
ging under load. 


Exception: General-purpose-type enclosures shall be per- 
mitted if such equipment is without make-and-break or slid- 
ing contacts [other than as provided in 501.105(B)(1)] and 
if the máximum operating temperature of any exposed sur- 
face will not exceed 80 percent ofthe autoignition tempera- 
ture in degrees Celsius of the gas or vapor involved or has 
been tested and found incapable of igniting the gas or va¬ 
por. This exception shall not apply to thermionic tubes. 
[ROP 14-60] 


501.115 Switches, Circuit Breakers, Motor Controllers, 
and Fuses. 

(A) Class I, División 1. In Class I, División 1 locations, 
switches, circuit breakers, motor controllers, and fuses, in- 
cluding pushbuttons, relays, and similar devices, shall be 
provided with enclosures, and the enclosure in each case, 
together with the enclosed apparatus, shall be identified as a 
complete assembly for use in Class I locations. 


(3) Without Make-or-Break Contacts. Transformer 
windings, impedance coils, solenoids, and other windings 
that do not incorpórate sliding or make-or-break contacts 
shall be provided with enclosures. General-purpose-type 
enclosures shall be permitted. 

(4) General-Purpose Assemblies. Where an assembly is 

made up of components for which general-purpose enclo- i 
sures are acceptable as provided in 501.105(B)(1), (B)(2), 
and (B)(3), a single general-purpose enclosure shall be ac¬ 
ceptable for the assembly. Where such an asseml^ 
eludes any of the equipment described in 501.105(1 
the máximum obtainable surface temperature of any 5 
ponent of the assembly shall be clearly a 
indicated on the outside of the encloMK ativell 
equipment shall be permitted to be n»£ed ;ate th^ 

temperature class for which it is suft¡ 
perature class (T Code) of Table 500.8 


(5) Fuses. Where gene: 
in 501.105(B)(1) throuj 
tection of instrument circl 
normal use shall be pern 
purpose enclosures if 
switch complying with 




¡rmitted 
kOverMfrent pro- 
overloading in 
fnted in general- 
preceded by a 


(B) Class I, División 2. Switches, circuit breakers, motor 
controllers, and fuses in Class I, División 2 locations shall 
comply with^ol .115(B)( 1) through (B)(4). 

(1) Type Required. Circuit breakers, motor controllers, 
ktended to interrupt current in the normal 
Irmance o^^^function for which they are installed 
Icíll be provided^fctíj enclosures identified for Class I, 
DivisiuAl locations in accordance with 501.105(A), unless 
JPpurpose enclosures are provided and any of the fol- 
Jjg apply: 

(1) ^kt interruption of current occurs within a chamber 
^JieWetically sealed against the entrance of gases and 

fepors. 

(2) The current make-and-break contacts are oil-immersed 
and of the general-purpose type having a 50-mm (2-in.) 
minimum immersion for power contacts and a 25-mm 
(1-in.) minimum immersion for control contacts. 

(3) The interruption of current occurs within a factory- 
sealed explosionproof chamber. 

(4) The device is a solid State, switching control without 
contacts, where the surface temperature does not ex¬ 
ceed 80 percent of the autoignition temperature in de¬ 
grees Celsius of the gas or vapor involved. [ROP 
14-63] 


(6) Connections. To facilitate replacements, process con¬ 
trol instruments shall be permitted to be connected through 
flexible cord, attachment plug, and receptacle, provided all 
of the following conditions apply: 

(1) A switch complying with 501.105(B)(1) is provided so 
that the attachment plug is not depended on to interrupt 
current, unless the circuit is nonincendive field wiring, 
in which case the switch is not required. [ROP 14-62] 

(2) The current does not exceed 3 amperes at 120 volts, 
nominal. 

(3) The power-supply cord does not exceed 900 mm (3 ft), 
is of a type listed for extra-hard usage or for hard usage 
if protected by location, and is supplied through an 
attachment plug and receptacle of the locking and 
grounding type. 


(2) Isolating Switches. Fused or unfused disconnect and 
isolating switches for transformers or capacitor banks that 
are not intended to interrupt current in the normal perfor¬ 
mance of the function for which they are installed shall be 
permitted to be installed in general-purpose enclosures. 

(3) Fuses. For the protection of motors, appliances, and 
lamps, other than as provided in 501.115(B)(4), standard 
plug or cartridge fuses shall be permitted, provided they are 
placed within enclosures identified for the location; or fuses 
shall be permitted if they are within general-purpose enclo¬ 
sures, and if they are of a type in which the operating 
element is immersed in oil or other approved liquid, or the 
operating element is enclosed within a chamber hermeti- 
cally sealed against the entrance of gases and vapors, or the 
fuse is a nonindicating, filled, current-limiting type. 
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(4) Fuses Internal to Luminaires. Listed cartridge fuses 
shall be permitted as supplementary protection within lumi- 


501.120 Control Transformers and Resistors. Trans- 
formers, impedance coils, and resistors used as, or in con- 
junction with, control equipment for motors, generators, 
and appliances shall comply with 501.120(A) and (B). 

(A) Class I, División 1. In Class I, División 1 locations, 
transformers, impedance coils, and resistors, together with 
any switching mechanism associated with them, shall be 
provided with enclosures identified for Class I, División 1 
locations in accordance with 501.105(A). 

(B) Class I, División 2. In Class I, División 2 locations, 
control transformers and resistors shall comply with 
501.120(B)(1) through (B)(3). 

(1) Switching Mechanisms. Switching mechanisms used 
in conjunction with transformers, impedance coils, and re¬ 
sistors shall comply with 501.115(B). 

(2) Coils and Windings. Enclosures for windings of trans¬ 
formers, solenoids, or impedance coils shall be permitted to 
be of the general-purpose type. 

(3) Resistors. Resistors shall be provided with enclosures; 
and the assembly shall be identified for Class I l ocati ons. 
unless resistance is nonvariable and maximunj 
temperature, in degrees Celsius, will not exc^ 
of the autoignition temperature of the gas oi^ 
or has been tested and found incapable of i; 
or vapor. [ROP 14-64] 

501.125 Motors and Genera] 

(A) Class I, División 1. In ClasH ocations, 

motors, generators, and other rotati lachinery 

shall be one of the following: 

(1) Identified for Class I, División 1 locations 

(2) Of the totally enclosed type supplied with positive- 
pressure ventilation from a source of clean air with 
discharge to a safe area, so arranged to prevent ener- 
gizing of the machine until ventilation has been estab- 
lished and the enclosure has been purged with at least 
10 volumes of air, and also arranged to automatically 
de-energize the equipment when the air supply fails 




in a gas or vapor at a pressure greater than atmospheric 
and that is flammable only when mixed with air; and 
the machine is so arranged to prevent energizing it until 
it has been purged with the liquid or gas to exelude air, 
and also arranged to automatically de-energize the 
equipment when the supply of liquid or gas or vapor 
fails or the pressure is reduced to atmospheric 

Totally enclosed motors of the types specified in 
501.125(A)(2) or (A)(3) shall have no extemal surface with 
an operating temperature in degrees Celsius in excess of 
80 percent of the autoignition temperature of the gas or 
vapor involved. Appropriate devices shall be provided to 
detect and automatically de-energize the motor or provide 
an adequate alarm if there is any increase in temperature of 
the motor beyond designed limits. Auxiliary equipment 
shall be of a typ^^Entified for the location in which it is 
installed. [ROP 14-67] 

[ROP 14-66a] 

(B) Class I, División 2Aa Class I, División 2 locations, 
generators, and otflir rotating electrical machinery 
:h arj^rployed sliding contacts, centrifugal or other 
itching mechanism (including motor overcur- 
ling, and overtemperature devices), or integral 
Ices, either while starting or while running, 
itmed for Class I, División 1 locations, unless 
contacts, switching mechanisms, and resis- 
mee devices are provided with enclosures identified for 
I, División 2 locations in accordance with 
105(B). The exposed surface of space heaters used to 
irevent condensation of moisture during shutdown periods 
shall not exceed 80 percent of the autoignition temperature 
in degrees Celsius of the gas or vapor involved when oper- 
ated at rated voltage, and the máximum space heater sur- 
face temperature [based on a 40°C or higher marked ambi- 
ent] shall be permanently marked on a visible nameplate 
mounted on the motor. Otherwise, space heaters shall be 
identified for Class I, División 2 locations. In Class I, Di¬ 
visión 2 locations, the installation of open or nonexplosion- 
proof enclosed motors, such as squirrel-cage induction mo¬ 
tors without brushes, switching mechanisms, or similar arc- 
producing devices that are not identified for use in a Class 
I, División 2 location, shall be permitted. [ROP 14-68] 

Informational Note No. 1: It is important to consider the 
temperature of intemal and extemal surfaces that may be 
exposed to the flammable atmosphere. 


(3) Of the totally enclosed inert gas-filled type supplied 
with a suitable reliable source of inert gas for pressur- 
izing the enclosure, with devices provided to ensure a 
positive pressure in the enclosure and arranged to au¬ 
tomatically de-energize the equipment when the gas 
supply fails 

(4) Of a type designed to be submerged in a liquid that is 
flammable only when vaporized and mixed with air, or 


Informational Note No. 2: It is important to consider the 
risk of ignition due to currents arcing across discontinuities 
and overheating of parts in multisection enclosures of large 
motors and generators. Such motors and generators may 
need equipotential bonding jumpers across joints in the en¬ 
closure and from enclosure to ground. Where the presence 
of ignitible gases or vapors is suspected, clean-air purging 
may be needed immediately prior to and during start-up 
periods. 
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Informational Note No. 3: For further information on the 
application of electric motors in Class I, División 2 hazard- 
ous (classified) locations, see IEEE Std. 1349-2011, IEEE 
Guide for the Application of Electric Motors in Class I, 
División 2 and Class I, Zone 2 Hazardous (Classified) Lo¬ 
cations. [ROP 14-69, ROP 14-70] 


ture in degrees Celsius of the gas or vapor involved, lumi- 
naires shall comply with 501.130(A)(1) or shall be of a 
type that has been tested in order to determine the marked 
operating temperature or temperature class (T Code). [ROP 
14-71] 


Informational Note No. 4: For reciprocating engine driven 
generators, compressors, and other equipment installed in 
Class I División 2 locations, it is important to consider the 
risk of ignition of flammable materials associated with fuel, 
starting, compression, etc. that may be present due to inad- 
vertent release or equipment malfunction by the engine ig¬ 
nition system and Controls. For further information on the 
requirements for ignition systems for reciprocating engines 
installed in Class I División 2 hazardous (classified) loca¬ 
tions, see ANSI/ISA-12.20.01-2009, General Requirements 
for Electrical Ignition Systems for lntemal Combustión En¬ 
gines in Class I, División 2 or Zone 2, Hazardous (Classi¬ 
fied) Locations. [ROP 14-66] 

501.130 Luminaires. Luminaires shall comply with 
501.130(A) or (B). 

(A) Class I, División 1. In Class I, División 1 locations, 
luminaires shall comply with 501.130(A)(1) through < 
(A)(4). 

(1) Luminaires. Each luminaire shall be identifiej 
complete assembly for the Class I, División 1 locada 
shall be clearly marked to indicate the máximum wattal^of Á 
lamps for which it is identified. Luminair^«jatended^ 
portable use shall be specifically listed^^ica^plete a 
sembly for that use. 

(2) Physical Damage. Each luminaíS 
against physical damage by a ai 

(3) Pendant Luminaires. Pendant luTÜ^tires ^fed l be sus¬ 
pended by and supplied^fctugh thread^Érigid metal con- 
duit stems or threaded stee^Mermediate Jiduit stems, and 
threaded joints shall be pro^kk witl^K-screws or other 
eífective means to prevent loose^^^^m stems longer than 
300 mm (12 in.), permanent and eífective hracing against 
lateral displacement shall be provided at a level not more 
than 300 mm (12 in.) above the lower end of the stem, or 
flexibility in the form of a fitting or flexible connector iden¬ 
tified for the Class I, División 1 location shall be provided 
not more than 300 mm (12 in.) from the point of attachment 
to the supporting box or fitting. 

(4) Supports. Boxes, box assemblies, or fittings used for 
the support of luminaires shall be identified for Class I 
locations. 


(2) Physical Damage. Luminaires shall be protected from 
physical damage by suitable guards or by location. Where 
there is danger that falling sparks or hot metal from lamps 
or luminaires might ignite localized concentrations of flam¬ 
mable vapors or gases, suitable enclosures or other effec- 
tive protective means shall be provided. 

(3) Pendant Luminaires. Pendant luminaires shall be sus¬ 

pended by threaded rigid metal conduit stems, threaded 
Steel intermedíate metal conduit stems, or other approved 
means. For jjHl stems longer than 300 mm (12 in.), per¬ 
manent aj^reffective bracing against lateral displacement 
shall at a level not more than 300 mm (12 in.) 

tne ]o\^*|nd of the stem, or flexibility in the form 
í identified^™^ or flexible connector shall he pro- 
PTded not more tha^BOO mm (12 in.) from the point of 
¡^attacJapmt to the supporting box or fitting. 

Portable Lighting Equipment. Portable lighting 
fc^ent shall comply with 501.130(A)(1). 

Where portable lighting equipment is mounted 
ot^movable stands and is connected by flexible cords, as 
covered in 501.140, it shall be permitted, where mounted in 
any position, if it conforms to 501.130(B)(2). 

(5) Switches. Switches that are a part of an assembled 
fixture or of an individual lampholder shall comply with 
501.115(B)(1). 

(6) Starting Equipment. Starting and control equipment 
for electric-discharge lamps shall comply with 501.120(B). 
Exception: A thermal protector potted into a thermally 
protected fluorescent lamp ballast if the luminaire is iden¬ 
tified for the location. 

501.135 Utilization Equipment. 

(A) Class I, División 1. In Class I, División 1 locations, all 
utilization equipment shall be identified for Class I, Divi¬ 
sión 1 locations. 

(B) Class I, División 2. In Class I, División 2 locations, all 
utilization equipment shall comply with 501.135(B)(1) 
through (B)(3). 


(B) Class I, División 2. In Class I, División 2 locations, 
luminaires shall comply with 501.130(B)(1) through (B)(6). 

(1) Luminaires. Where lamps are of a size or type that 
may, under normal operating conditions, reach surface tem- 
peratures exceeding 80 percent of the autoignition tempera- 


(1) Heaters. Electrically heated utilization equipment shall 
conform with either Ítem (1) or Ítem (2): 

(1) The heater shall not exceed 80 percent of the autoigni¬ 
tion temperature in degrees Celsius of the gas or vapor 
involved on any surface that is exposed to the gas or 
vapor when continuously energized at the máximum 
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rated ambient temperature. If a temperatura controller 
is not provided, these conditions shall apply when the 
heater is operated at 120 percent of rated voltage. 

[ROP 14-73] 

Exception No. 1: For motor-mounted anticondensation 
space heaters, see 501.125. 

Exception No. 2: Where a current-limiting device is ap- 
plied to the Circuit serving the heater to limit the current in 
the heater to a valué less than that required to raise the 
heater surface temperature to 80 percent ofthe autoignition 
temperature. [ROP 14-74] 

(2) The heater shall be identified for Class I, División 1 
locations. 

Exception to (2): Electrical resistance heat tracing identi¬ 
fied for Class I, División 2 locations. 

(2) Motors. Motors of motor-driven utilization equipment 
shall comply with 501.125(B). 

(3) Switches, Circuit Breakers, and Fuses. Switches, Cir¬ 
cuit breakers, and fuses shall comply with 501.115(B). 

501.140 Flexible Cords, Class I, Divisions 1 and 2. 

(A) Permitted Uses. Flexible cord shall be permitted: 

(1) For connection between portable lighting equipment orí 

other portable utilization equipment and the fixed por- 1 
tion of their supply circuit. The flexible cord s 
attached to the utilization equipment v 
nector listed for the protection techniqi 
ment wiring compartment. An attachnt 
cordance with 501.140(B)(4) shall be e 
14-75] ^ 

(2) For that portion of the circin^wr 
methods of 501.10(A) cani^Krovide the 3 
gree of movement for fixed a^Lmobile eleflical utili¬ 
zation equipment, and the flexmkcord is^otected by 
location or by a suitable guard frc^kd^^e and only 
in an industrial establishment wh^r conditions of 
maintenance and engineering supervisión ensure that 
only qualified persons install and Service the installa- 
tion. 

(3) For electric submersible pumps with means for re- 
moval without entering the wet-pit. The extensión of 
the flexible cord within a suitable raceway between the 
wet-pit and the power source shall be permitted. 

(4) For electric mixers intended for travel into and out of 
open-type mixing tanks or vats. 

(5) For temporary portable assemblies consisting of recep- 
tacles, switches, and other devices that are not consid¬ 
erad portable utilization equipment but are individually 
listed for the location. 

(B) Installation. Where flexible cords are used, the cords 
shall comply with all of the following: 



(1) Be of a type listed for extra-hard usage 

(2) Contain, in addition to the conductors of the circuit, an 
equipment grounding conductor complying with 
400.23 

(3) Be supported by clamps or by other suitable means in 
such a manner that there is no tensión on the terminal 
connections 

(4) In División 1 locations or in División 2 locations where 
the boxes, fittings, or enclosures are required to be ex- 
plosionproof, the cord shall be terminated with a cord 
connector or attachment plug listed for the location or a 
listed cord connector installed with a seal listed for the 
location. In División 2 locations where explosionproof 
equipment is not required, the cord shall be terminated 
with a listed cookconnector or listed attachment plug. 
[ROP 14-76] 

(5) Be of co^^B^ length. Where 501.140(A)(5) is ap- 
plied, có|fls slU^Uie of continuous length from the 
po^Aource to fflfctemporary portable assembly and 
fj*rthe temporary pl^Uple assembly to the utilization 
Puipmenl 

proal Note: See 501.20 for flexible cords exposed 
A having a deleterious effect on the conductor 


íeptacles and Attachment Plugs, Class I, Di- 
sions 1 and 2. [ROP 14-77] 

Receptacles.. Receptacles shall be part of the premises 
a ring, except as permitted by 501.140(A)(5). 

(B) Attachment Plugs . Attachment plugs shall be of the 
type providing for connection to the equipment grounding 
conductor of a flexible cord and shall be identified for the 
location. 

Exception: Receptacles and attachment plugs as provided 
in 501.105(B)(6). 

501.150 Signaling, Alarm, Remote-Control, and Com¬ 
munications Systems. 

(A) Class I, División 1. In Class I, División 1 locations, all 
apparatus and equipment of signaling, alarm, remote- 
control, and Communications systems, regardless of volt- 
age, shall be identified for Class I, División 1 locations, and 
all wiring shall comply with 501.10(A), 501.15(A), and 
501.15(C). 

(B) Class I, División 2. In Class I, División 2 locations, 
signaling, alarm, remote-control, and Communications Sys¬ 
tems shall comply with 501.150(B)(1) through (B)(4). 

(1) Contacts. Switches, circuit breakers, and make-and- 
break contacts of pushbuttons, relays, alarm bells, and 
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horns shall have enclosures identified for Class I, División 
1 locations in accordance with 501.105(A). 

Exception: General-purpose enclosures shall be permitted 
if current-interrupting contacts are one of the following: 


(1) Immersed in oil 

(2) Enclosed within a chamber hermetically sealed against 
the entrance of gases or vapors 

(3) In nonincendive circuits 

(4) Part of a Usted nonincendive component 

(2) Resistors and Similar Equipment. Resistors, resis- 
tance devices, thermionic tubes, rectifiers, and similar 
equipment shall comply with 501.105(B)(2). 

(3) Protectors. Enclosures shall be provided for lightning 
protective devices and for fuses. Such enclosures shall be 
permitted to be of the general-purpose type. 

(4) Wiring and Sealing. All wiring shall comply with 
501.10(B), 501.15(B), and 501.15(C). 


ARTICLE 502 
Class II Locations 


I. General 

502.1 Scope. Article 502 covers the 
trical and electronic equipmei 
in Class II, División 1 and 
sion hazards may exist due 




(1) General. In Class II, División 1 locations, the wiring 

methods in (1) through (4) shall be permitted: 

(1) Threaded rigid metal conduit, or threaded Steel inter¬ 
medíate metal conduit. 

(2) Type MI cable with termination fittings listed for the 
location. Type MI cable shall be installed and sup- 
ported in a manner to avoid tensile stress at the termi¬ 
nation fittings. 

(3) In industrial establishments with limited public access, 
where the conditions of maintenance and supervisión 
ensure that only qualified persons Service the installa- 
tion, Type MC-HL cable, listed for use in Class II, 
División 1 locations, with a gas/vaportight continuous 
corrugated metallic sheath, an overall jacket of suitable 
polymenjAnaterial, a sepárate equipment grounding 
conduáBfff si in accordance with 250.122, and provided 

Lation fittings listed for the location, shall be 
»P 14-80] 

iber optic ^ Étes of the types OFNP, OFCP, OFNR, 
OFCR, OFNG^arCG, OFN, and OFC shall be permit¬ 
ió be installed in raceways as stated in 502.10(A). 
íese fiber optic cables shall be sealed in accordance 
ith 502.15. [ROP 14-80, ROP 14-83] 


502.5 Explosionproof Equipment. Ex^Rionproof equip¬ 

ment and wiring shall not b^^wuh^^and shall not be 
acceptable in Class II locations also identified for 

such locations. 

502.6 Zone Equipment. Equipment listed and marked in 
accordance with 506.9(C)(2) for Zone 20 locations shall be 
permitted in Class II, División 1 locations for the same dust 
atmosphere; and with a suitable temperature class. 

Equipment listed and marked in accordance with 
506.9(C)(2) for Zone 20, 21, or 22 locations shall be per¬ 
mitted in Class II, División 2 locations for the same dust 
atmosphere and with a suitable temperature class. 


II. Wiring 

502.10 Wiring Methods. Wiring methods shall comply 
with 502.10(A) or (B). 

(A) Class II, División 1. 


le Connections. Where necessary to employ 
te connections, one or more of the following shall 
be permitted: 

Dusttight flexible connectors 

(2) Liquidtight flexible metal conduit with listed fittings 

(3) Liquidtight flexible nonmetallic conduit with Usted fit¬ 
tings 

(4) Interlocked armor Type MC cable having an overall 
jacket of suitable polymeric material and provided with 
termination fittings listed for Class II, División 1 loca¬ 
tions. 

(5) Flexible cord listed for extra-hard usage and terminated 
with listed dusttight cord connectors. Where flexible 
cords are used, they shall comply with 502.140. [ROP 
14-84] 

(6) For elevator use, an identified elevator cable, type EO, 
ETP, or ETT, and as shown under the “use” column in 
Table 400.4 for “Hazardous (classified) locations” and 
terminated with listed dusttight fittings. [ROP 14-88a] 

Informational Note: See 502.30(B) for grounding require- 
ments where flexible conduit is used. 

(3) Boxes and Fittings. Boxes and fittings shall be pro¬ 
vided with threaded bosses for connection to conduit or 
cable terminations and shall be dusttight. Boxes and fittings 
in which taps, joints, or terminal connections are made, or 
that are used in Group E locations, shall be identified for 
Class II locations. [ROP 14-80] 
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Informational Note: For entry into enclosures required to 
be dust-ignitionproof, see further information on construc- 
tion, testing and marking of cables, dust-ignitionproof cable 
fittings, and dust-ignitionproof cord connectors in 
ANSI/UL 2225-2011, Cables and Cable-Fittings for Use in 
Hazardous (Classified) Locations. [ROP 14-80] 

(B) Class II, División 2. 

(1) General. In Class II, División 2 locations, the follow- 

ing wiring methods shall be permitted: 

(1) All wiring methods permitted in 502.10(A). 

(2) Rigid metal conduit, intermedíate metal conduit, elec- 
trical metallic tubing, dusttight wireways. 


terconnect the nonincendive field wiring Circuit to any other 
Circuit. 

Informational Note: Simple apparatus is defined in 504.2. 
Sepárate nonincendive field wiring circuits shall be in- 
stalled in accordance with one of the following: 

(1) In sepárate cables 

(2) In multiconductor cables where the conductors of each 
circuit are within a grounded metal shield 

(3) In multiconductor cables or in raceways where the con¬ 
ductors of each circuit have insulation with a minimum 
thickness of 0.25 mm (0.01 in.) 


(3) Type MC or MI cable with listed termination fittings. 

(4) Type PLTC and Type PLTC-ER cable in accordance 
with the provisions of Article 725, including installa- 
tion in cable tray systems. The cable shall be termi- 
nated with listed fittings. 

(5) Type ITC and Type ITC-ER cable as permitted in 727.4 
and terminated with listed fittings. 

(6) Type MC, MI, or TC cable installed in ladder, venti- 
lated trough, or ventilated channel cable trays in a 
single layer, with a space not less than the larger cable 
diameter between the two adjacent cables, shall be the4 
wiring method employed. 

Exception to (6): Type MC cable listed for 

División 1 locations shall be permitted to be ir 

out the spacings required by (6). [ROP 14- 

(7) In industrial establishments with restrm| 
cess where the conditions of mai ntenan ce a 
sion ensure that only qualifiec 
stallation and where metalli^Wmduit doéf not pS| 
sufficient corrosión resistai^^:einforced tHwiosetting 
resin conduit (RTRC) factor^fcüTOWS, andHssociated 
fittings, all marked with suffix A®^an^flchedule 80 
PVC conduit, factory elbows anc^H^nated fittings 
shall be permitted. 

(8) Fiber optic cables of the types OFNP, OFCP, OFNR, 
OFCR, OFNG, OFCG,OFN, and OFC shall be permit¬ 
ted to be installed in cable trays or any other raceway 
as stated in 502.10(B). Fiber optic cables shall be 
sealed in accordance with 502.15. [ROP 14-88] 

(2) Flexible Connections. Where provisión must be made 

for flexibility, 502.10(A)(2) shall apply. 


(4) Boxes and Fittings. All boxes and fittings shall be 
dusttight. 

502.15 Sealing^Slass II, Divisions 1 and 2. Where a 
raceway pm m u n i cati on between an enclosure 
that is requiso to bak^t- i gn i ti onproof and one that is not, 
suitablej^hns shall b^fc^ided to prevent the entrance of 
dust dust-ignitionpkpf enclosure through the race- 

wq^Bne ofjft following means shall be permitted: 

(1) n^Rent and effective seal 

(2) A nofcontal raceway not less than 3.05 m (10 ft) long 
^verti^kraceway not less than 1.5 m (5 ft) long and 

í clownward from the dust-ignitionproof en- 

^closurS 

B) A raceway installed in a manner equivalent to (2) or (3) 
i that extends only horizontally and downward from the 
r dust-ignition proof enclosures 

Where a raceway provides communication between an 
enclosure that is required to be dust-ignitionproof and an 
enclosure in an unclassified location, seáis shall not be re¬ 
quired. 

Sealing fittings shall be accessible. 

Seáis shall not be required to be explosionproof. 

Informational Note: Electrical sealing putty is a method of 
sealing. 

502.25 Uninsulated Exposed Parts, Class II, Divisions 1 

and 2. There shall be no uninsulated exposed parts, such as 
electrical conductors, buses, termináis, or components, that 
opérate at more than 30 volts (15 volts in wet locations). 
These parts shall additionally be protected by a protection 
technique according to 500.7(E), (F), or (G) that is suitable 
for the location. 


(3) Nonincendive Field Wiring. Nonincendive field wir¬ 
ing shall be permitted using any of the wiring methods 
permitted for unclassified locations. Nonincendive field 
wiring systems shall be installed in accordance with the 
control drawing(s). Simple apparatus, not shown on the 
control drawing, shall be permitted in a nonincendive field 
wiring circuit, provided the simple apparatus does not in- 


502.30 Grounding and Bonding, Class II, Divisions 1 

and 2. Wiring and equipment in Class II, División 1 and 2 
locations shall be grounded as specified in Article 250 and 
in accordance with the requirements of 502.30(A) and (B). 

(A) Bonding. The locknut-bushing and double-locknut 
types of contad shall not be depended on for bonding pur- 
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502.120 


poses, but bonding jumpers with proper fittings or other 
approved means of bonding shall be used. Such means of 
bonding shall apply to all intervening raceways, fittings, 
boxes, enclosures, and so forth, between Class II locations 
and the point of grounding for Service equipment or point 
of grounding of a separately derived system. 


stripping) to minimize the entrance of dust into the 
vault. 

(2) Vent openings and ducts shall communicate only with 
the outside air. 

(3) Suitable pressure-relief openings communicating with 
the outside air shall be provided. 


Exception: The specific bonding means shall only be re- 
quired to the nearest point where the grounded Circuit con¬ 
ductor and the grounding electrode conductor are con- 
nected together on the line side ofthe building or structure 
disconnecting means as specified in 250.32(B) if the 
branch-circuit overcurrent protection is located on the load 
side of the disconnecting means. 

[ROP 14-56a] 


(2) Not Containing Liquid That Will Burn. Transform- 
ers and capacitors that do not contain a liquid that will burn 
shall be installed in vaults complying with 450.41 through 
450.48 or be identified as a complete assembly, including 
terminal connections. 

(3) Group E. No transformer or capacitor shall be installed 
in a Class II, División 1, Group E location. 



(B) Types of Equipment Grounding Conductors. Liq- 
uidtight flexible metal conduit shall inelude an equipment 
bonding jumper of the wire type in compliance with 
250.102. 

Exception: In Class II, División 2 locations, the bonding 
jumper shall be permitted to be deleted where all of the ' 
following conditions are met: 


(1) Listed liquidtight flexible metal conduit 1.8 m (6 
less in length, with fittings listed for gro undin g, 

(2) Overcurrent protection in the circuij^^^^^d 
amperes or less. 

(3) The load is not a power utilization load. 

502.35 Surge Protection 

Surge arresters and surgen 
Class II, División 1 Iocí 
Surge-protective capacito! 
specific duty. 

[ROP 14-92] 


III. Equipment 


(B) Class ILJGM visión 2. In Class II, División 2 locations, 
transforma^r and capacitors shall comply with 
502.1Q2^Hithrough (B)(3). 

(1 i Containing Liquid That Will Burn. Transformers and 
icitors container a liquid that will burn shall be in- 
illed úi vaults tha^fcmply with 450.41 through 450.48. 

') JHRitaining Askarel. Transformers containing askarel 
rated in excess of 25 kVA shall be as follows: 
(l)^*^ided with pressure-relief vents 

Prended with a means for absorbing any gases gener- 
by arcing inside the case, or the pressure-relief 
vents shall be connected to a chimney or flue that will 
carry such gases outside the building 
(3) Have an airspace of not less than 150 mm (6 in.) be¬ 
tween the transformer cases and any adj acent combus¬ 
tible material 

(3) Dry-Type Transformers. Dry-type transformers shall 
be installed in vaults or shall have their windings and ter¬ 
minal connections enclosed in tight metal housings without 
ventilating or other openings and shall opérate at not over 
600 volts, nominal. 

502.115 Switches, Circuit Breakers, Motor Controllers, 
and Fuses. 


502.100 Transformers and Capacitors. 

(A) Class II, División 1. In Class II, División 1 locations, 
transformers and capacitors shall comply with 
502.100(A)(1) through (A)(3). 

(1) Containing Liquid That Will Burn. Transformers and 
capacitors containing a liquid that will burn shall be in¬ 
stalled only in vaults complying with 450.41 through 
450.48, and, in addition, (1), (2), and (3) shall apply. 

(1) Doors or other openings communicating with the Divi¬ 
sión 1 location shall have self-closing fire doors on 
both sides of the wall, and the doors shall be carefully 
fitted and provided with suitable seáis (such as weather 


(A) Class II, División 1. In Class II, División 1 locations, 
switches, circuit breakers, motor controllers, fuses, push 
buttons, relays, and similar devices shall be provided with 
enclosures identified for the location. 

(B) Class II, División 2. In Class II, División 2 locations, 
enclosures for fuses, switches, circuit breakers, and motor 
controllers, including push buttons, relays, and similar de¬ 
vices, shall be dusttight or otherwise identified for the lo¬ 
cation. 

502.120 Control Transformers and Resistors. 

(A) Class II, División 1. In Class II, División 1 locations, 
control transformers, solenoids, impedance coils, resistors, 
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and any overcurrent devices or switching mechanisms as- 
sociated with them shall be provided with enclosures iden- 
tified for the location. 

(B) Class II, División 2. In Class II, División 2 locations, 
transformers and resistors shall comply with 502.120(B)(1) 
through (B)(3). 

(1) Switching Mechanisms. Switching mechanisms (in- 
cluding overcurrent devices) associated with control trans¬ 
formers, solenoids, impedance coils, and resistors shall be 
provided with enclosures that are dusttight or otherwise 
identified for the location. 


(3) Self-cleaning textile motors ofthe squirrel-cage type 

502.128 Yentilating Piping. Ventilating pipes for motors, 
generators, or other rotating electrical machinery, or for 
enclosures for electrical equipment, shall be of metal not 
less than 0.53 mm (0.021 in.) in thickness or of equally 
substantial noncombustible material and shall comply with 
all of the foliowing: 

(1) Lead directly to a source of clean air outside of build- 
ings 

(2) Be screened at the outer ends to prevent the entrance of 
small animáis or birds 


(2) Coils and Windings. Where not located in the same 
enclosure with switching mechanisms, control transform¬ 
ers, solenoids, and impedance coils shall be provided with 
enclosures that are dusttight or otherwise identified for the 
location. 

(3) Resistors. Resistors and resistance devices shall have 
dust-ignitionproof enclosures that are dusttight or otherwise 
identified for the location. 

502.125 Motors and Generators. 

(A) Class II, División 1. In Class II, División 1 locations,^ 
motors, generators, and other rotating electrical machinery * 
shall be in conformance with either of the following: 

(1) Identified for the location 

(2) Totally enclosed pipe-ventilated [ROP 1 

(B) Class II, División 2. In Class II, Divisic 
motors, generators, and other rotatins 
shall be totally enclosed nonvei 
pipe-ventilated, totally enclosj^Fvater-air-cl 
enclosed fan-cooled or dust-igm^knproof for 
mum full-load extemal temperatuHfttall be 
with 500.8(D)(2) for normal operad; 
free air (not dust blanketed) and st 
openings. 



(3) Be protected against physical damage and against rust- 
ing or other corrosive influences 

^hall also comply with 502.128(A) 


(A) Class I^)ivis^^J. In Class II, División 1 locations, 
ventilatú^pipes, incli^^w their connections to motors or 
■ftist-ignitionprooi^k^losures for other equipment, 
Pe dustfiwt throughout their length. For metal pipes, 
mts shall comply with one of the following: 
(1) Be^^fced and soldered 
fcind soldered 

íuered dusttight by some other equally effective 

Class II, División 2. In Class II, División 2 locations, 
entilating pipes and their connections shall be sufficiently 
tight to prevent the entrance of appreciable quantities of 
dust into the ventilated equipment or enclosure and to pre¬ 
vent the escape of sparks, ñame, or buming material that 
might ignite dust accumulations or combustible material in 
the vicinity. For metal pipes, lock seams and riveted or 
welded joints shall be permitted; and tight-fitting slip joints 
shall be permitted where some flexibility is necessary, as at 
connections to motors. 


Exception: If the authority having jurisdiction believes ac¬ 
cumulations of nonconductive, nonabrasive dust will be 
modérate and if machines can be easily reached for routine 
cleaning and maintenance, the following shall be permitted 
to be installed: 


502.130 Luminaires. 

(A) Class II, División 1. In Class II, División 1 locations, 
luminaires for fixed and portable lighting shall comply with 
502.130(A)(1) through (A)(4). 


Standard open-type machines without sliding contacts, 
centrifugal or other types of switching mechanism (in- 
cluding motor overcurrent, overloading, and overtem- 
perature devices), or integral resistance devices 
Standard open-type machines with such contacts, 
switching mechanisms, or resistance devices enclosed 
within dusttight housings without ventilating or other 
openings 


(1) Marking. Each luminaire shall be identified for the 
location and shall be clearly marked to indicate the type 
and máximum wattage of the lamp for which it is designed. 

[ROP 14-95] 

(2) Physical Damage. Each luminaire shall be protected 
against physical damage by a suitable guard or by location. 

(3) Pendant Luminaires. Pendant luminaires shall be sus¬ 
pended by threaded rigid metal conduit stems, by threaded 
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Steel intermedíate metal conduit stems, by chains with ap- 
proved fittings, or by other approved means. For rigid 
stems longer than 300 mm (12 in.), permanent and eífective 
bracing against lateral displacement shall be provided at a 
level not more than 300 mm (12 in.) above the lower end of 
the stem, or flexibility in the form of a fitting or a flexible 
connector listed for the location shall be provided not more 
than 300 mm (12 in.) from the point of attachment to the 
supporting box or fitting. Threaded joints shall be provided 
with set screws or other effective means to prevent loosen- 
ing. Where wiring between an outlet box or fitting and a 
pendant luminaire is not enclosed in conduit, flexible cord 
listed for hard usage shall be permitted to be used in accor- 
dance with 502.10(A)(2)(5). Flexible cord shall not serve as 
the supporting means for a luminaire. 

(4) Supports. Boxes, box assemblies, or fittings used for 
the support of luminaires shall be identified for Class II 
locations. 

(B) Class II, División 2. In Class II, División 2 locations, 
luminaires shall comply with 502.130(B)(1) through (B)(5). 

(1) Portable Lighting Equipment. Portable lighting 
equipment shall be identified for the location. They 
clearly marked to indicate the máximum wattage o: 
for which they are designed. 


(2) Fixed Lighting. Luminaires for 
provided with enclosures that are 
identified for the location. Each luí 
marked to indicate the máximum w 
shall be permitted without e) 
temperature in accordance 
conditions of use. 

(3) Physical Damage. lighting shall 

be protected from physii e guards or by 

location. 

(4) Pendant Luminaires. Pendant luminaires shall be sus¬ 
pended by threaded rigid metal conduit stems, by threaded 
Steel intermedíate metal conduit stems, by chains with ap¬ 
proved fittings, or by other approved means. For rigid 
stems longer than 300 mm (12 in.), permanent and eífective 
bracing against lateral displacement shall be provided at a 
level not more than 300 mm (12 in.) above the lower end of 
the stem, or flexibility in the form of an identified fitting or 
a flexible connector shall be provided not more than 
300 mm (12 in.) from the point of attachment to the sup¬ 
porting box or fitting. Where wiring between an outlet box 
or fitting and a pendant luminaire is not enclosed in con¬ 
duit, flexible cord listed for hard usage shall be permitted if 
terminated with a listed cord connector that maintains the 
protection technique. Flexible cord shall not serve as the 
supporting means for a luminaire. 


(5) Electric-Discharge Lamps. Starting and control 
equipment for electric-discharge lamps shall comply with 
the requirements of 502.120(B). 

502.135 Utilization Equipment. 

(A) Class II, División 1. In Class II, División 1 locations, 
all utilization equipment shall be identified for the location. 

(B) Class II, División 2. In Class II, División 2 locations, 
all utihzation equipment shall comply with 502.135(B)(1) 
through (B)(4). 

(1) Heaters. Electrically heated utilization equipment shall 
be identified for the location. 

‘tal-enclosed radiant heating panel equip- 
lermitted to be dusttight and marked in ac- 
500.8(C). 


sformers, Solenoids, Impedance Coils, and Re- 
PTransformers, solenoids, impedance coils, and re- 
S shall comply with 502.120(B). 

502.140 Flexible Cords — Class II, Divisions 1 and 2. 

(A) Permitted Uses. Flexible cords used in Class II loca¬ 
tions shall comply with all of the following: [ROP 14-96] 

(1) For connection between portable lighting equipment or 
other portable utihzation equipment and the fixed por- 
tion of their supply circuit. The flexible cord is attached 
to the utilization equipment with a cord connector 
listed for the protection technique of the equipment 
wiring compartment. An attachment plug in accordance 
with 502.145 shall be employed. 

(2) Where flexible cord is permitted by 502.10(A)(2) for 
fixed and mobile electrical utilization equipment, and 
the flexible cord is protected by location or by a suit- 
able guard from damage and only in an industrial es- 
tablishment where conditions of maintenance and engi- 
neering supervisión ensure that only qualified persons 
install and Service the installation. 

(3) For electric submersible pumps with means for re- 
moval without entering the wet-pit. The extensión of 
the flexible cord within a suitable raceway between the 
wet-pit and the power source shall be permitted. 

(4) For electric mixers intended for travel into and out of 
open-type mixing tanks or vats. 

(5) For temporary portable assemblies consisting of recep- 
tacles, switches, and other devices that are not consid- 
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ered portable utilization equipment but are individually 
listed for the location. 

(B) Installation. Where flexible cords are used, the cords 

shall comply with all of the following: [ROP 14-96] 

(1) Be of a type listed for extra-hard usage 

Exception: Flexible cord listed for hard usage as permitted 

by 502.130(A)(3) and (B)(4). 

(2) Contain, in addition to the conductors of the circuit, an 
equipment grounding conductor complying with 
400.23 

(3) Be supported by clamps or by other suitable means in 
such a manner that there will be no tensión on the 
terminal connections 

(4) In División 1 locations, the cord shall be terminated 
with a cord connector listed for the location or a listed 
cord connector installed with a seal listed for the loca¬ 
tion. In División 2 locations, the cord shall be termi¬ 
nated with a listed dusttight cord connector. 

(5) Be of continuous length. Where 502.140(A)(5) is ap- 
plied, cords shall be of continuous length from the 
power source to the temporary portable assembly and 
from the temporary portable assembly to the utilizatioi 
equipment. [ROP 14-96] 


502.145 Receptacles and Attachment Plugs. 

and attachment plugs shall be identified 

[ROP 14-97] 

(A) Class II, División 1. 

(1) Receptacles. In Class II, Diri 
tacles shall be part of the prem^fl 

(2) Attachment Plugs. Attachí 
type providing for connection t< 
conductor of the flexible cord. 

(B) Class II, División 2. 

(1) Receptacles.. In Class II, División 2 locations, recep¬ 
tacles shall be part of the premises wiring. 

(2) Attachment Plugs. Attachment plugs shall be of the 
type that provides for connection to the equipment ground¬ 
ing conductor of the flexible cord. 

502.150 Signaling, Alarm, Remote-Control, and Com¬ 
munications Systems; and Meters, Instruments, and Re- 
lays. 



tems; and meters, instruments, and relays shall comply with 
502.150(A)(1) through (A)(3). 

(1) Contacts. Switches, circuit breakers, relays, contactors, 
fuses and current-breaking contacts for bells, homs, howl- 
ers, sirens, and other devices in which sparks or ares may 
be produced shall be provided with enclosures identified for 
the location. 

Exception: Where current-breaking contacts are immersed 
in oil or where the interruption of current occurs within a 
chamber sealed against the entrance of dust, enclosures 
shall be permitted to be of the general-purpose type. 

(2) Resistors and Similar Equipment. Resistors, trans- 
formers, choke coils, rectifiers, thermionic tubes, and other 
heat-generating equhwient shall be provided with enclo¬ 
sures identified fajas location. 

Exception: Wj^&sistors or similar equipment a 
mersed in oQfbr enclosed in a chamber sealed against the 
entrancjjf dust, encun^zs shall be permitted to be of the 
genev^murpose type. 

(3j^ktatin^Ftachinery. Motors, generators, and other ro- 
tating^fc^ncal machinery shall comply with 502.125(A). 

•ivision 2. In Class II, División 2 locations, 
remote-control, and Communications sys- 
íters, instruments, and relays shall comply with 
.150(B)(1) through (B)(4). 

Contacts. Contacts shall comply with 502.150(A)(1) or 
[all be installed in enclosures that are dusttight or other- 
wise identified for the location. 

Exception: In nonincendive circuits, enclosures shall be 
permitted to be of the general-purpose type. 

(2) Transformers and Similar Equipment. The windings 
and terminal connections of transformers, choke coils, and 
similar equipment shall comply with 502.120(B)(2). 

(3) Resistors and Similar Equipment. Resistors, resis- 
tance devices, thermionic tubes, rectifiers, and similar 
equipment shall comply with 502.120(B)(3). 

(4) Rotating Machinery. Motors, generators, and other ro- 
tating electrical machinery shall comply with 502.125(B). 


ARTICLE 503 
Class III Locations 


(A) Class II, División 1. In Class II, División 1 locations, 
signaling, alarm, remote-control, and Communications sys- 


503.1 Scope. Article 503 covers the requirements for elec¬ 
trical and electronic equipment and wiring for all voltages 
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in Class III, División 1 and 2 locations where fire or explo¬ 
sión hazards may exist due to ignitible fibers/flyings. 

503.5 General. Equipment installed in Class III locations 
shall be able to function at full rating without developing 
surface temperatures high enough to cause excessive dehy- 
dration or gradual carbonization of accumulated 
fibers/flyings. Organic material that is carbonized or exces- 
sively dry is highly susceptible to spontaneous ignition. 
The máximum surface temperatures under operating condi- 
tions shall not exceed 165°C (329°F) for equipment that is 
not subject to overloading, and 120°C (248°F) for equip¬ 
ment (such as motors or power transformers) that may be 
overloaded. In a Class III, División 1 location, the operat¬ 
ing temperature shall be the temperature of the equipment 
when blanketed with the máximum amount of dust (simu- 
lating fibers/flyings) that can accumulate on the equipment. 
[ROP 14-98] 

Informational Note: For electric trucks, see NFPA 505- 

2011, Fire Safety Standard for Powered Industrial Trucks 

Including Type Designations, Areas of Use, Conversions, 

Maintenance, and Operation. 

503.6 Zone Equipment. Equipment listed and marked in 
accordance with 506.9(C)(2) for Zone 20 locatioj ~ 
with a temperature class of not greater than T120°¡ 
equipment that may he overloaded) or not greater 
T165°C (for equipment not suhject to ovc rlaattiiiv i sh< 
permitted in Class III, División 1 locati 

Equipment listed and markedes 
506.9(C)(2) for Zone 20, 21, or 2 T 
temperature class of not greateMhai 
ment that may be overloads 
(for equipment not subjeg^^overloas 
ted in Class III, Divisio^^¿ocations. 



permit- 


II. Wiring 

503.10 Wiring Methods. Wiring methods shall comply 
with 503.10(A) or (B). 

(A) Class III, División 1 


(4) Type MC, MI, TC, or TC-ER cable installed in ladder, 
ventilated trough, or ventilated channel cable trays in a 
single layer, with a space not less than the larger cable 
diameter between the two adjacent cables, shall be the 
wiring method employed. The cable shall be terminated 
with listed fittings. [ROP 14-106] 

Exception to (4): Type MC cable listed for use in Class II, 
División 1 locations shall be permitted to be installed with¬ 
out the spacings required by 503.10(A)(1)(4). 

(2) Boxes and Fittings. All boxes and fittings shall be 
dusttight. 

(3) Flexible Connections. Where necessary to employ 
flexible connections, one or more of the following shall be 
permitted: ^ 

(1) Dusttisjwiexible connectors 

(2) LiqjMmflifct flexible metal conduit with listed fittings, 

(3) IjfuidtigWtexible nonmetallic conduit with listed fit- 
ings, 

nterlocked arm^Type MC cable having an overall 
of suitable polymeric material and installed with 
!ted dusttight termination fittings 
[exible cord in compliance with 503.140 

itional Note: See 503.30(B) for grounding require- 
where flexible conduit is used. 

For elevator use, an identified elevator cable, type EO, 
ETP, or ETT, and as shown under the “use” column in 
Table 400.4 for “Hazardous (classified) locations” and 
terminated with listed dusttight fittings. [ROP 
14-105a] 

(4) Nonincendive Field Wiring. Nonincendive field wir¬ 
ing shall be permitted using any of the wiring methods 
permitted for unclassified locations. Nonincendive field 
wiring systems shall be installed in accordance with the 
control drawing(s). Simple apparatus, not shown on the 
control drawing, shall be permitted in a nonincendive field 
wiring circuit, provided the simple apparatus does not in- 
terconnect the nonincendive field wiring circuit to any other 
circuit. 



(1) General. In Class III, División 1 locations, the wiring 

method shall be in accordance with (1) through (4): 

(1) Rigid metal conduit, Type PVC conduit, Type RTRC 
conduit, intermedíate metal conduit, electrical metallic 
tubing, dusttight wireways, or Type MC or MI cable 
with listed termination fittings. 

(2) Type PLTC and Type PLTC-ER cable in accordance 
with the provisions of Article 725 including installation 
in cable tray systems. The cable shall be terminated 
with listed fittings. 

(3) Type ITC and Type ITC-ER cable as permitted in 727.4 
and terminated with listed fittings. 


Informational Note: Simple apparatus is defined in 504.2. 

Sepárate nonincendive field wiring circuits shall be in¬ 
stalled in accordance with one of the following: 

(1) In sepárate cables 

(2) In multiconductor cables where the conductors of each 
circuit are within a grounded metal shield 

(3) In multiconductor cables where the conductors of each 
circuit have insulation with a minimum thickness of 
0.25 mm (0.01 in.) 

(B) Class III, División 2. In Class III, División 2 loca¬ 
tions, the wiring method shall comply with 503.10(A). 
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Exception: In sections, compartments, or areas used 
solely for storage and containing no machinery, open wir- 
ing on insulators shall be permitted where installed in ac- 
cordance with Ardele 398, but only on condition that pro- 
tection as required by 398.15(C) be provided where 
conductors are not run in roof spaces and are well out of 
reach of sources ofphysical damage. 


(3) The load is not a power utilization load. 

III. Equipment 

503.100 Transformers and Capacitors — Class III, Di- 
visions 1 and 2. Transformers and capacitors shall comply 
with 502.100(B). 


503.25 Uninsulated Exposed Parts, Class III, Divisions 

1 and 2. There shall be no uninsulated exposed parts, such 
as electrical conductors, buses, termináis, or components, 
that opérate at more than 30 volts (15 volts in wet loca- 
tions). These parts shall additionally be protected by a pro- 
tection technique according to 500.7(E), (F), or (G) that is 
suitable for the location. 


Exceptio 


As provided in 503.155. 


503.30 Grounding and Bonding — Class III, Divisions 

1 and 2. Wiring and equipment in Class III, División 1 and 

2 locations shall be grounded as specified in Article 250 
and with the following additional requirements in 
503.30(A) and (B). 

(A) Bonding. The locknut-bushing and double-locknut 
types of contacts shall not be depended on for bonding^ 
purposes, but bonding jumpers with proper fittings or other " 
approved means of bonding shall be used. Such means of 
bonding shall apply to all intervening raceway^ 
boxes, enclosures, and so forth, between Clas^ 
and the point of grounding for Service eqqi^p 
of grounding of a separately derived system^ 



Exception: The specific bonding mfjñ 
quired to the nearest point wherejegrounc 
ductor and the grounding el^Mode conducid 
nected together on the Une sideoJUw building ■ structure 
disconnecting means as specifiec^BL 25Q.JJB) if the 
branch-circuit overcurrent protection on the load 

side of the disconnecting means. 

[ROP 14-56a] 

(B) Types of Equipment Bonding Conductors. Liq- 
uidtight flexible metal conduit shall inelude an equipment 
bonding jumper of the wire type in compliance with 
250.102. [ROP 14-108] 

Exception: In Class III, División 1 and 2 locations, the 
bonding jumper shall be permitted to be deleted where all 
of the following conditions are met: 

(1) Listed liquidtight flexible metal conduit 1.8 m (6 ft) or 
less in length, with fittings listed for grounding, is used. 

[ROP 14-110] 

(2) Overcurrent protection in the Circuit is limited to 10 
amperes or less. 


503.115 Switches, Circuit Breakers, Motor Controllers, 
and Fuses — Class III, Divisions 1 and 2. Switches, Cir¬ 
cuit breakers, motor controllers, and fuses, including push- 
buttons, relays, and similar devices, shall be provided with 
dusttight enclosures. 

503.120 Control Transformers and Resistors — Class 
III, Divisions 1 and 2. Transformers, impedance coils, and 
resistors used conjunction with, control equipment 

for motors, and appliances shall be provided 

with diisU^nt encloslfct complying with the temperature 
limita^ísin 503.5. 

503.125 Motors and Generators — Class III, Divisions 

1 and 2. In Class III, Divisions 1 and 2 locations, motors, 
^generato^^nd other rotating machinery shall be totally 
¡£ed nm^^jtilated, totally enclosed pipe ventilated, or 
Mea fan cooled. 

cception: In locations where, in the judgment of the au- 
>rity having jurisdiction, only modérate accumulations of 
orflyings are likely to collect on, in, or in the vicinity of 
rotating electrical machine and where such machine is 
readily accessible for routine cleaning and maintenance, 
one of the following shall be permitted: 


(1) Self-cleaning textile motors ofthe squirrel-cage type 

(2) Standard open-type machines without sliding contacts, 
centrifugal or other types of switching mechanisms, in¬ 
cluding motor overload devices 

(3) Standard open-type machines having such contacts, 
switching mechanisms, or resistance devices enclosed 
within tight housings without ventilating or other 
openings 

503.128 Ventilating Piping — Class III, Divisions 1 and 

2. Ventilating pipes for motors, generators, or other rotating 
electrical machinery, or for enclosures for electric equip¬ 
ment, shall be of metal not less than 0.53 mm (0.021 in.) in 
thickness, or of equally substantial noncombustible mate¬ 
rial, and shall comply with the following: 

(1) Lead directly to a source of clean air outside of build- 
ings 

(2) Be screened at the outer ends to prevent the entrance of 
small animáis or birds 
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(3) Be protected against physical damage and against rust- 

ing or other corrosive influences 

Ventilating pipes shall be sufficiently tight, including 
their connections, to prevent the entrance of appreciable 
quantities of fibers/flyings into the ventilated equipment or 
enclosure and to prevent the escape of sparks, flame, or 
burning material that might ignite accumulations of 
fibers/flyings or combustible material in the vicinity. For 
metal pipes, lock seams and riveted or welded joints shall 
be permitted; and tight-fitting slip joints shall be permitted 
where some flexibility is necessary, as at connections to 
motors. 


(C) Switches, Circuit Breakers, Motor Controllers, and 

Fuses. Switches, circuit hreakers, motor controllers, and 

fuses shall comply with 503.115. 

503.140 Flexible Cords — Class III, Divisions 1 and 2. 

Flexible cords shall comply with the following: 

(1) Be of a type listed for extra-hard usage 

(2) Contain, in addition to the conductors of the circuit, an 
equipment grounding conductor complying with 
400.23 

(3) Be supported by clamps or other suitable means in such 
a manner that there will be no tensión on the terminal 
connections 


503.130 Luminaires — Class III, Divisions 1 and 2. 

(A) Fixed Lighting. Luminaires for fixed lighting shall 
provide enclosures for lamps and lampholders that are de- 
signed to minimize entrance of fibers/flyings and to prevent 
the escape of sparks, burning material, or hot metal. Each 
luminaire shall be clearly marked to show the máximum 
wattage of the lamps that shall be permitted without ex- 
ceeding an exposed surface temperature of 165°C (329°F) 
under normal conditions of use. 

(B) Physical Damage. A luminaire that may be expi 
physical damage shall be protected by a suitable gu; 

(C) Pendant Luminaires. Pendant lumi, 
suspended by stems of threaded 
threaded intermedíate metal conduit, 
of equivalent thickness, or by chains' 

For stems longer than 300 mm (L 
effective bracing against 
vided at a level not mor^ni 300 n^ 
lower end of the stend^C flexibility 
identified fitting or a flexfl^kconnector Hall be provided 
not more than 300 mm (12 in^Hom th^Hínt of attachment 
to the supporting box or fittingl^^^^r 

(D) Portable Lighting Equipment. Portable lighting 
equipment shall be equipped with handles and protected 
with substantial guards. Lampholders shall be of the un- 
switched type with no provisión for receiving attachment 
plugs. There shall be no exposed current-carrying metal 
parts, and all exposed non-current-carrying metal parts 
shall be grounded. In all other respects, portable lighting 
equipment shall comply with 503.130(A). 

503.135 Utilization Equipment — Class III, Divisions 1 
and 2. 

(A) Heaters. Electrically heated utilization equipment 
shall be identified for Class III locations. 




pro- 
ibove the 
of an 


(4) Be terminated with a listed dusttight cord connector. 

503.145 Receptacles and Attachment Plugs — Class III, 

Divisions 1 and 2. Receptacles and attachment plugs shall 
be of^egraHding type, shall be designed so as to mini- 
i the accui^ktfion or the entry of fibers/flyings, and 
Hl prevent the^Hoe of sparks or moflen particles. 

^Excep^mi: In locations where, in the judgment of the au- 
yhaving jurisdiction, only modérate accumulations of 
^flyings are likely to collect in the vicinity of a recep¬ 
tad where such receptacle is readily accessible for 
úmt^cleaning, general-purpose grounding-type recep- 
W mounted so as to minimize the entry of fibers/flyings 
ll be permitted. 

3.150 Signaling, Alarm, Remote-Control, and Local 
Loudspeaker Intercommunications Systems — Class 
III, Divisions 1 and 2. Signaling, alarm, remote-control, 
and local loudspeaker intercommunications systems shall 
comply with the requirements of Article 503 regarding wir- 
ing methods, switches, transformers, resistors, motors, lu¬ 
minaires, and related components. 

503.155 Electric Cranes, Hoists, and Similar Equip¬ 
ment — Class III, Divisions 1 and 2. Where installed for 
operation over combustible fibers or accumulations of fly- 
ings, travehng cranes and hoists for material handling, trav- 
eling cleaners for textile machinery, and similar equipment 
shall comply with 503.155(A) through (D). 

(A) Power Supply. The power supply to contad conduc¬ 
tors shall be electrically isolated from all other systems, 
ungrounded, and shall be equipped with an acceptable 
ground detector that gives an alarm and automatically de- 
energizes the contad conductors in case of a fault to ground 
or gives a visual and audible alarm as long as power is 
supplied to the contad conductors and the ground fault 
remains. 


(B) Motors. Motors of motor-driven utilization equipment (B) Contad Conductors. Contad conductors shall be lo- 
shall comply with 503.125. cated or guarded so as to be inaccessible to other than 
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authorized persons and shall be protected against accidental 
contact with foreign objects. 

(C) Current Collectors. Current collectors shall be ar- 
ranged or guarded so as to confine normal sparking and 
prevent escape of sparks or hot particles. To reduce spark¬ 
ing, two or more sepárate surfaces of contact shall be pro- 
vided for each contact conductor. Reliable means shall be 
provided to keep contact conductors and current collectors 
free of accumulations of lint or flyings. 

(D) Control Equipment. Control equipment shall comply 
with 503.115 and 503.120. 


Informational Note No. 1: Associated apparatus has iden- 
tified intrinsically safe connections for intrinsically safe ap¬ 
paratus and also may have connections for nonintrinsically 
safe apparatus. 

Informational Note No. 2: An example of associated ap¬ 
paratus is an intrinsic safety barrier, which is a network 
designed to limit the energy (voltage and current) available 
to the protected circuit in the hazardous (classified) loca- 
tion, under specified fault conditions. 

Control Drawing. See the definition in 500.2. 

Different Intrinsically Safe Circuits. Intrinsically safe cir- 
cuits in which the possible interconnections have not been 
evaluated and identified as intrinsically safe. 


503.160 Storage Battery Charging Equipment — Class 
III, Divisions 1 and 2. Storage battery charging equipment 
shall be located in sepárate rooms built or lined with sub- 
stantial noncombustible materials. The rooms shall be con- 
structed to prevent the entrance of ignitible amounts of 
flyings or lint and shall be well ventilated. 


ARTICLE 504 
Intrinsically Safe Systems 


504.1 Scope. This article covers the installí 
sically safe (I.S.) apparatus, wiring, and^i&te 
II, and III locations. 

Informational Note: For ^Bther informa! 
ANSI/ISA-RP12.06.01-2003, R^l^pended Pn 
Wiring Methods for Hazardous (< 
strumentation — Parí 1: Intrinsic 

504.2 Definitions. 



Intrinsically Safe Apparatus. Apparatus in which all the 
circuits are ii 

circuit in which any spark or 
causing ignition of a mixture 
¡tibie material in air under pre- 


Note: Test conditions are described in 
3-2006, Standard for Safety, Intrinsically Safe 
Appa wmv and Associated Apparatus for Use in Class I, II, 
and Il^^mision 1, Hazardous (Classified) Locations. 

ife System. An assembly of interconnected 
’safe apparatus, associated apparatus, and inter- 
mnecting cables, in that those parts of the system that 
ty be used in hazardous (classified) locations are intrin- 
illy safe circuits. 

Informational Note: An intrinsically safe system may in- 
clude more than one intrinsically safe circuit. 

Simple Apparatus. An electrical component or combina- 
tion of components of simple construction with well de- 
fined electrical parameters that does not generate more than 
1.5 volts, 100 milliamps, and 25 milliwatts, or a passive 
component that does not dissipate more than 1.3 watts and 
is compatible with the intrinsic safety of the circuit in 
which it is used. 


Associated Apparatus. Electrical apparatus which contains 
both intrinsically safe circuits and non-intrinsically safe cir¬ 
cuits and is constructed so that the non-intrinsically safe 
circuits cannot adversely affect the intrinsically safe cir¬ 
cuits. Associated apparatus may be either: 

(a) Electrical equipment which has another type of 
protection for use in the appropriate hazardous (classified) 
location 

(b) Electrical equipment not so protected and which, 
therefore, is not normally used within an appropriate haz¬ 
ardous (classified) location, for example a recorder which is 
not itself in an explosive atmosphere, but is connected to a 
thermocouple situated within an explosive atmosphere 
where only the recorder input circuit is intrinsically safe. 


Informational Note: The following apparatus are examples 
of simple apparatus: 

(a) Passive components, for example, switches, junc- 
tion boxes, resistance temperature devices, and simple 
semiconductor devices such as LEDs 

(b) Sources of stored energy consisting of single com¬ 
ponents in simple circuits with well-defined parameters, for 
example, capacitors or inductors, whose valúes are consid- 
ered when determining the overall safety of the system 

(c) Sources of generated energy, for example, thermo- 
couples and photocells 

504.3 Application of Other Articles. Except as modified 
by this article, all applicable articles of this Code shall 
apply. 
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504.30 


504.4 Equipment. All intrinsically safe apparatus and as- 
sociated apparatus shall be listed. 

Exception: Simple apparatus, as described on the control 
drawing, shall not be required to be listed. 

504.10 Equipment Installation. 

(A) Control Drawing. Intrinsically safe apparatus, associ- 
ated apparatus, and other equipment shall be installed in 
accordance with the control drawing(s). 

Exception: A simple apparatus that does not interconnect 
intrinsically safe circuits. 

Informational Note No. 1: The control drawing identifica- 
tion is marked on the apparatus. 

Informational Note No. 2: Associated apparatus with a 
marked Um of less than 250 V may require additional ov- 
ervoltage protection at the inputs to limit any possible fault 
voltages to less than the Um marked on the product. 

(B) Location. Intrinsically safe apparatus shall be permit- 
ted to be installed in any hazardous (classified) location for 
which it has been identified. 

Associated apparatus shall be permitted to be installed 
in any hazardous (classified) location for which it fue 
identified. 

Simple apparatus shall be permitted to be install 
any hazardous (classified) location in whic h the maxi 
surface temperature of the simple appan 
ceed the ignition temperature of the 
vapors, flammable liquids, combustí^ 
fibers/flyings present. 

(C) Enclosures. Genera ^fehall be per¬ 
mitted for Intrinsically S As^^iated Ap¬ 
paratus unless otherwisi manufacturera 

documentation. 

(D) Simple Apparatus. For süBta^pparatus, the máxi¬ 
mum surface temperature can be dSfermined from the val¬ 
úes of the output power from the associated apparatus or 
apparatus to which it is connected to obtain the temperature 
class. The temperature class can be determined by: 

(1) Reference to Table 504.10(D) 

(2) Calculation using the following equation: 

T = P o R lh + T amh 



In addition, components with a surface area smaller 
than 10 cm 2 (excluding lead wires) may be classified as T5 
if their surface temperature does not exceed 150°C. 

Table 504.10(D) Assessment for T4 Classification According 
to Component Size and Temperature 


Total Surface Area 
Excluding Lead Wires 

Requirement for T4 
Classification 

<20 mm 2 
>20 mm 2 <10 cm 2 
>20 mm 2 

Surface temperature <275°C 
Surface temperature <200°C 
Power not exceeding 1.3 W* 

^Bused on 40°C mnbicnt temperuture Reduce to 1 2 W with un um - 

bient of 60°C or 1.0 W with 80°C ambient temperature. 



504.20 Wiring Methods. Any of the wiring methods suit- 
able fo^ml^fcified locations, including those covered by 
r 7 anc®hapter 8, shall be permitted for installing 
Física! ly safe^^toratus. Sealing shall be as provided ii 
4.70, and separatn^ shall be as provided in 504.30. 

T Separation of Intrinsically Safe Conductors. 
(Allf tefo rn Nonintrinsically Safe Circuit Conductors. 

Jn Raceways, Cable Trays, and Cables. Conductors 
Trinsically safe circuits shall not be placed in any race- 
way, cable tray, or cable with conductors of any nonintrin¬ 
sically safe circuit. 

Exception No. 1: Where conductors of intrinsically safe 
circuits are separated from conductors of nonintrinsically 
safe circuits by a distance of at least 50 mm (2 in.) and 
secured, or by a grounded metal partition or an approved 
insulating partition. 

Informational Note: No. 20 gauge sheet metal partitions 
0.91 mm (0.0359 in.) or thicker are generally considered 
acceptable. 

Exception No. 2: Where either (1) all of the intrinsically 
safe circuit conductors or (2) all ofthe nonintrinsically safe 
circuit conductors are in grounded metal-sheathed or 
metal-ciad cables where the sheathing or cladding is ca- 
pable of carrying fault current to ground. 

Informational Note: Cables meeting the requirements of 
Articles 330 and 332 are typical of those considered 
acceptable. 


where: 

T = surface temperature 
P Q = output power marked on the associated 
apparatus or intrinsically safe apparatus 
R th = thermal resistance of the simple apparatus 
T amh = ambient temperature (normally 40°C) and 
reference Table 500.8(C) 


Exception No. 3: Intrinsically safe circuits in a División 2 
or Zone 2 location shall be permitted to be installed in a 
raceway, cable tray, or cable along with nonincendive field 
wiring circuits when installed in accordance with 
504.30(B). 

Exception No. 4: Intrinsically safe circuits passing through 
a División 2 or Zone 2 location to supply apparatus that is 
located in a División 1, Zone 0 or Zone 1 location shall be 
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permitted to be installed in a raceway, cable tray, or cable 
along with nonincendive field wiring circuits when installed 
in accordance with 504.30(B). 

Informational Note: Nonincendive field wiring circuits are 
describedin 501.10(B)(3), 502.10(B)(3), and 503.10(A)(4). 

[ROP 14-120. ROP 14-123] 


safe circuits shall be separated from each other by one of 
the foliowing means: 

(1) The conductors of each circuit are within a grounded 
metal shield. 

(2) The conductors of each circuit have insulation with a 
minimum thickness of 0.25 mm (0.01 in.). 


(2) Within Enclosures. Conductors of intrinsically safe 
circuits shall be secured so that any conductor that might 
come loose from a terminal is unlikely to come into contad 
with another terminal. The conductors shall be separated 
from conductors of nonintrinsically safe circuits by one of 
the methods in (1) through (4). 


Exception: Unless otherwise identified. 

(C) From Grounded Metal. . The clearance between the 
uninsulated parts of field wiring conductors connected to 
termináis and grounded metal or other conducting parts 
shall be at least 3 mm (0.125 in.). 


(1) Separation by at least 50 mm (2 in.) from conductors of 
any nonintrinsically safe circuits. 

(2) Separation from conductors of nonintrinsically safe cir¬ 
cuits by use of a grounded metal partition 0.91 mm 
(0.0359 in.) or thicker. 

(3) Separation from conductors of nonintrinsically safe cir¬ 
cuits by use of an approved insulating partition which 
shall extend to within 1.5 mm (.0625 in.) of the enclo- 
sure walls. 

(4) Where either (1) all of the intrinsically safe circuit con¬ 
ductors or (2) all of the nonintrinsically safe circuit^ 
conductors are in grounded metal-sheathed or metal 
ciad cables where the sheathing or cladding is capable ' 
of carrying fault current to ground. 

Informational Note No. 1: Cables meeting the re 
Articles 330 and 332 are typical of 
acceptable. 

Informational Note No. 2: The use of sepárate w 
ments for the intrinsically safe and nonintrinsicall\n| 
nals is a typical method of compb^gwith Ti 
Informational Note No. 3: barriere suc^k grounded 

metal partitions or approved insl^mg partitionsB approved 
restricted access wiring duets sepan^Lfrom otl^Psuch duets 
by at least 19 mm (% in.) can be to l*p ensure the 
required separation of the wiring. 

(3) Other (Not in Raceway or Cable Tray Systems). 

Conductors and cables of intrinsically safe circuits run in 
other than raceway or cable tray systems shall be separated 
by at least 50 mm (2 in.) and secured from conductors and 
cables of any nonintrinsically safe circuits. 


504.50 Grounding. 

(A) Intrinsically Saje Apparatus, Enclosures, and Race- 

ways. Intrinsically safe apparatus, enclosures, and race- 
ways, if of j»c5|™Tall be connected to the equipment 
groundingatonductor. 

Ritional Note: In^®ktion to an equipment ground- 
^onducMt connection,connection to a grounding 
^rodejpy be needed for some associated apparatus, for 
r diode barriere, if specified in the control 
e ANSI/ISA-RP 12.06.01-2003, Recommended 
^Wiring Methods for Hazardous (Classified) Lo- 
fnentation — Parí 1: Intrinsic Safety. 

) Assocrated Apparatus and Cable Shields. Associated 
FSparatus and cable shields shall he grounded in accor- 
Lnce with the required control drawing. See 504.10(A). 

^Informational Note: Supplementary connection(s) to the 
grounding electrode may be needed for some associated 
apparatus, for example, zener diode barriere, if specified in 
the control drawing. See ANSIAS A RP 12.06.01-2003, Rec¬ 
ommended Practice for Wiring Methods for Hazardous 
(Classified) Locations Instrumentation — Part 1: Intrinsic 
Safety. 

(C) Connection to Grounding Electrodes. Where con¬ 
nection to a grounding electrode is required, the grounding 
electrode shall be as specified in 250.52(A)(1), (A)(2), 
(A)(3), and (A)(4) and shall comply with 250.30(A)(4). 
Sections 250.52(A)(5), (A)(7), and (A)(8) shall not be used 
if any of the electrodes specified in 250.52(A)(1), (A)(2), 
(A)(3), or (A)(4) are present. 


Exception: Where either (1) all of the intrinsically safe 
circuit conductors are in Type MI or MC cables or (2) all of 
the nonintrinsically safe circuit conductors are in raceways 
or Type MI or MC cables where the sheathing or cladding 
is capable of carrying fault current to ground. 


504.60 Bonding. 

(A) Hazardous Locations. In hazardous (classified) loca¬ 
tions, intrinsically safe apparatus shall be bonded in the 
hazardous (classified) location in accordance with 250.100. 


(B) From Different Intrinsically Safe Circuit Conduc¬ 
tors. The clearance between two termináis for connection 
of field wiring of diflerent intrinsically safe circuits shall be 
at least 6 mm (0.25 in.), unless this clearance is permitted 
to be reduced by the control drawing. Diíferent intrinsically 


(B) Unclassified. In unclassified locations, where metal 
raceways are used for intrinsically safe system wiring in 
hazardous (classified) locations, associated apparatus shall 
be bonded in accordance with 501.30(A), 502.30(A), 
503.30(A), 505.25, or 506.25 as applicable. 
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504.70 Sealing. Conduits and cables that are required to be 
sealed by 501.15, 502.15, 505.16, and 506.16 shall be 
sealed to minimize the passage of gases, vapors, or dusts. 
Such seáis shall not be required to be explosionproof or 
flameproof but shall be identified for the purpose of mini- 
mizing passage of gases, vapors, or dusts under normal 
operating conditions and shall be accessible. 

Exception: Seáis shall not be required for enclosures that 
contain only intrinsically safe apparatus, except as re¬ 
quired by 501.17. 


ARTICLE 505 
Zone 0, 1, and 2 Locations 


Informational Note: Text that is followed by a reference in 
brackets has been extracted from NFPA 497-2008, Recom- 
mended Practice for the Classification of Flammable Liq- 
uids. Gases, or Vapors and of Hazardous (Classified) Lo¬ 
cations for Electrical Installations in Chemical Process 
Areas. Only editorial changes were made to the extracted 
text to make it consistent with this Code. 


504.80 Identification. Labels required by this section shall 
be suitable for the environment where they are installed 
with consideration given to exposure to Chemicals and sun- 
light. 

(A) Termináis. Intrinsically safe circuits shall be identified 
at terminal and junction locations in a manner that is in¬ 
tended to prevent unintentional interference with the cir¬ 
cuits during testing and servicing. 

(B) Wiring. Raceways, cable trays, and other wiring meth- 
ods for intrinsically safe system wiring shall be ideitf 
with permanently affixed labels with the wording “InT 
Safety Wiring” or equivalent. The labels shall be loca» 
as to be visible after installation and f 
may be readily traced through the e 
stallation. Intrinsic safety circuit labe 
ery section of the wiring system thaH 
sures, walls, partitions, or floors. Sp 
shall not be more than 7.5 n 




Tderground shall bepminitted to 
e accessible after emergence 


Exception: Circuits 
be identified where they 
from the ground. 


Informational Note No. 1: WirinMprethods permitted in 
unclassified locations may be used for intrinsically safe Sys¬ 
tems in hazardous (classified) locations. Without labels to 
identify the application of the wiring, enforcement authori- 
ties cannot determine that an installation is in compliance 
with this Code. 

Informational Note No. 2: In unclassified locations, iden- 
tification is necessary to ensure that nonintrinsically safe 
wire will not be inadvertently added to existing raceways at 
a later date. 

(C) Color Coding. Color coding shall be permitted to 
identify intrinsically safe conductors where they are col- 
ored light blue and where no other conductors colored light 
blue are used. Likewise, color coding shall be permitted to 
identify raceways, cable trays, and junction boxes where 
they are colored light blue and contain only intrinsically 
safe wiring. 


505.1 Scope. This arricie covers the requirements for the 
zone classification system as an altemative to the división 
classification system covered in Article 500 for electrical 
and electron^Éfequipment and wiring for all voltages in 
Class I, Z^pO, Zone 1, and Zone 2 hazardous (classified) 
locatio|^^™£ fire or explosión hazards may exist due to 

role gíS^^apors, or liquids. 

informational No^^For the requirements for electrical 
jhctronic equ^ment and wiring for all voltages in 
i. División 1 or División 2; Class II, División 1 or 
n 2; and Class in. División 1 or División 2 hazard- 
s (classified) locations where fire or explosión hazards 
t due to flammable gases or vapors, flammable 
liqT^k, or combustible dusts or fibers, refer to Arricies 500 
" ' rough 504. 

505.2 Definitions. For purposes of this article, the follow- 
ing definitions apply. 

Combustible Gas Detection System. A protection tech- 
nique utilizing stationary gas detectors in industrial estab- 
lishments. 

Cord Connector. A fitting intended to terminate a cord to a 
box or similar device and reduce the strain at points of 
termination and may inelude an explosionproof, a dust ig- 
nition proof, or a flameproof seal. [ROP 14-llb] 

Electrical and Electronic Equipment. Materials, fittings, 
devices, appliances, and the like that are part of, or in 
connection with, an electrical installation. 

Informational Note: Portable or transportable equipment 
having self-contained power supplies, such as battery- 
operated equipment, could potentially become an ignition 
source in hazardous (classified) locations. 

Encapsulation “m.” Type of protection where electrical 
parts that could ignite an explosive atmosphere by either 
sparking or heating are enclosed in a compound in such a 
way that this explosive atmosphere cannot be ignited. 

Informational Note No. 1: See ANSI/ISA-60079-18 
(12.23.01)-2009, Explosive atmospheres - Part 18: Equip¬ 
ment protection by encapsulation "m"; and ANSI/UL 
60079-18-2009, Explosive atmospheres - Part 18: Equip¬ 
ment protection by encapsulation "m". [ROP 14-131] 
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Informational Note No. 2: Encapsulation is designated 
type of protection “ma” for use in Zone 0 locations. Encap¬ 
sulation is designated type of protection “m” or “mb” for 
use in Zone 1 locations. Encapsulation is designated type of 
protection “me” for use in Zone 2 locations. [ROP 14-131] 

Flameproof “d.” Type of protection where the enclosure 
will withstand an internal explosión of a flammable mixture 
that has penetrated into the interior, without suffering dam- 
age and without causing ignition, through any joints or 
structural openings in the enclosure, of an extemal explo- 
sive gas atmosphere consisting of one or more of the gases 
or vapors for which it is designed. 


that an explosive atmosphere that may be above the liquid 
or outside the enclosure cannot be ignited. 

Informational Note: See ANSI/ISA-60079-6 (12.00.05)- 
2009, Explosive Atmospheres, Part 6: Equipment protec¬ 
tion by oil immersion “o"\ and ANSI/UL 60079-6, Electri- 
cal Apparatus for Explosive Gas Atmospheres — Part 6: 
Oil-Immersion “o. ” 

Powder Filling “q.” Type of protection where electrical 
parts capable of igniting an explosive atmosphere are fixed 
in position and completely surrounded by filling material 
(glass or quartz powder) to prevent the ignition of an ex- 
ternal explosive atmosphere. 


Informational Note: See ANSI/ISA-60079-1-2009 

(12.22.01), Explosive Atmospheres, Part 1: Equipment pro¬ 
tection by flameproof enclosures “d”\ and ANSI/UL 
60079-1, Electrical Apparatus for Explosive Gas Atmo¬ 
spheres — Part 1: Flameproof Enclosures “d. ” [ROP 
14-129] 

Increased Safety “e.” Type of protection applied to elec¬ 
trical equipment that does not produce ares or sparks in 
normal Service and under specified abnormal conditions, in 
which additional measures are applied so as to give in¬ 
creased security against the possibility of excessive tem- 
peratures and of the occurrence of ares and sparks. 

Informational Note: See ANSMSA-60079-7 (12.16.01)- 
2008, Explosive Atmospheres, Part 7: Equipment protec¬ 
tion by increased safety “e”\ and ANSI/UL 60079-^ 
trica! Apparatus for Explosive Gas Atmospheres ^ 

Increased Safety “e. ” 

Intrinsic Safety “i.” Type of protection wheSI 
thermal eífect is incapable of causinsygg¿¿on 
of flammable or combustible mj¡| 
scribed test conditions. 

Informational Note No. 1: See ÁSfcfl 
sically Safe Apparatus and Associaten j 
Class I, II, and III, Hazardous LoX^qj^NSWSA- 
60079-11-2011 (12.02.01), Explosive Amjpheres: Part 
11: Equipment protection by intrinsic safety “i”; and 
ANSI/UL 60079-11, Explosive Atmospheres, Part 11: 
Equipment protection by intrinsic safety “i. ” [ROP 
14-129] 

Informational Note No. 2: Intrinsic safety is designated 
type of protection “ia” for use in Zone 0 locations. Intrinsic 
safety is designated type of protection “ib” for use in Zone 
1 locations. Intrinsic safety is designated type of protection 
“ic” for use in Zone 2 locations. 

Informational Note No. 3: Intrinsically safe associated ap¬ 
paratus, designated by [ia], [ib], or [ic], is connected to 
intrinsically safe apparatus (“ia,” “ib,” or “ic,” respectively) 
but is located outside the hazardous (classified) location 
unless also protected by another type of protection (such as 
flameproof). 

Oil Immersion “o.” Type of protection where electrical 
equipment is immersed in a protective liquid in such a way 



Informational Note: See ANSI/ISA-60079-5 (12.00.04)- 
2009, Explosive Atmospheres, Part 5: Equipment protec¬ 
tion by powder fiUijfa“q"\ and ANSI/UL 60079-5, Electri¬ 
cal Apparatus fo^Kcplosive Gas Atmospheres — Part 5: 
Powder Filliruá 

Pressurizatl|n “p/^Moe of protection for electrical equip¬ 
ment th^Aes the teenn^^e of guarding against the ingress 
of th|^xtemal atmosphenM/hich may be explosive, into 
an enclosureJÉ^ maintaining a protective gas therein at a 
presi^kíd^Fe that of the external atmosphere. 

InfonSw Note: See ANSI/ISA-60079-2-2010 

[2.04.0 n^tt’/o.íí ve Atmospheres, Part 2: Equipment pro- 
’^mtssurized enclosures ”p”\ and IEC 60079-13, 
Apparatus for explosive gas atmospheres — Part 
13: Construction and use of rooms or buildings protected 
by pressurization. [ROP 14-129] 

of Protection “n.” Type of protection where electri- 
lal equipment, in normal operation, is not capable of ignit¬ 
ing a surrounding explosive gas atmosphere and a fault 
capable of causing ignition is not likely to occur. 

Informational Note: See ANSI/UL 60079-15, Electrical 
Apparatus for Explosive Gas Atmospheres — Part 15: Type 
of Protection “ n and ANSMSA-60079-15-2009 
(12.12.02), Explosive Atmospheres - Part 15: Equipment 
protection by type of protection “n". [ROP 14-129] 

Unclassified Locations. Locations determined to be neither 
Class I, División 1; Class I, División 2; Class I, Zone 0; 
Zone 1; Zone 2; Class II, División 1; Class II, División 2; 
Class III, División 1; Class III, División 2; or any combi- 
nation thereof. 

505.3 Other Articles. All other applicable rules contained 
in this Code shall apply to electrical equipment and wiring 
installed in hazardous (classified) locations. 

Exception: As modified by Ardele 504 and this árdele. 

505.4 General. 

(A) Documentation for Industrial Occupancies. All ár¬ 
eas in industrial occupancies designated as hazardous (clas¬ 
sified) locations shall be properly documented. This docu- 
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mentation shall be available to those authorized to design, 
install, inspect, maintain, or opérate electrical equipment at 
the location. 

Informational Note: For examples of area classification 
drawings, see ANSI/API RP 505-1997, Recommended 
Practice for Classification of Locations for Electrical In- 
stallations at Petroleum Facilities Classified as Class I, 
Zone 0, Zone 1, or Zone 2; ANSMSA-TR(12.24.01)-1998 
(IEC 60079-10 Mod), Recommended Practice for Classifi¬ 
cation of Locations for Electrical Installations Classified as 
Class I, Zone 0, Zone 1, or Zone 2; IEC 60079-10-1995, 
Electrical Apparatus for Explosive Gas Atmospheres, Clas¬ 
sification of Hazardous Areas ; and Model Code of Safe 
Practice in the Petroleum Industry, Parí 15: Area Classifi¬ 
cation Code for Petroleum Installations, IP 15, The Insti- 
tute of Petroleum, London. 

(B) Reference Standards. Important information relating 
to topics covered in Chapter 5 may be found in other pub- 
lications. 

Informational Note No. 1: It is important that the authority 
having jurisdiction be familiar with recorded industrial ex- 
perience as well as with standards of the National Fire 
Protection Association (NFPA), the American Petroleum 
Institute (API), the International Society of Automation 
(ISA), and the International Electrotechnical Commission 
(IEC) that may be of use in the classification of va£ 
locations, the determination of adequate ventilation, a 
protection against static electricity and lightning haz; 
Informational Note No. 2: For further infonj 
classification of locations, see NFPA 49 Tá 
mended Practice for the Classification Liq- ’ 

uids, Gases, or Vapors and of Hazas^ms (ClassjZd)_Lo- 
cations for Electrical Installations i 
Areas-, ANSI/API RP 505-1997, Recon *racticefor~ 


Classification of Locations 
Petroleum Facilities Class 
or Zone 2; ANSI/ISA- 
Mod), Recommended 
tions for Electrical Installí 
0, Zone 1, or Zone 2; IEC 
paratas for Explosive Gas Atn 
Hazardous Areas; and Model Coi 



[llations a 
JZ one 1, 

,24.01)-19'5agEC 1®É)79-10- 
for ClassqBation of Loca- 
Classifiec^K Class I, Zone 
Electrical Ap¬ 
elas sification of 
r Safe Practice ir 


Petroleum Industry, Part 15: Area Classification Code for 
Petroleum Installations, IP 15, The Institute of Petroleum, 
London. 


shore oil and gas producing platforms, see ANSI/API RP 
14FZ-2000, Recommended Practice for Design and Instal- 
lation of Electrical Systems for Fixed and Floating Offshore 
Petroleum Facilities for Unclassified and Class I, Zone 0, 
Zone 1, and Zone 2 Locations. 

Informational Note No. 6: For further information on the 
installation of electrical equipment in hazardous (classified) 
locations in general, see IEC 60079-14-1996, Electrical ap¬ 
paratus for explosive gas atmospheres — Part 14: Electri¬ 
cal installations in explosive gas atmospheres (other than 
mines), and IEC 60079-16-1990, Electrical apparatus for 
explosive gas atmospheres — Part 16: Artificial ventilation 
for the protection of analyzer(s) houses. 

Informational Note No. 7: For further information on ap- 
plication of electrical equipment in hazardous (classified) 
locations in general, see ANSI/ISA-60079-0 (12.00.01)- 
2009, Explosiye Atmospheres - Part 0: Equipment - Gen¬ 
eral ReqwMíents; ANSMSA-12.01.01-1999, Definitions 
and Infa^mition Pertaining to Electrical Apparatus in Haz- 
ardo^^^kvjsified) Locations; and ANSI/UL 60079-0, 
Elé0ncal^^^iratus for Explosive Gas Atmospheres — 
t 0: Gemw^Kequireinents. [ROP 14-132] 


lassification of Locations. Locations shall be classi- 
lepending on the properties of the flammable gas, 
flamSJUe liquid-produced vapor, combustible-liquid pro- 
tpors, combustible dusts, or fibers/flyings that may 
:sent, and the likelihood that a flammable or combus¬ 
tible concentration or quantity is present. Each room, sec- 
tion, or area shall be considered individually in determining 
its classification. Where pyrophoric materials are the only 
materials used or handled, these locations are outside the 
scope of this article. [ROP 14-136a] 


Informational Note No. 2: Through the exercise of inge- 
nuity in the layout of electrical installations for hazardous 
(classified) locations, it is frequently possible to lócate 
much of the equipment in reduced level of classification or 
in an unclassified location and, thus, to reduce the amount 
of special equipment required. 


Informational Note No. 3: For further information on pro¬ 
tection against static electricity and lightning hazards in 
hazardous (classified) locations, see NFPA 77-2007, Rec¬ 
ommended Practice on Static Electricity; NFPA 780-2011, 
Standard for the Installation of Lightning Protection Sys¬ 
tems; and API RP 2003-1998, Protection Against Ignitions 
Arising Out of Static Lightning and Stray Currents. 
Informational Note No. 4: For further information on ven¬ 
tilation, see NFPA 30-2008, Flammable and Combustible 
Liquids Code, and ANSI/API RP 505-1997, Recommended 
Practice for Classification of Locations for Electrical In- 
stallations at Petroleum Facilities Classified as Class I, 
Zone 0, Zone 1, or Zone 2. 

Informational Note No. 5: For further information on elec¬ 
trical systems for hazardous (classified) locations on off- 


Rooms and areas containing ammonia refrigeration Sys¬ 
tems that are equipped with adequate mechanical ventila¬ 
tion may be classified as “unclassified” locations. 

Informational Note: For further information regarding 
classification and ventilation of areas involving ammonia, 
see ANSI/ASHRAE 15-1994, Safety Code for Mechanical 
Refrigeration; and ANSI/CGA G2.1-1989 (14-39), Safety 
Requirements for the Storage and Handling of Anhydrous 
Ammonia. 

(B) Class I, Zone 0, 1, and 2 Locations. Class I, Zone 0, 
1, and 2 locations are those in which flammable gases or 
vapors are or may be present in the air in quantities suffi- 
cient to produce explosive or ignitible mixtures. Class I, 
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Zone 0, 1, and 2 locations shall inelude those specified in 
505(B)(1), (B)(2), and (B)(3). 

(1) Class I, Zone 0. A Class I, Zone 0 location is a loca- 
tion in which 

(1) Ignitible concentrations of flammable gases or vapors 
are present continuously, or 


Informational Note No. 1: Normal operation is considered 
the situation when plant equipment is operating within its 
design parameters. Minor releases of flammable material 
may be part of normal operations. Minor releases inelude 
the releases from mechanical packings on pumps. Failures 
that involve repair or shutdown (such as the breakdown of 
pump seáis and flange gaskets, and spillage caused by ac- 
cidents) are not considered normal operation. 


(2) Ignitible concentrations of flammable gases or vapors 
are present for long periods of time. 

Informational Note No. 1: Asa guide in determining when 
flammable gases or vapors are present continuously or for 
long periods of time, refer to ANSI/API RP 505-1997, Rec- 
ommended Practice for Classification of Locations for 
Electrical Installations of Petroleum Facilities Classified as 
Class I, Zone 0, Zone 1 or Zone 2; ANSI/ISA-TR12.24.01- 
1998 (IEC 60079-10 Mod), Recommended Practice for 
Classification of Locations for Electrical Installations Clas¬ 
sified as Class I, Zone 0, Zone 1, or Zone 2; IEC 60079- 
10-1995, Electrical apparatus for explosive gas atmo- 
spheres, classifications of hazardous areas\ and Area 
Classification Code for Petroleum Installations, Model 
Code, Part 15, Institute of Petroleum. 

Informational Note No. 2: This classification ineludes lo¬ 
cations inside vented tanks or vessels that contain volatile 
flammable liquids; inside inadequately vented spraying or 
coating enclosures, where volatile flammable solvents are 
used; between the inner and outer roof sections of a floating 
roof tank containing volatile flammable liquids; inside open 
vessels, tanks and pits containing volatile flammabl e liq - 
uids; the interior of an exhaust duct that ií 
ignitible concentrations of gases or vapors; í 
adequately ventilated enclosures that < 
venting instruments utilizing or analyzing flái 
and venting to the inside of the enclosures. 

[ROP 14-138] 

(2) Class I, Zone 1. A Class 
tion 

(1) In which ignitible concentratkl^fcuf flammato gases or 
vapors are likely to exist under^^ual j^miting con- 
ditions; or 


Informational Note No. 2: This classification usually in- 
cludes locations where volatile flammable liquids or lique- 
fied flammable gases are transferred from one container to 
another. In areas in the vicinity of spraying and painting 
operations where flammable solvents are used; adequately 
ventilated drying rooms or compartments for evaporation 
of flammable solvents; adequately ventilated locations con¬ 
taining fat and oil extraction equipment using volatile flam¬ 
mable solvents; portions of cleaning and dyeing plants 
where volatile flanugpble liquids are used; adequately ven¬ 
tilated gas genera^^ooms and other portions of gas manu- 
facturing plai^áKhere flammable gas may escape; inad¬ 
equately v^^rara^mmp rooms for flammable gas or for 
volátile flflPmabIe^^^ls; the interiore of refrigerators and 
freezt^Wi which volal^flammable materials are stored in 
Jen, hghtly stoppei^^W in easily ruptured containers; 
^other lq^jions where ignitible concentrations of flam¬ 
eases are likely to occur in the course of 
^ration but not classified Zone 0. 

Zone 2. A Class I, Zone 2 location is a loca- 

ignitible concentrations of flammable gases or 
vapors are not likely to occur in normal operation and, 
if they do occur, will exist only for a short period; or 
r In which volatile flammable liquids, flammable gases, 
or flammable vapors are handled, processed, or used 
but in which the liquids, gases, or vapors normally are 
confined within closed containers of closed systems 
from which they can escape, only as a result of acci¬ 
dental rupture or breakdown of the containers or Sys¬ 
tem, or as a result of the abnormal operation of the 
equipment with which the liquids or gases are handled, 
processed, or used; or 


(2) In which ignitible concentrations of flammable gases or 
vapors may exist frequently because of repair or main- 
tenance operations or because of leakage; or 

(3) In which equipment is operated or processes are carried 
on, of such a nature that equipment breakdown or 
faulty operations could result in the release of ignitible 
concentrations of flammable gases or vapors and also 
cause simultaneous failure of electrical equipment in a 
mode to cause the electrical equipment to become a 
source of ignition; or 

(4) That is adjacent to a Class I, Zone 0 location from 
which ignitible concentrations of vapors could be com- 
municated, unless communication is prevented by ad- 
equate positive pressure ventilation from a source of 
clean air and effective safeguards against ventilation 
failure are provided. 


(3) In which ignitible concentrations of flammable gases or 
vapors normally are prevented by positive mechanical 
ventilation but which may become hazardous as a re¬ 
sult of failure or abnormal operation of the ventilation 
equipment; or 

(4) That is adjacent to a Class I, Zone 1 location, from 
which ignitible concentrations of flammable gases or 
vapors could be communicated, unless such communi¬ 
cation is prevented by adequate positive-pressure ven¬ 
tilation from a source of clean air and effective safe¬ 
guards against ventilation failure are provided. 

Informational Note: The Zone 2 classification usually in- 
cludes locations where volatile flammable liquids or flam¬ 
mable gases or vapore are used but which would become 
hazardous only in case of an accident or of some unusual 
operating condition. 
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505.6 Material Groups. For purposes of testing, approval, 
and area classification, various air mixtures (not oxygen 
enriched) shall be grouped as required in 505.6(A), (B), and 
(C). 

Informational Note No. 1: Group I is intended for use in 
describing atmospheres that contain firedamp (a mixture of 
gases, composed mostly of methane, found underground, 
usually in mines). This Code does not apply to installations 
underground in mines. See 90.2(B). 

[ROP 14-139] 


Informational Note: Group IIB is equivalent to Class I, 
Group C, as described in 500.6(A)(3). 

(C) Group IIA. Atmospheres containing acetone, ammo- 
nia, ethyl alcohol, gasoline, methane, propane, or flam- 
mable gas, flammable liquid-produced vapor, or combus¬ 
tible liquid-produced vapor mixed with air that may burn 
or explode, having either a máximum experimental safe 
gap (MESG) valué greater than 0.90 mm or mínimum ig- 
niting current ratio (MIC ratio) greater than 0.80. 
[497:3.3.5.2.3] 


Informational Note No. 2: The gas and vapor subdivisión 
as described above is based on the máximum experimental 
safe gap (MESG), mínimum igniting current (MIC), or 
both. Test equipment for determining the MESG is de¬ 
scribed in IEC 60079-1A-1975, Amendment No. 1 (1993), 
Construction and verification tests offlameproof enclosures 
of electrical apparatus; and UL Technical Report No. 58 
(1993). The test equipment for determining MIC is de¬ 
scribed in IEC 60079-11-1999, Electrical apparatus for ex- 
plosive gas atmospheres — Parí 11: Intrinsic safety “i." 
The classification of gases or vapors according to their 
máximum experimental safe gaps and mínimum igniting 
currents is described in IEC 60079-12-1978, Classification 
of mixtures of gases or vapours with air according to their 
máximum experimental safe gaps and mínimum igniting 
currents. 

Informational Note No. 3: Group II is currently s 
vided into Groups “IIA”, “IIB”, and “IIC”. Prior ma 
requirements allowed some types of protection to 1 
marked without a subdivisión, showing onl^^toup “II 
Equipment so marked should be considerad^^^^ 
for Group IIC applications. [ROP 14-1J 

Informational Note No. 4: 
ings of the different equipment marki 
sifications be carefully obser 
Class I, Divisions la 

Class I, Zone 0, 1, 

(A) Group IIC. Atmospher^^fentainin^icetylene, hydro- 
gen, or flammable gas, flammai^yi^Rl-produced vapor, 
or combustible liquid-produced vajmr mixed with air that 
may burn or explode, having either a máximum experimen¬ 
tal safe gap (MESG) valué less than or equal to 0.50 mm or 
mínimum igniting current ratio (MIC ratio) less than or 
equal to 0.45. [497:3.3.5.2.1] 

Informational Note: Group IIC is equivalent to a combi- 
nation of Class I, Group A, and Class I, Group B, as de¬ 
scribed in 500.6(A)(1) and (A)(2). 

(B) Group IIB. Atmospheres containing acetaldehyde, 
ethylene, or flammable gas, flammable liquid-produced va¬ 
por, or combustible liquid-produced vapor mixed with air 
that may burn or explode, having either máximum experi¬ 
mental safe gap (MESG) valúes greater than 0.50 mm and 
less than or equal to 0.90 mm or mínimum igniting current 
ratio (MIC ratio) greater than 0.45 and less than or equal to 
0.80. [497:3.3.5.2.2] 



Informational Note: Group IIA is equivalent to Class I, 
Group D as described in 500.6(A)(4). 

505.7 Special Precaution. Article 505 requires equipment 
construction and installation that ensures safe performance 
under con diiW ns of proper use and maintenance. 

lnío rj3@5É)B l Note No. 1: It is important that inspection 
rs exercise more than ordinary care with 


Infon^tional Note No. 2: Low ambient conditions require 
consideration. Electrical equipment depending on 
protection techniques described by 505.8(A) may not be 
[table for use at temperatures lower than -20°C (—4"F) 
they are identified for use at lower temperatures. 
r, at low ambient temperatures, flammable concen- 
of vapors may not exist in a location classified 
I, Zones 0, 1, or 2 at normal ambient temperature. 

(A) Implementation of Zone Classification System. 

Classification of areas, engineering and design, selection of 
equipment and wiring methods, installation, and inspection 
shall be performed by qualified persons. 

(B) Dual Classification. In instances of areas within the 
same facility classified separately, Class I, Zone 2 locations 
shall be permitted to abut, but not overlap, Class I, División 
2 locations. Class I, Zone 0 or Zone 1 locations shall not 
abut Class I, División 1 or División 2 locations. 

(C) Reclassification Permitted. A Class I, División 1 or 
División 2 location shall be permitted to be reclassified as a 
Class I, Zone 0, Zone 1, or Zone 2 location, pro vided all of 
the space that is classified because of a single flammable 
gas or vapor source is reclassified under the requirements 
of this article. 

(D) Solid Obstacles. Flameproof equipment with flanged 
joints shall not be installed such that the flange openings 
are closer than the distances shown in Table 505.7(D) to 
any solid obstacle that is not a part of the equipment (such 
as steelworks, walls, weather guards, mounting brackets, 
pipes, or other electrical equipment) unless the equipment 
is listed for a smaller distance of separation. 

(E) Simultaneous Presence of Flammable Gases and 
Combustible Dusts or Fibers/Flyings. Where flammable 
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Table 505.7(D) Minimum Distance of Obstructions from 
Flameproof “d” Flange Openings 


Minimum Distance 

Gas Group 

mm 

in. 

IIC 

40 

1 3 %4 

IIB 

30 

l 3 /l6 

HA 

10 

25/64 


(G) Encapsulation “m”. This protection technique shall 
be permitted for equipment in Class I, Zone 0, Zone 1, or 
Zone 2 locations for which it is identified. 

Informational Note: See Table 505.9(C)(2)(4) for the de- 
scriptions of subdivisions for encapsulation. 

(H) Powder Filling “q”. This protection technique shall 
he permitted for equipment in Class I, Zone 1 or Zone 2 
locations. 


gases, combustible dusts, or fibers/flyings are or may be 
present at the same time, the simultaneous presence shall be 
considered during the selection and installation of the elec- 
trical equipment and the wiring methods, including the de- 
termination of the safe operating temperature of the electri- 
cal equipment. 

505.8 Protection Techniques. Acceptable protection tech- 
niques for electrical and electronic equipment in hazardous 
(classified) locations shall be as described in 505.8(A) 
through (I). 

Informational Note: For additional information, see 
ANSI/ISA-60079-0 (12.00.01)-2009, Explosive Atmo- 
spheres - Parí 0: Equipment - General Requirements ; 
ANSI/ISA-12.01.01-1999, Definitions and Information 
Pertaining to Electrical Apparatus in Hazardous (Classi¬ 
fied) Locations', and ANSI/UL 60079-0, Electrical Aj^ 
tus for Explosive Gas Atmospheres — Part 0: Geni 
quirements. [ROP 14-143] 

(A) Flameproof “d’\ This protection tecí 
permitted for equipment in Class I, Zon^l 
tions. 

(B) Purged and Pressurized. This protection technique 
shall be permitted for equipment^fcjaose Class ¡pAme 1 or 
Zone 2 locations for which it is ideW^d. 

(C) Intrinsic Safety. This protection tS^Jmique shall be 
permitted for apparatus and associated apparatus in Class I, 
Zone 0, Zone 1, or Zone 2 locations for which it is listed. 



(I) Combustible Gas Detection System. A combustible 
gas detection system shall be permitted as a means of pro¬ 
tection in industrial establishments with restricted public 
access and where the conditions of maintenance and super¬ 
visión ensure that only qualified persons Service the instal¬ 
lation. Where suclyAystem is installed, equipment speci- 
fied in 505.8(10^^(2), or (I)(3) shall be permitted. The 
type of detection equipment, its hsting, installation loca- 
criteria, and calibration fre- 
when combustible gas detec- 
protectü^technique. 

Note No. 1: For further information, see 
505-1997, Recommended Practice for Clas- 
ications for Electrical Installations at Petro- 
Classified as Class I, Zone 0, Zone 1, and 

ial Note No. 2: For further information, see 
r ANSI/ISA-60079-29-2, Explosive Atmospheres - Part 29-2: 
Gas detectors - Selection, installation, use and mainte- 
uiance of detectors for flammable gases and oxygen. 

Informational Note No. 3: For further information, see 
ANSI/ISA-TR12.13.03-2009, Guide for Combustible Gas 
Detection as a Method of Protection. [ROP 14-143] 

(1) Inadequate Yentilation. In a Class I, Zone 1 location 
that is so classified due to inadequate ventilation, electrical 
equipment suitable for Class I, Zone 2 locations shall be 
permitted. Combustible gas detection equipment shall be 
hsted for Class I, Zone 1, for the appropriate material 
group, and for the detection of the specific gas or vapor to 
he encountered. 



(D) Type of Protection “n”. This protection technique 
shall be permitted for equipment in Class I, Zone 2 loca¬ 
tions. Type of protection “n” is further subdivided into nA, 
nC, and nR. 

Informational Note: See Table 505.9(C)(2)(4) for the de- 
scriptions of subdivisions for type of protection “n”. 

(E) Oil Immersion “o”. This protection technique shall be 
permitted for equipment in Class I, Zone 1 or Zone 2 loca¬ 
tions. 

(F) Increased Safety “e”. This protection technique shall 
be permitted for equipment in Class I, Zone 1 or Zone 2 
locations. 


(2) Interior of a Building. In a building located in, or with 
an opening into, a Class I, Zone 2 location where the inte¬ 
rior does not contain a source of flammable gas or vapor, 
electrical equipment for unclassified locations shall be per¬ 
mitted. Combustible gas detection equipment shall be listed 
for Class I, Zone 1 or Class I, Zone 2, for the appropriate 
material group, and for the detection of the specific gas or 
vapor to be encountered. 

(3) Interior of a Control Panel. In the interior of a control 
panel containing instrumentation utilizing or measuring 
flammable liquids, gases, or vapors, electrical equipment 
suitable for Class I, Zone 2 locations shall be permitted. 
Combustible gas detection equipment shall be listed for 
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Class I, Zone 1, for the appropriate material group, and for 

the detection of the specific gas or vapor to be encountered. 

505.9 Equipment. 

(A) Suitability. Suitability of identified equipment shall be 

determined by one of the following: 

(1) Equipment bsting or labebng 

(2) Evidence of equipment evaluation from a qualified test- 
ing laboratory or inspection agency concerned with 
product evaluation 

(3) Evidence acceptable to the authority having jurisdiction 
such as a manufacturer’s self-evaluation or an owner’s 
engineering judgment 

Informational Note: Additional documentation for equip¬ 
ment may inelude certificates demonstrating compliance 
with applicable equipment standards, indicating special 
conditions of use, and other pertinent information. 

(B) Listing. 

(1) Equipment that is listed for a Zone 0 location shall be i 

permitted in a Zone 1 or Zone 2 location of the same 
gas or vapor, provided that it is installed in accordance 
with the requirements for the marked type of a 
tion. Equipment that is listed for a Zone 1 locatioil 
be permitted in a Zone 2 location of the same gS 
vapor, provided that it is installed h 
the requirements for the marked tygj tion. 1 

(2) Equipment shall be permitted to M 
gas or vapor, specific mixtures c 
any specific combination of. 

Informational Note: One^ 
marked for “IIB. h 


Table 505.9(C)(1)(2) Material Groups 
[ROP 14-147] 



Material Group 

Comment 

IIC 

See 505.6(A) 

IIB 

See 505.6(B) 

ILA 

See 505.6(C) 


in accordance 


(C) Marking. Equipment 
with 505.9(C)(1) or (0(2). 


(1) División Equipment. Equipment identified for Class I, 
División 1 or Class I, División 2 shall, in addition to being 
marked in accordance with 500.8(C), be permitted to be 
marked with all of the following: 

(1) Class I, Zone 1 or Class I, Zone 2 (as applicable) 

(2) Applicable gas classification group(s) in accordance 
with Table 505.9(C)(1)(2) 

(3) Temperature classification in accordance with 
505.9(D)(1) 

(2) Zone Equipment. Equipment meeting one or more of 
the protection techniques described in 505.8 shall be 
marked with all of the following in the order shown: 

(1) Class 

(2) Zone 

(3) Symbol “AEx” 


(4) Protection technique(s) in accordance with Table 
505.9(C)(2)(4) 

(5) Applicable material group in accordance with Table 
505.9(C)(1)(2) or a specific gas or vapor [ROP 14-147, 
ROP 14-152a] 

(6) TemperaüAí classification in accordance with 
505 .9¡fljfl ) 

Excejimm Associated apparatus NOT suitable for 

Mlation ir^mutzardous (classified) location shall be 
fuired to be nicm^^nly with (3), (4), and (5), butBOTH 
)ol AEx (3)cmd the symbol for the type ofprotec- 
shall be enclosed within the same square brackets, 
imple, [AEx ia] IIC. 

i No. 2: Simple apparatus as defined in 504.2 
tybe required to have a marked operating tempera- 
f temperature class. 

Exception No. 3: Fittings for the termination of cables 

shall not be required to have a marked operating tempera- 
r temperature class. [ROP 14-152] 

[ROP 14-148] 

Informational Note No. 1: An example of the required 
marking for intrinsically safe apparatus for installation in 
Class I, Zone 0 is “Class I, Zone 0, AEx ia HC T6.” An 
explanation of the marking that is required is shown in 
Informational Note Figure 505.9(C)(2). 

Informational Note No. 2: An example of the required 
marking for intrinsically safe associated apparatus mounted 
in a flameproof enclosure for installation in Class I, Zone 1 
is “Class I, Zone 1 AEx d[ia] IIC T4.” 

Informational Note No. 3: An example of the required 
marking for intrinsically safe associated apparatus NOT for 
installation in a hazardous (classified) location is “[AEx ia] 
IIC.” 

Informational Note No. 4: The EPL (or equipment protec¬ 
tion level) may appear in the product marking. EPLs are 
designated as G for gas, D for dust, or M for mining and 
are then followed by a letter (a, b, or c) to give the user a 
better understanding as to whether the equipment provides 
either (a) a “very high,” (b) a “high,” or (c) an “enhanced” 
level of protection against ignition of an explosive atmo- 
sphere. For example, an AEx d IIC T4 motor (which is 
suitable by protection concept for application in Zone 1) 
may additionally be marked with an EPL of “Gb” to indi- 
cate that it was provided with a high level of protection, 
such as AEx d IIC T4 Gb. 
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Informational Note No. 5: Equipment installed outside a 
Zone 0 location, electrically connected to equipment lo- 
cated inside a Zone 0 location, may be marked Class I, 
Zone 0/1. The “/” indicates that equipment contains a sepa- 
ration element and can be installed at the boundary between 
a Zone 0 and a Zone 1 location. See ANSI/ISA-60079-26, 
Electrical Apparatus for Use in Class I, Zone 0 Hazardous 
(Classified) Locations. 


Example: Class I Zone 0 AEx 


Area dassification - 


Material group — 
Temperatura el 


Informational Note Figure 505.9(C)(2) Zone Equipment 
Marking. [ROP 14-149] 


(D) Class I Temperature. The temperature marking speci- 
fied below shall not exceed the autoignition temperature of 
the specific gas or vapor to he encountered. [ROP 14-153 
Informational Note: For information regarding autoigni¬ 
tion temperatures of gases and vapors, see NFPA 497-2008, 
Recommended Practicefor the Classification ofFlam mabl e 
Liquids, Gases, or Vapors and of Hazardous (Claá 
Locations for Electrical Installations in Chemit£ 

Areas', and IEC 60079-20-1996, Electrical A 
Explosive Gas Atmospheres, Data for Flam 
and Vapours, Relating to the Use of Eléctrica^ 

[ROP 14-146] 

(1) Temperature Classificationsfo EquipnWt síS| 
marked to show the operating^Krperature or^wiperaTure 
class referenced to a 40°C ambiemfcrat the higBr ambient 
temperature if the equipment is rarakgnd rnarked for an 
ambient temperature of greater than temperature 

class, if provided, shall be indicated usin^the temperature 
class (T Code) shown in Table 505.9(D)(1). 

Electrical equipment designed for use in the ambient 
temperature range between -20°C and +40°C shall require 
no ambient temperature marking. 

Electrical equipment that is designed for use in a range 
of ambient temperatures other than -20°C to +40°C is con- 
sidered to be special; and the ambient temperature range 
shall then be marked on the equipment, including either the 
symbol “Ta” or “Tamb” together with the special range of 
ambient temperatures, in degrees Celsius. 

n example, such a marking might 

Exception No. 1: Equipment of the non-heat-producing 
type, such as conduit fittings, and equipment of the heat- 
producing type hav, g c ma\ i temperature ofnot more 


Unclassified* ** 

Unclassified** 

Unclassified** 


Table 505.9(C)(2)(4) Types of Protection Designation 


Designation Technique 

d Flameproof enclosure 

db Flameproof enclosure 

e Increased safety 

eb Increased safety 

ia Intrinsic safety 

ib Intrinsic safety 

ic Intrinsic safety 

[ia] Associated apparatus 

[ib] Associated apparatus 

[ic] Associated apparatus 
ia [ROP 14-150] Encapsulation 

m Encapsulation 

mb Encapsulation 

¿ncapsulation 
^onsparking 
r equipment 
Nonsparking 
Klipment 

tyng equipment in 
' g contacts are 
suitabiPprotected 
other than by restricted 
breathing enclosure 
Sparking equipment in 
which the contacts are 
suitably protected 
other than by restricted 
breathing enclosure 
Restricted breathing 
enclosure 

Restricted breathing 
enclosure 
Oil immersion 
Oil immersion 
Pressurization 
Pressurization 
Pressurization 
Pressurization 
Pressurization 
Pressurization 
Powder filled 
Powder filled 


*Does not address use where a combination of techmques is used. 

**Associated apparatus is permitted to be installed in a hazardous 
(classified) location if suitably protected using another type of protec- 


than 100°C (212°F) shall not be required to have a marked 
operating temperature or temperature class. 

Exception No. 2: Equipment identified for Class 1, Divi¬ 
sión 1 or División 2 locations as permitted by 505.20(A), 
(B), and (C) shall be permitted to be marked in accordance 
with 500.8(C) and Table 500.8(C). [ROP 14-154] 

(E) Threading. The supply connection entry thread form 
shall be NPT or metric. Conduit and fittings shall be made 
wrenchtight to prevent sparking when fault current flows 


70-428 


NATIONAL ELECTRICAL CODE 2014 Edition 














ARTICLE 505 — ZONE 0, 1, AND 2 LOCATIONS 


505.15 


Table 505.9(D)(1) Classification of Máximum Surface 
Temperature for Group II Electrical Equipment 


Temperature Class 
(T Code) 

Máximum Surface 
Temperature (°C) 

TI 

<450 

T2 

<300 

T3 

<200 

T4 

<135 

T5 

<100 

T6 

<85 


Informational Note: Threading specifications for metric 
threaded entries are located in ISO 965/1-1980, ISO gen¬ 
eral pupose metric screw threads — Tolerances — Part 1: 
Principies and basic data, and ISO 965-3-1998, ISO gen¬ 
eral purpose metric screw threads — Tolerances — Part 3: 
Deviations for constructional screw threads', and ISO 
965/3-1980, Metric Screw Threads. 

(3) Unused Openings. All unused openings shall be 
closed with close-up plugs listed for the location and shall 
maintain the type of protection. The plug engagement shall 
comply with 505.9(E)(1) or 505.9(E)(2). 


through the conduit system, and to ensure the explosion- 
proof or flameproof integrity of the conduit system where 
applicable. Equipment provided with threaded entries for 
field wiring connections shall be installed in accordance 
with 505.9(E)(1) or (E)(2) and with (E)(3). 

(1) Equipment Provided with Threaded Entries for 
NPT Threaded Conduit or Fittings. For equipment pro¬ 
vided with threaded entries for NPT threaded conduit or 
fittings, listed conduit, listed conduit fittings, or listed cable 
fittings shall be used. [ROP 14-155] 

All NPT threaded conduit and fittings referred to herein 
shall be threaded with a National (American) Stand, 

Taper (NPT) thread. 

NPT threaded entries into explosionproof or flai 
equipment shall be made up with at least 
engaged. 

Exception: For listed explosionproi 
ment, factory threaded NPT entries 
at least 4V2 threads fully en) 



(F) Optical Fiber Cables. Where an optical fiber cable 
contains conductors that are capable of carrying current 
(composite optical fiber cable), the optical fiber cable shall 
be installed in accordance with the requirements of Articles 
505.15 andj 

505.1 l^í'iHwgj Methods. Wiring methods shall maintain 
tegrity of^fc|tection techniques and shall comply with 

JTl5(A) througft^ [ROP 14-160, ROP 14-161, ROP 
-162^0? 14-163. ROP 14-165a, ROP 14-168, ROP 
ROP 14-169a] 



Informational Note No. J^^Thread 
NPT threads are locafflKn ANSI/ASM 
Pipe Threads, General (Inch). 

Informational Note No. 2: ^nde NjWíhreaded entries 
use a modified National Standarc^fc^^aper (NPT) thread 
with thread form per ANSI/ASM^ Bl.20.1-1983, Pipe 
Threads, General Purpose (Inch). See ANSI UL/ISA 
60079-1, Electrical Apparatus for Explosive Gas Atmo- 
spheres - Part 1: Flameproof Enclosures “d". 

(2) Equipment Provided with Threaded Entries for 
Metric Threaded Conduit or Fittings. For equipment 
with metric threaded entries, listed conduit fittings or listed 
cable fittings shall be used. Such entries shall be identified 
as being metric, or listed adapters to permit connection to 
conduit or NPT threaded fittings shall be provided with the 
equipment and shall be used for connection to conduit or 
NPT threaded fittings. 

Metric threaded entries into explosionproof or flame¬ 
proof equipment shall have a class of fit of at least 6g/6H 
and be made up with at least five threads fully engaged for 
Groups C, D, IIB, or HA and not less than eight threads 
fully engaged for Groups A, B, IIC, or IIB + H 2 . 


I, Zone 0. In Class I, Zone 0 locations, only 
illy safe wiring methods in accordance with Article 
be permitted. 

(B) Class I, Zone 1. 

(1) General. In Class I, Zone 1 locations, the wiring meth¬ 
ods in (B)(l)(a) through (B)(l)(f) shall be permitted. 

(a) All wiring methods permitted by 505.15(A). 

(b) In industrial establishments with restricted public 
access, where the conditions of maintenance and supervi¬ 
sión ensure that only qualified persons Service the installa- 
tion, and where the cable is not subject to physical damage, 
Type MC-HL cable listed for use in Class I, Zone 1 or 
División 1 locations, with a gas/vaportight continuous cor- 
rugated metallic sheath, an overall jacket of suitable poly- 
meric material, and a sepárate equipment grounding con¬ 
ductor^) in accordance with 250.122, and terminated with 
fittings listed for the application. 

(c) In industrial establishments with restricted public 
access, where the conditions of maintenance and supervi¬ 
sión ensure that only qualified persons Service the installa- 
tion, and where the cable is not subject to physical damage, 
Type ITC-HL cable listed for use in Class I, Zone 1 or 
División 1 locations, with a gas/vaportight continuous cor- 
rugated metallic sheath and an overall jacket of suitable 
polymeric material, and terminated with fittings listed for 
the application. Type ITC-HL cable shall be installed in 
accordance with the provisions of Article 727. 

Informational Note: See 727.4 and 727.5 for restrictions 
on use of Type ITC cable. 
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(d) Type MI cable terminated with fittings Usted for 
Class I, Zone 1 or División 1 locations. Type MI cable shall 
be installed and supported in a manner to avoid tensile 
stress at the termination fittings. 

(e) Threaded rigid metal conduit, or threaded Steel in¬ 
termedíate metal conduit. 

(f) Type PVC conduit and Type RTRC conduit shall be 
permitted where encased in a concrete envelope a minimum 
of 50 mm (2 in.) thick and provided with not less than 
600 mm (24 in.) of cover measured from the top of the 
conduit to grade. Threaded rigid metal conduit or threaded 
Steel intermedíate metal conduit shall be used for the last 
600 mm (24 in.) of the underground run to emergence or to 
the point of connection to the aboveground raceway. An 
equipment grounding conductor shall be included to pro- 
vide for electrical continuity of the raceway system and for 
grounding of non-current-carrying metal parts. 

(g) Intrinsic safety type of protection “ib” shall be 
permitted using the wiring methods specified in Article 
504. 

Informational Note: For entry into enclosures required to 
be flameproof, explosionproof, or increased safety, see fur- 
ther information on construction, testing and marking of 
cables, flameproof and increased safety cable fittings, and 
flameproof and increased safety cord connectors, In 
ANSI/UL 2225-2011, Cables and Cable-Fittings for Use in 
Hazardous (Classified) Locations. 


(h) Fiher Optic cables of the types 
OFNR, OFCR, OFNG, OFCG, OFN, and 
permitted to be installed in raceways as stal 
These Fiber Optic cables shall be sealed in 
505.16. 

Informational Note: For entry 
be flameproof, explosionproof, j 
ther information on constructu 
cables, flameproof and increased 
flameproof and increased safet 
ANSI/UL 2225-2011, Cables and 
Hazardous (Classified) Locations. 

(2) Flexible Connections. Where necessary to employ 
flexible connections, flexible fittings listed for Class I, Zone 
1 or División 1 locations, or flexible cord in accordance 
with the provisions of 505.17(A) terminated with a listed 
cord connector that maintains the type of protection of the 
terminal compartment, shall be permitted. 

(C) Class I, Zone 2. 



(c) Type ITC and Type ITC-ER cable as permitted in 
727.4 and terminated with listed fittings. 

(d) Type PLTC and Type PLTC-ER cable in accor¬ 
dance with the provisions of Article 725, including instal- 
lation in cable tray systems. The cable shall be terminated 
with listed fittings. 

(e) Enclosed gasketed busways, enclosed gasketed 
wireways. 

(f) In industrial establishments with restricted public 
access, where the conditions of maintenance and supervi¬ 
sión ensure that only qualified persons Service the installa- 
tion, and where metallic conduit does not provide sufficient 
corrosión resistance, listed reinforced thermosetting resin 
conduit (RTRC), factory elbows, and associated fittings, all 
marked with the suffix-XW, and Schedule 80 PVC conduit, 
factory elbows, a^pKsociated fittings shall be permitted. 
Where seáis a™|K[uired for boundary conditions as de- 
fined in 505.1prC)fl)Ib), the Zone 1 wiring method shall 
extend imp the Zon^^karea to the seal, which shall be 
locatedaffhe Zone 2 sio^tfthe Zone 1-Zone 2 boundary. 

IntrirtgJc safety t^re of protection “ic” shall be 
any of the wiring methods permitted for 
locations. Intrinsic safety type of protection 
k shall be installed in accordance with the con- 
¡imple apparatus, not shown on the control 
irbe permitted in an intrinsic safety type of 
Eéction^ic” Circuit, provided the simple apparatus does 
>t interconnect the intrinsic safety type of protection “ic” 
ítems to any other circuit. 

Informational Note: Simple apparatus is defined in 504.2. 

(h) Fiber optic cables of the types OFNP, OFCP, 
OFNR, OFCR, OFNG, OFCG, OFN, and OFC shall be 
permitted to be installed in cable trays or any other raceway 
as stated in 505.15(C). Fiber optic cables shall be sealed in 
accordance with 505.16. 

Sepárate intrinsic safety type of protection “ic” systems 
shall be installed in accordance with one of the following: 

(1) In sepárate cables 

(2) In multiconductor cables where the conductors of each 
circuit are within a grounded metal shield 

(3) In multiconductor cables where the conductors of each 
circuit have insulation with a minimum thickness of 
0.25 mm (0.01 in.) 


(1) General. In Class I, Zone 2 locations, the following 
wiring methods shall be permitted. 

(a) All wiring methods permitted by 505.15(B). 

(b) Types MC, MV, TC, or TC-ER cable, including 
installation in cable tray systems. The cable shall be termi¬ 
nated with listed fittings. Single conductor Type MV cables 
shall be shielded or metallic-armored. 


(2) Flexible Connections. Where provisión must be made 
for limited flexibihty, flexible metal fittings, flexible metal 
conduit with listed fittings, liquidtight flexible metal con¬ 
duit with listed fittings, liquidtight flexible nonmetallic con¬ 
duit with listed fittings, or flexible cord in accordance with 
the provisions of 505.17 terminated with a listed cord con¬ 
nector that maintains the type of protection of the terminal 
compartment shall be permitted. 
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Exception: For elevator use, an identified elevator cable, 
type EO, ETP, or ETT, and as shown under the “use” 
column in Table 400.4 for “Hazardous (classified) loca- 
tions” and terminated with Usted connectors that maintain 
the type ofprotection ofthe terminal compartment shall be 
permitted. 

505.16 Sealing and Drainage. Seáis in conduit and cable 
systems shall comply with 505.16(A) through (E). Sealing 
compound shall be used in Type MI cable termination fit- 
tings to exelude moisture and other fluids from the cable 
insulation. 

Informational Note No. 1: Seáis are provided in conduit 
and cable systems to minimize the passage of gases and 
vapors and prevent the passage of flames from one portion 
of the electrical installation to another through the conduit. 
Such communication through Type MI cable is inherently 
prevented by construction of the cable. Unless specifically 
designed and tested for the purpose, conduit and cable seáis 
are not intended to prevent the passage of liquids, gases, or 
vapors at a continuous pressure differential across the seal. 
Even at differences in pressure across the seal equivalent to 
a few inches of water, there may be a slow passage of gas 
or vapor through a seal and through conductors p¡ 
through the seal. See 505.16(C)(2)(b). Temperatur 
tremes and highly corrosive liquids and vapors 
the abiüty of seáis to perform their intended func tioi 
505.16(D)(2). 

Informational Note No. 2: 
propagation of flames may 
between the strands of standard 
than 2 AWG. Special conductor c 
compacted strands or sealim 
means of reducing leakaga^ 
of flames. 

(A) Zone 0. In Class I, T ifos 0 locaticB, seáis shall be 
located according to 505.16(^í^ (Al^£ and (A)(3). 

(1) Conduit Seáis. Seáis shall b^Bmdded within 3.05 m 
(10 ft) of where a conduit leaves a Zone 0 location. There 
shall be no unions, couplings, boxes, or fittings, except 
listed reducers at the seal, in the conduit run between the 
seal and the point at which the conduit leaves the location. 



(B) Zone 1. In Class I, Zone 1 locations, seáis shall be 
located in accordance with 505.16(B)(1) through (B)(8). 

(1) Type of Protection “d” or “e” Enclosures. Conduit 
seáis shall be provided within 50 trun (2 in.) for each con¬ 
duit entering enclosures having type of protection “d” or 
“e.” 

Exception No. 1: Where the enclosure having type ofpro¬ 
tection “d” is marked to indícate that a seal is not required. 
Exception No. 2: For type ofprotection “e, ” conduit and 
fittings employing only NPT to NPT raceway joints or fit¬ 
tings listed for type of protection “e” shall be permitted 
between the enclosure and the seal, and the seal shall not 
be required to be within 50 mm (2 in.) ofthe entry. 

Informatj*n Note: Examples of fittings employing other 
Tthreads inelude conduit couplings, capped el- 
^and breather drains. 

r conduit installed between type of 
jthection “e” eUW^ures employing only NPT to NPT 
icewq^foints or conduit fittings listed for type of protec- 
r ’ a seal shall not be required. 



(2Wfaplosionproof Equipment. Conduit seáis shall be 
nro^fcl for each conduit entering explosionproof equip- 
¿ a^ording to (B)(2)(a), (B)(2)(b), and (B)(2)(c). 

(a) In each conduit entry into an explosionproof enclo¬ 
sure where either (1) the enclosure contains apparatus, such 
as switches, circuit breakers, fuses, relays, or resistors, that 
may produce ares, sparks, or high temperatures that are 
considered to be an ignition source in normal operation, or 

(2) the entry is metric designator 53 (trade size 2) or larger 
and the enclosure contains termináis, splices, or taps. For 
the purposes of this section, high temperatures shall be 
considered to be any temperatures exceeding 80 percent of 
the autoignition temperature in degrees Celsius of the gas 
or vapor involved. 

Exception: Conduit entering an enclosure where such 
switches, circuit breakers, fuses, relays, or resistors comply 
with one of the following: 


Exception: A rigid unbroken conduit that passes com- 
pletely through the Zone 0 location with no fittings less 
than 300 mm (12 in.) beyond each boundary shall not be 
required to be sealed ifthe termination points ofthe unbro¬ 
ken conduit are in unclassified locations. 

(2) Cable Seáis. Seáis shall be provided on cables at the 
first point of termination after entry into the Zone 0 loca¬ 
tion. 

(3) Not Required to Be Explosionproof or Flameproof. 

Seáis shall not be required to be explosionproof or flame¬ 
proof. 


(1) Are enclosed within a chamber hermetically sealed 
against the entrance of gases or vapors. 

(2) Are immersed in oil. 

(3) Are enclosed within a factory-sealed explosionproof 
chamber located within the enclosure, identified for the 
location, and marked “factory sealed” or equivalent, 
unless the entry is metric designator 53 (trade size 2) 
or larger. Factory-sealed enclosures shall not be con¬ 
sidered to serve as a seal for another adjacent explo¬ 
sionproof enclosure that is required to have a conduit 
seal. 
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(b) Conduit seáis shall be installed within 450 mm 
(18 in.) from the enclosure. Only explosionproof unions, 
couplings, reducers, elbows, capped elbows, and conduit 
bodies similar to L, T, and cross types that are not larger 
than the trade size of the conduit shall be permitted be- 
tween the sealing fitting and the explosionproof enclosure. 

(c) Where two or more explosionproof enclosures for 
which conduit seáis are required under 505.16(B)(2) are 
connected by nipples or by runs of conduit not more than 
900 mm (36 in.) long, a single conduit seal in each such 
nipple connection or run of conduit shall be considered 
sufíicient if located not more than 450 mm (18 in.) from 
either enclosure. 

(3) Pressurized Enclosures. Conduit seáis shall be pro- 
vided in each conduit entry into a pressurized enclosure 
where the conduit is not pressurized as part of the protec- 
tion system. Conduit seáis shall be installed within 450 mm 
(18 in.) from the pressurized enclosure. 

Informational Note No. 1: Installing the seal as cióse as 
possible to the enclosure reduces problems with purging the 
dead airspace in the pressurized conduit. 

Informational Note No. 2: For further information, see 
NFPA 496-2008, Standard for Purged and Pressurized En¬ 
closures for Electrical Equipment. 



at which 


(4) Class I, Zone 1 Boundary. Conduit seáis shall be pro- 
vided in each conduit run leaving a Class I, Zone^Jpca- 
tion. The sealing fitting shall be permitted on ei 
the boundary of such location within 3.05 
boundary and shall be designed and installe 
mize the amount of gas or vapor within tht 
of the conduit from being commt 
beyond the seal. Except for 1 iste 
at the conduit seal, there shalli 
or fitting between the conduit 
the conduit leaves the Zone 1 
Exception: Metal conduit containing no unions, couplings, 
boxes, or fittings and passing completely mrough a Class I, 
Zone 1 location with no fittings less than 300 mm (12 in.) 
beyond each boundary shall not require a conduit seal if 
the termination points of the unbroken conduit are in un- 
classified locations. 

(5) Cables Capable of Transmitting Gases or Vapors. 

Conduits containing cables with a gas/vaportight continu- 
ous sheath capable of transmitting gases or vapors through 
the cable core shall be sealed in the Zone 1 location after 
removing the jacket and any other coverings so that the 
sealing compound surrounds each individual insulated con¬ 
ductor or optical fiber tube and the outer jacket. [ROP 
14-172] 

Exception: Multiconductor cables with a gas/vaportight 
continuous sheath capable of transmitting gases or vapors 
through the cable core shall be permitted to be considered 


as a single conductor by sealing the cable in the conduit 
within 450 mm (18 in.) of the enclosure and the cable end 
within the enclosure by an approved means to minimize the 
entrance of gases or vapors and prevent the propagation of 
fíame into the cable core, or by other approved methods. 
For shielded cables and twisted pair cables, it shall not be 
required to remove the shielding material or sepárate the 
twisted pair. 

(6) Cables Incapable of Transmitting Gases or Vapors. 

Each multiconductor or optical multifiber cable in conduit 
shall be considered as a single conductor or single optical 
fiber tube if the cable is incapable of transmitting gases or 
vapors through the cable core. These cables shall be sealed 
in accordance with 505.16(D). [ROP 14-173] 

(7) Cables Entei^^^ínclosures. Cable seáis shall be pro- 
vided for eachod^entering flameproof or explosionproof 
enclosures. Jj^selkhall comply with 505.16(D). 

Zone 1 Boundary. Cables shall be sealed at 
which they leS^the Zone 1 location. 

cable is sealed at the termination point. 

i Class I, Zone 2 locations, seáis shall be 
■dance with 505.16(C)(1) and (C)(2). 

) Conduit Seáis. Conduit seáis shall be located in accor- 
mce with (C)(l)(a) and (C)(l)(b). 

i (a) For connections to enclosures that are required to 
f flameproof or explosionproof, a conduit seal shall be 
^provided in accordance with 505.16(B)(1) and (B)(2). All 
portions of the conduit run or nipple between the seal and 
enclosure shall comply with 505.16(B). [ROP 14-53] 

(b) In each conduit run passing from a Class I, Zone 2 
location into an unclassified location. The sealing fitting 
shall be permitted on either side of the boundary of such 
location within 3.05 m (10 ft) of the boundary and shall be 
designed and installed so as to minimize the amount of gas 
or vapor within the Zone 2 portion of the conduit from 
being communicated to the conduit beyond the seal. Rigid 
metal conduit or threaded Steel intermedíate metal conduit 
shall be used between the sealing fitting and the point at 
which the conduit leaves the Zone 2 location, and a 
threaded connection shall be used at the sealing fitting. 
Except for listed explosionproof reducers at the conduit 
seal, there shall be no unión, coupling, box, or fitting be¬ 
tween the conduit seal and the point at which the conduit 
leaves the Zone 2 location. Conduits shall be sealed to 
minimize the amount of gas or vapor within the Class I, 
Zone 2 portion of the conduit from being communicated to 
the conduit beyond the seal. Such seáis shall not be re¬ 
quired to be flameproof or explosionproof but shall be iden- 
tified for the purpose of minimizing passage of gases under 
normal operating conditions and shall be accessible. 



70-432 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 505 — ZONE 0, 1, AND 2 LOCATIONS 


505.16 


Exception No. 1: Metal conduit containing no unions, cou- 
plings, boxes, orfittings and passing completely through a 
Class I, Zone 2 location with no fittings less than 300 mm 
(12 in.) beyond each boundary shall not be required to be 
sealed ifthe termination points ofthe unbroken conduit are 
in unclassified locations. 

Exception No. 2: Conduit systems terminating at an un¬ 
classified location where a wiring method transition is 
made to cable tray, cablebus, ventilated busway, Type MI 
cable, or cable that is not installed in a raceway or cable 
tray system shall not be required to be sealed where pass¬ 
ing from the Class I, Zone 2 location into the unclassified 
location. The unclassified location shall be outdoors or, if 
the conduit system is all in one room, it shall be permitted 
to be indoors. The conduits shall not termínate at an endo¬ 
sare containing an ignition source in normal operation. 
Exception No. 3: Conduit systems passing from an endo¬ 
sare or room that is unclassified as a result of pressuriza- 
tion into a Class I, Zone 2 location shall not require a seal 
at the boundary. 

Informational Note: For further information, refer to 

NFPA 496-2008, Standard for Purged and Pressurized En¬ 
dosares for Electrical Equipment. 

Exception No. 4: Segments of aboveground conduit 4 
shall not be required to be sealed where passing f 
Class I, Zone 2 location into an unclassified location ij 
the following conditions are met: 

(1) No parí of the conduit i 
through a Zone 0 or Zone 1 locatñ 
contains unions, couplings, boxes , 

300 mm (12 in.) ofthe ZoneM 

(2) The conduit syst^Usegmen^ 
outdoor locations. 

(3) The conduit sysW^^egment ismot directly con- 

nected to canned pumps, senje connedions for 

fiow, pressure, or analysis meci^mmmy and so forth, that 
depend on a single compression secHTdiaphragm, or tube to 
prevent flammable or combustible fluids from entering the 
conduit system. 

(4) The conduit system segment contains only threaded 
metal conduit, unions, couplings, conduit bodies, and fit¬ 
tings in the unclassified location. 

(5) The conduit system segment is sealed at its entry to 
each endosare or fitting housing termináis, splices, or taps 
in Zone 2 locations. 

(2) Cable Seáis. Cable seáis shall be located in accordance 
with (C)(2)(a), (C)(2)(b), and (C)(2)(c). 

(a) Explosionproof and Flameproof Enclosures. 
Cables entering enclosures required to be flameproof or 
explosionproof shall be sealed at the point of entrance. The 
seal shall comply with 505.16(D). Multiconductor or opti- 
cal multifiber cables with a gas/vaportight continuous 



itire ly in 


sheath capable of transmitting gases or vapors through the 
cable core shall be sealed in the Zone 2 location after re- 
moving the jacket and any other coverings so that the seal- 
ing compound surrounds each individual insulated conduc¬ 
tor or optical fiber tube in such a manner as to minimize the 
passage of gases and vapors. Multiconductor or optical 
multifiber cables in conduit shall be sealed as described in 
505.16(B)(4). [ROP 14-174] 

Exception No. 1: Cables passing from an enclosure or 
room that is unclassified as a result of Type Z pressuriza- 
tion into a Zone 2 location shall not require a seal at the 
boundary. 

Exception No. 2: Shielded cables and twisted pair cables 
shall not require the removal of the shielding material or 
separation oflke twisted pairs, provided the termination is 
by an apprajn means to minimize the entrance of gases or 
vapors cmtorevent propagation of flame into the cable 

h) Cabk's^^^t Will Not Transmit Gases or Vapors. 
PBles with a galkportight continuous sheath and that 
Pwill n^Aransmit gases or vapors through the cable core in 
*)f the quantity permitted for seal fittings shall not be 
Fred to be sealed except as required in 505.16(C)(2)(a). 
ínimurn length of such cable run shall not be less 
Nength that limits gas or vapor flow through the 
(core to the rate permitted for seal fittings [200 cm 3 /hr 
(0.007 ft 3 /hr) of air at a pressure of 1500 pascáis (6 in. of 
water)]. 

Informational Note No. 1: For further information on con- 
struction, testing and marking of cables, cable fittings, and 
cord connectors, see ANSI/UL 2225-2011, Cables and 
Cable-Fittings for Use in Hazardous (Classified) Locations. 

[ROP 14-175] 

Informational Note No. 2: The cable core does not inelude 
the interstices of the conductor strands. 

(c) Cables Capable of Transmitting Gases or Vapors. 
Cables with a gas/vaportight continuous sheath capable of 
transmitting gases or vapors through the cable core shall 
not be required to be sealed except as required in 
505.16(C)(2)(a), unless the cable is attached to process 
equipment or devices that may cause a pressure in excess of 
1500 pascáis (6 in. of water) to be exerted at a cable end, in 
which case a seal, barrier, or other means shall be provided 
to prevent migration of flammables into an unclassified 
area. 

Exception: Cables with an unbroken gas/vaportight con¬ 
tinuous sheath shall be permitted to pass through a Class I, 
Zone 2 location without seáis. 

(d) Cables Without Gas/Vaportight Continuous Sheath. 
Cables that do not have gas/vaportight continuous sheath 
shall be sealed at the boundary of the Zone 2 and unclassi¬ 
fied location in such a manner as to minimize the passage 
of gases or vapors into an unclassified location. 
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(D) Class I, Zones 0, 1, and 2. Where required, seáis in 
Class I, Zones 0, 1, and 2 locations shall comply with 
505.16(D)(1) through (D)(5). 

(1) Fittings. Enclosures for connections or equipment shall 
be provided with an integral means for sealing, or sealing 
fittings listed for the location shall be used. Sealing fittings 
shall be listed for use with one or more specific compounds 
and shall be accessible. 

(2) Compound. The compound shall provide a seal against 
passage of gas or vapors through the seal fitting, shall not 
be affected by the surrounding atmosphere or liquids, and 
shall not have a melting point less than 93°C (200°F). 

(3) Thickness of Compounds. In a completed seal, the 
minimum thickness of the sealing compound shall not be 
less than the trade size of the sealing fitting and, in no case, 
less than 16 mm ( 5 /s in.). 

Exception: Listed cable sealing fittings shall not be re¬ 
quired to have a minimum thickness equal to the trade size 
of the fitting. 

(4) Splices and Taps. Splices and taps shall not be made in 
fittings intended only for sealing with compound, norsha]l 
other fittings in which splices or taps are ma^pP^lj^d 
with compound. 

(5) Conductor or Optical Fiber Fill. Thí 

area of the conductors or optical til 
nonmetallic) permitted in a seal si 
of the cross-sectional area of j^lfid metal 
same trade size unless it is sp^Bkally lisfi 
percentage of fill. [ROP 14-176] 

(E) Drainage. 

(1) Control Equipment. Where there is a probability that 
liquid or other condensed vapor may be trapped within 
enclosures for control equipment or at any point in the 
raceway system, approved means shall be provided to pre- 
vent accumulation or to permit periodic draining of such 
liquid or condensed vapor. 

(2) Motors and Generators. Where liquid or condensed 
vapor may accumulate within motors or generators, joints 
and conduit systems shall be arranged to minimize entrance 
of liquid. If means to prevent accumulation or to permit 
periodic draining are necessary, such means shall be pro¬ 
vided at the time of manufacture and shall be considered an 
integral part of the machine. [ROP 14-177] 

505.17 Flexible Cords and Connections. [ROP 14-180] 



(A) Flexible Cords, Class I, Zones 1 and 2. A flexible 
cord shall be permitted for connection between portable 
lighting equipment or other portable utilization equipment 
and the fixed portion of their supply circuit. Flexible cord 
shall also be permitted for that portion of the circuit where 
the fixed wiring methods of 505.15(B) and (C) cannot pro¬ 
vide the necessary degree of movement for fixed and mo- 
bile electrical utilization equipment, in an industrial estab- 
lishment where conditions of maintenance and engineering 
supervisión ensure that only qualified persons install and 
Service the installation, and the flexible cord is protected by 
location or by a suitable guard from damage. The length of 
the flexible cord shall be continuous. Where flexible cords 
are used, the cords shall comply with the following: [ROP 
14-178] 

(1) Be of a type lig^t for extra-hard usage 

(2) Contain, in^Ktion to the conductors of the circuit, an 
equipma^r g^fc^ing conductor complying with 
400.2 

(3) Bj^nnnected to teriíS^te or to supply conductors in an 
irovedAanner 

(4) ^^^uj*fted by clamps or by other suitable means in 
manner that there will be no tensión on the 

termil^Jgonnections 

with a listed cord connector that main- 
type of protection where the flexible cord en- 
ters boxes, fittings, or enclosures that are required to be 
explosionproof or flameproof 

Cord entering an increased safety “e” enclosure shall 
be terminated with a listed increased safety “e” cord 
connector. 


Electric submersible pumps with means for removal 
without entering the wet-pit shall be considered portable 
utilization equipment. The extensión of the flexible cord 
within a suitable raceway between the wet-pit and the 
power source shall be permitted. 

Electric mixers intended for travel into and out of open- 
type mixing tanks or vats shall he considered portable uti¬ 
lization equipment. 

Informational Note: See 505.18 for flexible cords exposed 
to liquids having a deleterious effect on the conductor 
insulation. 

(B) Instrumentation Connections for Zone 2. To facili- 
tate replacements, process control instruments shall be per¬ 
mitted to be connected through flexible cord, attachment 
plug, and receptacle, provided all of the following condi¬ 
tions apply: 

(1) A switch identified for Zone 2 is provided so that the 
attachment plug is not depended on to interrupt current. 
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unless the circuit is type of protection "ia, ib, or ic" 
then the switch is not required . 

(2) The current does not exceed 3 amperes at 120 volts, 
nominal. 

(3) The power-supply cord does not exceed 900 mm (3 ft), 
is of a type Usted for extra-hard usage or for hard usage 
if protected by location, and is suppUed through an 
attachment plug and receptacle of the locking and 
grounding type. 

(4) Only necessary receptacles are provided. 

(5) The receptacle carnes a label waming against unplug- 
ging under load. 

[ROP 14-180] 


(C) Zone 2. In Class I, Zone 2 locations, only equipment 
specifically listed and marked as suitable for the location 
shall be permitted. 

Exception No. 1: Equipment listed for use in Zone 0 or 
Zone 1 locations for the same gas, or as permitted by 
505.9(B)(2), and with a suitable temperature class, shall be 
permitted. 

Exception No. 2: Equipment identified for Class I, Zone 1 
or Zone 2 type of protection “p ” shall be permitted. 
Exception No. 3: Equipment identified for use in Class I, 
División 1 or División 2 locations for the same gas, or as 
permitted by 505.9(B)(2), and with a suitable temperature 
class shall be permitted. 


505.18 Conductors and Conductor Insulation. 

(A) Conductors. For type of protection “e,” field wiring 
conductors shall be copper. Every conductor (including 
spares) that enters Type “e” equipment shall be terminated 
at a Type “e” terminal. 

(B) Conductor Insulation. Where condensed vapors or < 
liquids may collect on, or come in contact with, the insula¬ 
tion on conductors, such insulation shall be of a type iden¬ 
tified for use under such conditions, or the insulatioi 
be protected by a sheath of lead or by other apf 


505.19 Uninsulated Exposed Parts 

insulated exposed parts, such 
buses, termináis, or components tha 
30 volts (15 volts in wet locations). 
tionally be protected by type 
is suitable for the locatioi 

505.20 Equipment Reqtti 

(A) Zone 0. In Class I, Zona® only equipment 

specifically listed and marked 1 for the location 

shah be permitted. 

Exception: Intrinsically safe apparatus listed for use in 
Class I, División 1 locations for the same gas, or as per¬ 
mitted by 505.9(B)(2), and with a suitable temperature 
class shall be permitted. 

(B) Zone 1. In Class I, Zone 1 locations, only equipment 
specifically listed and marked as suitable for the location 
shall be permitted. 

Exception No. 1: Equipment identified for use in Class I, 
División 1 or listed for use in Zone 0 locations for the same 
gas, or as permitted by 505.9(B)(2), and with a suitable 
temperature class shall be permitted. 

Exception No. 2: Equipment identified for Class I, Zone 1 
or Zone 2 type of protection “p ” shall be permitted. 



Exception No. A: In Class I, Zone 2 locations, the instal- 
lation of op^mrr nonexplosionproof or nonflameproof en- 
closed such as squirrel-cage induction motors 

withoujon^mu, switching mechanisrns, or similar arc- 
icing devWféNtliat are not identified for use in a Class 
Wme 2 locatior^^dl be permitted. 

Infi^Éhtional Note No. 1: It is important to consider the 
rerature of intemal and extemal surfaces that may be 
losed to the flammable atmosphere. 

lational Note No. 2: It is important to consider the 
ignition due to currents arcing across discontinuities 
(werheating of parts in multisection enclosures of large 
and generators. Such motors and generators may 
need equipotential bonding jumpers across joints in the en- 
closure and from enclosure to ground. Where the presence 
of ignitible gases or vapors is suspected, clean air purging 
may be needed immediately prior to and during start-up 
periods. 

Informational Note No. 3: For further information on the 
application of electric motors in Class I, Zone 2 hazardous 
(classified) locations, see IEEE Std. 1349-2011, IEEE 
Guide for the Application of Electric Motors in Class I, 
División 2 and Class I, Zone 2 Hazardous (Classified) Lo¬ 
cations. [ROP 14-181, ROP 14-182] 

(D) Materials. Equipment marked with Group “IIC” shall 
be permitted for applications requiring Group HA or Group 
IIB equipment. Similarly, equipment marked with Group 
“IIB” shall be permitted for apphcations requiring Group 
HA equipment. 

Equipment marked for a specific gas or vapor shall be 
permitted for apphcations where the specific gas or vapor 
may be encountered. 

Informational Note: One common example combines 
these marking with the equipment marked “IIB +H2”, This 
equipment is suitable for applications requiring Group HA 
equipment, Group HB equipment, or equipment for hydro- 
gen atmospheres. 


(E) Manufacturer’s Instructions. Electrical equipment 
installed in hazardous (classified) locations shah be in- 
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stalled in accordance with the instructions (if any) provided 
by the manufacturer. 

[ROP 14-184] 

505.22 Increased Safety “e” Motors and Generators. In 

Class I, Zone 1 locations, Increased Safety “e” motors and 
generators of all voltage ratings shall be listed for Zone 1 
locations, and shall comply with all of the following: 

(1) Motors shall be marked with the current ratio, I A /I N , 
and time, t E . 

(2) Motors shall have controllers marked with the model or 
identification number, output rating (horsepower or 
kilowatt), full-load amperes, starting current ratio 
(l A /I N ), and time (t E ) of the motors that they are in¬ 
tended to protect; the controller marking shall also in- 
clude the specific overload protection type (and setting, 
if applicable) that is listed with the motor or generator. 

(3) Connections shall be made with the specific termináis 
listed with the motor or generator. 

(4) Terminal housings shall be permitted to be of substan- 
tial, nonmetallic, nonbuming material, provided an in- 
temal grounding means between the motor frame and 
the equipment grounding connection is incorporated 
within the housing. 

(5) The provisions of Part III of Article 430 shall apply 
regardless of the voltage rating of the motor. 

(6) The motors shall be protected against 
sepárate overload device that is respo: 
current. This device shall be selected t< 
rated in accordance with the listing of 
overload protection. 

(7) Sections 430.32(C) and 4; 
motors. 

(8) The motor overload protectS® unted or 

cut out during the starting peni 

Informational Note: For reciprocating 3B^P3riven gen¬ 
erators, compressors, and other equipment installed 
Class I Zone 2 locations, it is important to consider the risk 
of ignition of flammable materials associated with fuel, 
starting, compression, etc. that may be present due to inad- 
vertent release or equipment malfunction by the engine ig- 
nition system and Controls. For further information on the 
requirements for ignition systems for reciprocating engines 
installed in Class I Zone 2 hazardous (classified) locations, 
see ANSI/ISA-12.20.01-2009, General Requirements for 
Electrical Ignition Systems for Infernal Combustión En¬ 
gines in Class I, División 2 or Zone 2, Hazardous (Classi¬ 
fied) Locations. [ROP 14-185] 

505.25 Grounding and Bonding. Grounding and bonding 
shall comply with Article 250 and the requirements in 
505.25(A) and (B). 

(A) Bonding. The locknut-bushing and double-locknut 
types of contacts shall not be depended on for bonding 



purposes, but bonding jumpers with proper fittings or other 
approved means of bonding shall be used. Such means of 
bonding shall apply to all intervening raceways, fittings, 
boxes, enclosures, and so forth, between Class I locations 
and the point of grounding for Service equipment or point 
of grounding of a separately derived system. 

Exception: The specific bonding means shall be required 
only to the nearest point where the grounded Circuit con¬ 
ductor and the grounding electrode are connected together 
on the line side of the building or structure disconnecting 
means as specified in 250.32(B), provided the branch- 
circuit overcurrent protection is located on the load side of 
the disconnecting means. 

[ROP 14-56a] 

(B) Types of E«jinjjirment Grounding Conductors. Flex¬ 
ible metal con^^Lind liquidtight flexible metal conduit 
shall includ«n eqr^«ent bonding jumper of the wire type 
in comptíAce with 2W^ 

¡a. Class I, Jwhe 2 locations, the bonding 
permitted to be deleted where all of the 
mditions a 

(a) LÜ^Lliquidtightflexible metal conduit 1.8 m (6ft) 
Jen gm, with fittings listed for grounding, is used. 
<J^^QPrcurrent protection in the Circuit is limited to 
amperes or less. 

(c) The load is not a power utilization load. 

¡05.26 Process Sealing. This section shall apply to 
process-connected equipment, which ineludes, but is not 
limited to, canned pumps, submersible pumps, flow, pres- 
sure, temperature, or analysis measurement instruments. A 
process seal is a device to prevent the migration of process 
fluids from the designed containment into the external elec¬ 
trical system. Process connected electrical equipment that 
incorporales a single process seal, such as a single com¬ 
pression seal, diaphragm, or tube to prevent flammable or 
combustible fluids from entering a conduit or cable system 
capable of transmitting fluids, shall be provided with an 
additional means to mitígate a single process seal failure. 
The additional means may inelude, but is not limited to the 
following: 

(1) A suitable barrier meeting the process temperature and 
pressure conditions that the barrier is subjected to upon 
failure of the single process seal. There shall be a vent 
or drain between the single process seal and the suit¬ 
able barrier. Indication of the single process seal failure 
shall be provided by visible leakage, an audible 
whistle, or other means of monitoring. 

(2) A listed Type MI cable assembly, rated at not less than 
125 percent of the process pressure and not less than 
125 percent of the máximum process temperature (in 
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degrees Celsius), installed between the cable or conduit 
and the single process seal. 

(3) A drain or vent located between the single process seal 
and a conduit or cable seal. The drain or vent shall be 
sufficiently sized to prevent overpressuring the conduit 
or cable seal above 6 in. water column (1493 Pa). In- 
dication of the single process seal failure shall be pro- 
vided by visible leakage, an audible whistle, or other 
means of monitoring. 

(4) An add-on secondary seal marked “Secondary Seal” 
and rated for the pressure and temperature conditions 
that it will be subjected to upon failure of the single 
process seal. [ROP 14-189] 

Process-connected electrical equipment that does not 
rely on a single process seal or is listed and marked “single 
seal” or “dual seal” shall not be required to be provided 
with an additional means of sealing. 

Informational Note: For construction and testing require- 
ments for process sealing for listed and marked “single 
seal”, or “dual seal” or “secondary seal” equipment, refer to 
ANSI/ISA-12.27.01-2011, Requirements for Process Seal¬ 
ing Between Electrical Systems and Flammable or Com¬ 
bustible Process Fluids. [ROP 14-188, ROP 14-189] 


ARTICLE 5( 
Zone 20, 21, and 22 L< 
Combustible Dusts o 
Fibers/F] 


Informational Note: 
brackets has been extracta 
mended Practice for the < 

Dusts and of Hazardous (Classj j 
cal Installation in Chemical 
changes were made to the extracted te 
tent with this Code. 




a reference in 
1-2008, Recom- 
yf Combustible 
Ttions for Electri- 
Only editorial 
make it consis- 


506.1 Scope. This article covers the requirements for the 
zone classification system as an altemative to the división 
classification system covered in Article 500, Article 502, 
and Article 503 for electrical and electronic equipment and 
wiring for all voltages in Zone 20, Zone 21, and Zone 22 
hazardous (classified) locations where fire and explosión 
hazards may exist due to combustible dusts or ignitible 
fibers/flyings. [ROP 14-190a] 


gases or vapors, flammable liquids, or combustible dusts or 
fibers, refer to Articles 500 through 505. 

Informational Note No. 2: Zone 20, Zone 21, and Zone 22 
area classifications are based on the modified IEC area clas¬ 
sification system as defined in ANSI/ISA-61241-10 
(12.10.05)-2004, Electrical Apparatus for Use in Zone 20, 
Zone 21, and Zone 22 Hazardous (Classified) Locations — 
Classification ofZone 20, Zone 21, and Zone 22 Hazardous 
( Classified) Locations. 

Informational Note No. 3: The unique hazards associated 
with explosives, pyrotechnics, and blasting agents are not 
addressed in this article. 

506.2 Definitions. For purposes of this article, the follow- 
ing definitions apply. 

Associated Nonincendive Field Wiring Apparatus. Ap¬ 
paratus in^ínch the circuits are not necessarily nonincen¬ 
dive tluf^^es but that affect the energy in nonincendive 
ing c^fcts and are relied upon to maintain nonin- 
íve energy^^Ms. Associated nonincendive field wir- 
[g apparatus may o^either of the foliowing: 

/l) Hwrical apparatus that has an altemative type of pro- 
iction for use in the appropriate hazardous (classified) 
:ation 

leal apparatus not so protected that shall not be 
in a hazardous (classified) location 

Informational Note: Associated nonincendive field wiring 
apparatus has designated associated nonincendive field wir- 
apparatus connections for nonincendive field wiring ap¬ 
paratus and may also have connections for other electrical 
apparatus. 

Combustible Dust. Any finely divided solid material that 
is 420 microns (0.017 in.) or smaller in diameter (material 
passing a U.S. No. 40 Standard Sieve) and presents a fire or 
explosión hazard when dispersed and ignited in air. 
[499:3.3.3] 

Cord Connector. A fitting intended to terminate a cord to a 
box or similar device and reduce the strain at points of 
termination and may inelude an explosionproof, a dust ig- 
nition proof, or a flameproof seal. [ROP 14-llb] 

Dust-Ignitionproof. Equipment enclosed in a manner that 
exeludes dusts and does not permit ares, sparks, or heat 
otherwise generated or liberated inside of the enclosure to 
cause ignition of exterior accumulations or atmospheric 
suspensions of a specified dust on or in the vicinity of the 
enclosure. 


Informational Note No. 1: For the requirements for elec¬ 
trical and electronic equipment and wiring for all voltages 
in Class I, División 1 or División 2; Class II, División 1 or 
División 2; Class III, División 1 or División 2; and Class I, 
Zone 0 or Zone 1 or Zone 2 hazardous (classified) locations 
where fire or explosión hazards may exist due to flammable 


Informational Note: For further information on dust- 
ignitionproof enclosures, see Type 9 enclosure in 
ANSI/NEMA 250-1991, Enclosures for Electrical Equip¬ 
ment, and ANSI/UL 1203-2009, Explosionproof and Dust- 
Ignitionproof Electrical Equipment for Hazardous (Classi¬ 
fied) Locations. [ROP 14-3] 
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Dusttight. Enclosures constructed so that dust will not en- 
ter under specified test conditions. 

[ROP 14-193] 

Pressurized. The process of supplying an enclosure with a 
protective gas with or without continuous flow at sufficient 
pressure to prevent the entrance of combustible dust or 
ignitible fibers/flyings. 

Informational Note: For further information, see ANSI/ 
NFPA 496-2008, Standard for Purged and Pressurized En¬ 
closures for Electrical Equipment. 


"i”; ANSI/UL 60079-11-2011, Electrical Apparatus for 
Explosive Gas Atmospheres — Part 11: Intrinsic safety “i”; 
and ANSMSA- 61241-11 (12.10.04)-2011, Electrical Ap¬ 
paratus for Use in Zone 20, Zone 21 and Zone 22 Hazard- 
ous (Classified) Locations — Protection by Intrinsic Safety 
"iDr [ROP 14-197] 

Informational Note No. 2: Intrinsic safety is designated 
level of protection “iaD” or “ia” for use in Zone 20 loca¬ 
tions. Intrinsic safety is designated level of protection 
“ibD” or “ib” for use in Zone 21 locations. Intrinsic safety 
is designated type of protection “ic” for use in Zone 22 
locations. [ROP 14-197] 


Protection by Encapsulation “m.” Type of protection 
where electrical parts that could cause ignition of a mixture 
of combustible dust or fibers/flyings in air are protected by 
enclosing them in a compound in such a way that the ex¬ 
plosive atmosphere cannot be ignited. [ROP 14-196] 

Informational Note No. 1: For additional information, see 
ANSMSA-60079-18 (12.23.01)-2009, Explosive atmo¬ 
spheres - Part 18: Equipment protection by encapsulation 
"m", ANSI/UL 60079-18-2009, Explosive atmospheres - 
Part 18: Equipment protection by encapsulation "m", and 
ANSI/ISA-61241-18 (12.10.07)-2011, Electrical Apparatus 
for Use in Zone 20, Zone 21 and Zone 22 Hazardous (Clas¬ 
sified) Locations — Protection by Encapsulation “mD”. 
[ROP 14-194, ROP 14-196] 

Informational Note No. 2: Encapsulation is designated 
level of protection “maD” or “ma” for use in Zone 20 
locations. Encapsulation is designated level of prol 
“mbD” or “mb” for use in Zone 21 locations. Encj 
is designated type of protection “me” f 
locations. [ROP 14-194, ROP 14-196] 

Protection by Enclosure “t.” Type o f proti 
sive dust atmospheres where elec 
vided with an enclosure providú^&ust ing! 
and a means to limit surface tá^Leratures. [] 

Informational Note No. 1: For ade 
ANSI/ISA-60079-31 (12.10.03)-2005*Sfe?^Pé Atmo¬ 
spheres - Part 31: Equipment Dust Ignmt^rotection by 
Enclosure “t” and ANSI/ISA-61241-1 (^.10.03)-2011 
Electrical Apparatus for Use in Zone 21 and Zone 22 Haz¬ 
ardous (Classified) Locations — Protection by Enclosure 
“tD”. [ROP 14-194, ROP 14-198] 


Protection by Pressurization “pD.” Type of protection 
that guards against the ingress of a mixture of combustible 
dust or fibers/flyings in air into an enclosure containing 
electrical equipment by providing and maintaining a pro¬ 
tective gas atmosnl^^ inside the enclosure at a pressure 
above that of thj^Ktemal atmosphere. 


Zc lous (Classified) Location. An area where 

co t or ignitible fibers/flyings are present con- 

Jir long periods of time in quantities sufficient 

s classified by 506.5(B)(1). 

r 2 rfiH?zardous (Classified) Location. An area where 
Smbustible dust or ignitible fibers/flyings are likely to ex- 
|t occasionally under normal operation in quantities suffi- 
it to be hazardous, as classified by 506.5(B)(2). 

Zone 22 Hazardous (Classified) Location. An area where 
combustible dust or ignitible fibers/flyings are not likely to 
occur under normal operation in quantities sufficient to be 
hazardous, as classified by 506.5(B)(3). 

506.3 Other Articles. All other applicable rules contained 
in this Code shall apply to electrical equipment and wiring 
installed in hazardous (classified) locations. [ROP 14-199] 

Exception: As modified by Ardele 504 and this article. 

[ROP 14-199] 



Informational Note No. 2: Protection by Enclosure is des¬ 
ignated level of protection “ta” for use in Zone 20 loca¬ 
tions. Protection by Enclosure is designated level of protec¬ 
tion “tb” or “tD” for use in Zone 21 locations. Protection by 
Enclosure is designated level of protection “te” or “tD” for 
use in Zone 22 locations. [ROP 14-194, ROP 14-198] 

Protection by Intrinsic Safety “i.” Type of protection 
where any spark or thermal effect is incapable of causing 
ignition of a mixture of combustible dust, fibers, or flyings 
in air under prescribed test conditions. 

Informational Note No. 1: For additional information, see 
ANSI/IS A-60079-11 (12.01.01)-2011, Electrical Apparatus 
for Explosive Gas Atmospheres - Part 11: intrinsic safety 


506.4 General. 

(A) Documentation for Industrial Occupancies. Areas 
designated as hazardous (classified) locations shall be prop- 
erly documented. This documentation shall be available to 
those authorized to design, install, inspect, maintain, or op¬ 
érate electrical equipment. 

(B) Reference Standards. Important information relating 
to topics covered in Chapter 5 are found in other publica- 
tions. 

Informational Note: It is important that the authority hav- 
ing jurisdiction be familiar with the recorded industrial ex- 
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perience as well as with standards of the National Fire 
Protection Association (NFPA), the International Society of 
Automation (ISA), and the International Electrotechnical 
Commission (IEC) that may be of use in the classification 
of various locations, the determination of adequate ventila- 
tion, and the protection against static electricity and light- 
ning hazards. 

506.5 Classification of Locations. 

(A) Classifications of Locations. Locations shall be clas- 
sified on the basis of the properties of the combustible dust 
or ignitible fibers/flyings that may be present, and the like- 
lihood that a combustible or combustible concentration or 
quantity is present. Each room, section, or area shall be 
considered individually in determining its classification. 
Where pyrophoric materials are the only materials used or 
handled, these locations are outside of the scope of this 
article. 

(B) Zone 20, Zone 21, and Zone 22 Locations. Zone 20, 
Zone 21, and Zone 22 locations are those in which com¬ 
bustible dust or ignitible fibers/flyings are or may be 
present in the air or in layers, in quantities sufficient to 
produce explosive or ignitible mixtures. Zone 20, Zone 21, 
and Zone 22 locations shall inelude those specifií 
506.5(B)(1), (B)(2), and (B)(3). 

Informational Note: Through the exercise o f inge nuity i! 
the layout of electrical installations for ha^É^^classi-^ 
fied) locations, it is frequently possible t^^cate^ftch of * 
the equipment in a reduced level of cl^^mcation and. thus, 
to reduce the amount of special equip 

(1) Zone 20. A Zone 20 locat 

(a) Ignitible concentj®K)ns of coHIustitü 
nitible fibers/flyings are^^Kent continuo^ly. 

(b) Ignitible concentraos of comhHtible dust or ig¬ 
nitible fibers/flyings are prese^^r loj^^eriods of time. 

Informational Note No. 1: As a jpPIé to classification of 
Zone 20 locations, refer to ANSI/ISA-61241-10 (12.10.05)- 
2004, Electrical Apparatus for Use in Zone 20, Zone 21, 
and Zone 22 Hazardous (Classified) Locations — Classifi¬ 
cation ofZone 20, Zone 21, and Zone 22 Hazardous ( Clas¬ 
sified) Locations. 

Informational Note No. 2: Zone 20 classification ineludes 
locations inside dust containment systems; hoppers, silos, 
etc., cyclones and filters, dust transport systems, except 
some parts of belt and chain conveyors, etc.; blenders, 
milis, dryers, bagging equipment, etc. 

(2) Zone 21. A Zone 21 location is a location 

(a) In which ignitible concentrations of combustible 
dust or ignitible fibers/flyings are likely to exist occasion- 
ally under normal operating conditions; or 

(b) In which ignitible concentrations of combustible 
dust or ignitible fibers/flyings may exist frequently because 



of repair or maintenance operations or because of leakage; 
or 

(c) In which equipment is operated or processes are 
carried on, of such a nature that equipment breakdown or 
faulty operations could result in the release of ignitible 
concentrations of combustible dust or ignitible 
fibers/flyings and also cause simultaneous failure of electri¬ 
cal equipment in a mode to cause the electrical equipment 
to become a source of ignition; or 

(d) That is adj acent to a Zone 20 location from which 
ignitible concentrations of dust or ignitible fibers/flyings 
could be communicated, unless communication is pre- 
vented by adequate positive pressure ventilation from a 
source of clean air and effective safeguards against ventila¬ 
tion failure are provided. 

Note No. 1: As a guide to classification of 
¡ations, refer to ANSI/ISA-61241-10 (12.10.05)- 
il Apparatus for Use in Zone 20, Zone 21, 
irdous (Classified) Locations — Classifi- 
ofZon^^^Zone 21, and Zone 22 Hazardous (Clas¬ 
sified) Locations 

itional Note No. 2: This classification usually in- 
locations outside dust containment and in the imme- 
vicinity of access doors subject to frequent removal or 
ling for operation purposes when intemal combustible 
present; locations outside dust containment in 
uximity of filling and emptying points, feed belts, 
ipling points, truck dump stations, belt dump over 
points, etc. where no measures are employed to prevent the 
formation of combustible mixtures; locations outside dust 
containment where dust accumulates and where due to pro- 
operations the dust layer is likely to be disturbed and 
form combustible mixtures; locations inside dust contain¬ 
ment where explosive dust clouds are likely to occur (but 
neither continuously, ñor for long periods, ñor frequently) 
as, for example, silos (if filled and/or emptied only occa- 
sionally) and the dirty side of filters if large self-cleaning 
intervals are occurring. 

(3) Zone 22. A Zone 22 location is a location 

(a) In which ignitible concentrations of combustible 
dust or ignitible fibers/flyings are not likely to occur in 
normal operation and, if they do occur, will only persist for 
a short period; or 

(b) In which combustible dust or fibers/flyings are 
handled, processed, or used but in which the dust or 
fibers/flyings are normally confined within closed contain- 
ers of closed systems from which they can escape only as a 
result of the abnormal operation of the equipment with 
which the dust or fibers/flyings are handled, processed, or 
used; or 

(c) That is adj acent to a Zone 21 location, from which 
ignitible concentrations of dust or fibers/flyings could be 
communicated, unless such communication is prevented by 
adequate positive pressure ventilation from a source of 
clean air and eífective safeguards against ventilation failure 
are provided. 
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Informational Note No. 1: As a guide to classification of 
Zone 22 locations, refer to ANSI/ISA-61241-10 (12.10.05)- 
2004, Eléctrical Apparatus for Use in Zone 20, Zone 21, 
and Zone 22 Hazardous (Classified) Locations — Classifi¬ 
cation ofZone 20, Zone 21, and Zone 22 Hazardous (Clas¬ 
sified) Locations. 

Informational Note No. 2: Zone 22 locations usually in- 
clude outlets from bag filter vents, because in the event of a 
malfunction there can be emission of combustible mixtures; 
locations near equipment that has to be opened at infre- 
quent intervals or equipment that from experience can eas- 
ily form leaks where, due to pressure above atmospheric, 
dust will blow out; pneumatic equipment, flexible connec- 
tions that can become damaged, etc.; storage locations for 
bags containing dusty product, since failure of bags can 
occur during handling, causing dust leakage; and locations 
where controllable dust layers are formed that are likely to 
be raised into explosive dust-air mixtures. Only if the layer 
is removed by cleaning before hazardous dust-air mixtures 
can be formed is the area designated unclassified. 

Informational Note No. 3: Locations that normally are 
classified as Zone 21 can fall into Zone 22 when measures 
are employed to prevent the formation of explosive dust-air 
mixtures. Such measures inelude exhaust ventilation. The 
measures should be used in the vicinity of (bag) filling and 
emptying points, feed belts, sampling points, truck dump 
stations, belt dump over points, etc. 

506.6 Material Groups. For the purposes of testing, ap- 

proval, and area classification, various air mixtures (not 

oxygen enriched) shall be grouped as required in 
(B), and (C). [ROP 14-200a] 

(A) Group IIIC. Combustible metal dust. 

Informational Note: Group IIIC is 
Group E as described in 500.6.(B)( 


(B) Group IIIB. Combustible 
metal dust. 

Informational Note: Group IIIB is equivarent to Class II, 
Groups F and G as described in 500.6(B)(2) and 
500.6(B)(3), respectively. 

[ROP 14-200a] 

(C) Group IIIA. Solid partióles, including fibers, greater 
than 500 pm in nominal size, which may be suspended in 
air and could settle out of the atmosphere, under their own 
weight. 


506.7 Special Precaution. Article 506 requires equipment 
construction and installation that ensures safe performance 
under conditions of proper use and maintenance. 

Informational Note: It is important that inspection authori- 
ties and users exercise more than ordinary care with regard 
to the installation and maintenance of electrical equipment 
in hazardous (classified) locations. 

(A) Implementation of Zone Classification System. 

Classification of areas, engineering and design, selection of 
equipment and wiring methods, installation, and inspection 
shall be performed by qualified persons. 

(B) Dual Classification. In instances of areas within the 
same facility classified separately, Zone 22 locations shall 
be permitted to abu^but not overlap, Class II or Class III, 
División 2 locatÚMr Zone 20 or Zone 21 locations shall 
not abut Cla ssálTOr Class III, División 1 or División 2 
locations. 

(C) R< ssification PeMgjtted. A Class II or Class III, 
or^iivision 2 IdPation shall be permitted to be 

a Zone 20, Zone 21, or Zone 22 location, 
pr HKÍt all of the space that is classified because of a 
sit cm^ustible dust or ignitible fiber/flying source is 
jjfied^feíler the requirements of this article. 



Simuttaneous Presence of Flammable Gases and 
r ombustible Dusts or Fibers/Flyings. Where flammable 
¡es, combustible dusts, or fibers/flyings are or may be 
ísent at the same time, the simultaneous presence shall be 
xonsidered during the selection and installation of the elec¬ 
trical equipment and the wiring methods, including the de- 
termination of the safe operating temperature of the electri¬ 
cal equipment. 

506.8 Protection Techniques. Acceptable protection tech- 
niques for electrical and electronic equipment in hazardous 
(classified) locations shall be as described in 506.8(A) 
through (J). 

(A) Dust Ignitionproof. This protection technique shall be 
permitted for equipment in Zone 20, Zone 21, and Zone 22 
locations for which it is identified. 

(B) Pressurized. This protection technique shall be per¬ 
mitted for equipment in Zone 21 and Zone 22 locations for 
which it is identified. 


Informational Note No. 1: Group IIIA is equivalent to 
Class III. 

Informational Note No. 2: Examples of flyings inelude 
rayón, cotton (including cotton linters and cotton waste), 
sisal, jute, hemp, cocoa fiber, oakum, and baled waste 

[ROP 14-200a] 


(C) Intrinsic Safety. This protection technique shall be 
permitted for equipment in Zone 20, Zone 21, and Zone 22 
locations for which it is identified. [ROP 14-202] 

(D) Dusttight. This protection technique shall be permit- 
ted for equipment in Zone 22 locations for which it is 
identified. 
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(E) Protection by Encapsulation “m”. This protection 
technique shall be permitted for equipment in Zone 20, 
Zone 21, and Zone 22 locations for which it is identified. 

[ROP 14-203] 

Informational Note: See Table 506.9(C)(2)(3) for the de- 
scriptions of subdivisions for encapsulation. 

[ROP 14-201] 


(1) División Equipment. Equipment identified for Class 
II, División 1 or Class II, División 2 shall, in addition to 
being marked in accordance with 500.8(C), be permitted to 
be marked with both of the foliowing: 

(1) Zone 20, 21, or 22 (as applicable) 

(2) Material group in accordance with 506.6. [ROP 14- 
204a] 


(F) Nonincendive Equipment. This protection technique 
shall be permitted for equipment in Zone 22 locations for 
which it is identified. 

(G) Protection by Enclosure “t”. This protection tech¬ 
nique shall be permitted for equipment in Zone 20, Zone 
21, and Zone 22 locations for which it is identified. [ROP 
14-204] 

Informational Note: See Table 506.9(C)(2)(3) for the de- 
scriptions of subdivisions for Protection by Enclosure “t”. 


(H) Protection by Pressurization “pD”. This protection 
technique shall be permitted for equipment in Zone 21 and < 
Zone 22 locations for which it is identified. 


(I) Protection by Intrinsic Safety “iD”. This prc 
technique shall be permitted for equipment in Zoi 
Zone 21, and Zone 22 locations for which it is listec 



506.9 Equipment Requirements. 

(A) Suitability. Suitability of identi^ 

determined by one of the following: 

(1) Equipment listing or lab^ 

(2) Evidence of equipmeih^aluatioií 
ing laboratory or i^^ction agenS 
product evaluation 

(3) Evidence acceptable to th^^thorihdp&ving jurisdiction 
such as a manufacturar’s sel ^ÉMm ition or an owner’s 
engineering judgment 

Informational Note: Additional documentation for equip¬ 
ment may inelude certificates demonstrating compliance 
with applicable equipment standards, indicating special 
conditions of use, and other pertinent Information. 

(B) Listing. 

(1) Equipment that is listed for Zone 20 shall be permitted 
in a Zone 21 or Zone 22 location of the same dust or 
ignitible fiber/flying. Equipment that is listed for Zone 
21 may be used in a Zone 22 location of the same dust 
fiber/flying. 

(2) Equipment shall be permitted to be listed for a specific 
dust or ignitible fiber/flying or any specific combina- 
tion of dusts fibers/flyings. 

(C) Marking. 


(3) Máximum surface temperatura in accordance with 
506.9(D), marked as a temperatura valué, in degrees C, 
preceded by “T” and followed by the symbol “°C”. 

[ROP 14-205] 

(2) Zone Equipment. Equipment meeting one or more of 
the protection techniques described in 506.8 shall be 
marked with the following in the order shown: 

(1) Zone 

(2) Svm gjgjA Ex” 

(3) R^^cti^^^echnique(s) in accordance with Table 

)6.9(C)(2T 

Material grou¡^^accordance with 506.6. [ROP 14- 

f» 

iximum surface temperatura in accordance with 
¡06.9(D), marked as a temperatura valué, in degrees C, 
:eded by “T” and followed by the symbol “°C”. 

14-205] 

ibient temperatura marking in accordance with 
506.9(D) 

Informational Note: The EPL (or equipment protection 
level) may appear in the product marking. EPLs are desig- 
nated as G for gas, D for dust, or M for mining, and are 
then followed by a letter (a, b, or c) to give the user a better 
understanding as to whether the equipment provides either 
(a) a “very high,” (b) “high,” or (c) an “enhanced” level of 
protection against ignition of an explosive atmosphere. For 
example, an AEx pb IIIB T165°C motor (which is suitable 
by protection concept for application in Zone 21) may ad- 
ditionally be marked with an EPL of “Db”, AEx p IIIB 
T165°C Db. 

Exception: Associated apparatus NOT suitable for instal- 
lation in a hazardous (classified) location shall be required 
to be marked only with (2), (3), and (5), but BOTH the 
symbol AEx (2) and the symbol for the type of protection 

(3) shall be enclosed within the same square brackets, for 
example, [AEx iaD] or [AEx ia] IIIC. [ROP 14-209] 
Informational Note: The “D” suffix on the type of protection 
designation was employed prior to the introduction of Group 
IIIA, IIIB, and IIIC; which is now used to distinguish between 
the type of protection employed for Group II (Gases) or Group 
III (Dusts). 

(D) Temperature Classifications. Equipment shall be 
marked to show the máximum surface temperature refer- 
enced to a 40°C ambient, or at the higher marked ambient 
temperature if the equipment is rated and marked for an 
ambient temperature of greater than 40°C. For equipment 
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Table 506.9(C)(2)(3) Types of Protection Designation 


Designation 

Technique 

Zone* 

iaD 

Protection by intrinsic safety 

20 

ia 

Protection by intrinsic safety 

20 

ibD 

Protection by intrinsic safety 

21 

ib 

Protection by intrinsic safety 

21 

ic [ROP 

14-206] 

Protection by intrinsic safety 

22 

[iaD] 

Associated apparatus 

Unclassified** 

[ia] 

Associated apparatus 

Unclassified** 

[ibD] 

Associated apparatus 

Unclassified** 

[ib] 

Associated apparatus 

Unclassified** 

[ic] [ROP 
14-206] 

Associated apparatus 

Unclassified** 

maD 

Protection by encapsulation 

20 

ma 

Protection by encapsulation 

20 

mbD 

Protection by encapsulation 

21 ^ 

mb 

Protection by encapsulation 


me [ROP 
14-207] 

Protection by encapsulation 

◄ 

c% 

pD 

Protection by pressurization 


P 

Protection by press^latioi^ 


tD 

Protection by enclosl^c 

M 21 

ta [ROP 

14-208] 

Protection by enclosures^BB 

r 20 

tb 

Protection by enclosures 

21 

te 

Protection by enclosures 

22 


*Does not address use where a combination of techniques is used. 

** Associated apparatus is permitted to be installed in a hazardous 
(classified) location if suitably protected using another type of protec- 


equipment that is designed for use in a range of ambient 
temperaturas other than -20°C and +40°C is considerad to 
be special; and the ambient temperatura range shall then be 
marked on the equipment, including either the symbol “Ta” 
or “Tamb” together with the special range of ambient tem¬ 
peraturas. [ROP 14-205, ROP 14-209a, ROP 14-210] 

Informational Note: As an example, such a marking might 
be “-30°C < Ta < +40°C.” [ROP 14-205] 

Exception No. 1: Equipment of the non-heat-producing 
type, such as conduit fittings, shall not be required to have 
a marked operating temperature. 

Exception No. 2: Equipment identified for Class II, Divi¬ 
sión 1 or Class II, División 2 locations as permitted by 
506.20(B) and (C) símil be permitted to be marked in ac- 
cordance with 5O(^0t) and Table 500.8(C). 

(E) Threading.' n^^supply connection entry thread form 
shall be hgraor met^^^onduit and fittings shall be made 
wrenctüpnt to preven^^ktrking when the fault current 
Irough tíre conduit syem and to ensure the integrity 
of^tcond^Kystem. Equipment provided with threaded 
entri^Bfc^ield wiring connections shall be installed in 
accordaS^^ith 506.9(E)(1) or (E)(2) and with (E)(3). 

: Provided with Threaded Entries for 
íded Conduit or Fittings. For equipment pro- 
iffed with threaded entries for NPT threaded conduit or 
Ittings, listed conduit fittings, or listed cable fittings shall 
^used. All NPT threaded conduit and fittings referred to 
Jherein shall be threaded with a National (American) Stan- 
~ dard Pipe Taper (NPT) thread. [ROP 14-211] 

Informational Note: Thread specifications for NPT threads 
are located in ANSI/ASME Bl.20.1-1983, Pipe Threads, 
General Purpose (Inch). 

(2) Equipment Provided with Threaded Entries for 
Metric Threaded Conduit or Fittings. For equipment 
with metric threaded entries, listed conduit fittings or listed 
cable fittings shall be used. Such entries shall be identified 
as being metric, or listed adapters to permit connection to 
conduit or NPT threaded fittings shall be provided with the 
equipment and shall be used for connection to conduit or 
NPT threaded fittings. Metric threaded entries shall be 
made up with at least five threads fully engaged. 


installed in a Zone 20 or 21 location, the operating tem¬ 
perature shall be based on operation of the equipment when 
blanketed with the máximum amount of dust (or with dust 
simulating fibers/flyings) that can accumulate on the equip¬ 
ment. Electrical equipment designed for use in the ambient 
temperature range between -20°C and +40°C shall require 
no additional ambient temperature marking. Electrical 


(3) Unused Openings. All unused openings shall be 
closed with listed metal close-up plugs. The plug engage- 
ment shall comply with 506.9(E)(1) or (E)(2). 

(F) Optical Fiber Cables. Where an optical fiber cable 
contains conductors that are capable of carrying current 
(composite optical fiber cable), the optical fiber cable shall 
be installed in accordance with the requirements of Articles 
506.15 and 506.16. 
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506.15 Wiring Methods. Wiring methods shall maintain 
the integrity of the protection techniques and shall comply 
with 506.15(A), (B), or (C). 

(A) Zone 20. In Zone 20 locations, the following wiring 
methods shall be permitted. 

(1) Threaded rigid metal conduit or threaded Steel interme¬ 
díate metal conduit. 

(2) Type MI cable terminated with fittings listed for the 
location. Type MI cable shall be installed and sup- 
ported in a manner to avoid tensile stress at the termi- 
nation fittings. 

Exception No. 1: MI cable and fittings listed for Class II, 
División 1 locations shall be permitted to be used. [ROP 
14-212] 

Exception No. 2: Equipment identified as intrinsically safe 
“iaD” or “ia” shall be permitted to be connected using the 
wiring methods identified in 504.20. [ROP 14-212, ROP 
14-213] 

(3) In industrial establishments with limited public access, 

where the conditions of maintenance and supervisión * 
ensure that only qualified persons Service the installa- 
tion, Type MC-HL cable listed for use in Zone 2 
cations, with a continuous corrugated metallic f 
an overall jacket of suitable polymeric material, 1 
sepárate equipment grounding conductor!: 
dance with 250.122, and terminated gs lisS 

for the application, shall be peí 
cable shall be installed in accoi 
sions of Article 330, Part II. 

Exception: Type MC-HL 
II, División 1 locations 

(4) In industrial establi 
cess, where the condit 
sion ensure that only 
stallation, and where the 
damage, Type ITC-HL cable 
Class I, División 1 locations, with a gas/vaportight con¬ 
tinuous corrugated metallic sheath and an overall jacket 
of suitable polymeric material, and terminated with fit¬ 
tings listed for the application. Type ITC-HL cable 
shall be installed in accordance with the provisions of 
Article 727. 

(5) Fittings and boxes shall be identified for use in Zone 20 
locations. 

Exception: Boxes and fittings listed for Class II, División 
1 locations shall be permitted to be used. 

(6) Where necessary to employ flexible connections, liq- 
uidtight flexible metal conduit with listed fittings, liq- 
uidtight flexible nonmetallic conduit with listed fittings, 
or flexible cord listed for extra-hard usage and provided 
with listed fittings shall be used. Where flexible cords 




icted public ac- 
ice and supervi- 
service the in- 
subject to physical 
use in Zone 1 or 


are used, they shall also comply with 506.17 and shall 
be terminated with a listed cord connector that main- 
tains the type of protection of the terminal compart- 
ment. Where flexible connections are subject to oil or 
other corrosive conditions, the insulation of the con- 
ductors shall be of a type listed for the condition or 
shall be protected by means of a suitable sheath. 
Exception No. 1: Flexible conduit and flexible conduit and 
cord fittings listed for Class II, División 1 locations shall be 
permitted to be used. 

Exception No. 2: For elevator use, an identified elevator 
cable, type EO, ETP, or ETT, and as shown under the 
“use" column in Table 400.4 for “Hazardous (classified) 
locations” and terminated with listed connectors that main¬ 
tain the type^f protection of the terminal compartment 
shall be p^Mted. [ROP 14-215a] 

Infon^P^^ Note No. 1: See 506.25 for grounding re- 
qui^ment^^g-e flexible conduit is used. 

Inormational N^^ío. 2: For further information on con- 
Fstruction, testing a^Wnarking of cables, cable fittings, and 
kpnnectors, s^ ANSI/UL 2225-2011, Cables and 
^Fittings for Use in Hazardous (Classified) Locations. 
T)P 14-215a] 

yrer optic cables of the types OFNP, OFCP, OFNR, 
1, OFNG, OFCG, OFN, and OFC shall be permit- 
ííTo be installed in raceways as stated in 506.15(A). 
These fiber optic cables shall be sealed in accordance 
with 506.16. [ROP 14-219] 

(B) Zone 21. In Zone 21 locations, the wiring methods in 

(B) (l) and (B)(2) shall he permitted. 

(1) All wiring methods permitted in 506.15(A). 

(2) Fittings and boxes that are dusttight, provided with 
threaded bosses for connection to conduit, in which 
taps, joints, or terminal connections are not made, and 
are not used in locations where metal dust is present, 
may be used. 

Informational Note: For further information on construc- 
tion, testing and marking of cables, cable fittings, and cord 
connectors, see ANSI/UL 2225-2011, Cables and Cable- 
Fittings for Use in Hazardous (Classified) Locations [ROP 
14-215a], 

Exception: Equipment identified as intrinsically safe 
“ibD” or “ib” shall be permitted to be connected using the 
wiring methods identified in 504.20. [ROP 14-212] 

(C) Zone 22. In Zone 22 locations, the following wiring 
methods shall be permitted. 

(1) All wiring methods permitted in 506.15(B). 

(2) Rigid metal conduit, intermedíate metal conduit, elec- 
trical metallic tubing, dusttight wireways. 

(3) Type MC or MI cable with listed termination fittings. 

(4) Type PLTC and Type PLTC-ER cable in accordance 
with the provisions of Article 725, including installa- 
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tion in cable tray systems. The cable shall be termi- 
nated with listed fittings. 

(5) Type ITC and Type ITC-ER cable as permitted in 727.4 
and terminated with listed fittings. 

(6) Type MC, MI, MV, TC, or TC-ER, cable installed in 
ladder, ventilated trough, or ventilated channel cable 
trays in a single layer, with a space not less than the 
larger cable diameter between two adjacent cables, 
shall be the wiring method employed. Single-conductor 
Type MV cables shall be shielded or metallic armored. 
The cable shall be terminated with listed fittings.[ROP 
14-221] 

(7) Intrinsic safety type of protection “ic” shall be permit- 
ted using any of the wiring methods permitted for un- 
classified locations. Intrinsic safety type of protection 
“ic” systems shall be installed in accordance with the 
control drawing(s). Simple apparatus, not shown on the 
control drawing, shall be permitted in a Intrinsic safety 
type of protection “ic” circuit, provided the simple ap¬ 
paratus does not interconnect the Intrinsic safety type 
of protection “ic” circuit to any other circuit. [ROP 14— 
222 ] 

Informational Note: Simple apparatus is defined in 504.2. 

Separation of Intrinsic safety type of protection “ic” 
circuits shall be in accordance with one of the f ollow - 
ing: [ROP 14-222] 

a. Be in sepárate cables 

b. Be in multiconductor cables where^ 
of each circuit are within a groundec 

c. Be in multiconductor c 
have insulation with 
0.25 mm (0.01 in.) 

(8) Boxes and fittings shall be 

(9) Fiber optic cables of the t 
OFCR, OFNG, OFCG, OFN, £ 
ted to be installed in cable trays or "any raceway as 
stated in 506.15(C). Fiber optic cables shall be sealed 
in accordance with 506.16. [ROP 14-223] 


(2) Contain, in addition to the conductors of the circuit, an 
equipment grounding conductor complying with 
400.23 

(3) Be connected to termináis or to supply conductors in an 
approved manner 

(4) Be supported by clamps or by other suitable means in 
such a manner to minimize tensión on the terminal 
connections 

(5) Be terminated with a listed cord connector that main- 
tains the protection technique of the terminal 
compartment 

Informational Note: For further information on construc- 
tion, testing, and marking of cables, cable fittings, and cord 
connectors, see ANSI/UL 2225-2011, Cables and Cable- 
Fittingsfor Use in Utuardous (Classified) Locations. [ROP 
14-224] 




> OFNR, 
11 be permit- 


jquipment listed for use in Class II, División 1 
suitable temperature class shall be 


21 .^Tn Zone 21 locations, only equipment listed 
larfflrás suitable for the location shall be permitted. 

cception No. 1: Apparatus listed for use in Class II, 
’ision 1 locations with a suitable temperature class shall 
permitted. 

Exception No. 2: Pressurized equipment identified for 
Class II, División 1 shall be permitted. 

(C) Zone 22. In Zone 22 locations, only equipment listed 
and marked as suitable for the location shall be permitted. 

Exception No. 1: Apparatus listed for use in Class II, 
División 1 or Class II, División 2 locations with a suitable 
temperature class shall be permitted. 

Exception No. 2: Pressurized equipment identified for 
Class II, División 1 or División 2 shall be permitted. 


506.16 Sealing. Where necessary to protect the ingress of 
combustible dust or ignitible fibers/flyings, or to maintain 
the type of protection, seáis shall be provided. The seal 
shall be identified as capable of preventing the ingress of 
combustible dust or ignitible fibers/flyings and maintaining 
the type of protection but need not be explosionproof or 
flameproof. 

506.17 Flexible Cords. Flexible cords used in Zone 20, 
Zone 21, and Zone 22 locations shall comply with all of the 
following: 

(1) Be of a type listed for extra-hard usage 


(D) Material Group. Equipment marked with Group 
“IBC” shall be permitted for applications requiring IIIA or 
IIIB equipment. Similarly, equipment marked with Group 
“IIIB” shall be permitted for applications requiring IIIA 
equipment. [ROP 14-225] 

(E) Manufacturer’s Instructions. Electrical equipment 
installed in hazardous (classified) locations shall be in¬ 
stalled in accordance with the instructions (if any) provided 
by the manufacturen 

(F) Temperature. The temperature marking specified in 
506.9(C)(2)(5) shall comply with (E)(l) or (E)(2): 
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(1) For combustible dusts, less than the lower of either the 
layer or cloud ignition temperature of the specific com¬ 
bustible dust. For organic dusts that may dehydrate or 
carbonize, the temperature marking shall not exceed 
the lower of either the ignition temperature or 165°C 
(329°F). 


ARTICLE 510 

Hazardous (Classified) Locations — 
Specific 


(2) For ignitible fibers/flyings, less than 165°C (329°F) for 
equipment that is not subject to overloading, or 120°C 
(248°F) for equipment (such as motors or power trans- 
formers) that may be overloaded. 

Informational Note: See NFPA 499-2008, Recommended 
Practice for the Classification of Combustible Dusts and of 
Hazardous (Classified) Locations for Electrical Installa- 
tions in Chemical Processing Areas, for minimum ignition 
temperatures of specific dusts. 

[ROP 14-225a] 

506.25 Grounding and Bonding. Grounding and bonding 
shall comply with Article 250 and the requirements in 
506.25(A) and (B). 

(A) Bonding. The locknut-bushing and double-locknut 
types of contacts shall not be depended on for bonding 
purposes, but bonding jumpers with proper fittings o r^jth er 
approved means of bonding shall be used. Such mí 
bonding shall apply to all intervening raceways, 
boxes, enclosures, and so forth, between Zone 20, Z 
and Zone 22 locations and the point of 
vice equipment or point of groundinj 
rived system. 


Exception: The specific bondint^n 
only to the nearest point 
ductor and the groundin^^lectrode 
nected together on the t^^dde ofthe bi 
disconnecting means as sp&Wfákd in 250. 
side overcurrent protection 
the disconnecting means. 

[ROP 14-56a] 



510.1 Scope. Articles 511 through 517 cover occupancies 
or parts of occupancies that are or may be hazardous be- 
cause of atmospheric concentrations of flammable liquids, 
gases, or vapors, or because of deposits or accumulations of 
materials that may be readily ignitible. 

510.2 General. The general rules of this Code and the 
provisions of Articles 500 through 504 shall apply to elec¬ 
trical wiring and equipment in occupancies within the 
scope of Arti^As 511 through 517, except as such rules are 

trticles 511 through 517. Where unusual con- 
a specific occupancy, the authority having 
kjudge with respect to the application of 



be required 
•ircuit con- 
re con- 
ling or structure 
B) ifthe branch 
the load side of 


ARTICLE 511 
lommercial Garages, Repair and 
Storage 


for Motor Fuel Dispensing Facilities and Repair Garages. 
Only editorial changes were made to the extracted text to 
make it consistent with this Code. 

511.1 Scope. These occupancies shall inelude locations 
used for Service and repair operations in connection with 
self-propelled vehicles (including, but not limited to, pas- 
senger automobiles, buses, trucks, and tractors) in which 
volatile flammable liquids or flammable gases are used for 
fuel or power. 


(B) Types of Equipment Grounding Conductors. Liq- 
uidtight flexible metal conduit shall inelude an equipment 
bonding jumper of the wire type in compliance with 
250.102. 

Exception: In Zone 22 locations, the bonding jumper shall 
be permitted to be deleted where all of the following con- 
ditions are met: 


511.2 Definitions. 

Major Repair Garage. A building or portions of a build- 
ing where major repairs, such as engine overhauls, paint- 
ing, body and fender work, and repairs that require draining 
of the motor vehicle fuel tank are performed on motor 
vehicles, including associated floor space used for offices, 
parking, or showrooms. [30A:3.3.12.1] 


(1) Listed liquidtight flexible metal conduit 1.8 m (6 ft) or 
less in length, with fittings listed for grounding, is used. 

(2) Overcurrent protection in the Circuit is limited to 10 
amperes or less. 

(3) The load is not a power utilization load. 


Minor Repair Garage. A building or portions of a build¬ 
ing used for lubrication, inspection, and minor automotive 
maintenance work, such as engine tune-ups, replacement of 
parts, fluid changes (e.g., oil, antifreeze, transmission fluid, 
brake fluid, air-conditioning refrigerants), brake system re¬ 
pairs, tire rotation, and similar routine maintenance work, 
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including associated floor space used for offices, parking, or of the ceiling shall be considered for classification in accor- 
showrooms. [30A:3.3.12.2] dance with (a) and (b). 


511.3 Area Classification, General. Where Class I liquids 
or gaseous fuels are stored, handled, or transferred, electri- 
cal wiring and electrical utilization equipment shall be de- 
signed in accordance with the requirements for Class I, 
División 1 or 2 hazardous (classified) locations as classified 
in accordance with 500.5 and 500.6, and this article. A 
Class I location shall not extend beyond an unpierced wall, 
roof, or other solid partítion that has no openings. 
[30A:8.3.5, 8.3.2] 


(a) Ventilation Provided. The ceiling area shall be un- 
classified where ventilation is provided, from a point not 
more than 450 mm (18 in.) from the highest point in the 
ceiling, to exhaust the ceiling area at a rate of not less than 
0.3 m 3 /min/m 2 (1 cfm/ft 2 ) of ceiling area at all times that 
the building is occupied or when vehicles using lighter- 
than-air gaseous fuels are parked below this area. 

(b) Ventilation Not Provided. Ceiling areas that are not 
ventilated in accordance with 511.3(C)(2)(a) shall be clas¬ 
sified as Class I, División 2. 


(A) Parking Garages. Parking garages used for parking or 
storage shall be permitted to be unclassified. 

Informational Note: For further information, see 
NFPA 88A-2011, Standard for Parking Structures, and 
NFPA 30A-2008, Code for Motor Fuel Dispensing Facili- 
ties and Repair Garages. 

(B) Repair Garages, With Dispensing. Major and minor 
repair garages that dispense motor fuels into the fuel tanks 
of vehicles, including flammable hquids having a flash 
point below 38°C (100°F) such as gasoline, or gaseous 
fuels such as natural gas, hydrogen, or LPG, shall have thed 
dispensing functions and components classified in accor-1 
dance with Table 514.3(B)(1) in addition to any classifica¬ 
tion required by this section. Where Class I 
than fuels, are dispensed, the area within 90( 
any fill or dispensing point, extending i 
shall be a Class I, División 2 location. 



(3) Pit Areas in Lubrication or Service Room. Any pit, 
belowgrade work arej, or subfloor work area shall be clas¬ 
sified as providedor (b). 

(a) VentiháfflNp, provided. The pit area shall be a Class 
I, División S^catiOT^diere there is mechanical ventilation 
providii^W mínimum air changes per hour. 

Ventilation Not l^^ded. Where ventilation is not 
led in aA>rdance with 511.3(C)(3)(a), any pit or de- 
presl*th^w floor level shall be a Class I, División 1 
location^Et extends up to the floor level. 

>air Garages. Where flammable liquids 
point below 38°C (100°F) such as gasoline, 
;aseous~fuels such as natural gas or hydrogen, will not 
dispensed or transferred, the classification rules in 
1(1), (D)(2), and (D)(3) shall apply to the lubrication and 
rrvice rooms. 


(C) Major Repair Garages. W1 

having a flash point below 38°C^WJ() 0 F) su! 
or gaseous fuels such as natt^Kgas, hydrog! 
will not be dispensed, but repairifc^'ities that, 
transfer of such fluids or gases are 
catión rules in (1), (2), and (3) shall 

(1) Floor Areas. 

(a) Ventilation Provided. The floor area shall be un¬ 
classified where there is mechanical ventilation providing a 
mínimum of four air changes per hour or 0.3 m 3 /min/m 2 (1 
cfm/ft 2 ) of exchanged air for each square meter (foot) of 
floor area. Ventilation shall provide for air exchange across 
the entire floor area, and exhaust air shall he taken at a 
point within 0.3 m (12 in.) of the floor. 

(b) Ventilation Not Provided. The entire floor area up 
to a level of 450 mm (18 in.) above the floor shall be 
classified as Class I, División 2 if the ventilation does not 
comply with 511.3(C)(l)(a). 


(1) Floor Areas. Floor areas in minor repair garages with- 
out pits, belowgrade work areas, or subfloor work areas 
shall be unclassified. Where floor areas inelude pits, below¬ 
grade work areas, or subfloor work areas in lubrication or 
Service rooms, the classification rules in (a) or (b) shall 
apply. 

(a) Ventilation Provided. The entire floor area shall be 
unclassified where there is mechanical ventilation provid¬ 
ing a mínimum of four air changes per hour or 0.3 
m 3 /min/m 2 (1 cfm/ft 2 ) of exchanged air for each square 
meter (foot) of floor area. Ventilation shall provide for air 
exchange across the entire floor area, and exhaust air shall 
be taken at a point within 0.3 m (12 in.) of the floor. 

(b) Ventilation Not Provided. The floor area up to a 
level of 450 mm (18 in.) ahove any unventilated pit, below¬ 
grade work area, or subfloor work area and extending a 
distance of 900 mm (3 ft) horizontally from the edge of any 
such pit, belowgrade work area, or subfloor work area, shall 
he classified as Class I, División 2. 


(2) Ceiling Areas. Where lighter-than-air gaseous fueled 
vehicles, such as vehicles fueled by natural gas or hydro¬ 
gen, are repaired or stored, the area within 450 mm (18 in.) 


(2) Ceiling Areas. Where lighter-than-air gaseous fuels 
(such as natural gas or hydrogen) will not be transferred, 
such locations shall be unclassified. 
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(3) Pit Areas in Lubrication or Service Room. Any pit, 
belowgrade work area, or subfloor work area shall be clas- 
sified as provided in (a) or (b). 

(a) Ventilation Provided. Where ventilation is provided 
to exhaust the pit area at a rate of not less than 0.3 
m 3 /min/m 2 (1 cfm/ft 2 ) of floor area at all times that the 
building is occupied, or when vehicles are parked in or over 
this area and where exhaust air is taken from a point within 
300 mm (12 in.) of the floor of the pit, belowgrade work 
area, or subfloor work area, the pit shall be unclassified. 
[30A:7.4.5.4. Table 8.3.1] 

(b) Ventilation Not Provided. Where ventilation is not 
provided in accordance with 511.3(D)(3)(a), any pit or de- 
pression below floor level shall be a Class I, División 2 
location that extends up to the floor level. 

(E) Modiflcations to Classification. 

(1) Specific Areas Adjacent to Classified Locations. Ar¬ 
eas adjacent to classified locations in which flammable va- 
pors are not likely to be released, such as stock rooms, 
switchboard rooms, and other similar locations, shall be < 
unclassified where mechanically ventilated at a rate of four 
or more air changes per hour, or designed with positive air 
pressure, or where effectively cut off by walls or pard 

(2) Alcohol-Based Windshield Washer Fluid. The ai 

used for storage, handling, or dispensing h^jmotor^ 
hieles of alcohol-based windshield washer finid in repai 
garages shall be unclassified unless oti^wise cl^ified m 
a provisión of 511.3. [30A:8.3.5, Ex^^ion] Á 



511.4 Wiring and Equipmei 

(A) Wiring Located in Class I Locations. Within Class I 
locations as classified l^fcl 1.3, wirin^Biall conform to 
applicable provisions of Ar lÉlc 501. 

(B) Equipment Located in ClaiSS p Locations. Within 
Class I locations as defined in 51 l^^equipment shall con¬ 
form to applicable provisions of Article 501. 

(1) Fuel-Dispensing Units. Where fuel-dispensing units 
(other than liquid petroleum gas, which is prohibited) are 
located within buildings, the requirements of Article 514 
shall govem. 

Where mechanical ventilation is provided in the dis- 
pensing area, the control shall be interlocked so that the 
dispenser cannot opérate without ventilation, as prescribed 
in 500.5(B)(2). 

(2) Portable Lighting Equipment. Portable lighting 
equipment shall be equipped with handle, lampholder, 
hook, and substantial guard attached to the lampholder or 
handle. All exterior surfaces that might come in contact 
with battery termináis, wiring termináis, or other objeets 
shall be of nonconducting material or shall be effectively 


protected with insulation. Lampholders shall be of an un- 
switched type and shall not provide means for plug-in of 
attachment plugs. The outer shell shall be of molded com- 
position or other suitable material. Unless the lamp and its 
cord are supported or arranged in such a manner that they 
cannot be used in the locations classified in 511.3, they 
shall be of a type identified for Class I, División 1 loca¬ 
tions. 

511.7 Wiring and Equipment Installed Above Class I 
Locations. 

(A) Wiring in Spaces Above Class I Locations. 

(1) Fixed Wiring Above Class I Locations. All fixed wir¬ 
ing above Cla^I locations shall be in metal raceways, rigid 
nonmetalli^wnduit, electrical nonmetallic tubing, flexible 
metal cufmE, liquidtight flexible metal conduit, or liq- 
uidtigJ^lex^^nonmetallic conduit, or shall be Type MC, 
AG^MI, manu^fcired wiring systems, or PLTC cable in 

mrdance with^^te 725, or Type TC cable or Type ITC 
:able íjtoccordance with Article 727. Cellular metal floor 
Is or cellular concrete floor raceways shall be per- 
leí to be used only for supplying ceiling outlets or ex- 
is to the area below the floor, but such raceways shall 
havel^kconnections leading into or through any Class I 
in above the floor. 

(2) Pendant. For pendants, flexible cord suitable for the 
type of Service and listed for hard usage shall be used. 

(B) Electrical Equipment Installed Above Class I Loca¬ 
tions. 

(1) Fixed Electrical Equipment. Electrical equipment in a 
fixed position shall be located above the level of any de¬ 
fined Class I location or shall be identified for the location. 

(a) Arcing Equipment. Equipment that is less than 3.7 
m (12 ft) above the floor level and that may produce ares, 
sparks, or particles of hot metal, such as cutouts, switches, 
charging panels, generators, motors, or other equipment 
(excluding receptacles, lamps, and lampholders) having 
make-and-break or sliding contacts, shall be of the totally 
enclosed type or constructed so as to prevent the escape of 
sparks or hot metal particles. 

(b) Fixed Lighting. Lamps and lampholders for fixed 
lighting that is located over lañes through which vehicles 
are commonly driven or that may otherwise be exposed to 
physical damage shall be located not less than 3.7 m (12 ft) 
above floor level, unless of the totally enclosed type or 
constructed so as to prevent escape of sparks or hot metal 
particles. 

511.9 Sealing. Seáis complying with the requirements of 
501.15 and 501.15(B)(2) shall be provided and shall apply 
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to horizontal as well as vertical boundaries of the defined 
Class I locations. 

511.10 Special Equipment. 


ARTICLE 513 
Aircraft Hangars 


(A) Battery Charging Equipment. Battery chargers and 
their control equipment, and batteries being charged, shall 
not be located within locations classified in 511.3. 

(B) Electric Vehicle Charging Equipment. 

(1) General. All electrical equipment and wiring shall be 
installed in accordance with Arricie 625, except as noted in 
511.10(B)(2) and (B)(3). Flexible cords shall be of a type 
identified for extra-hard usage. 


513.1 Scope. This arricie shall apply to buildings or struc- 
tures in any part of which aircraft containing Class I (flam- 
mable) liquids or Class II (combustible) liquids whose tem- 
peratures are above their flash points are housed or stored 
and in which aircraft might undergo Service, repairs, or 
alterations. It shall not apply to locations used exclusively 
for aircraft that have never contained fuel or unfueled air¬ 
craft. 


(2) Connector Location. No connector shall be located 
within a Class I location as defined in 511.3. 

(3) Plug Connections to Yehicles. Where the cord is sus¬ 
pended from overhead, it shall be arranged so that the low- 
est point of sag is at least 150 mm (6 in.) above the floor. 
Where an automatic arrangement is provided to pulí both 
cord and plug beyond the range of physical damage, no 
additional connector shall be required in the cable or at the 
outlet. 

511.12 Ground-Fault Circuit-Interrupter Protection for 
Personnel. All 125-volt, single-phase, 15- and 20-ampere ’ 
receptacles installed in areas where electrical día 
equipment, electrical hand tools, or portable ligbl 
ment are to be used shall have groum^ra 
interrupter protection for personnel. 


511.16 Grounding and Bonding 

(A) General Grounding Reí 

ways, the metal armor or metal 
non-current-carrying metal par 
trical equipment, regardless of 


(B) Supplying Circuits with Grounded 'flnd Grounding 
Conductors in Class I Locations. Grounding in Class I 
locations shall comply with 501.30. 



and all 
ible elec¬ 
tro un ded. 


Informational Note No. 1: 
gar and unfueled aircraft, se 
Aircraft Hangar 

InformationalJ^E No. 2: For further information on fuel 
classificatiu^K^^^PA 30-2008, Flammable and Combus- 

513.2 Deflnitions. For tfflkprpo.se of this arricie, the fol- 
lowing definúAns shall apply. 

Aircr^Upnínting Hangar. An aircraft hangar constructed 
_ for the^kress purpose of spray/coating/dipping applica- 
^and pkfiled with dedicated ventilation supply and 

ibile Equipment. Equipment with electrical components 
[fiable to be moved only with mechanical aids or is pro- 
led with wheels for movement by person(s) or powered 
rices. 

Portable Equipment. Equipment with electrical compo¬ 
nents suitable to be moved by a single person without me¬ 
chanical aids. 

513.3 Classification of Locations. 

(A) Below Floor Level. Any pit or depression below the 
level of the hangar floor shall be classified as a Class I, 
División 1 or Zone 1 location that shall extend up to said 
floor level. 


(1) Circuits Supplying Portable Equipment or Pen- 
dants. Where a circuit supplies portables or pendants and 
ineludes a grounded conductor as provided in Arricie 200, 
receptacles, attachment plugs, connectors, and similar de- 
vices shall be of the grounding type, and the grounded 
conductor of the flexible cord shall he connected to the 
screw shell of any lampholder or to the grounded terminal 
of any utilization equipment supplied. 

(2) Approved Means. Approved means shall be provided 
for maintaining continuity of the equipment grounding con¬ 
ductor between the fixed wiring system and the non- 
current-carrying metal portions of pendant luminaires, por¬ 
table luminaires, and portable utilization equipment. 


(B) Areas Not Cut Off or Ventilated. The entire area of 
the hangar, including any adj acent and communicating ar¬ 
eas not suitably cut off from the hangar, shall be classified 
as a Class I, División 2 or Zone 2 location up to a level 
450 mm (18 in.) above the floor. 

(C) Vicinity of Aircraft. 

(1) Aircraft Maintenance and Storage Hangars. The 

area within 1.5 m (5 ft) horizontally from aircraft power 
plants or aircraft fuel tanks shall be classified as a Class I, 
División 2 or Zone 2 location that shall extend upward 
from the floor to a level 1.5 m (5 ft) above the upper 
surface of wings and of engine enclosures. 
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(2) Aircraft Painting Hangars. The area within 3 m 
(10 ft) horizontally from aircraft surfaces from the floor to 
3 m (10 ft) above the aircraft shall be classified as Class I, 
División 1 or Class I, Zone 1. The area horizontally from 
aircraft surfaces between 3.0 m (10 ft) and 9.0 m (30 ft) 
from the floor to 9.0 m (30 ft) above the aircraft surface 
shall be classified as Class I, División 2 or Class I, Zone 2. 

Informational Note: See NFPA 33-2011, Standard for 
Spray Application Using Flammable or Combustible Mate¬ 
rials, for information on ventilation and grounding for 
static protection in spray painting areas. 


(C) Arcing Equipment. In locations above those de- 
scribed in 513.3, equipment that is less than 3.0 m (10 ft) 
above wings and engine enclosures of aircraft and that may 
produce ares, sparks, or particles of hot metal, such as 
lamps and lampholders for fixed lighting, cutouts, switches, 
receptacles, charging panels, generators, motors, or other 
equipment having make-and-break or sliding contacts, shall 
be of the totally enclosed type or constructed so as to pre- 
vent the escape of sparks or hot metal particles. 

Exception: Equipment in areas described in 513.3(D) 
shall be permitted to be of the general-purpose type. 


(D) Areas Suitably Cut Off and Ventilated. Adj acent ar¬ 
eas in which flammable liquids or vapors are not likely to 
be released, such as stock rooms, electrical control rooms, 
and other similar locations, shall be unclassified where ad- 
equately ventilated and where effectively cut off from the 
hangar itself by walls or partitions. 

513.4 Wiring and Equipment in Class I Locations. 

(A) General. All wiring and equipment that is or may be < 
installed or operated within any of the Class I locations 
defined in 513.3 shall comply with the applicable vi¬ 
sión s of Article 501 or Article 505 for the división d 
in which they are used. 

Attachment plugs and receptacles in C lass I locatl 
shall be identified for Class I locations orsM^^desigil 
such that they cannot be energized wj gj fr the c^nectior^ 
are being made or broken. 


(B) Stanchions, Rostrums, 

outlets, and equipment 
stanchions, rostrums, oí 
be located in a Class 
shall comply with the 
or Article 505 for the i 
used. 



:trical wiring, 
ittached to 
likely to 
in 513.3(C), 
of Article 501 
which they are 


(D) Lampholders. Lampholders of metal-shell, fiber-lined 
types shall not be used for fixed incandescent lighting. 

(E) Stanchions, Rostrums, or Docks. Where stanchions, 
rostrums, or docks are not located or likely to be located in 
a Cla^WoS^tai, as defined in 513.3(C), wiring and equip- 

k shall conq^kwith 513.7, except that such wiring and 
Pmpment not m^ktíian 457 mm (18 in.) above the floor 
fin any^)sition shal^comply with 513.4(B). Receptacles 
rchment plugs shall be of a locking type that will not 
Wy disconnect. 

¡hile Stanchions. Mobile stanchions with electrical 
Tgnt complying with 513.7(E) shall carry at least one 
peSanently affixed warning sign with the following words 
or equivalent: 

WARNING 

KEEP 5 FT CLEAR OF AIRCRAFT 
ENGINES AND FUEL TANK AREAS 


WARNING 

KEEP 1.5 METERS CLEAR OF AIRCRAFT 
ENGINES AND FUEL TANK AREAS 


513.8 Underground Wiring. 


513.7 Wiring and Equipment Not Installed in Class I 
Locations. 

(A) Fixed Wiring. All fixed wiring in a hangar but not 
installed in a Class I location as classified in 513.3 shall be 
installed in metal raceways or shall be Type MI, TC, or MC 
cable. 

Exception: Wiring in unclassified locations, as described 
in 513.3(D), shall be permitted to be any suitable type 
wiring method recognized in Chapter 3. 

(B) Pendants. For pendants, flexible cord suitable for the 
type of Service and identified for hard usage or extra-hard 
usage shall be used. Each such cord shall inelude a sepárate 
equipment grounding conductor. 


(A) Wiring and Equipment Embedded, Under Slab, or 
Underground. All wiring installed in or under the hangar 
floor shall comply with the requirements for Class I, Divi¬ 
sión 1 locations. Where such wiring is located in vaults, 
pits, or duets, adequate drainage shall be provided. 

(B) Uninterrupted Raceways, Embedded, Under Slab, 
or Underground. Uninterrupted raceways that are embed¬ 
ded in a hangar floor or buried beneath the hangar floor 
shall be considered to be within the Class I location above 
the floor, regardless of the point at which the raceway de- 
scends below or rises above the floor. 

513.9 Sealing. Seáis shall be provided in accordance with 
501.15 or 505.16, as applicable. Sealing requirements 
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specified shall apply to horizontal as well as to vertical 
boundaries of the defined Class I locations. 

513.10 Special Equipment. 

(A) Aircraft Electrical Systems. 

(1) De-energizing Aircraft Electrical Systems. Aircraft 
electrical systems shall be de-energized when the aircraft is 
stored in a hangar and, whenever possible, while the air¬ 
craft is undergoing maintenance. 

(2) Aircraft Batteries. Aircraft batteries shall not be 
charged where installed in an aircraft located inside or par- 
tially inside a hangar. 

(B) Aircraft Battery Charging and Equipment. Battery 
chargers and their control equipment shall not be located or 
operated within any of the Class I locations defined in 
513.3 and shall preferably be located in a sepárate building 
or in an area such as defined in 513.3(D). Mobile chargers 
shall carry at least one permanently affixed warning sign 
with the following words or equivalent: 

WARNING 

KEEP 5 FT CLEAR OF AIRCRAFT ENGINES 
AND FUEL TANK AREAS 



WARNING 
KEEP 1.5 METERS CLEAR OF AIRCRAFT 
ENGINES AND FUEL TANK AREAS 

Tables, racks, trays, and wiring shall 
within a Class I location and, in additij 
Arricie 480. 


(1) Not Less Than 450 mm (18 in,) Above Flw'. Aircraft 
energizers shall be designed and mou^fcLsuajÉmat all elec¬ 
trical equipment and fixed wiring will mí^east 450 mm 
(18 in.) above floor level and shall not be operated in a 
Class I location as defined in 513.3(C). 

(2) Marking for Mobile Units. Mobile energizers shall 
carry at least one permanently affixed warning sign with the 
following words or equivalent: 

WARNING 

KEEP 5 FT CLEAR OF AIRCRAFT 
ENGINES AND FUEL TANK AREAS 


WARNING 

KEEP 1.5 METERS CLEAR OF AIRCRAFT 
ENGINES AND FUEL TANK AREAS 

(3) Cords. Flexible cords for aircraft energizers and 
ground support equipment shall be identified for the type of 


Service and extra-hard usage and shall inelude an equip¬ 
ment grounding conductor. 

(D) Mobile Servicing Equipment with Electrical Com- 
ponents. 

(1) General. Mobile servicing equipment (such as vacuum 
cleaners, air compressors, air movers) having electrical wir¬ 
ing and equipment not suitable for Class I, División 2 or 
Zone 2 locations shall be so designed and mounted that all 
such fixed wiring and equipment will be at least 450 mm 
(18 in.) above the floor. Such mobile equipment shall not be 
operated within the Class I location defined in 513.3(C) and 
shall carry at least one permanently affixed warning sign 
with the following words or equivalent: 

WARNING 

KEEP 5 FT CLEjjFOF AIRCRAFT ENGINES 
AND FUEL T 


OF AIRCRAFT ENGINES 


(2) Cords and Connectors. Flexible cords for mobile 
_ment be suitable for the type of Service and 

ide^fckjor extra-hard usage and shall inelude an equip- 
grotmaing conductor. Attachment plugs and recép¬ 
teles shall be identified for the location in which they are 
;talled and shall provide for connection of the equipment 
iunding conductor. 

(3) Restricted Use. Equipment that is not identified as 
suitable for Class I, División 2 locations shall not be oper¬ 
ated in locations where maintenance operations likely to 
reléase flammable liquids or vapors are in progress. 

(E) Portable Equipment. 

(1) Portable Lighting Equipment. Portable lighting 
equipment that is used within a hangar shall be identified 
for the location in which they are used. For portable lumi- 
naires, flexible cord suitable for the type of Service and 
identified for extra-hard usage shall be used. Each such 
cord shall inelude a sepárate equipment grounding conduc¬ 
tor. 

(2) Portable Utilization Equipment. Portable utilization 
equipment that is or may be used within a hangar shall be 
of a type suitable for use in Class I, División 2 or Zone 2 
locations. For portable utilization equipment, flexible cord 
suitable for the type of Service and approved for extra-hard 
usage shall be used. Each such cord shall inelude a sepárate 
equipment grounding conductor. 

513.12 Ground-Fault Circuit-Interrupter Protection for 
Personnel. All 125-volt, 50/60-Hz, single-phase, 15- and 
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20-ampere receptacles installed in areas where electrical 
diagnostic equipment, electrical hand tools, or portable 
lighting equipment are to be used shall have ground-fault 
circuit-interrupter protection for personnel. 

513.16 Grounding and Bonding Requirements. 

(A) General Grounding Requirements. All metal race- 
ways, the metal armor or metallic sheath on cables, and all 
non-current-carrying metal parts of fixed or portable elec¬ 
trical equipment, regardless of voltage, shall be grounded. 
Grounding in Class I locations shall comply with 501.30 
for Class I, División 1 and 2 locations and 505.25 for Class 
I, Zone 0, 1, and 2 locations. 

(B) Supplying Circuits with Grounded and Grounding 
Conductors in Class I Locations. 

(1) Circuits Supplying Portable Equipment or Pen- 
dants. Where a circuit supplies portables or pendants and 
ineludes a grounded conductor as provided in Arricie 200, 
receptacles, attachment plugs, connectors, and similar de- 
vices shall be of the grounding type, and the grounded 
conductor of the flexible cord shall be connected to the 
screw shell of any lampholder or to the grounded terminal 
of any utilization equipment supplied. 

(2) Approved Means. Approved means shall be pr< 
for maintaining continuity of the grounding conducto? 
tween the fixed wiring system and the non-^urrqbt-curry 
metal portions of pendant luminaires, iráPablc luminaii 
and portable utilization equipment. 


Informational Note: Text that is R^Bwed by a reference in 
brackets has been extracted from NFPA 30A-2008, Code 
for Motor Fuel Dispensing Facilities and Repair Garages. 
Only editorial changes were made to the extracted text to 
make it consistent with this Code. 

514.1 Scope. This arricie shall apply to motor fuel dispens¬ 
ing facilities, marine/motor fuel dispensing facilities, motor 
fuel dispensing facilities located inside buildings, and fleet 
vehicle motor fuel dispensing facilities. 


equipment into the fuel tanks of motor vehicles or marine 
craft or into approved containers, including all equipment 
used in connection therewith. [30A:3.3.11] 

Informational Note: Refer to Arricies 510 and 511 with 
respect to electrical wiring and equipment for other areas 
used as lubritoriums, Service rooms, repair rooms, offices, 
salesrooms, compressor rooms, and similar locations. 

514.3 Classification of Locations. 

(A) Unclassified Locations. Where the authority having 
jurisdiction can satisfactorily determine that flammable liq- 
uids having a flash point below 38°C (100°F), such as gaso- 
line, will not be handled, such location shall not be required 
to be classified. 



I XÁ Class I, Div. 2 or Class I, Zone 2 

I I Class I, Div. 1 or Class I, Zone 1 Note: Not to scale. 


Figure 514.3(a) Classified Areas Adjacent to Dispensers [2 
Figure 8.3.2(a)] [ROP 14-237] 


(B) Classified Locations. 


Informational Note: For further information regarding 
safeguards for motor fuel dispensing facilities, see NFPA 
30A-2008, Code for Motor Fuel Dispensing Facilities and 
Repair Garages. 

514.2 Definition. 

Motor Fuel Dispensing Facility. That portion of a prop- 
erty where motor fuels are stored and dispensed from fixed 


(1) Class I Locations. Table 514.3(B)(1) shall be applied 
where Class I liquids are stored, handled, or dispensed and 
shall be used to delinéate and classify motor fuel dispens¬ 
ing facilities and commercial garages as defined in Arricie 
511. Table 515.3 shall be used for the purpose of delineat- 
ing and classifying aboveground tanks. A Class I location 
shall not extend beyond an unpierced wall, roof, or other 
solid partition. [30A:8.1, 8.3] 
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Dispenser—. 


1 


Storage tank 


1 

side view 






|<- 6 m (20 ft)-► 

Note: Not to scale. 

Figure 514.3(b) Classified Areas Adjacent 
14-237] 

(2) Compressed Natural Gas, JÉSfTiefieí 
and Liquefled Petroleum Gaáffreas. Tabl< 
shall be used to debneate andl«sify areas 
pressed natural gas (CNG), liquefiS^totural 
liquefled petroleum gas (LPG) is stol 
pensed. Where CNG or LNG dispenser^pPe installed be- 
neath a canopy or enclosure, either the canopy or the en- 
closure shall be designed to prevent accumulation or 
entrapment of ignitible vapors, or all electrical equipment 
installed beneath the canopy or enclosure shall be suitable 
for Class I, División 2 hazardous (classified) locations. Dis- 
pensing devices for liquefled petroleum gas shall be located 



Aboveground Storage Tank [30A: Figure 8.3.2(b)] [ROP 


not less than 1.5 m (5 ft) from any dispensing device for 
Class I liquids. [30A:12.1, 12.4, 12.5] 

Informational Note No. 1: For information on area classi- 
fication where liquefled petroleum gases are dispensed, see 
NFPA 58-2011, Liquefled. Petroleum Gas Code. 

Informational Note No. 2: For information on classified 
areas pertaining to LP-Gas systems other than residential or 
commercial, see NFPA 58-2011, Liquefled Petroleum Gas 
Code, and NFPA 59-2008, Utility LP-Gas Plant Code. 

Informational Note No. 3: See_for motor fuel dis¬ 

pensing stations in marinas and boatyards. 


Table 514.3(B)(1) Class I Locations — Motor Fuel Dispensing Facilities 


División Zone (Group 

Location (Group D) HA) Extent of Classified Location 1 


Dispensing Device (except Overhead 
Type) 2 3 

Under dispenser containment 


Entire space within and under dispenser pit or containment 


70-452 


NATIONAL ELECTRICAL CODE 2014 Edition 





















ARTICLE 514 — MOTOR FUEL DISPENSING FACILITIES 


514.3 


Table 514.3(B)(1) Continued 


Location 

División 
(Group D) 

Zone (Group 

II A) 

Extent of Classified Location 1 

Dispenser 

2 

2 

Within 450 mm (18 in.) of dispenser enclosure or that 
portion of dispenser enclosure containing liquid handling 
components, extending horizontally in all directions and 
down to grade level 

Outdoor 

Indoor 

2 

2 

Up to 450 mm (18 in.) above grade level, extending 6 m 
(20 ft) horizontally in all directions from dispenser 
enclosure 

- with mechanical ventilation 

2 

2 

Up to 450 mm (18 in.) above floor level, extending 6 m 
(20 ft) horizontally in all directions from dispenser 
enclosure 

- with gravity ventilation 

2 

2 

Up to 450 mm (18 in.) above floor level, extending 7.5 m 
(25 ft) hoH&pntally in all directions from dispenser 


Dispensing Device — Overhead 
Tvpe 4 


Sales, Storage, Rest Rooms 
structures (such as the attendant 1 
kiosk) on or adjacent to dispense 



dispenser enclosure and all electrical 
[ipmeri^Btgral with dispensing hose or nozzle 
r ithin 450^^^U8 in.) of dispenser enclosure, extending 
horizontally in t^hrections and down to grade level 

(lyin.) above grade level, extending 6 m 
t) horizontally in all directions from a point vertically 
■low edge of dispenser enclosure 


space within any pit or box below grade level, any 
of which is within 3 m (10 ft) horizontally from any 
Ige of pump 

Within 900 mm (3 ft) of any edge of pump, extending 
horizontally in all directions 

to 450 mm (18 in.) above grade level, extending 3 m 
(10 ft) horizontally in all directions from any edge of pump 
Entire space within any pit 

Within 1.5 m (5 ft) of any edge of pump, extending in all 
directions 

Up to 900 mm (3 ft) above floor level, extending 7.5 m 
(25 ft) horizontally in all directions from any edge of pump 


Except as noted below 
Entire volume, if there i 
extent of a División 1 o 
Entire volume, if there i 
extent of a División 2 o 


i any opening to room within the 
Zone 1 location 

i any opening to room within the 
Zone 2 location 


Tank, Aboveground 

Inside tank 

1 

0 

Entire inside volume 

Shell, ends, roof, dike area 

1 

1 

Entire space within dike, where dike height exceeds 
distance from tank shell to inside of dike wall for more 
than 50 percent of tank circumference 


2 

2 

Entire space within dike, where dike height does not 
exceed distance from tank shell to inside of dike wall for 
more than 50 percent of tank circumference 

Vent 

2 

2 

Within 3 m (10 ft) of shell, ends, or roof of tank 


1 

1 

Within 1.5 m (5 ft) of open end of vent, extending in all 
directions 


2 

2 

Between 1.5 m and 3 m (5 ft and 10 ft) from open end of 
vent, extending in all directions 

Tank, Underground 

Inside tank 

1 

0 

Entire inside volume 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-453 











514.3 


ARTICLE 514 — MOTOR FUEL DISPENSING FACILITIES 


Table 514.3(B)(1) Continued 


Location 

División 
(Group D) 

Zone (Group 
DA) 

Extent of Classified Location 1 

Fill Opening 

1 

2 

1 

2 

Entire space within any pit or box below grade level, any 
part of which is within a División 1 or División 2 
classified location or within a Zone 1 or Zone 2 classified 
location 

Up to 450 mm (18 in.) above grade level, extending 1.5 m 
(5 ft) horizontally in all directions from any tight-fill 
connection and extending 3 m (10 ft) horizontally in all 
directions from any loose-fill connection 

Vent 

1 

2 

1 

2 

Within 1.5 m (5 ft) of open end of vent, extending in all 
directions 

Between 1.5 m and 3 m (5 ft and 10 ft) from open end of 
vent, extending in all directions 


Vapor Processing System 


Equipment in protective enclosures 
Equipment not within protective 
enclosure 


- Equipment enclosure 


For marine application, grade level 
2 Refer to Figure 514.3(a) and Figure 
3 Area classification inside the dispens 
4 Ceiling-mounted hose reel. [30A: 


Entire spac^^min any pit or box below grade level, any 
part of within a División 1 or División 2 

classi^eWocatio^^K is within a Zone 1 or Zone 2 
Sd location; (l^^nises any equipment used to 
process vapl^^ 
paA within enclowe 

(18 in.) of equipment containing 
fe vapors or liquid, extending horizontally in all 

_ and down to grade level 

to^BRmm (18 in.) above grade level within 3 m 
ft) M^ontally of the vapor processing equipment 

ce within enclosure, if flammable vapor or liquid 
under normal operating conditions 
space within enclosure, if flammable vapor or liquid 
present under normal operating conditions 
ithin 450 mm (18 in.) of blower, extending horizontally 
all directions and down to grade level 
Up to 450 mm (18 in.) above grade level, extending 3 m 
(10 ft) horizontally in all directions 

Entire interior space, if Class I liquids are stored within 
la pier, extending down to water level. 

¡tration of classified location around dispensing devices. [ROP 14-237] 

_ ed in UL 87, Standard for Power-Operated Dispensing Devices for Petroleum Products. 



(C) Motor Fuel Dispensing Stations in Boatyards and 
Marinas. [ROP 14-238] 

(1) General. Electrical wiring and equipment located at or 
serving motor fuel dispensing locations shall be installed on 
the side of the wharf, pier, or dock opposite from the liquid 
piping system. 

Informational Note: For additional information, see 
NFPA 303-2011, Fire Protection Standard for Marinas and 
Boatyards, and NFPA 30A-2008, Motor Fuel Dispensing 
Facilities and Repair Garages. 

(2) Classification of Class I, División 1 and 2 Areas. The 

following criteria shall be used for the purposes of applying 
Table 514.3(B)(1) and Table 514.3(B)(2) to motor fuel dis¬ 
pensing equipment on floating or fixed piers, wharfs, or 
docks. 


(D) Closed Construction. Where the construction of float¬ 
ing docks, piers, or wharfs is closed so that there is no 
space between the bottom of the dock, pier, or wharf and 
the water, such as concrete enclosed expanded foam or 
similar construction, and having integral Service boxes with 
supply chases, the following shall apply: [ROP 14-238] 

(1) The space above the surface of the floating dock, pier, 
or wharf shall be a Class I, División 2 location with 
distances as identified in Table 514.3(B)(1), Dispenser 
and Outdoor. 

(2) The space below the surface of the floating dock, pier, 
or wharf, having areas or enclosures such as tubs, 
voids, pits, vaults, boxes, depressions, fuel piping 
chases, or similar spaces where flammable liquid or 
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Table 514.3(B)(2) Electrical Equipment Classified Areas for Dispensing Devices 



Extent of Classified Area 

Dispensing Device 

Class I, División 1 

Class I, División 2 

Compressed natural gas 

Entire space within the dispenser enclosure 

1.5 m (5 ft) in all directions from dispenser 
enclosure 

Liquefied natural gas 

Entire space within the dispenser enclosure and 
1.5 m (5 ñ) in all directions from the dispenser 
enclosure 

From 1.5 m to 3.0 m (5 ft to 10 ft) in all 
directions from the dispenser enclosure 

Liquefied petroleum gas 

Entire space within the dispenser enclosure; 

450 mm (18 in.) from the exterior surface of 
the dispenser enclosure to an elevation of 1.2 m 
(4 ft) above the base of the dispenser; the entire 
pit or open space beneath the dispenser and 
within 6.0 m (20 ft) horizontally from any edge 
of the dispenser when the pit or trench is not 
mechanically ventilated. 

Up to 450 mm (18 in.) aboveground and within 
6.0 m (20 ft) horizontally from any edge of the 
dispenser enclosure, including pits or trenches 
within this area when provided with adequate 
mechanical ventilation 


[30A: Table 12.6.2] 


vapor can accumulate, shall be a Class I, División 1 
location. 

Exception No. 1: Dock, pier, or wharf sections that do not 
support fuel dispensers and abut but are 6.0 m (20 _ 
more from dock sections that support fuel dispenserfí 
be permitted to be Class 1, División 2 where docui 
air space is provided between dock sections to permi 
mable liquids or vapors to dissipate and 
dock sections. Such documentation .si l 

500.4(A). 

Exception No. 2: Dock, pier, or whi 
support fuel dispensers and 
that support fuel dispensea^mall be 
sified where documente^mr space 
flammable liquids or vcqm^^anni 
sections. Such documentatioi 

(E) Open Construction. WherelBKbnstruction of piers, 
wharfs, or docks is open, such as decks built on stringers 
supported by pilings, floats, pontoons, or similar construc¬ 
tion, the following shall apply: [ROP 14-238] 




¡Bcations as cíSSjfied in 514.3 shall comply with the 
RTpplicaljle provisional' Article 501. 

i: As permitted in 514.8. 

itional Note: For special requirements for conduc- 
ilation, see 501.20. 

5l3'7 Wiring and Equipment Above Class I Locations. 

Wiring and equipment above the Class I locations as clas- 
sified in 514.3 shall comply with 511.7. 

514.8 Underground Wiring. Underground wiring shall be 
installed in threaded rigid metal conduit or threaded Steel 
intermedíate metal conduit. Any portion of electrical wiring 
that is below the surface of a Class I, División 1, or a Class 
I, División 2, location [as classified in Table 514.3(B)(1) 
and Table 514.3(B)(2)] shall be sealed within 3.05 m (10 ft) 
of the point of emergence above grade. Except for listed 
explosionproof reducers at the conduit seal, there shall be 
no unión, coupling, box, or fitting between the conduit seal 
and the point of emergence above grade. Refer to Table 
300.5. 


(1) The area 450 mm (18 in) above the surface of the dock, 
pier, or wharf and extending 6.0 m (20 ft) horizontally 
in all directions from the outside edge of the dispenser 
and down to the water level shall be Class 1, División 
2. 

(2) Enclosures such as tubs, voids, pits, vaults, boxes, de- 
pressions, piping chases, or similar spaces where flam¬ 
mable liquids or vapors can accumulate within 6.0 m 
(20 ft) of the dispenser shall be a Class I, División 1 
location. 

514.4 Wiring and Equipment Installed in Class I Loca¬ 
tions. All electrical equipment and wiring installed in Class 


Exception No. 1: Type MI cable shall be permitted where 
it is installed in accordance with Article 332. 

Exception No. 2: Type PVC conduit and Type RTRC con¬ 
duit shall be permitted where buried under not less than 
600 mm (2 ft) of cover. Where Type PVC conduit or Type 
RTRC conduit is used, threaded rigid metal conduit or 
threaded Steel intermedíate metal conduit shall be used for 
the last 600 mm (2 ft) of the underground run to emergence 
or to the point of connection to the aboveground raceway, 
and an equipment grounding conductor shall be included to 
provide electrical continuity ofthe raceway system and for 
grounding of non-current-carrying metal parís. 
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514.9 Sealing. 

(A) At Dispensen A listed seal shall be provided in each 
conduit run entering or leaving a dispenser or any cavities 
or enclosures in direct communication therewith. The seal¬ 
ing fitting shall be the first fitting after the conduit emerges 
from the earth or concrete. 


including power, Communications, data, and video circuits 
and including feedback, during periods of maintenance and 
Service of the dispensing equipment. The location of this 
means shall be permitted to be other than inside or adj acent 
to the dispensing device. The means shall be capable of 
being locked in the open position in accordance with 
110.25. [ROP 14-241] 


(B) At Boundary. Additional seáis shall be provided in 
accordance with 501.15. Sections 501.15(A)(4) and (B)(2) 
shall apply to horizontal as well as to vertical boundaries of 
the defined Class I locations. 

514.11 Circuit Disconnects. 


514.16 Grounding and Bonding. All metal raceways, the 
metal armor or metallic sheath on cables, and all non- 
current-carrying metal parts of fixed and portable electrical 
equipment, regardless of voltage, shall be grounded and 
bonded. Grounding and bonding in Class I locations shall 
comply with 501.30. 


(A) General. Each circuit leading to or through dispensing 
equipment, including all associated power, Communica¬ 
tions, data, and video circuits, and equipment for remóte 
pumping systems, shall be provided with a clearly identi- 
fied and readily accessible switch or other approved means, 
located remóte from the dispensing devices, to disconnect 
simultaneously from the source of supply, all conductors of 
the circuits, including the grounded conductor, if any. 

Single-pole breakers utilizing handle ties shall not be 
permitted. 

(B) Attended Self-Service Motor Fuel Dispensing Fa- 
cilities. Emergency Controls as specified in 514.11 (A) shall 
be installed at a location acceptable to the authoril 
jurisdiction, but Controls shall not be more 
(100 ft) from dispensers. [30A:6.7.1] 

(C) Unattended Self-Service Motor Fuel DH 

cilities. Emergency Controls as specifi gÉniiit51 4. H 
be installed at a location acceptaW^K) 
jurisdiction, but the control sh^^roe more thar^km (^r ft) 
but less than 30 m (100 ft) fron^ktdispensersMdditional 
emergency Controls shall be install^Mi each awip of dis¬ 
pensers or the outdoor equipment us^fcaj^urol the dis¬ 
pensers. Emergency Controls shall shut power to all 

dispensing equipment at the station. Controls shall be 
manually reset only in a manner approved by the authority 
having jurisdiction. [30A:6.7.2] 

Informational Note: For additional information, see 6.7.1 
and 6.7.2 of NFPA 30A-2008, Code for Motor Fuel Dis¬ 
pensing Facilities and Repair Garages. 

514.13 Provisions for Maintenance and Service of Dis¬ 
pensing Equipment. Each dispensing device shall be pro¬ 
vided with a means to remove all external voltage sources, 




1TICLE 515 
orage Plañís 


islote: Text that is followed by a reference in 
s been extracted from NFPA 30-2008, Flam- 
md Combustible Liquids Code. Only editorial 
changS^ge made to the extracted text to make it consis- 
ipt withl^^iWe. 

ü. This article covers a property or portion of a 
Foperty where flammable liquids are received by tank ves- 
, pipelines, tank car, or tank vehicle and are stored or 
foided in bulk for the purpose of distributing such liquids 
í>y tank vessel, pipeline, tank car, tank vehicle, portable 
tank, or container. 

[ROP 14-241a] 

515.3 Class I Locations. Table 515.3 shall be applied 
where Class I liquids are stored, handled, or dispensed and 
shall be used to delinéate and classify bulk storage plants. 
The class location shall not extend beyond a floor, wall, 
roof, or other solid partition that has no communicating 
openings. [30:8.1, 8.2.2] 

Informational Note No. 1: The area classifications listed in 
Table 515.3 are based on the premise that the installation 
meets the applicable requirements of NFPA 30-2008, Flam¬ 
mable and Combustible Liquids Code, Chapter 5, in all 
respects. Should this not be the case, the authority having 
jurisdiction has the authority to classify the extent of the 
classified space. 

Informational Note No. 2: See_for gasoline dispens¬ 

ing stations in marinas and boatyards. 
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Table 515.3 Electrical Area Classifications 


Location 

NEC Class I 
División 

Zone 

Extent of Classified Area 

Indoor equipment installed in accordance with 
Section 5.3 of NFPA 30 where flammable 
vapor-air mixtures can exist under normal 

1 

0 

The entire area associated with such equipment 
where flammable gases or vapors are present 
continuously or for long periods of time 

operation 

1 

1 

Area within 1.5 m (5 ft) of any edge of such 
equipment, extending in all directions 


2 


Area between 1.5 m and 2.5 m (5 ft and 8 ft) 
of any edge of such equipment, extending in 
all directions; also, space up to 900 mm (3 ft) 
ahove floor or grade level within 1.5 m to 7.5 
m (5 ft to 25 ft) horizontally from any edge of 
such equipment * 1 


Outdoor equipment of the type covered in Section 
5.3 of NFPA 30 where flammable vapor-air 
mixtures may exist under normal operation 



Floating roof with no fixed 


Vlhe entire area associated with such equipment 
^vhere flammable gases or vapors are present 
continuously or for long periods of time 
Area within 900 mm (3 ft) of any edge of such 
^luipment, extending in all directions 
malbetween 900 mm (3 ft) and 2.5 m (8 ft) 
oH^^edge of such equipment, extending in 
all dUctions; also, space up to 900 mm (3 ft) 
above floor or grade level within 900 mm to 
3.0 m (3 ft to 10 ft) horizontally from any 
edge of such equipment 


All equipment located below grade level 
Any equipment located at or above grade level 


Inside fixed roof tank 

Area inside dike where dike height is greater 
than the distance from the tank to the dike for 
more than 50 percent of the tank circumference 
Within 3.0 m (10 ft) from shell, ends, or roof 
of tank; also, area inside dike to level of top of 
dike wall 

Area inside of vent piping or opening 

Within 1.5 m (5 ft) of open end of vent, 

extending in all directions 

Area between 1.5 m and 3.0 m (5 ft and 10 ft) 

from open end of vent, extending in all 

directions 

Area between the floating and fixed roof 

sections and within the shell 

Area above the floating roof and within the 

shell 


Underground tank fill opening 1 1 Any pit, or space below grade level, if any part 

is within a División 1 or 2, or Zone 1 or 2, 
classified location 

2 2 Up to 450 mm (18 in.) above grade level 

within a horizontal radius of 3.0 m (10 ft) from 
a loose fill connection, and within a horizontal 
radius of 1.5 m (5 ft) from a tight fill 
connection 


Vent - discharging upward 


0 Area inside of vent piping or opening 

1 Within 900 mm (3 ft) of open end of vent, 

extending in all directions 
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Table 515.3 Continued 


Extent of Classified Area 


Drum and container filling - outdoors or indoors 


Area between 900 mm and 1.5 m (3 ft and 
5 ft) of open end of vent, extending in all 
directions 

Area inside the drum or container 

Within 900 mm (3 ft) of vent and fill openings, 

extending in all directions 

Area between 900 mm and 1.5 m (3 ft and 

5 ft) from vent or fill opening, extending in all 

directions; also, up to 450 mm (18 in.) above 

floor or grade level within a horizontal radius 

of 3.0 m (10 ft) from vent or fill opening 


Pumps, bleeders, withdrawal fittings 
Indoors 



Containing valves, fittings, 
within a División 1 or 2, 
classified location 


(5 ft) of any edge of such 
extending in all directions; also, up to 

_ (3 ft) above floor or grade level 

witm^kñ m (25 ft) horizontally from any 
edge o^^b devices 

Within 90^kn (3 ft) of any edge of such 
levices, exteílQing in all directions. Also, up to 
0 mm (18 in.) above grade level within 3.0 
(10 ft) horizontally from any edge of such 
devices 


Entire area within a pit or sump if any part is 
within a División 1 or 2, or Zone 1 or 2, 
classified location 

Entire area within a pit or sump if any part is 
within a División 1 or 2, or Zone 1 or 2, 
classified location 
Entire pit or sump 


Drainage ditches, separators, imp^Bfing basins ^ 
Outdoors 

Indoors 

1 2 

2 

Area up to 450 mm (18 in.) above ditch, 
separator, or basin; also, area up to 450 mm 
(18 in.) above grade within 4.5 m (15 ñ) 
horizontally from any edge 

Same classified area as pits 

Tank vehicle and tank car 2 loading through open 

1 

0 

Area inside of the tank 


1 

1 

Within 900 mm (3 ft) of edge of dome, 
extending in all directions 


2 

2 

Area between 900 mm and 4.5 m (3 ft and 

15 ft) from edge of dome, extending in all 
directions 

Loading through bottom connections with 

1 

0 

Area inside of the tank 

atmospheric venting 

1 

1 

Within 900 mm (3 ft) of point of venting to 
atmosphere, extending in all directions 


2 

2 

Area between 900 mm and 4.5 m (3 ft and 


15 ft) from point of venting to atmosphere, 
extending in all directions; also, up to 450 mm 
(18 in.) above grade within a horizontal radius 
of 3.0 m (10 ft) from point of loading 
connection 
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Table 515.3 Continued 





NEC Class I 



Location 

División 

Zone 

Extent of Classified Area 

Office and rest rooms 

Unclassified 


If there is any opening to these rooms within 
the extent of an indoor classified location, the 
room shall be classified the same as if the wall, 
curb, or partition did not exist. 

Loading through closed dome with atmospheric 
venting 

1 

1 

Within 900 mm (3 ft) of open end of vent, 
extending in all directions 


2 

2 

Area between 900 mm and 4.5 m (3 ft and 

15 ft) from open end of vent, extending in all 
directions; also, within 900 mm (3 ft) of edge 
of dome, extending in all directions 

Loading through closed dome with vapor control 

2 

2 

Within 900 mm (3 ft) of point of connection of 
^J?oth fifi and vapor lines extending in all 
^directions 

Bottom loading with vapor control or any bottom 
unloading 

2 


Within 900 mm (3 ft) of point of connections, 
^«ttending in all directions; also up to 450 mm 
above grade within a horizontal radius 
ofj^m (10 ft) from point of connections 


Storage and repair garage for tank vehicles 
Garages for other than tank vehicles 


Outdoor drum storage 
Inside rooms or storage lockers used foi 
storage of Class I liquids 

Indoor warehousing where there 
liquid transfer 



All pits or spaces below floor level 
Area up to 450 mm (18 in.) above floor or 
grade level for entire storage or repair garage 
If there is any opening to these rooms within 
the extent of an outdoor classified location, the 
entire room shall be classified the same as the 
area classification at the point of the opening. 


If there is any opening to these rooms within 
the extent of an indoor classified location, the 
room shall be classified the same as if the wall, 
curb, or partition did not exist. 


See Figure 515.3. 


Piers and wharves 

'The release of Class I liquids may gei3| 
a Class I, División 2 or Zone 2 location.^ 

2 When classifying extent of area, consideration shall be given to fact that tank cars or tank vehicles may be spotted at varying points. Therefore, 
the extremities of the loading or unloading positions shall be used. [30: Table 8.2.2] 


building, and possibly ai 


:a surrounding it, should be considered 


515.4 Wiring and Equipment Located in Class I Loca- 
tions. All electrical wiring and equipment within the Class 
I locations defined in 515.3 shall comply with the appli- 
cable provisions of Article 501 or Article 505 for the divi¬ 
sión or zone in which they are used. 

Exception: As permitted in 515.8. 

515.7 Wiring and Equipment Above Class I Locations. 

(A) Fixed Wiring. All fixed wiring above Class I locations 
shall be in metal raceways, Schedule 80 PVC conduit, Type 
RTRC marked with the suffix -XW, or Type MI, Type TC, 
or Type MC cable, or Type PLTC and Type PLTC-ER cable 


in accordance with the provisions of Article 725, including 
installation in cable tray systems or Type ITC and Type 
ITC-ER cable as permitted in 727.4. The cable shall be 
terminated with listed fittings. 

(B) Fixed Equipment. Fixed equipment that may produce 
ares, sparks, or particles of hot metal, such as lamps and 
lampholders for fixed lighting, cutouts, switches, recep- 
tacles, motors, or other equipment having make-and-break 
or sliding contacts, shall be of the totally enclosed type or 
be constructed so as to prevent the escape of sparks or hot 
metal particles. 
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- 15 m (50 ft) —>1 
U 7.5 m 
I (25ft) I 


k—15m(50ft) — 
7.5 m 

(ziftin 



(1) The "source of vapor" shall be the operating envelope ar 

outboard flange connection of the lo¡ ' 

(2) The berth area adjacent to tanker and barge cargo tanks is to 
following extent: 

a. 7.6 m (25 ft) horizontally in all dírections or 
portion of the hull containing cargo tanks 

b. From the water level to 7.6 m (25 ft) above the cargo tanka 
highest position 

(3) Additional locations may have to be classified as required py|tte presenca 

sources of flammable liquids on the berth, by Coast Guard, - 

Figure 515.3 Marine Terminal Handlij 


(C) Portable Luminaires or Other Utilization Equip- 
ment. Portable luminaires or ot^^u ti I i zatiorwquipment 
and their flexible cords shall compl^fcth the^ovisions of 
Article 501 or Article 505 for the clasl^j^cation above 
which they are connected or used. 


cable level to the point of connection to the aboveground 
raceway. 

(B) Insulation. Conductor insulation shall comply with 
501.20. 


515.8 Underground Wiring. 

(A) Wiring Method. Underground wiring shall be in- 
stalled in threaded rigid metal conduit or threaded Steel 
intermedíate metal conduit or, where buried under not less 
than 600 mm (2 ft) of cover, shall be permitted in Type 
PVC conduit, Type RTRC conduit, or a listed cable. Where 
Type PVC conduit or Type RTRC conduit is used, threaded 
rigid metal conduit or threaded Steel intermedíate metal 
conduit shall be used for not less than the last 600 mm 
(2 ft) of the conduit run to the conduit point of emergence 
from the underground location or to the point of connection 
to an aboveground raceway. Where cable is used, it shall be 
enclosed in threaded rigid metal conduit or threaded Steel 
intermedíate metal conduit from the point of lowest buried 


(C) Nonmetallic Wiring. Where Type PVC conduit, Type 
RTRC conduit, or cable with a nonmetallic sheath is used, 
an equipment grounding conductor shall be included to pro- 
vide for electrical continuity of the raceway system and for 
grounding of non-current-carrying metal parts. 

515.9 Sealing. Sealing requirements shall apply to hori¬ 
zontal as well as to vertical boundaries of the defined Class 
I locations. Buried raceways and cables under defined Class 
I locations shall be considered to be within a Class I, Divi¬ 
sión 1 or Zone 1 location. 

515.10 Special Equipment — Gasoline Dispensers. 

Where gasoline or other volatile flammable liquids or liq- 
uefied flammable gases are dispensed at bulk stations, the 
applicable provisions of Article 514 shall apply. 
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515.16 Grounding and Bonding. All metal raceways, the 
metal armor or metallic sheath on cables, and all non- 
current-carrying metal parts of fixed or portable electrical 
equipment, regardless of voltage, shall be grounded and 
bonded as provided in Article 250. 

Grounding and bonding in Class I locations shall com- 
ply with 501.30 for Class I, División 1 and 2 locations and 
505.25 for Class I, Zone 0, 1, and 2 locations. 

Informational Note: For information on grounding for 
static protection, see 4.5.3.4 and 4.5.3.5 of NFPA 30-2008, 
Flammable and Combustible Liquids Code. 


ARTICLE 516 

Spray Application, Dipping, and Coating 
Processes 


Informational Note: Text that is followed by a reference in 
brackets has been extracted from NFPA 33-2007, Standard 
for Spray Application Using Flammable and Combustible 
Materials , or NFPA 34-2007, Standard for Dipping, Coat¬ 
ing, and Printing Processes Using Flammable or Comí 
tibie Liquids. Only editorial changes were made to thel 
tracted text to make it consistent with this Code. [R 
14-243] 

516.1 Scope. This article covers th 
application of flammable liquids, cqi 
combustible powders by spray opera 
tion of flammable liquids, or 
peratures above their flasl 
other means. 




Informational Note: Fo^^rther infornBion regarding 
safeguards for these process^^Mch as fu^Protection, post- 
ing of warning signs, and mainn^ocf^^re NFPA 33-2007, 
Standard for Spray Application Using Flammable and 
Combustible Materials, and NFPAm-2007, Standard for 
Dipping, Coating, and Printing Processes Using Flam¬ 
mable or Combustible Liquids. For additional information 
regarding ventilation, see NFPA 91-2010, Standard for Ex¬ 
ha usí Systems for Air Conveying of Vapors, Gases, Mists, 
and Noncombustible Particuíate Solids. [ROP 14-243] 

516.2 Deñnitions. For the purpose of this article, the fol- 
lowing definitions shall apply. 

Spray Area. Normally, locations outside of buildings or 
localized operations within a larger room or space. Such are 
normally provided with some local vapor 
extraction/ventilation system. In automated operations, the 
area limits shall be the máximum area in the direct path of 
spray operations. In manual operations, the area limits shall 
be the máximum area of spray when aimed at 180 degrees 
to the application surface. 


Spray Booth. An enclosure or insert within a larger room 
used for spray/coating/dipping apphcations. A spray booth 
may be fully enclosed or have open front or face and may 
inelude sepárate conveyor entrance and exit. The spray 
booth is provided with a dedicated ventilation exhaust but 
may draw supply air from the larger room or have a dedi¬ 
cated air supply. 

Spray Room. A purposefully enclosed room built for 
spray/coating/dipping apphcations provided with dedicated 
ventilation supply and exhaust. Normally the room is con- 
figured to house the item to be painted, providing reason- 
able access around the item/process. Depending on the size 
of the item being painted, such rooms may actually be the 
entire building or the major portion thereof. 

516.3 Cla^Hcation of Locations. Classification is based 
on dana^i^kquantities of flammable vapors, combustible 
mistslfesidue^dusts, or deposits. 

Class I, Divisii|tt\l or Class I, Zone 0 Locations. The 

? ollo\^fc spaces shan be considered Class I, División 1, or 
la^^TZone 0, as applicable: 

'he interior of any open or closed container of a flam- 
de liquid 

interior of any dip tank or coating tank 

Informational Note: For additional guidance and explana- 
4.3.5 of NFPA 33-2007, Standard for 
Spray Application Using Flammable or Combustible Mate- 
and Sections 4.2, 4.3, and 4.4 of NFPA 34-2007, 
Standard for Dipping, Coating, and Printing Processes Us¬ 
ing Flammable or Combustible Liquids. [ROP 14-243] 

(B) Class I or Class II, División 1 Locations. The follow- 
ing spaces shall be considered Class I, División 1, or Class 
I, Zone 1, or Class II, División 1 locations, as applicable: 

(1) The interior of spray booths and rooms except as spe- 
cifically provided in 516.3(D). 

(2) The interior of exhaust duets. 

(3) Any area in the direct path of spray operations. 

(4) For open dipping and coating operations, all space 
within a 1.5-m (5-ft) radial distance from the vapor 
sources extending from these surfaces to the floor. The 
vapor source shall be the liquid exposed in the process 
and the drainboard, and any dipped or coated object 
from which it is possible to measure vapor concentra- 
tions exceeding 25 percent of the lower flammable 
limit at a distance of 300 mm (1 ft), in any direction, 
from the object. 

(5) Sumps, pits, or belowgrade channels within 7.5 m 
(25 ft) horizontally of a vapor source. If the sump, pit, 
or channel extends beyond 7.5 m (25 ft) from the vapor 
source, it shall be provided with a vapor stop or it shall 
be classified as Class I, División 1 for its entire length. 
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(6) All space in all directions outside of but within 900 mm 
(3 ft) of open containers, supply containers, spray gun 
cleaners, and solvent distillation units containing flam- 
mable liquids. 

(C) Class I or Class II, División 2 Locations. The follow- 
ing spaces shall be considered Class I, División 2, or Class 
I, Zone 2, or Class II, División 2 as applicable. 

(1) Open Spraying. For open spraying, all space outside 
of but within 6 m (20 ft) horizontally and 3 m (10 ft) 
vertically of the Class I, División 1 or Class I, Zone 1 
location as defined in 516.3(A), and not separated from it 
by partitions. See Figure 516.3(C)(1) . [33:6.5.1] 


the open face or open front of the booth or room in accor- 
dance with the following: 


(5 ft) radius 

(3 ft) radius 




Figure 516.3(C)(1) Electrical Area Classification for Open 
Spray Areas. [33:Figure 6.5.1] 


(2) Closed-Top, Open-Face, and Open-Front Spraying. 

If spray application operations are conducted within a 
closed-top, open-face, or open-front booth or room, any 
electrical wiring or utilization equipment located outside of 
the booth or room but within the boundaries designated as 
División 2 or Zone 2 in Figure 516.3(C)(2) shall be suitable 
for Class I, División 2, Class I, Zone 2, or Class II, Divi¬ 
sión 2 locations, whichever is applicable. The Class I, Di¬ 
visión 2, Class I, Zone 2, or Class II, División 2 locations 
shown in Figure 516.3(C)(2) shall extend from the edges of 


Figure 516.3(C)(2) Class I, División 2, Class I, Zone 2, or 
Class II, División 2 Locations Adjacent to a Closed Top, Open 
Face, or Open Front Spray Booth or Room. [33:Figures 
6.5.2(a) and 6.5.2(b)] 

(a) If the exhaust ventilation system is interlocked with 
the spray application equipment, the División 2 or Zone 2 
location shall extend 1.5 m (5 ft) horizontally and 900 mm 
(3 ft) vertically from the open face or open front of the 
booth or room, as shown in Figure 516.3(C)(2), top. 

(b) If the exhaust ventilation system is not interlocked 
with the spray application equipment, the División 2 or 
Zone 2 location shall extend 3 m (10 ft) horizontally and 
900 mm (3 ft) vertically from the open face or open front of 
the booth or room, as shown in Figure 516.3(C)(2), bottom. 

For the purposes of this subsection, interlocked shall 
mean that the spray application equipment cannot be oper- 
ated unless the exhaust ventilation system is operating and 
functioning properly and spray application is automatically 
stopped if the exhaust ventilation system fails. [33:6.5.2.2] 
(3) Open-Top Spraying. For spraying operations con¬ 
ducted within an open top spray booth, the space 900 mm 
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(3 ft) vertically above the booth and within 900 mm (3 ft) 
of other booth openings shall be considered Class I, Divi¬ 
sión 2; Class I, Zone 2; or Class II, División 2. [33:6.5.3] 

(4) Enclosed Booths and Rooms. For spraying operations 
confined to an enclosed spray booth or room, the space 
within 900 mm (3 ft) in all directions from any openings 
shall be considered Class I, División 2; or Class I, Zone 2; 
or Class II, División 2 as shown in Figure 516.3(C)(4) . 
[33:6.5.4] 

(5) Dip Tanks and Drain Boards — Surrounding Space. 

For dip tanks and drain boards, the 914-mm (3-ft) space 
surrounding the Class I, División 1 or Class I, Zone 1 
location as defined in 516.3(A)(4) and as shown in Figure 
516.3(C)(5). [34:6.4.4] 



Enclosed spray 
booth or room 
(Class I, División 1 or 
Class II, División 1 within) 




gal). In addition, the vapor concentration during operation 
and shutdown periods shall not exceed 25 percent of the 
lower flammable limit outside the Class I location specifíed 
in 516.3(B)(4). [34:6.4.4 Exception] 

(7) Open Containers. All space in all directions within 
600 mm (2 ft) of the División 1 or Zone 1 area surrounding 
open containers, supply containers, spray gun cleaners, and 
solvent distillation units containing flammable liquids, as 
well as the area extending 1.5 m (5 ft) beyond the División 
1 or Zone 1 area up to a height of 460 mm (18 in.) above 
the floor or grade level. [33:6.6.2] 

(D) Enclosed Coating and Dipping Operations. The 

space adj acent to an enclosed dipping or coating process or 
apparatus shallbe considered unclassified. [34:6.5.3] 

Exception^mhe space within 900 mm (3 ft) in all direc¬ 
tions fra^^^^pening in the enclosures shall be classified 
as I. Dmkion 2 or Class I, Zone 2, as applicable. 

1) A^acent Locatrons. Adj acent locations that are cut 
the defined Class I or Class II locations by tight 
Tons without communicating openings, and within 
flammable vapors or combustible powders are not 
likel^^Lbe released, shall be unclassified. 

(F) Unclassified Locations. Locations using drying, cur- 
ing, or fusión apparatus and provided with positive me- 
chanical ventilation adequate to prevent accumulation of 
flammable concentrations of vapors, and provided with ef- 
fective interlocks to de-energize all electrical equipment 
(other than equipment identified for Class I locations) in 
case the ventilating equipment is inoperative, shall be per- 
mitted to be unclassified where the authority having juris- 
diction so judges. 

Informational Note: For further information regarding 
safeguards, see NFPA 86-2011, Standard for Ovens and 
Furnaces. 

516.4 Wiring and Equipment in Class I Locations. 


Figure 516.3(C)(4) Class I, División 2, Class I, Zone 2, or 
Class II, División 2 Locations Adjacent to an Enclosed Spray 
Booth or Spray Room. [33:Figure 6.5.4] 

(6) Dip Tanks and Drain Boards — Space Above Floor. 

For dip tanks and drain boards, the space 900 mm (3 ft) 
above the floor and extending 6 m (20 ft) horizontally in all 
directions from the Class I, División 1 or Class I, Zone 1 
location. 

Exception: This space shall not be required to be consid¬ 
ered a hazardous (classified) location where the vapor 
source area is 0.46 m 2 (5 ft 2 ) or less and where the contents 
of the open tank trough or container do not exceed 19 L (5 


(A) Wiring and Equipment — Vapors. All electrical wir¬ 
ing and equipment within the Class I location (containing 
vapor only — not residues) defined in 516.3 shall comply 
with the applicable provisions of Article 501 or Article 505, 
as applicable. 

(B) Wiring and Equipment — Vapors and Residues. 

Unless specifically listed for locations containing deposits 
of dangerous quantities of flammable or combustible va¬ 
pors, mists, residues, dusts, or deposits (as applicable), 
there shall be no electrical equipment in any spray area as 
herein defined whereon deposits of combustible residue 
may readily accumulate, except wiring in rigid metal con- 
duit, intermedíate metal conduit, Type MI cable, or in metal 
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kAAJ Class I, División 1 or Zone 0 
I | Class I, División 1 orZone 1 
k\\1 Class I, División 2 or Zone 2 


Figure 516.3(C)(5) Electrical Area Classification for Open 


boxes or fittings containing no taps, splices, or terminal 
connections. [33:6.4.2] 

(C) Illumination. Illumination of readily ignitible areas 
through panels of glass or other transparent or translucent 
material shall be permitted only if it compiles^vith^thc 
following: 

(1) Fixed lighting units are used as the som^rof illun 

(2) The panel elfectively isolates th^g^s I loc^Ki from 
the area in which the lighting^É^^Hfcted.^^^ 

(3) The lighting unit is identi^^por its spec^^locaSRn. 

(4) The panel is of a material oi^fccrotected scBat break- 
age is unlikely. 

(5) The arrangement is such that normal accumulations of 
hazardous residue on the surface of^K panel will not 
be raised to a dangerous temperature by radiation or 
conduction from the source of illumination. 

(D) Portable Equipment. Portable electric luminaires or 
other utilization equipment shall not be used in a spray area 
during spray operations. 



Yentilation. [34:Figure 6.4(a)] 


’apparatus and its electrical connections are 
within the spray enclosure during spray opera- 

)al equipment within 450 mm (18 in.) of the 
floor is identified for Class I, División 2 or Class I, Zone 2 
uations. 

(c) All metallic parts ofthe drying apparatus are elec- 
:ally bonded and grounded. 

(d) Interlocks are provided to prevent the operation of 
spray equipment while drying apparatus is within the spray 
enclosure, to allow for a 3-minute purge of the enclosure 
before energizing the drying apparatus and to shut off dry¬ 
ing apparatus onfailure of ventilation system. 

(E) Electrostatic Equipment. Electrostatic spraying or 
detearing equipment shall be installed and used only as 
provided in 516.10. 

Informational Note: For further information, see 
NFPA 33-2007, Standard for Spray Application Using 
Flammable or Combustible Materials. [ROP 14-243] 

516.7 Wiring and Equipment Not Within Class I and II 
Locations. 


Exception No. 1: Where portable electric luminaires are 
requiredfor operations in spaces not readily illuminated by 
fixed lighting within the spraying area, they shall be of the 
type identified for Class I, División 1 or Class 1, Zone 1 
locations where readily ignitible residues may be present. 
[33:6.9 Exception] 

Exception No. 2: Where portable electric drying appara¬ 
tus is used in spray booths and the following requirements 
are met: 


(A) Wiring. All fixed wiring above the Class I and II lo¬ 
cations shall be in metal raceways, Type PVC conduit, 
Type RTRC conduit, or electrical nonmetallic tubing; 
where cables are used, they shall be Type MI, Type TC, or 
Type MC cable. Cellular metal floor raceways shall only be 
permitted to supply ceiling outlets or as extensions to the 
area below the floor of a Class I or II location. Where 
cellular metal raceways, are used, they shall not have con¬ 
nections leading into or passing through the Class I or II 
location unless suitable seáis are provided. 
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(B) Equipment. Equipment that may produce ares, sparks, 
or particles of hot metal, such as lamps and lampholders for 
fixed lighting, cutouts, switches, receptacles, motors, or 
other equipment having make-and-break or sliding con- 
tacts, where installed above a Class I or II location or above 
a location where freshly finished goods are handled, shall 
be of the totally enclosed type or be constructed so as to 
prevent the escape of sparks or hot metal particles. 


a resistance of 1 megohm or less and (2) to prevent parts 
from swinging. 

(5) Automatic Controls. Electrostatic apparatus shall be 
equipped with automatic means that will rapidly de- 
energize the high-voltage elements under any of the follow- 
ing conditions: 

(1) Stoppage of ventilating fans or failure of ventilating 
equipment from any cause 


516.10 Special Equipment. 

(A) Fixed Electrostatic Equipment. This section shall ap- 
ply to any equipment using electrostatically charged ele¬ 
ments for the atomization, charging, and/or precipitation of 
hazardous materials for coatings on articles or for other 
similar purposes in which the charging or atomizing device 
is attached to a mechanical support or manipulator. This 
shall inelude robotic devices. This section shall not apply to 
devices that are held or manipulated by hand. Where robot 
or programming procedures involve manual manipulation 
of the robot arm while spraying with the high voltage on, 
the provisions of 516.10(B) shall apply. The installation of 
electrostatic spraying equipment shall comply with 
516.10(A)(1) through (A)(10). Spray equipment shall be 
listed. All automatic electrostatic equipment systei 
comply with 516.4(A)(1) through (A)(9). 

(1) Power and Control Equipment. 

voltage supplies, control apparatus, 
portions of the equipment shall be i 
Class I location as defined in 516.3 
fied for the location. 

Exception: High-voltage^^ds, eW^ode, Wtectrostatic 
atomizing heads, and th^Fconnection^Kka bWpermitted 
within the Class I locatiom 

(2) Electrostatic Equipment. Elfectm^^ and electrostatic 
atomizing heads shall be adequaB^supported in perma- 
nent locations and shall be efifectively insulated from 
ground. Electrodes and electrostatic atomizing heads that 
are permanently attached to their bases, supports, recipro- 
cators, or robots shall be deemed to comply with this sec¬ 
tion. 




(2) Stoppage of the conveyor carrying goods through the 
high-voltage field unless stoppage is required by the 
spray process 

(3) Occurrence of excessive current leakage at any point in 
the high-voltage system 

(4) De-energiang the primary voltage input to the power 
supply^ 

. All electrically conductive ohjects i 
fea, those objeets required by the process to 

!F high volta^^hall be adequately grounded. This re- 
fTnrement shall to paint containers, wash cans, 

pose connectors, brackets, and any other electri- 
^bnductive ohjects or devices in the area. 

itional Note: For more information on grounding 
iding for static electricity purposes, see NFPA 33- 
'Standard for Spray Application Using Flammable or 
finhusíible Materials ; NFPA 34-2007, Standard for Dip- 
ping, Coating, and Printing Processes Using Flammable or 
Combustible Liquids', and NFPA 77-2007, Recommended 
Practice on Static Electricity. [ROP 14-243] 

(7) Isolation. Safeguards such as adequate booths, fencing, 
railings, interlocks, or other means shall be placed about 
the equipment or incorporated therein so that they, either by 
their location, character, or both, ensure that a safe separa- 
tion of the process is maintained. 

(8) Signs. Signs shall be conspicuously posted to convey 
the following: 

(1) Desígnate the process zone as dangerous with regard to 
fire and accident 

(2) Identify the grounding requirements for all electrically 
conductive objeets in the spray area 

(3) Restrict access to qualified personnel only 


(3) High-Yoltage Leads. High-voltage leads shall be prop- 
erly insulated and protected from mechanical damage or 
exposure to destructive Chemicals. Any exposed element at 
high voltage shall be efifectively and permanently supported 
on suitable insulators and shall be efifectively guarded 
against accidental contad or grounding. 

(4) Support of Goods. Goods being coated using this pro¬ 
cess shall be supported on conveyors or hangers. The con¬ 
vey ors or hangers shall be arranged (1) to ensure that the 
parts being coated are electrically connected to ground with 


(9) Insulators. All insulators shall be kept clean and dry. 

(10) Other Than Nonincendive Equipment. Spray equip¬ 
ment that cannot be classified as nonincendive shall comply 
with (A)(10)(a) and (A)(10)(b). 

(a) Conveyors or hangers shall be arranged so as to 
maintain a safe distance of at least twice the sparking dis- 
tance between goods being painted and electrodes, electro¬ 
static atomizing heads, or charged conductors. Wamings 
defining this safe distance shall be posted. [33:11.4.1] 
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(b) The equipment shall provide an automatic means 
of rapidly de-energizing the high-voltage elements in the 
event the distance between the goods being painted and the 
electrodes or electrostatic atomizing heads falls below that 
specified in (a). [33:11.3.8] 

(B) Electrostatic Hand-Spraying Equipment. This sec- 
tion shall apply to any equipment using electrostatically 
charged elements for the atomization, charging, and/or pre- 
cipitation of materials for coatings on articles, or for other 
similar purposes in which the atomizing device is hand- 
held or manipulated during the spraying operation. Electro¬ 
static hand-spraying equipment and devices used in con- 
nection with paint-spraying operations shall be of listed 
types and shall comply with 516.10(B)(1) through (B)(5). 

(1) General. The high-voltage circuits shall be designed so 
as not to produce a spark of sufficient intensity to ignite the 
most readily ignitible of those vapor-air mixtures likely to 
be encountered, or result in appreciable shock hazard upon 
coming in contact with a grounded object under all normal 
operating conditions. The electrostatically charged exposed 
elements of the handgun shall be capable of being ener- 
gized only by an actuator that also Controls the coating 
material supply. 

(2) Power Equipment. Transformers, power packs, con- ^ 
trol apparatus, and all other electrical portions of theequip- 
ment shall be located outside of the Class I locj^ 
identified for the location. 

Exception: The handgun itself and it 
power supply shall be permitted withi n the Cla% 

(3) Handle. The handle of the sjp^ig gfS 

trically connected to ground b^^metallic co^kctionwid 
be constructed so that the op^*jr in normMoperating 
position is in intímate electrical co^fcü with tí^grounded 
handle to prevent buildup of a static the opera- 

tor’s body. Signs indicating the necess^^for grounding 
other persons entering the spray area shall be conspicuously 
posted. 

(4) Electrostatic Equipment. All electrically conductive 
objects in the spraying area shall be adequately grounded. 
This requirement shall apply to paint containers, wash cans, 
and any other electrical conductive objects or devices in the 
area. The equipment shall carry a prominent, permanently 
installed waming regarding the necessity for this grounding 
feature. 

Informational Note: For more information on grounding 
and bonding for static electricity purposes, see NFPA 33- 
2007, Standard for Spray Application Using Flammable or 
Combustible Materials', NFPA 34-2007, Standard for Dip- 
ping, Coating, and Printing Processes Using Flammable or 
Combustible Liquids', and NFPA 77-2007, Recommended 
Practice on Static Electricity. [ROP 14-243] 


(5) Support of Objects. Objects being painted shall be 
maintained in metallic contact with the conveyor or other 
grounded support. Hooks shall be regularly cleaned to en- 
sure adequate grounding of 1 megohm or less. Areas of 
contact shall be sharp points or knife edges where possible. 
Points of support of the object shall be concealed from 
random spray where feasible; and, where the objects being 
sprayed are supported from a conveyor, the point of attach- 
ment to the conveyor shall be located so as to not collect 
spray material during normal operation. [33: Chapter 12] 

(C) Powder Coating. This section shall apply to processes 
in which combustible dry powders are applied. The hazards 
associated with combustible dusts are present in such a 
process to a degree, depending on the Chemical composi- 
tion of the material^terticle size, shape, and distribution. 

(1) Electrical Equipment and Sources of Ignition. Elec¬ 
trical equipnw^^^^other sources of ignition shall comply 
with the ^Memen^[ Article 502. Portable electric lu- 
minair^^md other utiii^fckrn equipment shall not be used 
with^H ClassIT location P^ing operation of the finishing 
prd^Kses. Wwe such luminaires or utilization equipment 
are imLdOTng cleaning or repairing operations, they shall 
he of aq^Lidentified for Class II, División 1 locations, and 

¿xposec^htíal parts shall be connected to an equipment 

P Weption: Where portable electric luminaires are re- 

lired for operations in spaces not readily illuminated by 
^d lighting within the spraying area, they shall be of the 
pe listed for Class II, División 1 locations where readily 
w ignitible residues may be present. 

(2) Fixed Electrostatic Spraying Equipment. The provi- 
sions of 516.10(A) and 516.10(C)(1) shall apply to fixed 
electrostatic spraying equipment. 

(3) Electrostatic Hand-Spraying Equipment. The provi- 
sions of 516.10(B) and 516.10(C)(1) shall apply to electro¬ 
static hand-spraying equipment. 

(4) Electrostatic Fluidized Beds. Electrostatic fluidized 
beds and associated equipment shall be of identified types. 
The high-voltage circuits shall be designed such that any 
discharge produced when the charging electrodes of the bed 
are approached or contacted by a grounded object shall not 
be of sufficient intensity to ignite any powder-air mixture 
likely to be encountered or to result in an appreciable shock 
hazard. 

(a) Transformers, power packs, control apparatus, and 
all other electrical portions of the equipment shall be lo¬ 
cated outside the powder-coating area or shall otherwise 
comply with the requirements of 516.10(C)(1). 

Exception: The charging electrodes and their connections 
to the power supply shall be permitted within the powder- 
coating area. 
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(b) All electrically conductive objects within the 
powder-coating area shall be adequately grounded. The 
powder-coating equipment shall carry a prominent, perma- 
nently installed warning regarding the necessity for ground- 
ing these objects. 

Informational Note: For more information on grounding 
and bonding for static electricity purposes, see NFPA 33- 
2007, Standard for Spray Application Using Flctmmable or 
Combustible Materials ; NFPA 34-2007, Standard for Dip- 
ping, Coating, and Printing Processes Using Flammable or 
Combustible Liquids', and NFPA 77-2007, Recommended 
Practice on Static Electricity. [ROP 14-243] 

(c) Objects being coated shall be maintained in elec- 
trical contact (less than 1 megohm) with the conveyor or 
other support in order to ensure proper grounding. Hangers 
shall be regularly cleaned to ensure effective electrical con¬ 
tact. Areas of electrical contact shall be sharp points or 
knife edges where possible. 

(d) The electrical equipment and compressed air sup- 
plies shall be interlocked with a ventilation system so that 
the equipment cannot be operated unless the ventilating 
fans are in operation. [33: Chapter 15] 

516.16 Grounding. All metal raceways, the metal armors 
or metallic sheath on cables, and all non-current-caí 
metal parts of fixed or portable electrical equipme^ 
gardless of voltage, shall be grounded and bonded. Gro^ 
ing and bonding shall comply with 500^^02.30, 
505.25, as applicable. 



Informational Note: Text tnl^cfollowedBy a reference in 
brackets has been extracted fro^MFP4^^-2005, Standard 
for Health Care Facilities, and N^fctfw-2009, Life Safety 
Code. Only editorial changes were made to the extracted 
text to make it consistent with this Code. 


517.2 Definitions. 

[ROP 15-3] 

Altérnate Power Source. One or more generator sets, or 
battery systems where permitted, intended to provide power 
during the interruption of the normal electrical Services or 
the public utility electrical Service intended to provide 
power during interruption of Service normally provided by 
the generating facilities on the premises. [ROP 15-3] 

Ambulatory Health Care Occupancy. A building or por- 
tion thereof used to provide Services or treatment simulta- 
neously to four or more patients that provides, on an out- 
patient basis, one or more of the following: 

(1) Treatment for patients that renders the patients inca- 
pable of taking action for self-preservation under emer- 
gency ca^mions without assistance of others. 

(2) Ane^^Ca that renders the patients incapable of taking 
ad^m^^Lself-preservation under emergency condi- 

ms with^ktiie assistance of others. 

^Emergency o^Ment care for patients who, due to the 
p of their iriJOry or illness, are incapable of taking 
Bn for self-preservation under emergency condi- 
pbns without the assistance of others. [707:3.3.168.1] 
íetizing Location. Any area of a facility that has 
ngnated to be used for the administration of any 
Jftable or nonflammable inhalation anesthetic agent in 
the course of examination or treatment, including the use of 
such agents for relative analgesia. 

Battery-Powered Lighting Units. Individual unit equip¬ 
ment for backup illumination consisting of the following: 

(1) Rechargeable battery 

(2) Battery-charging means 

(3) Provisions for one or more lamps mounted on the 
equipment, or with termináis for remóte lamps, or both 

(4) Relaying device arranged to energize the lamps auto- 
matically upon failure of the supply to the unit 
equipment 


I. General 

517.1 Scope. The provisions of this article shall apply to 
electrical construction and installation criteria in health care 
facilities that provide Services to human beings. 

The requirements in Parts II and III not only apply to 
single-function buildings but are also intended to be indi- 
vidually applied to their respective forms of occupancy 
within a multifunction building (e.g., a doctor’s examining 
room located within a limited care facility would be re- 
quired to meet the provisions of 517.10). 

Informational Note: For information conceming perfor¬ 
mance, maintenance, and testing criteria, refer to the appro- 
priate health care facilities documents. 


Critical Branch. A system of feeders and branch circuits 
supplying power for illumination, fixed equipment, select 
receptacles, and power circuits, serving areas and functions 
related to patient care and that are connected to altérnate 
power sources by one or more transfer switches during 
interruption of normal power source. [99:3.3.30] [ROP 
15-12] 

Electrical Life-Support Equipment. Electrically powered 
equipment whose continuous operation is necessary to 
maintain a patient’s life. [99:3.3.37] [ROP 15-13] 

Equipment Branch. A system of feeders and branch cir¬ 
cuits arranged for delayed, automatic, or manual connec- 
tion to the altérnate power source and that serves primarily 
3-phase power equipment. [99:3.3.46]. [ROP 15-14] 
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Essential Electrical System. A system comprised of altér¬ 
nate sources of power and all connected distribution Sys¬ 
tems and ancillary equipment, designed to ensure continu- 
ity of electrical power to designated areas and functions of 
a health care facility during disruption of normal power 
sources, and also to minimize disruption within the intemal 
wiring system. [99:3.3.44] 

[ROP 15-4] 

Exposed Conductive Surfaces. Those surfaces that are ca- 
pable of carrying electric current and that are unprotected, 
unenclosed, or unguarded, permitting personal contact. 
Paint, anodizing, and similar coatings are not considered 
suitable insulation, unless they are listed for such use. 
[ROP 15-4] 

Fault Hazard Current. See Hazard Current. 

Flammable Anesthetics. Gases or vapors, such as flurox- 
ene, cyclopropane, divinyl ether, ethyl chloride, ethyl ether, 
and ethylene, which may form flammable or explosive mix¬ 
tures with air, oxygen, or reducing gases such as nitrous 
oxide. 

Flammable Anesthetizing Location. Any area of the fa¬ 
cility that has been designated to be used for the adminis-^" 
tration of any flammable inhalation anesthetic agents in the 1 
normal course of examination or treatment. 

Hazard Current. For a given set of connecüj 
isolated power system, the total current th^íw 
through a low impedance if it were coiá 
either isolated conductor and ground. 

Fault Hazard Current. The hazardg 
lated system with all devices 
isolation monitor. 

Monitor Hazard Current. Th 
isolation monitor alone. 

Total Hazard Current. The hazard currenrof a given iso¬ 
lated system with all devices, including the line isolation 
monitor, connected. 



Isolation Transformen A transformer of the multiple- 
winding type, with the primary and secondary windings 
physically separated, which inductively couples its second¬ 
ary winding(s) to Circuit conductors connected to its pri¬ 
mary winding(s). 

Life Safety Branch. A system of feeders and branch cir- 
cuits supplying power for lighting, receptacles, and equip¬ 
ment essential for life safety, and that are automatically 
connected to altérnate power sources by one or more trans- 
fer switches during interruption of the normal power 
source. [99:3.3.94] [ROP 15-16] 

Limited Care Facility. A building or portion thereof used 
on a 24-hour basis for the housing of four or more persons 
who are incapable of self-preservation because of age; 
physical limitation^K to accident or illness; or limitations 
such as mentals^Klation/developmental disability, mental 
illness, or cl^Wc!Wgpendency. [99:3.3.97] 

Line Isolation Monitor.^test instrument designed to con- 
tinuaU^mieck the balarafc^ and unbalanced impedance 
frq^reach lii^fcf an isolated Circuit to ground and equipped 
wifl^^Dm^mi test circuit to exercise the alarm without 
addingr^Ke leakage current hazard. 

ted Current. See Hazard Current. 

ions. Areas intended to provide a center of 
írsing activity for a group of nurses serving bed patients, 
tere the patient calis are received, nurses are dispatched, 
¡es’ notes written, inpatient charts prepared, and medi- 
lations prepared for distribution to patients. Where such 
activities are carried on in more than one location within a 
nursing unit, all such sepárate areas are considered a part of 
the nurses’ station. 

Nursing Home. A building or portion of a building used on 
a 24-hour basis for the housing and nursing care of four or 
more persons who, because of mental or physical incapac- 
ity, might be unable to provide for their own needs and 
safety without the assistance of another person. 
[99:3.3.129] 


Health Care Facilities. Buildings or portions of buildings 
in which medical, dental, psychiatric, nursing, obstetrical, 
or surgical care are provided. Health care facilities inelude, 
but are not limited to, hospitals, nursing homes, limited 
care facilities, clinics, medical and dental offices, and am- 
bulatory care centers, whether permanent or movable. 

Hospital. A building or portion thereof used on a 24-hour 
basis for the medical, psychiatric, obstetrical, or surgical 
care of four or more inpatients. [107:3.3.124] 

Isolated Power System. A system comprising an isolating 
transformer or its equivalent, a line isolation monitor, and 
its ungrounded circuit conductors. 


Patient Bed Location. The location of a patient sleeping 
bed, or the bed or procedure table of a critical care area. 
[99:3.3.137] 

Patient Care Space. Any space of a health care facility 
wherein patients are intended to be examined or treated. 

[ROP 15-19] 

Basic Care Space. Space in which failure of equipment or 
a system is not likely to cause injury to the patients or 
caregivers but may cause patient discomfort. [ROP 15-19] 
General Care Space. Space in which failure of equipment 
or a system is likely to cause minor injury to patients or 
caregivers. [ROP 15-19] 


70-468 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 517 — HEALTH CARE FACILITIES 


517.10 


Critical Care Space. Space in which failure of equipment 
or a system is likely to cause major injury or death to 
patients or caregivers.[ROP 15-19] 

Support Space. Space in which failure of equipment or a 
system is not likely to have a physical impact on patients or 
caregivers. [ROP 15-19] 


concentrations of nitrous oxide insufficient to produce loss 
of consciousness (conscious sedation). 

Selected Receptacles. A minimum number of electrical re- 
ceptacles to accommodate appliances ordinarily required 
for local tasks or likely to be used in patient care emergen- 
cies. 


Informational Note No. 1: The goveming body of the fa- 
cility designates patient care spaces in accordance with the 
type of patient care anticipated and with the definitions of 
the area classification. Business offices, corridors, lounges, 
day rooms, dining rooms, or similar areas typically are not 
classified as patient care rooms. [ROP 15-19] 


Task Illumination. Provisión for the minimum lighting re¬ 
quired to carry out necessary tasks in the described areas, 
including safe access to supplies and equipment, and access 
to exits. [ROP 15-23] 


Informational Note No. 2: General care spaces may in- 
clude areas such as patient bedrooms, examining rooms, 
treatment rooms, clinics, and similar areas in where the 
patient may come in contact with electromedical devices or 
ordinary appliances such as a nurse cali system, electric 
beds, examining lamps, telephones, and entertainment de¬ 
vices. [ROP 15-19] 

Informational Note No. 3: Critical care space may inelude 
special care units, intensive care units, coronary care units, 
angiography laboratories, cardiac catheterization laborato- 
ries, delivery rooms, operating rooms, and similar areas in 
which patients are intended to be subjected to invasive pro- 
cedures and connected to line-operated, electromedical de¬ 
vices. [ROP 15-19] 

Informational Note No. 4: Spaces within a patient o 
room where a procedure is performed that subjeets patie 
or staff to wet conditions may be considered a 
dure areas. These inelude standing fl 
drenching of the work area. Routine t 
dures and incidental spillage of liquid 
procedure areas. It is the responsibin| 
body of the health care facility to desig 
dure areas. [99:1.3.4.3] |ROP lf "" 

Patient Care Vicinity. 

for the examination and' 
m (6 ft) heyond the not 
chair, table, treadmill, or 
tient during examination 
tically to 2.3 m (7 ft 6 in) aboye' 

[ROP 15-21] 


Wet Procedure Location. The area in a patient care space 
where a procedure is performed that is normally subject to 
wet conditions while patients are present, including stand¬ 
ing fluids on floor or drenching of the work area, either 
of which ^■mtion is intímate to the patient or staff. [ROP 
15-24]. 




Installations, Long-Time Rating. A rating based 
on afl^Jgerating interval of 5 minutes or longer. 

Installations, Mobile. X-ray equipment mounted 
on a permanent base with wheels, casters, or a combination 
of both to facilitate moving the equipment while com- 
pletely assembled. 

X-Ray Installations, Momentary Rating. A rating based 
on an operating interval that does not exceed 5 seconds. 

X-Ray Installations, Portable. X-ray equipment designed 
to be hand carried. 

X-Ray Installations, Transportable. X-ray equipment to 
be conveyed by a vehicle or that is readily disassembled for 
transport by a vehicle. 


Patient Equipment Grounding Point. Ajack or terminal 
that serves as the collection point for redundant grounding 
of electrical appliances serving a patient care vicinity or for 
grounding other Ítems in order to elimínate electromagnetic 
interference problems. [99:3.3.141] 

Psychiatric Hospital. A building used exclusively for the 
psychiatric care, on a 24-hour basis, of four or more inpa- 
tients. 

Reference Grounding Point. The ground bus of the pan- 
elboard or isolated power system panel supplying the pa¬ 
tient care area. 

Relative Analgesia. A State of sedation and partial block of 
pain perception produced in a patient by the inhalation of 


II. Wiring and Protection 

517.10 Applicability. 

(A) Applicability. Part II shall apply to patient care spaces 

of all health care facilities. [ROP 15-26] 

(B) Not Covered. Part II shall not apply to the foliowing: 

(1) Business offices, corridors, waiting rooms, and the like 
in clinics, medical and dental offices, and outpatient 
facilities 

(2) Areas of nursing homes and limited care facilities 
wired in accordance with Chapters 1 through 4 of this 
Code where these areas are used exclusively as patient 
sleeping rooms 
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517.11 General Installation — Construction Criteria. 

The purpose of this article is to specify the installation 
criteria and wiring methods that minimize electrical haz- 
ards by the maintenance of adequately low potential differ- 
ences only between exposed conductive surfaces that are 
likely to become energized and could be contacted by a 
patient. 

Informational Note: In a health care facility, it is difficult 
to prevent the occurrence of a conductive or capacitive path 
from the patient’s body to some grounded object, because 
that path may be established accidentally or through instru- 
mentation directly connected to the patient. Other electri- 
cally conductive surfaces that may make an additional con¬ 
tad with the patient, or instruments that may be connected 
to the patient, then become possible sources of electric cur- 
rents that can traverse the patient’s body. The hazard is 
increased as more apparatus is associated with the patient, 
and, therefore, more intensive precautions are needed. Con¬ 
trol of electric shock hazard requires the limitation of elec¬ 
tric current that might flow in an electrical Circuit involving 
the patient’s body by raising the resistance of the conduc¬ 
tive Circuit that ineludes the patient, or by insulating ex¬ 
posed surfaces that might become energized, in addition to 
reducing the potential diíference that can appear between 
exposed conductive surfaces in the patient care vicinity, or 
by combinations of these methods. A special problem is 
presented by the patient with an extemalized direct conduc¬ 
tive path to the heart muscle. The patient may be jj 
cuted at current levels so low that additional 
the design of appliances, insulation of the c 
control of medical practice is required. 

517.12 Wiring Methods. Except aaB 
ticle, wiring methods shall compb^mh th^ 
visions of Chapters 1 through this Code .^ 

517.13 Grounding of Receptacle^Wl Fix eiM Electrical 

Equipment in Patient Care Areas. care 

areas shall comply with 517.13(A) and^^r 

(A) Wiring Methods. All branch circuits serving patient 
care areas shall be provided with an efifective ground-fault 
current path by installation in a metal raceway system, or a 
cable having a metallic armor or sheath assembly. The 
metal raceway system, or metallic cable armor, or sheath 
assembly shall itself qualify as an equipment grounding 
conductor in accordance with 250.118. 

(B) Insulated Equipment Grounding Conductor. 

(1) General. The following shall be directly connected to 
an insulated copper equipment grounding conductor that is 
installed with the branch Circuit conductors in the wiring 
methods as provided in 517.13(A). 

(1) The grounding termináis of all receptacles. 

(2) Metal boxes and enclosures containing receptacles. 


(3) All non-current-carrying conductive surfaces of fixed 
electrical equipment likely to become energized that 
are subject to personal contact, operating at over 100 
volts. 

Exception: An insulated equipment bonding jumper that 
directly connects to the equipment grounding conductor is 
permitted to connect the box and receptacle(s) to the equip¬ 
ment grounding conductor. 

Exception No. 1 to (3): Metal faceplates shall be permitted 
to be connected to the equipment grounding conductor by 
means of a metal mounting screw(s) securing the faceplate 
to a grounded outlet box or grounded wiring device. 
Exception No. 2 to (3): Luminaires more than 2.3 m (7V2ft) 
above the floor and switches located outside of the patient 
care vicinity shall^m permitted to be connected to an 
equipment grc^Kíng retum path complying with 
517.13(A). 

|rounding conductors and equip- 
i^^be sized in accordance with 

25Q| 

517.14 Panelboard Bonding. The equipment grounding 
^Jerminal of the normal and essential branch-circuit 

Ihoa rds^M/ing the same individual patient care vicin- 
. hy^pl^^Kpnnected together with an insulated continuous 
Hper conductor not smaller than 10 AWG. Where two or 
Core panelboards serving the same individual patient care 
Tcinity are served from sepárate transfer switches on the 
Fential electrical system, the equipment grounding termi¬ 
nal buses of those panelboards shall be connected together 
with an insulated continuous copper conductor not smaller 
than 10 AWG. This conductor shall be permitted to be 
broken in order to termínate on the equipment grounding 
terminal bus in each panelboard. [ROP 15-29] 

517.16 Receptacles with Insulated Grounding Termi¬ 
náis. Receptacles with insulated grounding termináis, as 
described in 250.146(D), shall not be permitted. 

517.17 Ground-Fault Protection. 

(A) Applicability. The requirements of 517.17 shall apply 
to hospitals and other buildings (including multiple- 
occupancy buildings) with critical care spaces or utilizing 
electrical life support equipment, and buildings that provide 
the required essential Utilities or Services for the operation 
of critical care spaces or electrical-life support equipment. 
[ROP 15-33] 

(B) Feeders. Where ground-fault protection is provided 
for operation of the Service disconnecting means or feeder 
disconnecting means as specified by 230.95 or 215.10, an 
additional step of ground-fault protection shall be provided 
in all next level feeder disconnecting means downstream 
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toward the load. Such protection shall consist of overcur- 
rent devices and current transformers or other equivalent 
protective equipment that shall cause the feeder disconnect- 
ing means to open. 

The additional levels of ground-fault protection shall 
not be installed on the load side of an essential electrical 
system transfer switch. 


tacles. They shall be permitted to be of the single, dúplex, 
or quadruplex type, or any combination of the three. All 
receptacles shall be listed “hospital grade” and shall be so 
identified. The grounding terminal of each receptacle shall 
be connected to an insulated copper equipment grounding 
conductor sized in accordance with Table 250.122. [ROP 
15-35, ROP 15-36] 


(C) Selectivity. Ground-fault protection for operation of 
the Service and feeder disconnecting means shall be fully 
selective such that the feeder device, but not the Service 
device, shall open on ground faults on the load side of the 
feeder device. Separation of ground-fault protection time- 
current characteristics shall conform to manufacturer’s rec- 
ommendations and shall consider all required tolerances 
and disconnect operating time to achieve 100 percent selec¬ 
tivity. 

Informational Note: See 230.95, informational note, for 
transfer of altérnate source where ground-fault protection is 
applied. [ROP 15-32] 

(D) Testing. When equipment ground-fault protection is 
first installed, each level shall be performance tested to 
ensure compliance with 517.17(C). 

517.18 General Care Areas. 

(A) Patient Bed Location. Each patient bed location 
be supplied by at least two branch circuito, otoL from 
critical branch and one from the normal^^tem^Bl brani 
circuits from the normal system shal^ffginate i^he same 
panelboard. The electrical receptacles' 
the electrical receptacles sunn lied fr om 
shall have a distinctive coios«P 
identifiable and shall a^^indicate 
branch circuit number snfc^ing them. 

Branch circuits serving^tient bed 
be part of a multi-wire branct^fc^uit^ 

Exception No. 1: Branch circuits^ming only special pur- 
pose outlets or receptacles, such as portable X-ray outlets, 
shall not be required to be served from the same distribu- 
tion panel or panels. 

Exception No. 2: Requirements of 517.18(A) shall not ap- 
ply to patient bed locations in clinics, medical and dental 
offices, and outpatient facilities; psychiatric, substance 
abuse, and rehabilitation hospitals; sleeping rooms ofnurs- 
ing homes and limited care facilities meeting the require¬ 
ments of 517,10(B)(2). 


Titical branch 
be readily 
lard and 
P 15-34] 
lations shall not 
IP 15-34] 


Exception No. 1: The requirements of 517,18(B) shall not 
apply to psychiatric, substance abuse, and rehabilitation 
hospitals meeting the requirements of 517.10(B)(2). 
Exception No. 2: Psychiatric security rooms shall not be 
required to have receptacle outlets installed in the room. 

Informational Note: It is not intended that there be a total, 
immediate jjgdacement of existing non-hospital grade re- 
ceptacles^Ws intended, however, that non-hospital grade 
recept^^Tbe replaced with hospital grade receptacles 
upoj*roa^^ition of use, renovation, or as existing recep- 
P5 need^fcacement. 

) Pediatric Locations. Receptacles located within the 
f room^Athrooms, playrooms, activity rooms, and patient 
areas of designated pediatric locations shall be listed 
Eer resistant or shall employ a listed tamper-resistant 


> Critical Care Areas. 

(A) Patient Bed Location Branch Circuits. Each patient 
bed location shall be supplied by at least two branch cir¬ 
cuits, one or more from the critical branch and one or more 
circuits from the normal system. At least one branch circuit 
from the critical branch shall supply an outlet(s) only at that 
bed location. All branch circuits from the normal system 
shall be from a single panelboard. Critical branch recep¬ 
tacles shall be identified and shall also indicate the panel¬ 
board and circuit number supplying them. The branch cir¬ 
cuit serving patient bed locations shall not be part of a 
multi-wire branch circuit. [ROP 15-38] 

Exception No. 1: Branch circuits serving only special- 
purpose receptacles or equipment in critical care spaces 
shall be permitted to be served by other panelboards. 

[ROP 15-38] 

Exception No. 2: Critical care spaces served from two 
sepárate transfer switches on the emergency system shall 
not be required to have circuits from the normal system. 

[ROP 15-38] 


Exception No. 3: A general care patient bed location 
served from two sepárate transfer switches on the critical 
branch shall not be required to have circuits from the nor¬ 
mal system. [ROP 15-34] 

(B) Patient Bed Location Receptacles. Each patient bed 
location shall be provided with a minimum of eight recep- 


(B) Patient Bed Location Receptacles. 

(1) Minimum Number and Supply. Each patient bed lo¬ 
cation shall be provided with a minimum of fourteen recep¬ 
tacles, at least one of which shall be connected to either of 
the following: [ROP 15-39] 
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(1) The normal system branch Circuit required in 
517.19(A) 

(2) A critical branch circuit supplied by a different transfer 
switch than the other receptacles at the same patient 
bed location [ROP 15-39] 

(2) Receptacle Requirements. The receptacles required in 
517.19(B)(1) shall be permitted to be single, dúplex, or 
quadruplex type or any combination thereof. All receptacles 
shall be listed “hospital grade” and shall be so identified. 
The grounding terminal of each receptacle shall be con- 
nected to the reference grounding point by means of an 
insulated copper equipment grounding conductor. 


ment, such as panelboards, switchboards, and switchgear, 
shall be ensured by one of the following bonding means at 
each termination or junction point of the metal raceway or 
Type MC or MI cable: [ROP 9-181a] 

(1) A grounding bushing and a continuous copper bonding 
jumper, sized in accordance with 250.122, with the 
bonding jumper connected to the junction enclosure or 
the ground bus of the panel 

(2) Connection of feeder raceways or Type MC or MI 
cable to threaded hubs or bosses on terminating enclo- 
sures 

(3) Other approved devices such as bonding-type locknuts 
or bushings 


(C) Operating Room Receptacles. [ROP 15-41] 

(1) Mínimum Number and Supply. Each operating room 
shall be provided with a minimum of thirty six receptacles, 
at least twelve of which shall be connected to either of the 
following: 

(1) The normal system branch circuit required in 
517.19(A) 

(2) A critical branch circuit supplied by a different transfer 
switch than the other receptacles at the same location 

[ROP 15-41] 

(2) Receptacle Requirements. The receptacles required 
517.19(C)(1) shall be permitted to be of the singls 
plex types or a combination of both. [ROP 
All receptacles, shall be listed “hospital 
identified. The grounding terminal of each' 
be connected to the reference grounding poirüt|l|yaipf!hs ol 
an insulated copper equipment ROF 

15-41] 

(D) Patient Care Yicinity Grounding and Bonding (Op- 

tional). A patient care vicinity shinke permit^Pto have a 
patient equipment grounding point. equipment 

grounding point, where supplied, shall oWÉmiitted to con- 
tain one or more listed grounding and bonding jacks. An 
equipment bonding jumper not smaller than 10 AWG shall 
be used to connect the grounding terminal of all grounding- 
type receptacles to the patient equipment grounding point. 
The bonding conductor shall be permitted to be arranged 
centrically or looped as convenient. 

Informational Note: Where there is no patient equipment 
grounding point, it is important that the distance between 
the reference grounding point and the patient care vicinity 
be as short as possible to minimize any potential 
differences. 

(E) Equipment Grounding and Bonding. Where a 
grounded electrical distribution system is used and metal 
feeder raceway or Type MC or MI cable that qualifies as an 
equipment grounding conductor in accordance with 
250.118 is installed, grounding of enclosures and equip- 


(F) Additional Protective Techniques in Critical Care 
Spaces (Optionall^Éclated power systems shall be permit¬ 
ted to he used J^critical care spaces, and, if used, the 
isolated powo^^sfca equipment shall be listed as isolated 
power eqmpnent. T^fc^olated power system shall be de- 
signed^Én installed u^^^ordance with 517.160. [ROP 

me audible and visual indicators of the line 
isolt mitor shall be permitted to be located at the 

^jiuri ¡on for the area being served. 



í*ower System Equipment Grounding. 
üolated ungrounded power source is used and 
Kits the first-fault current to a low magnitude, the equip- 
bnt grounding conductor associated with the secondary 
^fcuit shall be permitted to be run outside of the enclosure 
PBf the power conductors in the same circuit. 

Informational Note: Although it is permitted to run the 
grounding conductor outside of the conduit, it is safer to 
run it with the power conductors to provide better protec- 
tion in case of a second ground fault. 

(H) Special-Purpose Receptacle Grounding. The equip¬ 
ment grounding conductor for special-purpose receptacles, 
such as the operation of mobile X-ray equipment, shall be 
extended to the reference grounding points of branch cir- 
cuits for all locations likely to be served from such recep¬ 
tacles. Where such a circuit is served from an isolated un¬ 
grounded system, the grounding conductor shall not be 
required to be run with the power conductors; however, the 
equipment grounding terminal of the special-purpose recep¬ 
tacle shall be connected to the reference grounding point. 

517.20 Wet Procedure Locations. 

(A) Receptacles and Fixed Equipment. Wet procedure 
location patient care areas shall be provided with special 
protection against electric shock by one of the following 
means: 

(I) Power distribution system that inherently limits the 
possible ground-fault current due to a first fault to a 
low valué, without interrupting the power supply 
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(2) Power distribution system in which the power supply is 
interrupted if the ground-fault current does, in fact, ex- 
ceed a valué of 6 mA 

Exception: Branch circuits supplying only Usted, fixed, 
therapeutic and diagnostic equipment shall be permitted to 
be supplied from a grounded Service, single- or 3-phase 
system, provided that 


Informational Note No. 1: For performance, maintenance, 
and testing requirements of essential electrical Systems in 
hospitals, see NFPA 99-2005, Standard for Health Cure 
Facilities. For installation of centrifugal fire pumps, see 
NFPA 20-2010, Standard for the Installation of Stationary 
Fire Pumps for Fire Protection. 

Informational Note No. 2: For additional information, see 
NFPA 99-2005, Standard for Health Care Facilities. 


(a) Wiringfor grounded and isolated circuits does not 
occupy the same raceway, and 

(b) All conductive surfaces of the equipment are con- 
nected to an insulated copper equipment grounding 
conductor. 

(B) Isolated Power Systems. Where an isolated power 
system is utilized, the isolated power equipment shall be 
listed as isolated power equipment, and the isolated power 
system shall be designed and installed in accordance with 
517.160. 

Informational Note: For requirements for installation of 
therapeutic pools and tubs, see Part VI of Article 680. 

517.21 Ground-Fault Circuit-Interrupter Protection for 
Personnel. Ground-fault circuit-interrupter protection for 
personnel shall not be required for receptacles instqi 
those critical care areas where the toilet and basin 1 
stalled within the patient room. 


III. Essential Electrical System 

517.25 Scope. The essential electrical 
cilities shall comprise a system capablé^k^^lying a 
ited amount of lighting and n|^0^^uce^a^^h is consid- 
ered essential for life ^^^y and^Merly^fcpation of 
procedures during the ti^fnormal elec^Hal semce is in¬ 
terrupted for any reason. ^^^ncludes clics, medical and 
dental offices, outpatient facnfc^, xwxxj^k homes, limited 
care facilities, hospitals, and ^^¡^Kilth care facilities 
serving patients. 

Informational Note: For information on the need for an 
essential electrical system, see NFPA 99-2005, Standard for 
Health Care Facilities. 

517.26 Application of Other Articles. The essential elec¬ 
trical system shall meet the requirements of Article 700, 
except as amended by Article 517. 

Informational Note: The provisions of NFPA 110-2010, 
Standard for Emergency and Standby Power Systems, 
should be considered when designing and installing essen¬ 
tial electrical power supply systems. 

517.30 Essential Electrical Systems for Hospitals. 

(A) Applicability. The requirements of Part III, 517.30 
through 517.35, shall apply to hospitals where an essential 
electrical system is required. 


(B) General. 

(1) Sepárate Branches. Essential electrical systems for 
hospitals shall be comprised of three sepárate branches ca- 
pable of supplying a limited amount of lighting and power 
Service that is considered essential for life safety and effec- 
tive hospital operation during the time the normal electrical 
Service is intaAipted for any reason. The branches are: life 
safety, crtimE and equipment. [ROP 15-52] 

(2) Transfer Switches. The number of transfer switches to 
shall beM^ed on reliability, design, and load con- 

írations. Each B^rch of the essential electrical system 
£hall háte one or more transfer switches. One transfer 
tnd downstream distribution system shall be permit- 
serve one or more branches in a facility with a maxi- 
Lemand on the essential electrical system of 150 kVA. 
,ROF%-52] 

fformational Note No. 1: See NFPA 99-2005, Standard 
for Health Care Facilities: 4.4.3.2, Transfer Switch Opera- 
n Type I; 4.4.2.1.4, Automatic Transfer Switch Features; 
and 4.4.2.1.6, Nonautomatic Transfer Device Features. 

Informational Note No. 2: See Informational Note Figure 
517.30, No. 1. 




tí 3 m 
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Automatic 

switching 

equipment 


rrjTi Delayed 
|A I automatic 
switching 
equipment 


Essential electrical system 


Informational Note Figure 517.30, No. 1 Hospital — Míni¬ 
mum Requirement (greater than 150 kVA) for Transfer 
Switch Arrangement. [ROP 15-32] 
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Normal power 
source 


Altérnale power 


Nonessential 

loads 


tí 


Automatic 
I I switching 
equipmenl 


Equipment Life safety 

branch | branch 



cabinets of other circuits not part of the branch where such 
wiring complies with one of the following: 

(1) Is in transfer equipment enclosures 

(2) Is in exit or emergency luminaires supplied from two 
sources 

(3) Is in a common junction box attached to exit or emer¬ 
gency luminaires supplied from two sources 

(4) Is for two or more circuits supphed from the same 
branch and same transfer switch [ROP 15-54] 

The wiring of the equipment branch shall be permitted 
to occupy the same raceways, boxes, or cabinets of other 
circuits that are not part of the essential electrical system. 

[ROP 15-54] 


Essential electrical system 


Informational Note Figure 517.30, No. 2 Hospital — Míni¬ 
mum Requirement (150 kVA or less) for Transfer Switch Ar- 
rangement. [ROP 15-32] 


(5) Optional Loads. Loads served by the generating 
equipment not specifically named in Article 517 shall be 
served by their own transfer switches such that the follow-C 
ing conditions apply: 

(1) These loads shall not be transferred if the tran sfer will 
overload the generating equipment. 

(2) These loads shall be automatically she 
ing equipment overloading. 

(6) Contiguous Facilities. Hospital 
ternate power sources shall be peí 
tial electrical systems of contigj^ 

[99:13.3.4.3] 

(C) Wiring Requirements. 

(1) Separation from Other Circuits. 'Whe life safety 
branch and critical branch of the essential electrical system 
shall be kept entirely independent of all other wiring and 
equipment and shall not enter the same raceways, boxes, or 
cabinets with each other or other wiring. [ROP 15-54] 
Where general care locations are served from two sepá¬ 
rate transfer switches on the essential electrical system in 
accordance with 517.18(A), Exception No. 3, the general 
care circuits from the two sepárate systems shall be kept 
independent of each other. [ROP 15-54] 

Where critical care locations are served from two sepá¬ 
rate transfer switches on the essential electrical system in 
accordance with 517.19(A), Exception No. 2, the critical 
care circuits from the two sepárate systems shall be kept 
independent of each other. [ROP 15-54] 

Wiring of the life safety branch and the critical branch 
shall be permitted to occupy the same raceways, boxes, or 



stems. Where isolated power sys- 
the areas in 517.33(A)(1) and 
supplied by an individual cir- 



(2) Isolated 
tems are instalh 
(A)(2), each 
cuit serving< 

(3) Mechanical Protection of the Essential Electrical 

Sys^flr The wiring of theNPTe safety and critical hranches 
shaRre me«mically protected. Where installed as branch 
circunMMmtient care spaces the installation shall comply 
with re<®mnents of 517.13(A) and (B). The following 
mefflfck shall be permitted: [ROP 15-62] 
(l^^^^Éarinle metal raceways, Type MI Cable, Type 
Tnarked with the suffix -XW or Schedule í 
PVC conduit. Nonmetallic raceways shall not be used 
for branch circuits that supply patient care areas. [ROP 
15-60] 

(2) Where encased in not less than 50 mm (2 in.) of con¬ 
crete, Schedule 40 PVC conduit, flexible nonmetallic 
or jacketed metallic raceways, or jacketed metallic 
cable assemblies listed for installation in concrete. 
Nonmetallic raceways shall not be used for branch cir¬ 
cuits that supply patient care areas. 

(3) Listed MC cable identified as providing crush, impact 
and penetration circuit protection performance compa¬ 
rable to electrical metallic tubing. [ROP 15-61] 

(4) Listed flexible metal raceways and listed metal 
sheathed cable assemblies in any of the following: 

a. Where used in listed prefabricated medical head- 
walls 

b. In listed office fumishings 

c. Where fished into existing walls or ceilings, not oth- 
erwise accessible and not subject to physical dam- 


age 


flexible connection 


d. Where necessary 
equipment 

(5) Flexible power cords of appliances or other utilization 
equipment connected to the emergency system. 

(6) Cables for Class 2 or Class 3 systems permitted by Part 
VI of this Article, with or without raceways. 
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Informational Note: See 517.13 for additional grounding electrical system shall supply power for the following light- 

requirements in patient care areas. ing, receptacles, and equipment. [ROP 15-69] 


(D) Capacity of Systems. The essential electrical system 
shall have the capacity and rating to meet the máximum 
actual demand likely to be produced by the connected load 
of the essential electrical system. [ROP 15-63] 

Feeders shall be sized in accordance with 215.2 and 
Part III of Article 220. The generator set(s) shall have the 
capacity and rating to meet the demand produced by the 
load of the essential electrical system at any given time. 
[ROP 15-63] 

Demand calculations for sizing of the generator set(s) 
shall be based on any of the following: 

(1) Prudent demand factors and historical data 


(A) Illumination of Means of Egress. Illumination of 
means of egress, such as lighting required for corridors, 
passageways, stairways, and landings at exit doors, and all 
necessary ways of approach to exits. Switching arrange- 
ments to transfer patient corridor lighting in hospitals from 
general illumination circuits to night illumination circuits 
shall be permitted, provided only one of two circuits can be 
selected and both circuits cannot be extinguished at the 
same time. 

Informational Note: See NFPA 107-2009, Life Safety 

Code, Sections 7.8 and 7.9. 


(2) Connected load 

(3) Feeder calculation procedures described in Article 220 

(4) Any combination of the above 

The sizing requirements in 700.4 and 701.4 shall not 
apply to hospital generator set(s). 

(E) Receptacle Identification. The cover plates for the 
electrical receptacles or the electrical receptacles them- 
selves supphed from the essential electrical systei 
have a distinctive color or marking so as to be 
identifiable. [99:6.4.2.2.6.2(0] [ROP 15-64, ROP 1^ 

Nonlocking-type, 125-volt, 15- and 20^«mjiere re< 
tacles shall have an illuminated face or ¡uMncu^V' ligf 
indícate that there is power to the re^^cle. [1 

(F) Feeders from Altérnate Power 

feeder supplied by a local orrernot^.al 
be permitted to supply the^Kntial 
point at which the liS^Eafety, criticó 
branches are separated. H^Wlation of 
ment shall be permitted at o^^ than, 
altérnate power source. [ROP 




Exit signs and exit directional signs. 


:ing Systems. Alarm and alerting sys- 
iwing: 


A smf 
k source shall 
íem to the 
. and equipment 
transfer equip- 
location of the 


517.31 Branches Requiring Automatic Connection. 

Those functions of patient care depending on lighting or 
appliances that are connected to the essential electrical sys¬ 
tem shall be divided into the life safety branch and the 
critical branch, described in 517.32 and 517.33. [ROP 
15-68] 

The life safety and critical branches shall be installed 
and connected to the altérnate power source so that all 
functions supplied by these branches specified here shall be 
automatically restored to operation within 10 seconds after 
interruption of the normal source. [99:4.4.2.2.2.1, 4.4.3.1] 
[ROP 15-68] 

517.32 Life Safety Branch. No functions other than those 
listed in 517.32(A) through (H) shall be connected to the 
life safety branch. The life safety branch of the essential 


jns required for systems used for the piping of 
jormammable medical gases 

Informational Note: See NFPA 99-2005, Standard for 
Health Care Facilities, 4.4.2.2.2.2(3). 

(3) Mechanical, control, and other accessories required for 
efifective life safety systems operation shall be permit¬ 
ted to be connected to the life safety branch. 

(D) Communications Systems. Hospital Communications 
systems, where used for issuing instructions during emer- 
gency conditions. 

(E) Generator Set and Transfer Switch Locations. Task 
illumination battery charger for battery-powered lighting 
unit(s) and selected receptacles at the generator set and 
essential transfer switch locations. [99:4.4.2.2.2.2(5)] 

(F) Generator Set Accessories. Generator set accessories 
as required for generator performance. Loads dedicated to a 
specific generator, including the fuel transfer pump(s), ven- 
tilation fans, electrically operated louvers, Controls, cooling 
system, and other generator accessories essential for gen¬ 
erator operation, shall be connected to the life safety branch 
or to the output termináis of the generator with over-current 
protective devices. [ROP 15-70] 

(G) Elevators. Elevator cab lighting, control, Communica¬ 
tions, and signal systems. 

(H) Automatic Doors. Automatically operated doors used 
for building egress. [99:4.4.2.2.2.2(7)] 
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517.33 Critical Branch. 

(A) Task Ulumination and Selected Receptacles. The 

critical branch of the essential electrical system shall supply 
power for task illumination, fixed equipment, selected re¬ 
ceptacles, and special power circuits serving the following 
areas and functions related to patient care: [ROP 15-72] 

(1) Critical care areas that utilize anesthetizing gases — 
task illumination, selected receptacles, and fixed equip¬ 
ment 

(2) The isolated power systems in special environments 

(3) Patient care areas — task illumination and selected re¬ 
ceptacles in the following: 

a. Infant nurseries 

b. Medication preparation areas 

c. Pharmacy dispensing areas 

d. Selected acute nursing areas 

e. Psychiatric bed areas (omit receptacles) 

f. Ward treatment rooms 

g. Nurses’ stations (unless adequately lighted by corri- 
dor luminaires) 

(4) Additional specialized patient care task illumination 
and receptacles, where needed 

(5) Nurse cali systems 

(6) Blood, bone, and tissue banks 

(7) Telephone and data equipment rooms and closets 
[ROP 15-73] 

(8) Task illumination, selected receptacle 
power circuits for the following: 

a. General care beds (at least one dup] 
each patient bedroom) 

b. Angiographic labs 

c. Cardiac catheterization. 

d. Coronary care units 

e. Hemodialysis rooms or areS 

f. Emergency room treatment a ) 

g. Human physiology labs 

h. Intensive care units 

i. Postoperative recovery rooms (selected) 

(9) Additional task illumination, receptacles, and selected 
power circuits needed for effective hospital operation. 
Single-phase fractional horsepower motors shall be 
permitted to be connected to the critical branch. 
[99:4.4.2.2.2.3(9)] 

(B) Switching. It shall be permissible to switch critical 
branch task illumination with single pole, 3- and 4-way 
switches. motion sensors, automatic load control relays, 
dimming systems and low voltage control systems. [ROP 
15-71] 

(C) Subdivisión of the Critical Branch. It shall be per¬ 
mitted to subdivide the critical branch into two or more 
branches. 



Informational Note: It is important to analyze the conse- 
quences of supplying an area with only critical care branch 
power when failure occurs between the area and the trans- 
fer switch. Some proportion of normal and critical power or 
critical power from sepárate transfer switches may be 
appropriate. 

517.34 Equipment Branch Connection to Altérnate 
Power Source. The equipment branch shall be installed 
and connected to the altérnate power source such that the 
equipment described in 517.34(A) is automatically restored 
to operation at appropriate time-lag intervals following the 
energizing of the essential electrical system. Its arrange- 
ment shall also provide for the subsequent connection of 
equipment described in 517.34(B). [99:4.4.2.2.3.2] [ROP 
15-74] 

Exception: Foj^Ksential electrical systems under 150 
kVA, deletioiumtwjmaime-lag intervals feature for delayed 
automatic t^nnectin^ü) the equipment system shall be 
permití<£ 

for Delayed Automatic Connection. The 

lipment shall be permitted to be arranged for 
tomatic connection to the altérnate power 

¿ irction systems serving medical and surgical 
Functíms, including Controls. Such suction systems 
shall be permitted on the critical branch. 

Sump pumps and other equipment required to opérate 
for the safety of major apparatus, including associated 
control systems and alarms. 

(3) Compressed air systems serving medical and surgical 
functions, including Controls. Such air systems shall be 
permitted on the critical branch. 

(4) Smoke control and stair pressurization systems, or 
both. 

(5) Kitchen hood supply or exhaust systems, or both, if 
required to opérate during a fire in or under the hood. 

(6) Supply, retum, and exhaust ventilating systems for air- 
bome infectious/isolation rooms, protective environ- 
ment rooms, exhaust fans for laboratory fume hoods, 
nuclear medicine areas where radioactive material is 
used, ethylene oxide evacuation, and anesthesia evacu- 
ation. Where delayed automatic connection is not ap¬ 
propriate, such ventilation systems shall be permitted to 
be placed on the critical branch. [99:4.4.2.2.3.4(1) 
through (6)] 

(7) Supply, retum, and exhaust ventilating systems for op- 
erating and delivery rooms. 

(8) Supply, retum, exhaust ventilating system and/or air 
conditioning system serving telephone equipment 
rooms and closets and data equipment rooms and clos¬ 
ets. [ROP 15-75] 
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Exception: Sequential delayed automatic connection to the 
altérnate power source to prevent overloading the genera- 
tor shall be permitted where engineering studies indícate it 
is necessary. 

(B) Equipment for Delayed Automatic or Manual Con¬ 
nection. The following equipment shall be permitted to be 
arranged for either delayed automatic or manual connection 
to the altérnate power source: 

(1) Heating equipment to provide heating for operating, 
delivery, labor, recovery, intensive care, coronary care, 
nurseries, infection/isolation rooms, emergency treat- 
ment spaces, and general patient rooms and pressure 
maintenance (jockey or make-up) pump(s) for water- 
based fire protection systems. 

Exception: Heating of general patient rooms and 
infection/isolation rooms during disruption of the normal 
source shall not be required under any of the following 
conditions: 

(1) The outside design temperature is higher than 
—6.7°C (20°F). 

(2) The outside design temperature is lower than 
—6.7°C (20°F), and where a selected room(s) is provided 
for the needs of all confined patients, only such r 
need be heated. 

(3) The facility is served by a dual source of nt^¡al 
power. 

Informational Note No. 1: The desisgptempeiffl 
based on the 91 Vi percent design valua^rshown ij 
24 of the ASHRAE Handbook of FuM 
Informational Note No. 2: Foi^adescnBWi of a dual 
source of normal power, Informational 

Note. 

(2) An elevator(s) seleí^t to provide^■'vice "to patient, 
surgical, obstetrical, aj^Mxmnd flooBduring interrup- 
tion of normal power. In^ManceMmere interruption 
of normal power would resr^«Kher elevators stop- 
ping between floors, throw-overfacilities shall be pro¬ 
vided to allow the temporary operation of any elevator 
for the release of patients or other persons who may be 
confined between floors. 

(3) Hyperbaric facilities. 

(4) Hypobaric facilities. 

(5) Automatically operated doors 

(6) Minimal electrically heated autoclaving equipment 
shall be permitted to be arranged for either automatic 
or manual connection to the altérnate source. 

(7) Controls for equipment listed in 517.34. 

(8) Other selected equipment shall be permitted to be 
served by the equipment system. [99:4.4.2.2.3.5(9)] 

(C) AC Equipment for Nondelayed Automatic Connec¬ 
tion. Generator accessories, including but not limited to, 


the transfer fuel pump, electrically operated louvers, and 
other generator accessories essential for generator opera¬ 
tion, shall be arranged for automatic connection to the al¬ 
térnate power source. [99:4.4.2.2.3.3] 

517.35 Sources of Power. 

(A) Two Independent Sources of Power. Essential elec- 
trical systems shall have a minimum of two independent 
sources of power: a normal source generally supplying the 
entire electrical system and one or more altérnate sources 
for use when the normal source is interrupted. 
[99:4.4.1.1.4] 

(B) Altérnate Source of Power. The altérnate source of 
power shall b^rne of the following: 

(1) Gener^^^s) driven by some form of prime mover(s) 
andJpBted on the premises 

(2) A^mhcr ’ge^grating unit(s) where the normal source 
P^onsists of c^knerating unit(s) located on the premises 

) An external utm^service when the normal source con- 
íbf a generating unit(s) located on the premises 
^battery system located on the premises [99:4.4.1.2] 

(C ^ Bhc ation of Essential Electrical System Compo- 
¡gts-wEtreful consideration shall be given to the location 
►spaces housing the components of the essential elec¬ 
trical system to minimize interruptions caused by natural 
forces common to the area (e.g., storms, floods, earth- 
quakes, or hazards created by adjoining structures or activi- 
ties). Consideration shall also be given to the possible in¬ 
terruption of normal electrical Services resulting from 
similar causes as well as possible disruption of normal elec¬ 
trical Service due to internal wiring and equipment failures. 
Consideration shall be given to the physical separation of 
the main feeders of the altérnate source from the main 
feeders of the normal electrical source to prevent possible 
simultaneous interruption. [ROP 15-78] 

Informational Note: Facilities in which the normal source 
of power is supplied by two or more sepárate central 
station-fed Services experience greater than normal electri¬ 
cal Service reliability than those with only a single feed. 
Such a dual source of normal power consists of two or 
more electrical Services fed from sepárate generator sets or 
a utility distribution network that has múltiple power input 
sources and is arranged to provide mechanical and electri¬ 
cal separation so that a fault between the facility and the 
generating sources is not likely to cause an interruption of 
more than one of the facility Service feeders. 

517.40 Essential Electrical Systems for Nursing Homes 
and Limited Care Facilities. 

(A) Applicability. The requirements of Part III, 517.40(C) 
through 517.44, shall apply to nursing homes and limited 
care facilities. 
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Exception: The requirements of Part III, 517.40(C) 
through 517.44, shall not apply to freestanding buildings 
used as nursing homes and limited care facilities, provided 
that the following apply: 

(a) Admitting and discharge policies are maintained 
that preelude the provisión of care for any patient or resi- 
dent who may need to be sustained by electrical life- 
support equipment. 

(b) No surgical treatment requiring general anesthesia 
is offered. 

(c) An automatic battery-operated system(s) or equip¬ 
ment is provided that shall be effective for at least IV 2 
hours and is otherwise in accordance with 700.12 and that 
shall be capable of supplying lighting for exit lights, exit 
corridors, stairways, nursing stations, medical preparation 
areas, boiler rooms, and Communications areas. This Sys¬ 
tem shall also supply power to opérate all alarm systems. 
[99:17.3.4.2.2(3), 18.3.4.2.2(3)] 

See NFPA 101- 2009, Life Safety 


(B) Inpatient Hospital Care Facilities. For those nursing 
homes and limited care facilities that admit patients who 
need to be sustained by electrical life support equipment, 
the essential electrical system from the source to the por- 
tion of the facility where such patients are treated shall 
comply with the requirements of Part III, 517.3Cktt¡f0ugh 
517.35. 

(C) Facilities Contiguous or Located 01 
with Hospitals. Nursing homes and limit 
that are contiguous or located 
pital shall be permitted to ha 
systems supplied by that of th< 

Informational Note: For perfoi 
testing requirements of essential 
ing homes and limited care facilitie 
Standard for Health Care Facilities. 

517.41 Essential Electrical Systems. 

(A) General. Essential electrical systems for nursing 
homes and limited care facilities shall be comprised of two 
sepárate branches capable of supplying a limited amount of 
lighting and power Service, which is considered essential 
for the protection of life safety and effective operation of 
the institution during the time normal electrical Service is 
interrupted for any reason. These two sepárate branches 
shall be the life safety branch and the critical branch. [99: 
A.4.5.2.2.1] 


fer switch shall be permitted to serve one or more branches 
or systems in a facility with a máximum demand on the 
essential electrical system of 150 kVA. [99:4.5.2.2.1] 

Informational Note No. 1: See NFPA 99-2005, Standard 
for Health Care Facilities, 4.5.3.2, Transfer Switch Opera¬ 
tion Type II; 4.4.2.1.4, Automatic Transfer Switch Features; 
and 4.4.2.1.6, Nonautomatic Transfer Device Features. 


Informational Note No. 3: See Informational Note Figure 
517.41, No. 2. 




irmational Note Figure 517.41, No. 1 Nursing Home and 
ímited Health Care Facilities — Mínimum Requirement 
(greater than 150 kVA) for Transfer Switch Arrangement. 
[ROP 15-79] 


w 


r^T] Automatic 
1_Ü I switching 
equipment 


Essential electrical system 


(B) Transfer Switches. The number of transfer switches to 
be used shall be based on reliability, design, and load con- 
siderations. Each branch of the essential electrical system 
shall be served by one or more transfer switches. One trans- 


Informationai Note Figure 517.41, No. 2 Nursing Home and 
Limited Health Care Facilities — Mínimum Requirement (150 
kVA or less) for Transfer Switch Arrangement. [ROP 15-79] 
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(C) Capacity of System. The essential electrical system 
shall have adequate capacity to meet the demand for the 
operation of all functions and equipment to be served by 
each branch at one time. 

(D) Separation from Other Circuits. The life safety 
branch shall be kept entirely independent of all other wiring 
and equipment and shall not enter the same raceways, 
boxes, or cabinets with other wiring except as follows: 

(1) In transfer switches 

(2) In exit or emergency luminaires supplied from two 
sources 

(3) In a common junction box attached to exit or emer¬ 
gency luminaires supplied from two sources 


(1) Fire alarms 

Informational Note: See NFPA 101-2009, Life Safety 
Code, Sections 9.6 and 18.3.4. 

(2) Alarms required for systems used for the piping of 
nonflammable medical gases 

Informational Note: See NFPA 99-2005, Standard for 
Health Care Facilities, 4.4.2.2.2.2(3). 

(D) Communications Systems. Communications systems, 
where used for issuing instructions during emergency con- 
ditions. 

(E) Dining and Recreation Areas. Sufficient lighting in 
dining and recreation areas to provide illumination to exit 
ways. 


The wiring of the critical branch shall be permitted to 
occupy the same raceways, boxes, or cabinets of other cir¬ 
cuits that are not part of the life safety branch. 

(E) Receptacle Identification. The cover plates for the 
electrical receptacles or the electrical receptacles them- 
selves supplied from the essential electrical system shall 
have a distinctive color or marking so as to be readily ( 
identifiable. [99:6.5.2.2.4.2] [ROP 15-80, ROP 15-81] 
Nonlocking-type, 125-volt, 15- and 20-ampere i 
tacles shall have an illuminated face or an indicator 11 
indicate that there is power to the receptacle. [ROP 15-80] 

517.42 Automatic Connection to Life Safety Brancl 

The life safety branch shall be installod and cogected is 
the altérnate source of power so that all k functiyj 
herein shall be automatically restorecr 
10 seconds after the interruptioMB^he ií^Kd source. No 
functions other than thoseJjsled ni 5 ■^2(S^hrough (G) 
shall be connected to th|^e safety br^Bn. TnWife safety 
branch shall supply powe^fcc the followiB lighting, recep¬ 
tacles, and equipment. 

[ROP 15-82] 

(A) Illumination of Means of É^ress. Illumination of 
means of egress as is necessary for corridors, passageways, 
stairways, landings, and exit doors and all ways of ap- 
proach to exits. Switching arrangement to transfer patient 
corridor lighting from general illumination circuits shall be 
permitted, providing only one of two circuits can he se- 
lected and both circuits cannot he extinguished at the same 
time. 


(B) Exit Signs. Exit signs and exit directional signs. 
Informational Note: See NFPA 101-2009, Life Safety 
Code, Section 7.10. 

(C) Alarm and Alerting Systems. Alarm and alerting sys¬ 
tems, including the foliowing: 


(F) Generatot Set Location. Task illumination and se- 
lected rece^wes in the generator set location. 

(G) Elevators. Elevator cab lighting, control, Communica¬ 
tions,^ signaLsystems. [99:4.4.2.2.2.2(6), 4.5.2.2.2(7)] 

^43 Connection to Critical Branch. The critical 
ffTranch^nill be instSIled and connected to the altérnate 
Pource so that the equipment listed in 517.43(A) 
me automatically restored to operation at appropriate 
Cig intervals following the restoration of the life safety 
o operation. Its arrangement shall also provide for 
ttional connection of equipment listed in 517.43(B) 
by '"'either delayed automatic or manual operation. 
[99:4.5.2.2.3.1] 

Exception: For essential electrical systems under 150 
kVA, deletion of the time-lag intervals feature for delayed 
automatic connection to the equipment branch shall be per¬ 
mitted. [ROP 15-83] 

(A) Delayed Automatic Connection. The following 
equipment shall be permitted to be connected to the critical 
branch and shall be arranged for delayed automatic connec¬ 
tion to the altérnate power source: 

(1) Patient care areas — task illumination and selected re¬ 
ceptacles in the following: 

a. Medication preparation areas 

b. Pharmacy dispensing areas 

c. Nurses’ stations (unless adequately lighted by corri¬ 
dor luminaires) 

(2) Sump pumps and other equipment required to opérate 
for the safety of major apparatus and associated control 
systems and alarms 

(3) Smoke control and stair pressurization systems 

(4) Kitchen hood supply and/or exhaust systems, if re¬ 
quired to opérate during a fire in or under the hood 

(5) Supply, retum, and exhaust ventilating systems for air- 
bome infectious isolation rooms [99:4.5.2.2.3.3(1) 
through (5)] 
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(B) Delayed Automatic or Manual Connection. The fol- 
lowing equipment shall be permitted to be connected to the 
critical branch and shall be arranged for either delayed au- 
tomatic or manual connection to the altérnate power source: 

(1) Heating equipment to provide heating for patient 
rooms. 

Exception: Heating of general patient rooms during dis- 
ruption of the normal source shall not be required under 
any of the following conditions: 


(C) Location of Essential Electrical System Compo- 
nents. Careful consideration shall be given to the location 
of the spaces housing the components of the essential elec¬ 
trical system to minimize interruptions caused by natural 
forces common to the area (e.g., storms, floods, earth- 
quakes, or hazards created by adjoining structures or activi- 
ties). Consideration shall also be given to the possible in- 
terruption of normal electrical Services resulting from 
similar causes as well as possible disruption of normal elec¬ 
trical Service due to internal wiring and equipment failures. 


(1) The outside design temperature is higher than 
-6.7°C (20°F). 

(2) The outside design temperature is lower than 
-6.7°C (20°F) and where a selected room(s) isprovidedfor 
the needs of all confined patients, only such room(s) need 
be heated. 

(3) The facility is served by a dual source of normal 
power as described in 517.44(C), Informational Note. 

Informational Note: The outside design temperature is 
based on the 97 Vi percent design valúes as shown in Chap- 
ter 24 of the ASHRAE Handbook of Fundamentáis (1997). 

(2) Elevator Service — in instances where disruption of 
power would result in elevators stopping between 
floors, throw-over facilities shall be provided to allow^ 
the temporary operation of any elevator for the release^ 
of passengers. For elevator cab lighting, control, and 
signal system requirements, see 517.42(G). 

(3) Additional illumination, receptacles, and^quipn 
shall be permitted to be connected onh^o the crj^ 
branch. 


[99:4.5.2.2.3.4(A), (B), and (C)] 

517.44 Sources of Power. 

(A) Two Independent Sources THiEpwer. EsAtial elec¬ 
trical systems shall have a minimui^kf t^^Pdependent 
sources of power: a normal source generally^supplying the 
entire electrical system and one or more altérnate sources 
for use when the normal source is interrupted. 
[99:4.4.1.1.4] 

(B) Altérnate Source of Power. The altérnate source of 
power shall be a generator(s) driven by some form of prime 
mover(s) and located on the premises. 



Informational Note: Facilities in which the normal source 
of power is supplied by two or more sepárate central 
station-fed Services experience greater than normal electri¬ 
cal Service reliability than those with only a single feed. 
Such a dual source of normal power consists of two or 
e electrical serJÉgs fed from sepárate generator sets or 
a utility distribua^rnetwork that has múltiple power input 
o provide mechanical and electri- 
a fault between the facility and the 
Lp ot likely cause an interruption of 
e of the nftkty Service feeders. 


_(A) Essential Electrical Distribution. The essential elec- 
Listril^kpn system shall he a battery or generator 


Electrical Life Support Equipment. Where electrical 
life support equipment is required, the essential electrical 
distribution system shall be as described in 517.30 through 
517.35. [99:14.3.4.2.1] 

(C) Critical Care Areas. Where critical care areas are 
present, the essential electrical distribution system shall be 
as described in 517.30 through 517.35. [99:14.3.4.2.2] 


(D) Power Systems. Battery systems shall be installed in 
accordance with the requirements of Arricie 700, and gen¬ 
erator systems shall be as described in 517.30 through 
517.35. 


IV. Inhalation Anesthetizing Locations 


Exception No. 1: Where the normal source consists of 
generating units on the premises, the altérnate source shall 
be either another generator set or an external utility 
Service. 

Exception No. 2: Nursing homes or limited care facilities 
meeting the requirement of 517.40(A) and other health care 
facilities meeting the requirement of 517.45 shall be per¬ 
mitted to use a battery system or self-contained battery 
integral with the equipment. 


Informational Note: For further information regarding 
safeguards for anesthetizing locations, see NFPA 99-2005, 
Standard for Health Care Facilities. 

517.60 Anesthetizing Location Classiñcation. 

Informational Note: If either of the anesthetizing locations 
in 517.60(A) or 517.60(B) is designated a wet procedure 
location, refer to 517.20. 

(A) Hazardous (Classified) Location. 
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(1) Use Location. In a location where flammable anesthet- 
ics are employed, the entire area shall be considered to be a 
Class I, División 1 location that extends upward to a level 
1.52 m (5 ft) above the floor. The remaining volume up to 
the structural ceiling is considered to be above a hazardous 
(classified) location. [99: Annex E, E.l, and E.2] 

(2) Storage Location. Any room or location in which 
flammable anesthetics or volatile flammable disinfecting 
agents are stored shall be considered to be a Class I, Divi¬ 
sión 1 location from floor to ceiling. 


equipment, including lamps operating at more than 8 volts 
between conductors, shall be of a type approved for extra- 
hard usage in accordance with Table 400.4 and shall in- 
clude an additional conductor for grounding. 

(7) Flexible Cord Storage. A storage device for the flex¬ 
ible cord shall be provided and shall not subject the cord to 
bending at a radius of less than 75 mm (3 in.). 

(B) Above Hazardous (Classified) Anesthetizing Loca- 
tions. 


(B) Other-Than-Hazardous (Classified) Location. Any 

inhalation anesthetizing location designated for the exclu¬ 
sive use of nonflammable anesthetizing agents shall be con¬ 
sidered to be an other-than-hazardous (classified) location. 

517.61 Wiring and Equipment. 

(A) Within Hazardous (Classified) Anesthetizing Loca- 
tions. 

(1) Isolation. Except as permitted in 517.160, each power 
circuit within, or partially within, a flammable anesthetiz¬ 
ing location as referred to in 517.60 shall be isolated from 
any distribution system by the use of an isolated^ 
system. [99: Annex E, E.6.6.2] 

(2) Design and Installation. Where an isol ated p ower^j 
tem is utilized, the isolated power equipnjj^ll^ÉL be lis* 
as isolated power equipment, and the is|*ed poflr system 
shall be designed and installed in aca^^nce y 

(3) Equipment Operating a t More 

hazardous (classified) locati 
fixed wiring and equipn^^^and alL 
including lamps and otl^fctilization eql 
at more than 10 volts be rag^n condu( 
with the requirements of 



10 Volts. ín 

517.60, all 
tabl^fcguipment, 
iment, operating 
rs shall comply 
fgh 501.25, and 


501.100 through 501.150, and 50«W) and 501.30(B) for 
Class I, División 1 locations. All snch equipment shall be 
specifically approved for the hazardous atmospheres in¬ 
volved. [99: Annex E, E.2.1, E.4.5, E.4.6, and E.4.7] 

(4) Extent of Location. Where a box, fitting, or enclosure 
is partially, but not entirely, within a hazardous (classified) 
location(s), the hazardous (classified) location(s) shall be 
considered to be extended to inelude the entire box, fitting, 
or enclosure. 

(5) Receptacles and Attachment Plugs. Receptacles and 
attachment plugs in a hazardous (classified) location(s) 
shall be listed for use in Class I, Group C hazardous (clas¬ 
sified) locations and shall have provisión for the connection 
of a grounding conductor. 


(1) Wiring Methods. Wiring above a hazardous (classi¬ 
fied) location referred to in 517.60 shall be installed in rigid 
metal conduit, electrical metallic tubing, intermedíate metal 
conduit, Type MI cable, or Type MC cable that employs a 
continuous, e^ivaportight metal sheath. 

(2) Equipment Enclosure. Installed equipment that may 
produ|^u^k«)arks, or particles of hot metal, such as 

and lampklders for fixed lighting, cutouts, switches, 
Ibrators, moto^ku other equipment having make-and- 
Ifreak oje sliding coiSrcts, shall be of the totally enclosed 
e constructed so as to prevent escape of sparks or 
PRétal particles. 

Wall-mounted receptacles installed above the 
? (classified) location in flammable anesthetizing 
s shall not be required to be totally enclosed or 
have openings guarded or screened to prevent dispersión of 
particles. 

(3) Luminaires. Surgical and other luminaires shall con- 
form to 501.130(B). 

Exception No. 1: The surface temperature limitations set 
forth in 501.130(B)(1) shall not apply. 

Exception No. 2: Integral or pendant switches that are 
located above and cannot be lowered into the hazardous 
(classified) location(s) shall not be required to be 
explosionproofi 

(4) Seáis. Listed seáis shall be provided in conformance 
with 501.15, and 501.15(A)(4) shall apply to horizontal as 
well as to vertical boundaries of the defined hazardous 
(classified) locations. 

(5) Receptacles and Attachment Plugs. Receptacles and 
attachment plugs located above hazardous (classified) anes¬ 
thetizing locations shall be listed for hospital use for Ser¬ 
vices of prescribed voltage, frequeney, rating, and number 
of conductors with provisión for the connection of the 
grounding conductor. This requirement shall apply to at¬ 
tachment plugs and receptacles of the 2-pole, 3-wire 
grounding type for single-phase, 120-volt, nominal, ac ser¬ 


ió) Flexible Cord Type. Flexible cords used in hazardous (6) 250-Volt Receptacles and Attachment Plugs Rated 

(classified) locations for connection to portable utilization 50 and 60 Amperes. Receptacles and attachment plugs 
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rated 250 volts, for connection of 50-ampere and 60- 
ampere ac medical equipment for use above hazardous 
(classified) locations, shall be arranged so that the 60- 
ampere receptacle will accept either the 50-ampere or the 
60-ampere plug. Fifty-ampere receptacles shall be designed 
so as not to accept the 60-ampere attachment plug. The 
attachment plugs shall be of the 2-pole, 3-wire design with 
a third contad connecting to the insulated (green or green 
with yellow stripe) equipment grounding conductor of the 
electrical system. 

(C) Other-Than-Hazardous (Classified) Anesthetizing 
Locations. 


conductor. Grounding and bonding in Class I locations 
shall comply with 501.30. 

Exception: Equipment operating at not more than 10 volts 
between conductors shall not be required to be connected 
to an equipment grounding conductor. 

517.63 Grounded Power Systems in Anesthetizing Lo¬ 
cations. 

(A) Battery-Powered Lighting Units. One or more 
battery-powered lighting units shall be provided and shall 
be permitted to be wired to the critical lighting circuit in the 
area and connected ahead of any local switches. 


(1) Wiring Methods. Wiring serving other-than-hazardous 
(classified) locations, as defined in 517.60, shall be in- 
stalled in a metal raceway system or cable assembly. The 
metal raceway system or cable armor or sheath assembly 
shall qualify as an equipment grounding conductor in ac- 
cordance with 250.118. Type MC and Type MI cable shall 
have an outer metal armor, sheath, or sheath assembly that 
is identified as an acceptable equipment grounding conduc¬ 
tor. 

Exception: Pendant receptacle installations that employ 
Usted Type SJO, or equivalent hard usage or extra-harc 
usage, flexible cords suspended not less than 1.8 m (6 ft) 
from the floor shall not be required to be insta lled i n a 
metal raceway or cable assembly. 

(2) Receptacles and Attachment Plugs. 

attachment plugs installed and used in othei 
(classified) locations shall be 
Services of prescribed voltage, 
ber of conductors with prov 
grounding conductor. This 
2-pole, 3-wire grounding type 
or 240-volt, nominal, ac Service. 

(3) 250-Volt Receptacles and Attachmbñt Plugs Rated 
50 Amperes and 60 Amperes. Receptacles and attachment 
plugs rated 250 volts, for connection of 50-ampere and 
60-ampere ac medical equipment for use in other-than- 
hazardous (classified) locations, shall be arranged so that 
the 60-ampere receptacle will accept either the 50-ampere 
or the 60-ampere plug. Fifty-ampere receptacles shall be 
designed so as not to accept the 60-ampere attachment 
plug. The attachment plugs shall be of the 2-pole, 3-wire 
design with a third contad connecting to the insulated 
(green or green with yellow stripe) equipment grounding 
conductor of the electrical system. 




(B) Branch-Circuit Wiring. Branch circuits supplying 
only listed, fixed, tiprapeutic and diagnostic equipment, 
permanently instjdpnabove the hazardous (classified) loca- 
tion and in othM^bi-hazardous (classified) locations, shall 
be permitted^) be^krolied from a normal grounded ser- 
e system, provided the following 


Tounded and isolated circuits does not oc¬ 
íame raceway or cable, 
luctive surfaces of the equipment are connected 
iment grounding conductor. 
ienr except enclosed X-ray tubes and the leads 
ibes) is located at least 2.5 m (8 ft) above the 
floor or outside the anesthetizing location. 

Switches for the grounded branch circuit are located 
outside the hazardous (classified) location. 

Exception: Sections 517.63(B)(3) and (B)(4) shall not ap- 
ply in other-than-hazardous (classified) locations. 

(C) Fixed Lighting Branch Circuits. Branch circuits sup¬ 
plying only fixed lighting shall be permitted to be supplied 
by a normal grounded Service, provided the following ap- 
ply: 

(1) Such luminaires are located at least 2.5 m (8 ft) above 
the floor. 

(2) All conductive surfaces of luminaires are connected to 
an equipment grounding conductor. 

(3) Wiring for circuits supplying power to luminaires does 
not occupy the same raceway or cable for circuits sup¬ 
plying isolated power. 

(4) Switches are wall-mounted and located above hazard¬ 
ous (classified) locations. 

Exception: Sections 517.63(C)( 1) and (C)(4) shall not ap- 
ply in other-than-hazardous (classified) locations. 


517.62 Grounding. In any anesthetizing area, all metal 
raceways and metal-sheathed cables and all normally non- 
current-carrying conductive portions of fixed electrical 
equipment shall be connected to an equipment grounding 


(D) Remóte-Control Stations. Wall-mounted remote- 
control stations for remote-control switches operating at 24 
volts or less shall be permitted to be installed in any anes¬ 
thetizing location. 
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(E) Location of Isolated Power Systems. Where an iso- 
lated power system is utilized, the isolated power equip- 
ment shall be listed as isolated power equipment. Isolated 
power system equipment and its supply circuit shall be 
permitted to be located in an anesthetizing location, pro- 
vided it is installed above a hazardous (classified) location 
or in an other-than-hazardous (classified) location. 

(F) Circuits in Anesthetizing Locations. Except as per¬ 
mitted above, each power circuit within, or partially within, 
a flammable anesthetizing location as referred to in 517.60 
shall be isolated from any distribution system supplying 
other-than-anesthetizing locations. 


(F) Receptacles or Attachment Plugs. Any receptacle or 
attachment plug used on low-voltage circuits shall be of a 
type that does not permit interchangeable connection with 
circuits of higher voltage. 

Informational Note: Any interruption of the circuit, even 
circuits as low as 10 volts, either by any switch or loose or 
defective connections anywhere in the circuit, may produce 
a spark that is sufficient to ignite flammable anesthetic 

V. X-Ray Installations 

Nothing in this part shall be construed as specifying safe- 
guards against the useful beam or stray X-ray radiation. 


517.64 Low-Voltage Equipment and Instruments. 

(A) Equipment Requirements. Low-voltage equipment 
that is frequently in contad with the bodies of persons or 
has exposed current-carrying elements shall comply with 
one of the foliowing: 

(1) Opérate on an electrical potential of 10 volts or less 

(2) Be approved as intrinsically safe or double-insulated < 
equipment 

(3) Be moisture resistant 

(B) Power Supplies. Power shall be supplied to^ 
voltage equipment from one of the folio wing: 

(1) An individual portable isolating transfi*BBkutotrall 
formers shall not be used) conn^Ém to 9 isolat^ 
power circuit receptacle by me^f of an^ 
cord and attachment plug 

(2) A common low-voltage iyqJatin& tran^^iTier installed 
in an other-than-hazard^^tclasslkd) 1< 

(3) Individual dry-cell i^Kries 

(4) Common batteries maS9m of storaB cells located in 
an other-than-hazardous^fc^ifie^Mcation 

(C) Isolated Circuits. Isolating-tj^e transformers for sup¬ 
plying low-voltage circuits shall have both of the follow- 


Informational Note No. 1: Radiation safety and perfor¬ 
mance req*Rnents of several classes of X-ray equipment 
a under Public Law 90-602 and are enforced by 
it of Health and Human Services. 

e No. 2: In addition, information on ra- 

r i protectl^^w the National Council on Radiation 
Protection and M^Bkements is published as Reports ofthe 
kd Council on Radiation Protection and Measure- 
T These reports are obtainable from NCRP Publica¬ 
os, P.O. Box 30175, Washington, DC 20014. 


ixed and Stationary Equipment. Fixed and station- 
ary X-ray equipment shall be connected to the power sup¬ 
ply by means of a wiring method complying with appli- 
cable requirements of Chapters 1 through 4 of this Code, as 
modified by this article. 

Exception: Equipment properly supplied by a branch Cir¬ 
cuit rated at not over 30 amperes shall be permitted to be 
supplied through a suitable attachment plug and hard- 
service cable or cord. 

(B) Portable, Mobile, and Transportable Equipment. 

Individual branch circuits shall not be required for portable, 
mobile, and transportable medical X-ray equipment requir- 
ing a capacity of not over 60 amperes. 


(1) Approved means for insulating the secondary circuit 
from the primary circuit 

(2) The core and case connected to an equipment ground- 
ing conductor 


(C) Over 1000-Volt Supply. Circuits and equipment oper- 
ated on a supply circuit of over 1000 volts shall comply 
with Article 490. [ROP 15-90] 


(D) Controls. Resistance or impedance devices shall be 
permitted to control low-voltage equipment but shall not be 
used to limit the máximum available voltage to the equip¬ 
ment. 

(E) Battery-Powered Appliances. Battery-powered appli- 
ances shall not be capable of being charged while in opera- 
tion unless their charging circuitry incorporates an integral 
isolating-type transformen 


517.72 Disconnecting Means. 

(A) Capacity. A disconnecting means of adequate capacity 
for at least 50 percent of the input required for the momen- 
tary rating or 100 percent of the input required for the 
long-time rating of the X-ray equipment, whichever is 
greater, shall be provided in the supply circuit. 

(B) Location. The disconnecting means shall be operable 
from a location readily accessible from the X-ray control. 
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(C) Portable Equipment. For equipment connected to a 
120-volt branch circuit of 30 amperes or less, a grounding- 
type attachment plug and receptacle of proper rating shall 
be permitted to serve as a disconnecting means. 

517.73 Rating of Supply Conductors and Overcurrent 
Protection. 

(A) Diagnostic Equipment. 


equipment moved to and reinstalled at a new location shall 
be of an approved type. 

517.76 Transformers and Capacitors. Transformers and 
capacitors that are part of X-ray equipment shall not be 
required to comply with Articles 450 and 460. 

Capacitors shall be mounted within enclosures of insu- 
lating material or grounded metal. 


(1) Branch Circuits. The ampacity of supply branch- 
circuit conductors and the current rating of overcurrent pro- 
tective devices shall not be less than 50 percent of the 
momentary rating or 100 percent of the long-time rating, 
whichever is greater. 


517.77 Installation of High-Tension X-Ray Cables. 

Cables with grounded shields connecting X-ray tubes and 
image intensifiers shall be permitted to be installed in cable 
trays or cable troughs along with X-ray equipment control 
and power supply conductors without the need for barriers 
to sepárate the wiring. 


(2) Feeders. The ampacity of supply feeders and the cur¬ 
rent rating of overcurrent protective devices supplying two 
or more branch circuits supplying X-ray units shall not be 
less than 50 percent of the momentary demand rating of the 
largest unit plus 25 percent of the momentary demand rat¬ 
ing of the next largest unit plus 10 percent of the momen¬ 
tary demand rating of each additional unit. Where simulta- 
neous biplane examinations are undertaken with the X-ray 
units, the supply conductors and overcurrent protective de¬ 
vices shall be 100 percent of the momentary demand ratinj 
of each X-ray unit. 

Informational Note: The mínimum conductor 
branch and feeder circuits is also govemed by volt 
lation requirements. For a specific installation. 
facturer usually specifies mínimum distributiM 
and conductor sizes, rating of disconnectinj 
overcurrent protection. 

(B) Therapeutic Equipment. 

and rating of overcurrent pi 
less than 100 percent of the 
therapy equipment. 

Informational Note: The ampacity ot ^■^Kínch-circuit 
conductors and the ratings of disconnecnrg means and 
overcurrent protection for X-ray equipment are usually des- 
ignated by the manufacturer for the specific installation. 



I high-voltage parts, including 
d within grounded enclosures. 
insulating media shall be used 
Ifrom the grounded enclosure. 
kmnecüJÉrfrom the high-voltage equipment to X-ray 
^^^nner high-voltage components shall be made 
hijP^kdtage shielded cables. 



j^-Vonplge Cables. Low-voltage cables connecting 
►units that are not completely sealed, such as 
msformers, condensers, oil coolers, and high-voltage 
todtches, shall have insulation of the oil-resistant type. 

) Non-Current-Carrying Metal Parts. Non-current- 
^carrying metal parts of X-ray and associated equipment 
(Controls, tables, X-ray tube supports, transformer tanks, 
shielded cables, X-ray tube heads, etc.) shall be connected 
to an equipment grounding conductor in the manner speci- 
fied in Part VII of Article 250, as modified by 517.13(A) 
and (B). 

VI. Communications, Signaling Systems, Data 

Systems, Fire Alarm Systems, and Systems Less 
Than 120 Volts, Nominal 


517.74 Control Circuit Conductors. 

(A) Number of Conductors in Raceway. The number of 
control circuit conductors installed in a raceway shall be 
determined in accordance with 300.17. 

(B) Mínimum Size of Conductors. Size 18 AWG or 16 
AWG fixture wires as specified in 725.49 and flexible cords 
shall be permitted for the control and operating circuits of 
X-ray and auxiliary equipment where protected by not 
larger than 20-ampere overcurrent devices. 

517.75 Equipment Installations. All equipment for new 
X-ray installations and all used or reconditioned X-ray 


517.80 Patient Care Areas. Equivalent insulation and iso- 
lation to that required for the electrical distribution systems 
in patient care areas shall he provided for Communications, 
signaling systems, data system circuits, fire alarm systems, 
and systems less than 120 volts, nominal. 

Class 2 and Class 3 signaling and Communications sys¬ 
tems and power-limited fire alarm systems shall not be re¬ 
quired to comply with the grounding requirements of 
517.13, to comply with the mechanical protection require¬ 
ments of 517.30(C)(3)(5), or to be enclosed in raceways, 
unless otherwise specified by Chapter 7 or 8. 

Secondary circuits of transformer-powered Communica¬ 
tions or signaling systems shall not be required to be en- 
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closed in raceways unless otherwise specified by Chapter 7 
or 8. [99:4.4.2.2.4.6] 

517.81 Other-Than-Patient-Care Areas. In other-than- 
patient-care areas, installations shall be in accordance with 
the applicable provisions of other parts of this Code. 

517.82 Signal Transmission Between Appliances. 

(A) General. Permanently installed signal cabling from an 
appliance in a patient location to remóte appliances shall 
employ a signal transmission system that prevents hazard- 
ous grounding interconnection of the appliances. 

Informational Note: See 517.13(A) for additional ground¬ 
ing requirements in patient care areas. 

(B) Common Signal Grounding Wire. Common signal 
grounding wires (i.e., the chassis ground for single-ended 
transmission) shall be permitted to be used between appli¬ 
ances all located within the patient care vicinity, provided 
the appliances are served from the same reference ground¬ 
ing point. 


VII. Isolated Power Systems 
517.160 Isolated Power Systems. 

(A) Installations. 

(1) Isolated Power Circuits. Each ii 

shall be controlled by a switch or circj^ 
disconnecting pole in each isolated o 
multaneously disconnect all power. 5 
accomplished by means of i solatlun transform- 

ers, by means of generatoi^^s] or b^^^msn^Wectrically 
isolated batteries. Cond^Ktrs of isohnH powr circuits 
shall not be installed in afcgs, racewa»or other enclo- 
sures containing conductors o^^iothe^Ktem. 

(2) Circuit Characteristics. Cimfc^supplying primaries 
of isolating transformers shall opérate at not more than 600 
volts between conductors and shall be provided with proper 
overcurrent protection. The secondary voltage of such 
transformers shall not exceed 600 volts between conductors 
of each circuit. All circuits supplied from such secondaries 
shall be ungrounded and shall have an approved overcur¬ 
rent device of proper ratings in each conductor. Circuits 
supplied directly from batteries or from motor generator 
sets shall be ungrounded and shall be protected against 
overcurrent in the same manner as transformer-fed second¬ 
ary circuits. If an electrostatic shield is present, it shall be 
connected to the reference grounding point. [99:4.3.2.6.1] 

(3) Equipment Location. The isolating transformers, mo¬ 
tor generator sets, batteries and battery chargers, and asso- 
ciated primary or secondary overcurrent devices shall not 
be installed in hazardous (classified) locations. The isolated 


secondary circuit wiring extending into a hazardous anes- 
thetizing location shall be installed in accordance with 
501.10. 

(4) Isolation Transformers. An isolation transformer shall 
not serve more than one operating room except as covered 
in (A)(4)(a) and (A)(4)(b). 

For purposes of this section, anesthetic induction rooms 
are considered part of the operating room or rooms served 
by the induction rooms. 

(a) Induction Rooms. Where an induction room serves 
more than one operating room, the isolated circuits of the 
induction room shall be permitted to be supplied from the 
isolation transformer of any one of the operating rooms 
served by thatinduction room. 

(b) Hiojm Voltages. Isolation transformers shall be 
permittej^Kerve single receptacles in several patient areas 
where^rS^^dng apply: 

(l^ffne recepifc^ are reserved for supplying power to 
requipment reqkjng 150 volts or higher, such as por¬ 
ta bUtX-ray unitSr 

^2) T^rreceptacles and mating plugs are not interchange- 
role with the receptacles on the local isolated power 
Igtem. 

|i3.4.1.2.6.6] 

Conductor Identiñcation. The isolated circuit conduc¬ 
tors shall be identified as follows: 

(1) Isolated Conductor No. 1 — Orange with at least one 
distinctive colored stripe other than white, green, or 
gray along the entire length of the conductor 

(2) Isolated Conductor No. 2 — Brown with at least one 
distinctive colored stripe other than white, green, or 
gray along the entire length of the conductor 

For 3-phase systems, the third conductor shall be iden¬ 
tified as yellow with at least one distinctive colored stripe 
other than white, green, or gray along the entire length of 
the conductor. Where isolated circuit conductors supply 
125-volt, single-phase, 15- and 20-ampere receptacles, the 
striped orange conductor(s) shall be connected to the termi¬ 
nales) on the receptacles that are identified in accordance 
with 200.10(B) for connection to the grounded circuit con¬ 
ductor. 

(6) Wire-Pulling Compounds. Wire-pulling compounds 
that increase the dielectric constant shall not be used on the 
secondary conductors of the isolated power supply. 

Informational Note No. 1: It is desirable to limit the size 
of the isolation transformer to 10 kVA or less and to use 
conductor insulation with low leakage to meet impedance 
requirements. 

Informational Note No. 2: Minimizing the length of 
branch-circuit conductors and using conductor insulations 
with a dielectric constant less than 3.5 and insulation resis- 
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tance constant greater than 6100 megohm-meters (20,000 
megohm-feet) at 16°C (60°F) reduces leakage from line to 
ground, reducing the hazard current. 

(B) Line Isolation Monitor. 

(1) Characteristics. In addition to the usual control and 
overcurrent protective devices, each isolated power system 
shall be provided with a continually operating line isolation 
monitor that indicates total hazard current. The monitor 
shall be designed such that a green signal lamp, conspicu- 
ously visible to persons in each area served by the isolated 
power system, remains lighted when the system is ad- 
equately isolated from ground. An adjacent red signal lamp 
and an audible waming signal (remóte if desired) shall be 
energized when the total hazard current (consisting of pos- 
sible resistive and capacitive leakage currents) from either 
isolated conductor to ground reaches a threshold valué of 5 
mA under nominal line voltage conditions. The line moni¬ 
tor shall not alarm for a fault hazard of less than 3.7 mA or 
for a total hazard current of less than 5 mA. 

Exception: A system shall be permitted to be designed to 
opérate at a lower threshold valué of total hazard current. 
A line isolation monitor for such a system shall be permit¬ 
ted to be approved, with the provisión that the fault hazart 
current shall be permitted to be reduced but not to less than 
35 percent ofthe corresponding threshold valué ofthe total 
hazard current, and the monitor hazard curret 
correspondingly reduced to not more than 50 
alarm threshold valué of the total hazard 

(2) Impedance. The line isolation monit 

signed to have sufficient interna^® 
when properly connected to the^ÉHated sysfl^k the’ 
mum intemal current that can^^w through thHine isola¬ 
tion monitor, when any point isolate^Bystem is 

grounded, shall be 1 mA. 

Exception: The line isolation monitor stw^^e permitted to 
be of the low-impedance type such that the current through 
the line isolation monitor, when any point of the isolated 
system is grounded, will not exceed twice the alarm thresh¬ 
old valué for a period not exceeding 5 milliseconds. 

Informational Note: Reduction of the monitor hazard cur¬ 
rent, provided this reduction results in an increased “not 
alarm” threshold valué for the fault hazard current, will 
increase Circuit capacity. 

(3) Ammeter. An ammeter calibrated in the total hazard 
current of the system (contribution of the fault hazard cur¬ 
rent plus monitor hazard current) shall be mounted in a 
plainly visible place on the line isolation monitor with the 
“alarm on” zone at approximately the center of the scale. 
Exception: The line isolation monitor shall be permitted to 
be a composite unit, with a sensing section cabled to a 


sepárate display panel section on which the alarm or tes 
functions are located. 

Informational Note: It is desirable to lócate the ammeter 
so that it is conspicuously visible to persons in the anesthe- 
tizing location. 


ARTICLE 518 
Assembly Occupancies 


518.1 Scope. Except for the assembly occupancies explic- 
itly covered by 520.1, this article covers all buildings or 
portions of buildin^Ar structures designed or intended for 
the gathering t^^per of 100 or more persons for such 
purposes a.s jj^iküion, worship, entertainment, eating, 
drinking, aiSrsememfc^/aiting transportation, or similar 
purposM 


i. Assembly occupancies shall inelude, but 
to, the following: 


Exhibition halls 
Gymnasiums 
Mortuary chapéis 
Multipurpose rooms 
Museums 

Places of awaiting transportation 
Places of religious worship 
Pool rooms 
Restaurants 
Skating rinks 



Fuditoriums 
Inwling lañes 
rooms 

rVniference rooms 
^Courtrooms 
Dance halls 
Dining and drinking 
facilities 


(B) Múltiple Occupancies. Where an assembly occupancy 
forms a portion of a building containing other occupancies, 
Article 518 applies only to that portion of the building 
considered an assembly occupancy. Occupancy of any 
room or space for assembly purposes by less than 100 per¬ 
sons in a building of other occupancy, and incidental to 
such other occupancy, shall be classified as part of the other 
occupancy and suhject to the provisions applicable thereto. 

(C) Theatrical Areas. Where any such building structure, 
or portion thereof, contains a projection booth or stage plat- 
form or area for the presentation of theatrical or musical 
productions, either fixed or portable, the wiring for that 
area, including associated audience seating areas, and all 
equipment that is used in the referenced area, and portable 
equipment and wiring for use in the production that will not 
be connected to permanently installed wiring, shall comply 
with Article 520. 
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Informational Note: For methods of determining popula- 
tion capacity, see local building code or, in its absence, 
NFPA 101- 2009, Life Safety Code. 

518.3 Other Articles. 

(A) Hazardous (Classified) Areas. Electrical installations 
in hazardous (classified) areas located in assembly occu- 
pancies shall comply with Ardele 500. 


(d) Fire alarm circuits —Article 760 

(B) Nonrated Construction. In addition to the wiring 
methods of 518.4(A), nonmetallic-sheathed cable, Type AC 
cable, electrical nonmetallic tubing, and rigid nonmetallic 
conduit shall be permitted to be installed in those buildings 
or portions thereof that are not required to be of fire-rated 
construction by the applicable building code. 


(B) Temporary Wiring. In exhibition halls used for dis- 
play booths, as in trade shows, the temporary wiring shall 
be permitted to be installed in accordance with Article 590. 
Flexible cables and cords approved for hard or extra-hard 
usage shall be permitted to be laid on floors where pro- 
tected from contad by the general public. The ground-fault 
circuit-interrupter requirements of 590.6 shall not apply. All 
other ground-fault circuit-interrupter requirements of this 
Code shall apply. 

Where ground-fault Circuit interrupter protection for 
personnel is supplied by plug-and-cord-connection to the 
branch circuit or to the feeder, the ground fault Circuit in¬ 
terrupter protection shall be listed as portable ground fault < 
circuit interrupter protection or provide a level of protection 
equivaled to a portable ground fault circuit interrupter, 
whether assembled in the field or at the factory. 

Exception: Where conditions of supervisión and n 
nance ensure that only qualified persons m 
installation, flexible cords or cables i 

400.4 for hard usage or extra-hard um\ permitW 

ted in cable trays used only for temp^ 
or cables shall be installed in a singl lanefit 

sign shall be attached U 
exceed 7.5 m (25 ft). Th 


CABLE TRAY FOR 

(C) Emergency Systems, 
shall comply with Article " 

518.4 Wiring Methods. 



JNG ONLY 


íergency systems 


Informational Note: Fire-rated construction is the fire- 
resistive classification used in building codes. 

(C) Spaces with Finish Rating. Electrical nonmetallic 
tubing and rigid nonmetallic conduit shall be permitted to 
be installed in club rooms, conference and meeting rooms 
in hotels or motéis, courtrooms, dining facilities, restau- 
rants, morttu^rchapels, museums, libraries, and places of 
religiousj^Khip where the foliowing apply: 

(1) TJ^rel^fckal nonmetallic tubing or rigid nonmetallic 
áCOTduit islfttolled concealed within walls, floors, and 
rceilings whera^tewalls, floors, and ceilings provide a 
mal barrier mmiaterial that has at least a 15-minute 
n rating as identified in listings of fire-rated assem- 

§fae electrical nonmetallic tubing or rigid nonmetallic 
kiit is installed above suspended ceilings where the 
ispended ceilings provide a thermal barrier of mate- 
nal that has at least a 15-minute finish rating as iden¬ 
tified in listings of fire-rated assemblies. 

Electrical nonmetallic tubing and rigid nonmetallic con¬ 
duit are not recognized for use in other space used for 
environmental air in accordance with 300.22(C). 

Informational Note: A finish rating is established for as¬ 
semblies containing combustible (wood) supports. The fin¬ 
ish rating is defined as the time at which the wood stud or 
wood joist reaches an average temperature rise of 121°C 
(250°F) or an individual temperature rise of 163°C (325°F) 
as measured on the plañe of the wood nearest the fire. A 
finish rating is not intended to represent a rating for a mem- 
brane ceiling. 


(A) General. The fixed wiring methods shall be metal 
raceways, flexible metal raceways, nonmetallic raceways 
encased in not less than 50 mm (2 in.) of concrete, Type 
MI, MC, or AC cable. The wiring method shall itself 
qualify as an equipment grounding conductor according to 
250.118 or shall contain an insulated equipment grounding 
conductor sized in accordance with Table 250.122. 

Exception: Fixed wiring methods shall be as provided in 

(a) Audio signal processing, amplification, and repro- 
duction equipment — Article 640 

(b) Communications circuits — Article 800 

(c) Class 2 and Class 3 remote-control and signaling 
circuits — Article 725 


518.5 Supply. Portable switchboards and portable power 
distribution equipment shall be supplied only from listed 
power outlets of sufficient voltage and ampere rating. Such 
power outlets shall be protected by overcurrent devices. 
Such overcurrent devices and power outlets shall not be 
accessible to the general public. Provisions for connection 
of an equipment grounding conductor shall be provided. 
The neutral conductor of feeders supplying solid-state 
phase control, 3-phase, 4-wire dimmer systems shall be 
considered a current-carrying conductor for purposes of 
ampacity adjustment. The neutral conductor of feeders sup¬ 
plying solid-state sine wave, 3-phase, 4-wire dimming sys¬ 
tems shall not be considered a current-carrying conductor 
for purposes of ampacity adjustment. 
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Exception: The neutral conductor of feeders supplying 
systems that use or may use both phase-control and sine- 
wave dimmers shall be considered as current-carrying for 
purposes of ampacity adjustment. 

Informational Note: For definitions of solid-state dimmer 
types, see 520.2. 


Portable Power Distribution Unit. A power distribution 
box containing receptacles and overcurrent devices. 

Proscenium. The wall and arch that separates the stage 
from the auditorium (house). 

Solid-State Phase-Control Dimmer. A solid-state dimmer 
where the wave shape of the steady-state current does not 
follow the wave shape of the applied voltage, such that the 
wave shape is nonlinear. 


ARTICLE 520 

Theaters, Audience Areas of Motion 
Picture and Televisión Studios, 
Performance Areas, and Similar 
Locations 


I. General 

520.1 Scope. This article covers all buildings or that part 
of a building or structure, indoor or outdoor, designed or 
used for presentation, dramatic, musical, motion picture 
projection, or similar purposes and to specific audience 
seating areas within motion picture or televisión studios. 

520.2 Definitions. 

Border Light. A permanently installed ove 


Breakout Assembly. An adapter used to 
pole connector containing two or more bt 
múltiple individual branch-circuit coi 

Bundled. Cables or conducto; 
taped, or otherwise periodicall 

Connector Strip. A metal wii 
flush receptacles. 

Drop Box. A box containing pendant- or flush-mounted 
receptacles attached to a multiconductor cable via strain 
relief or a multipole connector. 



Solid-State Sine Wave Dimmer. A solid-state dimmer 
where the wave shape of the steady-state current follows 
the wave shape of the applied voltage such that the wave 
shape is linear. 

Stage Equipment. lAiuipment at any location on the pre¬ 
mises integral to Ij^stage production, including but not 
limited to equn^Kit for lighting, audio , special effects, 
rigging, m, projection or video. [ROP 15-98] 

Stage IJpüting Hoist. A rnotorized lifting device that con- 
tains^0nounting position^mone or more luminaires with 
devicMÍor connection of luminaires to branch cir- 
cuii^A^yfegra! flexible cables to allow the luminaires to 
travel^^fthe lifting range of the hoist while energized. 
LOP 15^ 

lard. A switchboard, panelboard, or rack 
lining^dimmers or relays with associated overcurrent 
•otective devices, or overcurrent protective devices alone, 
;d primarily to feed stage equipment. [ROP 15-98] 

itand Lamp (Work Light). A portable stand that contains 
a general-purpose luminaire or lampholder with guard for 
the purpose of providing general illumination on the stage 
or in the auditorium. 

Strip Light. A luminaire with múltiple lamps arranged in a 
row. 

Two-Fer. An adapter cable containing one male plug and 
two female cord connectors used to connect two loads to 
one branch circuit. 


Footlight. A border light installed on or in the stage. 

Grouped. Cables or conductors positioned adj acent to one 
another but not in continuous contact with each other. 

Performance Area. The stage and audience seating area 
associated with a temporary stage structure, whether in- 
doors or outdoors, constructed of scaffolding, truss, plat- 
forms, or similar devices, that is used for the presentation 
of theatrical or musical productions or for public presenta- 
tions. 

Portable Equipment. Equipment fed with portable cords 
or cables intended to be moved from one place to another. 


520.3 Motion Picture Projectors. Motion picture equip¬ 
ment and its installation and use shall comply with Article 
540. 

520.4 Audio Signal Processing, Amplification, and Re- 
production Equipment. Audio signal processing, amplifi¬ 
cation, and reproduction equipment and its installation shall 
comply with Article 640. 

520.5 Wiring Methods. 

(A) General. The fixed wiring method shall be metal race- 
ways, nonmetallic raceways encased in at least 50 mm 
(2 in.) of concrete, Type MI cable, MC cable, or AC cable 
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containing an insulated equipment grounding conductor 
sized in accordance with Table 250.122. 

Exception: Fixed wiring methods shall be as provided in 
Ardele 640 for audio signal processing, amplificadon, and 
reproduedon equipment, in Ardele 800for Communications 
circuits, in Ardele 725 for Class 2 and Class 3 remote- 
control and signaling circuits, and in Ardele 760 for fire 
alarm circuits. 


be permitted for temporary use outdoors, provided the 
equipment is supervised by qualified personnel while ener- 
gized and barriered from the general public. 

II. Fixed Stage Switchboards 

520.21 General. Fixed stage switchboards shall comply 
with (1) through (4) below: 


(B) Portable Equipment. The wiring for portable switch¬ 
boards, stage set lighting, stage effeets, and other wiring not 
fixed as to location shall be permitted with approved flex¬ 
ible cords and cables as provided elsewhere in Article 520. 
Fastening such cables and cords by uninsulated Staples or 
nailing shall not be permitted. 

(C) Nonrated Construction. Nonmetallic-sheathed cable, 
Type AC cable, electrical nonmetallic tubing, and rigid 
nonmetallic conduit shall be permitted to be installed in 
those buildings or portions thereof that are not required to 
be of fire-rated construction by the applicable building 
code. 

520.6 Number of Conductors in Raceway. The number 
of conductors permitted in any metal conduit, rigid n 
tallic conduit as permitted in this article, or electricíl 
tallic tubing for circuits or for remote-control conduo| 
shall not exceed the percentage fill sho\wjpÍ3|ltible 1 c 
Chapter 9. Where contained within an^«uaryWtter or^_ 
wireway, the sum of the cross-sectjj^KÍ area s M all con^ 
tained conductors at any cross sect^^^hufl 
20 percent of the interior cross^^ionai^^of the auxil- 
iary gutter or wireway. TJ^^^^^fchjctí^fcunitation of 
366.22 and 376.22 shallWPappIy. 

520.7 Enclosing and Gmmúig Live Parts. Live parts 
shall be enclosed or guarded^k^evaMRccidental contact 
by persons and objeets. All swit^fcwiall be of the exter- 
nally operable type. Dimmers, incliraing rheostats, shall be 
placed in cases or cabinets that endose all live parts. 


(1) Fixed stage switchboards shall be listed. 

(2) Fixed stage switchboards shall be readily accessible but 
shall not be required to be located on or adj acent to the 
stage. Múltiple fixed stage switchboards shall be per¬ 
mitted at different locations. 

(3) A fixed stage switchboard shall contain overcurrent 
protectiv^devices for all branch circuits supplied by 
that s^ínboard. 

(4) A fixed stage switchboard shall be permitted to supply 
¡and non-stage equipment. 

0P 15-107, ROP15-108, ROP 15-108a, ROP15-110] 

320. 2Éf Pimmers. Dimmers shall comply with 520.25(A) 
h (D). 

(Af^isconnection and Overcurrent Protection. Where 
mirare installed in ungrounded conductors, each dim- 
5hall have overcurrent protection not greater than 
125 percent of the dimmer rating and shall be disconnected 
from all ungrounded conductors when the master or indi¬ 
vidual switch or circuit breaker supplying such dimmer is 
in the open position. 

(B) Resistance- or Reactor-Type Dimmers. Resistance- 
or series reactor-type dimmers shall be permitted to be 
placed in either the grounded or the ungrounded conductor 
of the circuit. Where designed to open either the supply 
circuit to the dimmer or the circuit controlled by it, the 
dimmer shall then comply with 404.2(B). Resistance- or 
reactor-type dimmers placed in the grounded neutral con¬ 
ductor of the circuit shall not open the circuit. 


520.8 Emergency Systems. Control of emergeney systems 
shall comply with Article 700. 

520.9 Branch Circuits. A branch circuit of any size sup¬ 
plying one or more receptacles shall be permitted to supply 
stage set lighting. The voltage rating of the receptacles shall 
be not less than the circuit voltage. Receptacle ampere rat- 
ings and branch-circuit conductor ampacity shall be not less 
than the branch-circuit overcurrent device ampere rating. 
Table 210.21(B)(2) shall not apply. 

520.10 Portable Equipment Used Outdoors. Portable 
stage and studio lighting equipment and portable power 
distribution equipment not identified for outdoor use shall 


(C) Autotransformer-Type Dimmers. The circuit supply¬ 
ing an autotransformer-type dimmer shall not exceed 150 
volts between conductors. The grounded conductor shall be 
common to the input and output circuits. 

Informational Note: See 210.9 for circuits derived from 

autotransformers. 

(D) Solid-State-Type Dimmers. The circuit supplying a 
solid-state dimmer shall not exceed 150 volts between con¬ 
ductors unless the dimmer is listed specifically for higher 
voltage operation. Where a grounded conductor supplies a 
dimmer, it shall be common to the input and output circuits. 
Dimmer chassis shall be connected to the equipment 
grounding conductor. 
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520.26 Type of Switchboard. A stage switchboard shall 
be either one or a combination of the types specified in 
520.26(A), (B), (C), and (D). [ROP 15-110a] 

(A) Manual. Dimmers and switches are operated by 
handles mechanically linked to the control devices. 

(B) Remotely Controlled. Devices are operated electri- 
cally from a pilot-type control consolé or panel. Pilot con¬ 
trol panels either shall be part of the switchboard or shall be 
permitted to be at another location. 

(C) Intermedíate. A stage switchboard with circuit inter- 
connections is a secondary switchboard (patch panel) or 
panelboard remóte to the primary stage switchboard. It 
shall contain overcurrent protection. Where the required 
branch-circuit overcurrent protection is provided in the 
dimmer panel, it shall be permitted to be omitted from the 
intermedíate switchboard. 

(D) Constant Power. A stage switchboard containing only 
overcurrent protective devices and no control elements. 

[ROP 15-110a] 

520.27 Stage Switchboard Feeders. 

(A) Type of Feeder. Feeders supplying stage switchboards 
shall be one of the types in 520.27(A)(1) throughí^^). 

(1) Single Feeder. A single feeder disconnecl 
disconnect device. 

(2) Múltiple Feeders to Interine» 
board (Patch Panel). Múltiple fes 
tity shall be permitted, provic 
part of a single system. When 
tors in a given raceway shall 
carry the máximum unbalanced 
tiple feeder conductors in the same 
not he greater than the ampacity of the neutral conductor 
supplying the primary stage switchboard. Parallel neutral 
conductors shall comply with 310.10(H). 

(3) Sepárate Feeders to Single Primary Stage Switch¬ 
board (Dimmer Bank). Installations with sepárate feeders 
to a single primary stage switchboard shall have a discon- 
necting means for each feeder. The primary stage switch¬ 
board shall have a permanent and obvious label stating the 
number and location of disconnecting means. If the discon- 
necting means are located in more than one distribution 
switchboard, the primary stage switchboard shall be pro¬ 
vided with barriers to correspond with these múltiple loca- 
tions. 

(B) Neutral Conductor. For the purpose of ampacity ad- 
justment, the following shall apply: 



(1) The neutral conductor of feeders supplying solid-state, 
phase-control 3-phase, 4-wire dimming systems shall 
be considered a current-carrying conductor. 

(2) The neutral conductor of feeders supplying solid-state, 
sine wave 3-phase, 4-wire dimming systems shall not 
be considered a current-carrying conductor. 

(3) The neutral conductor of feeders supplying systems 
that use or may use both phase-control and sine wave 
dimmers shall be considered as current-carrying. 

(C) Supply Capacity. For the purposes of calculating sup- 
ply capacity to switchboards, it shall be permissible to con- 
sider the máximum load that the switchboard is intended to 
control in a given installation, provided that the following 
apply: 

ing the switchboard shall be pro- 
'ercurrent device with a rating not 
ípacity of the feeder. 

.overcurrent device shall not afifect 
the egress or emergency light- 


Equipment Other Than Switchboards 
Lighting Hoists. Stage lighting hoists shall 
listed. Where a listed stage lighting hoist contains an 
itegral cable handling system and cable to connect a mov- 
wiring device to a fixed junction box for connection to 
írmanent wiring, the extra-hard-usage requirement of 
520.44(0(1) shall not apply. [ROP 15-111] 

520.41 Circuit Loads. 

(A) Circuits Rated 20 Amperes or Less. Footlights, bor- 
der lights, and proscenium sidelights shall be arranged so 
that no branch circuit supplying such equipment carries a 
load exceeding 20 amperes. 

(B) Circuits Rated Greater Than 20 Amperes. Where 
only heavy-duty lampholders are used, such circuits shall 
he permitted to comply with Article 210 for circuits sup¬ 
plying heavy-duty lampholders. 

520.42 Conductor Insulation. Foot, border, proscenium, or 
portable strip lights and connector strips shall be wired with 
conductors that have insulation suitable for the temperature at 
which the conductors are operated, but not less than 125°C 
(257°F). The ampacity of the 125°C (257°F) conductors shall 
he that of 60°C (140°F) conductors. All drops from connector 
strips shall be 90°C (194°F) wire sized to the ampacity of 
60°C (140°F) cords and cables with no more than 150 mm 
(6 in.) of conductor extending into the connector strip. Section 
310.15(B)(3)(a) shall not apply. 

Informational Note: See Table 310.104(A) for conductor 
types. 
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520.43 Footlights. 

(A) Metal Trough Construction. Where metal trough 
construction is employed for footlights, the trough contain- 
ing the Circuit conductors shall be made of sheet metal not 
lighter than 0.81 mm (0.032 in.) and treated to prevent 
oxidation. Lampholder termináis shall be kept at least 
13 mm (V2 in.) from the metal of the trough. The Circuit 
conductors shall be soldered to the lampholder termináis. 

(B) Other-Than-Metal Trough Construction. Where the 
metal trough construction specified in 520.43(A) is not 
used, footlights shall consist of individual outlets with lam- 
pholders wired with rigid metal conduit, intermedíate metal 
conduit, or flexible metal conduit, Type MC cable, or 
mineral-insulated, metal-sheathed cable. The circuit con¬ 
ductors shall be soldered to the lampholder termináis. 

(C) Disappearing Footlights. Disappearing footlights 
shall be arranged so that the current supply is automatically 
disconnected when the footlights are replaced in the storage 
recesses designed for them. 

520.44 Borders, Proscenium Sidelights, Drop Boxes, 
and Connector Strips. 

(A) General. Borders and proscenium sidehghts s 
as fohows: 

(1) Constructed as specified in 520. 

(2) Suitably stayed and supported 

(3) Designed so that the flanges oD 
adequate guards protect the lai 
damage and from accii 
other combustible maj 

(B) Connector Strips 

and drop boxes shall be as 

(1) Suitably stayed and suppoi 

(2) Listed as stage and studio wiri 

(C) Cords and Cables for Border Lights, Drop Boxes, 
and Connector Strips. 



determined by Table 520.44 shall not exceed the valúes in 
Table 520.44. 

(3) Identification of Conductors in Multiconductor 
Extra-hard Usage Cords and Cables. Grounded (neutral) 
conductors shah be white without stripe or shall be identi- 
fied by a distinctive white marking at their terminations. 
Grounding conductors shall be green with or without yel- 
low stripe or shah be identified by a distinctive green mark¬ 
ing at their terminations. 

Table 520.44 Ampacity of Listed Extra-Hard-Usage Cords 
and Cables with Temperature Ratings of 75°C (167°F) and 
90°C (194°F)* [Based on Ambient Temperature of 30°C 
(86°F)] 

Temperature Rating of 
Cords and Cables Máximum 

Rating of 

75°C 90°C Overcurrent 

|U67 0 F) (194°F) Device 



*Ampacity shown is the ampacity for multiconductor cords and 
cables where only three copper conductors are current-carrying as 
described in 400.5. If the number of current-carrying conductors in a 
cord or cable exceeds three and the load diversity factor is a mínimum 
of 50 percent, the ampacity of each conductor shall be reduced as 
shown in the following table: 


Number of Conductors 


Percent of Ampacity 


7-24 

25—42 

43 and above 


50 


Note: Ultímate insulation temperature. In no case shall conductors be 
associated together in such a way with respect to the kind of circuit, 
the wiring method used, or the number of conductors such that the 
temperature limit of the conductors is exceeded. 


(1) General. Cords and cables for supply to border lights, 
drop boxes, and connector strips shall be listed for extra- 
hard usage. The cords and cables shah be suitably sup¬ 
ported. Such cords and cables shall be employed only 
where flexible conductors are necessary. Ampacity of the 
conductors shall be as provided in 400.5. 

(2) Cords and Cables Not in Contact with Heat- 
Producing Equipment. Listed multiconductor extra-hard- 
usage-type cords and cables not in direct contact with 
equipment containing heat-producing elements shah be per- 
mitted to have their ampacity determined by Table 520.44. 
Máximum load current in any conductor with an ampacity 


A neutral conductor that carries only the unbalanced current from 
other conductors of the same circuit need not be considered as a 
current-carrying conductor. 

In a 3-wire circuit consisting of two phase conductors and the 
neutral conductor of a 4-wire, 3-phase, wye-connected system, the 
neutral conductor carries approximately the same current as the line- 
to-neutral currents of the other conductors and shall be considered to 
be a current-carrying conductor. 

On a 4-wire, 3-phase wye circuit where the major portion of the 
load consists of nonlinear loads, there are harmonio currents in the 
neutral conductor. Therefore, the neutral conductor shall be consid¬ 
ered to be a current-carrying conductor. 
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| 520.45 Receptacles. Receptacles for electrical equipment 
on stages shall be rated in amperes. Conductors supplying 
receptacles shall be in accordance with Articles 310 and 
400. 

520.46 Connector Strips, Drop Boxes, Floor Pockets, 
and Other Outlet Enclosures. Receptacles for the connec- 
tion of portable stage-lighting equipment shall be pendant 
or mounted in suitable pockets or enclosures and shall com- 
ply with 520.45. Supply cables for connector strips and 
drop boxes shall be as specified in 520.44(C). 

520.47 Backstage Lamps (Bare Bulbs). Lamps (bare 
bulbs) installed in backstage and ancillary areas where they 
can come in contad with scenery shall be located and 
guarded so as to be free from physical damage and shall 
provide an air space of not less than 50 mm (2 in.) between 
such lamps and any combustible material. 

Exception: Decorative lamps installed in scenery shall not 
be considered to be backstage lamps for the purpose ofthis 
section. 

520.48 Curtain Machines. Curtain machines shall be 
listed. 


520.49 Smoke Ventilator Control. Where stag^ 
ventilators are released by an electrical device. 
operating the device shall be normally closí 
controlled by at least two extemally operal 
switch being placed at a readily accessible 
and the other where designated In 
jurisdiction. The device shall be dwgned 
age of the Circuit to which it is connected, 
being inserted. The device shall nfcocated in th®oft above 
the scenery and shall be enclosedi^^suital^J^netal box 
having a tight, self-closing door. 



(C) Overcurrent Protection. The supply devices of these 
supplementary circuits shall be protected by branch-circuit 
overcurrent protective devices. Each supplementary circuit, 
within the road show connection panel and theater, shall be 
protected by branch-circuit overcurrent protective devices 
installed within the road show connection panel. 

(D) Enclosure. Panel construction shall be in accordance 
with Article 408. 

520.51 Supply. Portable switchboards shall be supplied 
only from power outlets of sufficient voltage and ampere 
rating. Such power outlets shall inelude only extemally op¬ 
erable, enclosed fused switches or circuit breakers mounted 
on stage or at the^aermanent switchboard in locations 
readily accessibl^^mn the stage floor. Provisions for con¬ 
nection of an^^Bment grounding conductor shall be pro- 
vided. For tl^^ur^Bs of conductor derating, the require- 
ments oJ^^0.27(B) sm roan plv. 

Overcurrent Protection for Branch Circuits. 

Porü^^^tfrch boards shall contain overcurrent protection 
for bran^tcircuits. The requirements of 210.23 shall not 

¿y. 


>3Coiístruction and Feeders. Portable switchboards 
id feeders for use on stages shall comply with 520.53(A) 
-ough (P). 

r A) Enclosure. Portable switchboards shall be placed 
within an enclosure of substantial construction, which shall 
be permitted to be arranged so that the enclosure is open 
during operation. Enclosures of wood shall be completely 
lined with sheet metal of not less than 0.51 mm (0.020 in.) 
and shall be well galvanized, enameled, or otherwise prop- 
erly coated to prevent corrosión or be of a corrosion- 
resistant material. 


IY. Portable Switchboards on Stage 

520.50 Road Show Connection Panel (A Type of Patch 
Panel). A panel designed to allow for road show connec¬ 
tion of portable stage switchboards to fixed lighting outlets 
by means of permanently installed supplementary circuits. 
The panel, supplementary circuits, and outlets shall comply 
with 520.50(A) through (D). 

(A) Load Circuits. Circuits shall origínate from 
grounding-type polarized inlets of current and voltage rat¬ 
ing that match the fixed-load receptacle. 

(B) Circuit Transfer. Circuits that are transferred between 
fixed and portable switchboards shall have all circuit con¬ 
ductors transferred simultaneously. 


(B) Energized Parts. There shall not be exposed ener- 
gized parts within the enclosure. 

(C) Switches and Circuit Breakers. All switches and cir¬ 
cuit breakers shall be of the extemally operable, enclosed 
type. 

(D) Circuit Protection. Overcurrent devices shall be pro- 
vided in each ungrounded conductor of every circuit sup¬ 
plied through the switchboard. Enclosures shall be provided 
for all overcurrent devices in addition to the switchboard 
enclosure. 

(E) Dimmers. The termináis of dimmers shall be provided 
with enclosures, and dimmer faceplates shall be arranged 
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such that accidental contact cannot be readily made with 
the faceplate contacts. 

(F) Interior Conductors. 

(1) Type. All conductors other than busbars within the 
switchboard enclosure shall be stranded. Conductors shall 
be approved for an operating temperature at least equal to 
the approved operating temperature of the dimming devices 
used in the switchboard and in no case less than the follow- 
ing: 

(1) Resistance-type dimmers — 200°C (392°F); or 

(2) Reactor-type, autotransformer, and solid-state dimmers 
— 125°C (257°F) 

(2) Protection. Each conductor shall have an ampacity not 
less than the rating of the Circuit breaker, switch, or fuse 
that it supplies. Circuit interrupting and bus bracing shall be 
in accordance with 110.9 and 110.10. The short-circuit cur- 
rent rating shall be marked on the switchboard. 

Conductors shall be enclosed in metal wireways or shall 
be securely fastened in position and shall be bushed where 
they pass through metal. 

(G) Pilot Light. A pilot light shall be provided within the 
enclosure and shall be connected to the circuit supá 
the board so that the opening of the master switch dol 
cut off the supply to the lamp. This lamp shall be oSj 
individual branch circuit having overcun^^^rotect^ 
rated or set at not over 15 amperes. 


(H) Supply Conductors. 

(I) General. The supply 
by means of listed extra 
supply cords or cable 
board enclosure, in an' 
switch or circuit breaker 
sembly. The supply cords 
bly) shall have current ratings 



iard shall be 
pa bles. The 
[thin^fe switch- 
je fused master 
!d connector as- 
tonnector assem- 
than the total load 
connected to the switchboard and''shall be protected by 
overcurrent devices. [ROP 15-114] 

(2) Single-Conductor Cables. Single-conductor portable 
supply cable sets shall be not smaller than 2 AWG conduc¬ 
tors. The equipment grounding conductor shall not be 
smaller than 6 AWG conductor. Single-conductor grounded 
neutral cables for a supply shall be sized in accordance with 
520.53(O)(2). Where single conductors are paralleled for 
increased ampacity, the paralleled conductors shall he of 
the same length and size. Single-conductor supply cables 
shall be grouped together but not bundled. The equipment 
grounding conductor shall be permitted to be of a dififerent 
type, provided it meets the other requirements of this sec- 
tion, and it shall be permitted to be reduced in size as 
permitted by 250.122. Grounded (neutral) and equipment 
grounding conductors shall be identified in accordance with 


200.6, 250.119, and 310.110. Grounded conductors shall be 
permitted to be identified by marking at least the first 
150 mm (6 in.) from both ends of each length of conductor 
with white or gray. Equipment grounding conductors shall 
be permitted to be identified by marking at least the first 
150 mm (6 in.) from both ends of each length of conductor 
with green or green with yellow stripes. Where more than 
one nominal voltage exists within the same premises, each 
ungrounded conductor shall be identified by system. 

(3) Supply Conductors Not Over 3.0 m (10 ft) Long. 
Where supply conductors do not exceed 3.0 m (10 ft) in 
length between supply and switchboard or supply and a 
subsequent overcurrent device, the supply conductors shall 
be permitted to be reduced in size where all of the follow- 
ing conditions^re met: 

(1) The ara^^ity of the supply conductors shall be at least 
one^Bter of the current rating of the supply overcur- 
rq^^ronftwe device. 

P'he supplyakductors shall termínate in a single over- 
r current protect^^levice that will limit the load to the 
fccity of the supply conductors. This single overcur- 
l device shall be permitted to supply additional 
Overcurrent devices on its load side. 

t supply conductors shall not penétrate walls, floors, 
rilings or be run through doors or trafile areas. The 
Pípply conductors shall be adequately protected from 
physical damage. 

(4) The supply conductors shall be suitably terminated in 
an approved manner. 

(5) Conductors shall be continuous without splices or con- 
nectors. 

(6) Conductors shall not be bundled. 

(7) Conductors shall be supported above the floor in an 
approved manner. 

(4) Supply Conductors Not Over 6.0 m (20 ft) Long. 

Where supply conductors do not exceed 6.0 m (20 ft) in 
length between supply and switchboard or supply and a 
subsequent overcurrent protection device, the supply con¬ 
ductors shall be permitted to be reduced in size where all of 
the following conditions are met: 

(1) The ampacity of the supply conductors shall be at least 
one-half of the current rating of the supply overcurrent 
protective device. 

(2) The supply conductors shall termínate in a single over¬ 
current protective device that limits the load to the am¬ 
pacity of the supply conductors. This single overcurrent 
device shall be permitted to supply additional overcur¬ 
rent devices on its load side. 

(3) The supply conductors shall not penétrate walls, floors, 
or ceilings or be run through doors or trafile areas. The 
supply conductors shall be adequately protected from 
physical damage. 


2014 Edition NATIONAL ELECTRICAL CODE 


70-493 



520.53 


ARTICLE 520 — THEATERS, MOTION PICTURE AND TELEVISION STUDIOS, AND SI MIL AR LOCATIONS 


(4) The supply conductors shall be suitably terminated in 
an approved manner. 

(5) The supply conductors shall be supported in an ap¬ 
proved manner at least 2.1 m (7 ft) above the floor 
except at terminations. 

(6) The supply conductors shall not be bundled. 

(7) Tap conductors shall be in unbroken lengths. 

(5) Supply Conductors Not Reduced in Size. Supply 
conductors not reduced in size under provisions of 
520.53(H)(3) or (H)(4) shall be permitted to pass through 
holes in walls specifically designed for the purpose. If pen- 
etration is through the fire-resistant-rated wall, it shall be in 
accordance with 300.21. 

(I) Cable Arrangement. Cables shall be protected by 
bushings where they pass through enclosures and shall be 
arranged so that tensión on the cable is not transmitted to 
the connections. Where power conductors pass through 
metal, the requirements of 300.20 shall apply. 

(J) Number of Supply Interconnections. Where connec- 
tors are used in a supply conductor, there shall be a máxi¬ 
mum number of three interconnections (mated connector 
pairs) where the total length from supply to switchboard^ 
does not exceed 30 m (100 ft). In cases where the totalT 
length from supply to switchboard exceeds 30 m (100 ft), 
one additional interconnection shall be permitted for e ach 
additional 30 m (100 ft) of supply conductor. 

(K) Single-Pole Separable Connectors. 

pole portable cable connectors are used, the; 
and of the locking type. Sections 400. 10, 4 ( 
shall not apply to listed single-p< 
and single-conductor cable 
single-pole separable connect 
current-carrying, single-pole 
vided as input devices, they shall 
with a warning indicating the presenc? 
connections. The use of single-pole sepáfable connectors 
shall comply with at least one of the following conditions: 

(1) Connection and disconnection of connectors are pos- 
sible only where the supply connectors are interlocked 
to the source and it is not possible to connect or dis- 
connect connectors when the supply is energized. 

(2) Line connectors are of the listed sequential-interlocking 
type so that load connectors shall be connected in the 
following sequence: 

a. Equipment grounding conductor connection 

b. Grounded circuit conductor connection, if provided 

c. Ungrounded conductor connection, and that discon¬ 
nection shall be in the reverse order 

(3) A caution notice shall be provided adj acent to the line 
connectors indicating that plug connection shall be in 
the following order: 




¡ctors 
sd 

;d sets of 
connect» are pro¬ 
el y labeled 


a. Equipment grounding conductor connectors 

b. Grounded circuit conductor connectors, if provided 

c. Ungrounded conductor connectors, and that discon¬ 
nection shall be in the reverse order 

(L) Protection of Supply Conductors and Connectors. 

All supply conductors and connectors shall be protected 
against physical damage by an approved means. This pro¬ 
tection shall not be required to be raceways. 

(M) Flanged Surface Inlets. Flanged surface inlets (re- 
cessed plugs) that are used to accept the power shall be 
rated in amperes. 

(N) Termináis. Termináis to which stage cables are con¬ 
nected shall be located so as to permit convenient access to 
the termináis. 

(O) NeutralJ 

(1) Neutral Terminankiportable switchboard equipment 
design^^tor use with 3^kre, 4-wire with ground supply, 
the current r ad ia ir of the si^ply neutral terminal, and the 
am^fcjtv associated busbar or equivalent wiring, or 
both,^B^have an ampacity equal to at least twice the 

junpacit^^rtie largest ungrounded supply terminal. 

e portable switchboard equipment is spe- 
dly^^mstructed and identified to be intemally con- 
•rted in the field, in an approved manner, from use with a 
danced 3-phase, 4-wire with ground supply to a balanced 
de-phase, 3-wire with ground supply, the supply neutral 
terminal and its associated busbar, equivalent wiring, or 
both, shall have an ampacity equal to at least that of the 
largest ungrounded single-phase supply terminal. 

(2) Supply Neutral Conductor. The power supply con¬ 
ductors for portable switchboards utilizing sohd-state 
phase-control dimmers shall be sized considering the neu¬ 
tral conductor as a current-carrying conductor for ampacity 
adjustment purposes. The power supply conductors for por¬ 
table switchboards utilizing only solid-state sine wave dim¬ 
mers shall be sized considering the neutral conductor as a 
non-current-carrying conductor for ampacity adjustment 
purposes. Where single-conductor feeder cables, not in- 
stalled in raceways, are used on multiphase circuits feeding 
portable switchboards containing solid-state phase-control 
dimmers, the neutral conductor shall have an ampacity of at 
least 130 percent of the ungrounded circuit conductors 
feeding the portable switchboard. Where such feeders are 
supplying only solid-state sine wave dimmers, the neutral 
conductor shall have an ampacity of at least 100 percent of 
the ungrounded circuit conductors feeding the portable 
switchboard. 

(P) Qualified Personnel. The routing of portable supply 
conductors, the making and breaking of supply connectors 


70-494 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 520 — THEATERS, MOTION PICTURE AND TELEVISION STUDIOS, AND SIM IL AR LOCATIONS 


520.68 


and other supply connections, and the energization and de- 
energization of supply Services shall be performed by quali- 
fied personnel, and portable switchboards shall be so 
marked, indicating this requirement in a permanent and 
conspicuous manner. 

Exception: A portable switchboard shall be permitted to 
be connected to a permanently installed supply receptacle 
by other than qualified personnel, provided that the supply 
receptacle is protectedfor its current rating by an overcur- 
rent device ofnot greater than 150 amperes, and where the 
receptacle, interconnection, and switchboard comply with 
all of the following: 


520.63 Bracket Fixture Wiring. 

(A) Bracket Wiring. Brackets for use on scenery shall be 
wired intemally, and the fixture stem shall be carried 
through to the back of the scenery where a bushing shall be 
placed on the end of the stem. Extemally wired brackets or 
other fixtures shall be permitted where wired with cords 
designed for hard usage that extend through scenery and 
without joint or splice in canopy of fixture back and termi- 
nate in an approved-type stage connector located, where 
practical, within 450 mm (18 in.) of the fixture. 

(B) Mounting. Fixtures shall be securely fastened in place. 


(a) Employ Usted multipole connectors suitable for the 
purpose for every supply interconnection 

(b) Prevent access to all supply connections by the 
general public 

(c) Employ Usted extra-hard usage multiconductor 
cords or cables with an ampacity not less than the load and 
not less than the ampere rating of the connectors. 

V. Portable Stage Equipment Other Than 
Switchboards 

520.61 Are Lamps. Are lamps, including enclost 
lamps and associated ballasts, shall be Usted. Intercoi 
ing cord sets and interconnecting cords and cable s sh 
extra-hard usage type and listed. 

520.62 Portable Power Distribi 

power distribution units shall coi 
through (E). 

(A) Enclosure. The c 
current-carrying part 

(B) Receptacles and Overcurrent Protection. Recep- 
tacles shall comply with 520.^kwj^^nall have branch- 
circuit overcurrent protection in tnWTox. Fuses and Circuit 
breakers shall be protected against physical damage. Flex¬ 
ible cords or cables supplying pendant receptacles or cord 
connectors shall be listed for extra-hard usage. 

(C) Busbars and Termináis. Busbars shall have an am¬ 
pacity equal to the sum of the ampere ratings of all the 
circuits connected to the busbar. Lugs shall be provided for 
the connection of the master cable. 

(D) Flanged Surface Inlets. Flanged surface inlets (re- 
cessed plugs) that are used to accept the power shall be 
rated in amperes. 

(E) Cable Arrangement. Cables shall be adequately pro¬ 
tected where they pass through enclosures and be arranged 
so that tensión on the cable is not transmitted to the termi- 
nations. 




520.64 Portable Strips. Portable strips shall he con- 
structed in accordance with the requirements for border 
üghts and nMCenium sidelights in 520.44(A). The supply 
cable sh|^Ke protected by bushings where it passes 
throu^^me^fcmid shall be arranged so that tensión on the 
will not^^tjansmitted to the connections. 

See 520.42 for wiring of por- 

lational Note No. 2: See 520.68(A)(3) for insulation 
required on single conductors. 

j^estoons. Joints in festoon wiring shall be stag- 
U Where such lampholders have termináis of a type 
thafpuncture the insulation and make contad with the con¬ 
ductors, they shall be attached only to conductors of the 
stranded type. Lamps enclosed in lantems or similar de- 
vices of combustible material shall be equipped with 
guards. 

520.66 Special Effects. Electrical devices used for simu- 
lating lightning, waterfalls, and the like shall be constructed 
and located so that ñames, sparks, or hot partióles cannot 
come in contad with combustible material. 

520.67 Multipole Branch-Circuit Cable Connectors. 

Multipole branch-circuit cable connectors, male and fe- 
male, for flexible conductors shall be constructed so that 
tensión on the cord or cable is not transmitted to the con¬ 
nections. The female half shall be attached to the load end 
of the power supply cord or cable. The connector shall be 
rated in amperes and designed so that diflerently rated de¬ 
vices cannot be connected together; however, a 20-ampere 
T-slot receptacle shall be permitted to accept a 15-ampere 
attachment plug of the same voltage rating. Altemating- 
current multipole connectors shall be polarized and comply 
with 406.7 and 406.10. 

Informational Note: See 400.10 for pulí at termináis. 

520.68 Conductors for Portables. 

(A) Conductor Type. 
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(1) General. Flexible conductors, including cable exten- 
sions, used to supply portable stage equipment shall be 
listed extra-hard usage cords or cables. 

(2) Stand Lamps. Listed, hard usage cord shall be permit- 
ted to supply stand lamps where the cord is not subject to 
physical damage and is protected by an overcurrent device 
rated at not over 20 amperes. 


Table 520.44. Máximum load current in any conductor with 
an ampacity determined by Table 520.44 shall not exceed 
the valúes in Table 520.44. 

Exception: Where altérnate conductors are allowed in 
520.68(A)(3), their ampacity shall be as given in the appro- 
priate table in this Code for the types of conductors 
employed. 


(3) Luminaire Supply Cords. Listed, hard-usage supply 
cords shall be permitted to supply luminaires when all of 
the following conditions are met: 

(1) The supply cord is not longer than 1.0 m (3.3 feet) 

(2) The supply cord is attached at one end to the luminaire 
or a luminaire-specific listed connector that mates with 
a panel-mounted inlet on the body of the luminaire 

(3) The supply cord is protected by an overcurrent protec- 
tive device of not not more than 20 amperes 

(4) The luminaire is listed 

(5) The supply cord is not subject to physical damage. 

[ROP 15-117] 

(4) High-Temperature Applications. A special assembly 
of conductors in sleeving not longer than 1.0 m (3.3 ft) 
shall be permitted to be employed in lieu of flexible cord 
the individual wires are stranded and rated not less thai 
125°C (257°F) and the outer sleeve is glass fibei 
wall thickness of at least 0.635 mm (0.025 

Portable stage equipment requiring flexi 
ductors with a higher temperature rating 
permanently attached to the equipment sha! 
employ altérnate, suitable conductoplp 
qualified testing laboratory and m^^nizec 

(5) Breakouts. Listed, hard (júnior h» Service) 

cords shall be permitted in breakom^teemblies^mere all of 
the following conditions are met: 

(1) The cords are utilized to connect bera^i a single mul- 
tipole connector containing two or more branch circuits 
and múltiple 2-pole, 3-wire connectors. 

(2) The longest cord in the breakout assembly does not 
exceed 6.0 m (20 ft). 

(3) The breakout assembly is protected from physical dam¬ 
age by attachment over its entire length to a pipe, truss, 
tower, scafifold, or other substantial support structure. 

(4) All branch circuits feeding the breakout assembly are 
protected by overcurrent devices rated at not over 20 
amperes. 



520.69 Adapters. Adapters, two-fers, and other single- 
and multiple-circuit outlet devices shall comply with 
520.69(A), (B), and (C). 

(A) No Reduction in Current Rating. Each receptacle 
and its corresponding cable shall have the same current and 
voltage rating as the^alug supplying it. It shall not be uti¬ 
lized in a stage cújwt with a greater current rating. 

^connectors shall be wired in accor- 


(C ll^íductor Type. C^^uctors for adapters and two- 
feí malí b|^^ted extra-hard usage or listed hard usage 
(ju l^^^Kervice) cord. Hard usage (júnior hard Service) 
coi snaBre restricted in overall length to 1.0 m (3.3 ft). 


9.71 Pendant Lampholders. Pendant lampholders shall 
! be installed in dressing rooms. 

520.72 Lamp Guards. All exposed incandescent lamps in 
dressing rooms, where less than 2.5 m (8 ft) from the floor, 
shall be equipped with open-end guards riveted to the outlet 
box cover or otherwise sealed or locked in place. 

520.73 Switches Required. All lights and any receptacles 
adjacent to the mirror(s) and above the dressing table 
counter(s) installed in dressing rooms shall be controlled by 
wall switches installed in the dressing room(s). Each switch 
controlling receptacles adjacent to the mirror(s) and above 
the dressing table counter(s) shall be provided with a pilot 
light located outside the dressing room, adjacent to the door 
to indicate when the receptacles are energized. Other out- 
lets installed in the dressing room shall not be required to 
be switched. 



VII. Grounding 


(B) Conductor Ampacity. The ampacity of conductors 
shall be as given in 400.5, except multiconductor, listed, 
extra-hard usage portable cords that are not in direct con¬ 
tad with equipment containing heat-producing elements 
shall be permitted to have their ampacity determined by 


520.81 Grounding. All metal raceways and metal- 
sheathed cables shall be connected to an equipment ground¬ 
ing conductor. The metal frames and enclosures of all 
equipment, including border lights and portable luminaires, 
shall be connected to an equipment grounding conductor. 
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ARTICLE 522 

Control Systems for Permanent 
Amusement Attractions 


I. General 

522.1 Scope. This article covers the installation of control 
Circuit power sources and control Circuit conductors for 
electrical equipment, including associated control wiring in 
or on all structures, that are an integral part of a permanent 
amusement attraction. 

522.2 Definitions. 

Control Circuit. For the purposes of this article, the circuit 
of a control system that carries the electrical signáis direct- 
ing the performance of the controller but does not carry the 
main power current. 

Entertainment Device. A mechanical or electromechanical 
device that provides an entertainment experience. 

Informational Note: These devices may inelude animated 
props, show action equipment, animated figures, and 
cial effeets, coordinated with audio and lighting to pro 
an entertainment experience. 


522.5 Voltage Limitations. 

máximum of 150 volts, nom 
de to ground. 



Permanent Amusement Attraction. Ri dadBBBhp i. enl 

tainment devices, or combination thereo«nat aB¡nstall< 
so that portability or relocation is irq^lcticablj 

Ride Device. A device or combinatu 
carry, convey, or direct a peí 
or restricted course withnMrclefinei 
purpose of amusement d^ptertainmenfl 


ptage shall be a 
P|round or 300 volts 


(2) Other Power-Limited Control Power Sources. 

Power-limited control power sources, other than transform¬ 
en, shall be protected by overcurrent devices rated at not 
more than 167 percent of the volt-ampere rating of the 
source divided by the rated voltage. The fusible overcurrent 
devices shall not be interchangeable with fusible overcur¬ 
rent devices of higher ratings. The overcurrent device shall 
be permitted to be an integral part of the power source. 

To comply with the 1000 volt-ampere limitation of 
522.10(A), the máximum output of power sources, other 
than transformen, shall be limited to 2500 volt-amperes, 
and the product of the máximum current and máximum 
voltage shall not exceed 10,000 volt-amperes. These ratings 
shall be determined with any overcurrent-protective device 
bypassed. 

(B) Non-JJjjp^er-Limited Control Circuits. Non-power- 
limited^ífcol circuits shall not exceed 300 volts. The 
powe^outpmkf the source shall not be required to be 

gáfed. 

) Corroí TransítPmers. Transformen used to supply 
'er-limited control circuits shall comply with the 
'able sections within Parts I and II of Article 450. 

(2) 'tE^t|ier Non-Power-Limited Control Power Sources. 

íon-^^ter-limited control power sources, other than trans- 
s, shall be protected by overcurrent devices rated at 
not more than 125 percent of the volt-ampere rating of the 
source divided by the rated voltage. The fusible overcurrent 
devices shall not be interchangeable with fusible overcur¬ 
rent devices of higher ratings. The overcurrent device shall 
be permitted to be an integral part of the power source. 


III. Control Circuit Wiring Methods 

522.20 Conductors, Busbars, and Slip Rings. Insulated 
control circuit conductors shall be copper and shall be per¬ 
mitted to be stranded or solid. Listed multiconductor cable 
assemblies shall be permitted. 


522.7 Maintenance. The conditions of maintenance and 
supervisión shall ensure that only qualified persons Service 
the permanent amusement attraction. 

II. Control Circuits 

522.10 Power Sources for Control Circuits. 

(A) Power-Limited Control Circuits. Power-limited con¬ 
trol circuits shall be supplied from a source that has a rated 
output of not more than 30 volts and 1000 volt-amperes. 


Exception No. 1: Busbars and slip rings shall be permitted 
to be materials other than copper. 

Exception No. 2: Conductors used as specific-purpose de¬ 
vices, such as thermocouples and resistive thermal devices, 
shall be permitted to be materials other than copper. 

522.21 Conductor Sizing. 

(A) Conductors Within a Listed Component or Assem- 
bly. Conductors of size 30 AWG or larger shall be permit¬ 
ted within a listed component or as part of the wiring of a 
listed assembly. 


(1) Control Transformers. Transformers used to supply 
power-limited control circuits shall comply with the appli- 
cable sections within Parts I and II of Article 450. 


(B) Conductors Within an Enclosure or Operator Sta- 
tion. Conductors of size 30 AWG or larger shall be permit¬ 
ted in a listed and jacketed multiconductor cable within an 
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enclosure or operator station. Conductors in a non-jacketed 
multiconductor cable, such as ribbon cable, shall not be 
smaller than 26 AWG. Single conductors shall not be 
smaller than 24 AWG. 

Exception: Single conductors 30 AWG or larger shall be 
permitted for jumpers and special wiring applications. 

(C) Conductors Outside of an Enclosure or Operator 
Station. The size of conductors in a listed and jacketed, 
multiconductor cable shall not be smaller than 26 AWG. 
Single conductors shall not be smaller than 18 AWG and 
shall be installed only where part of a recognized wiring 
method of Chapter 3. 


cuits shall be permitted to be installed with other circuits as 
specified in 522.24(A) and (B). 

(A) Two or More Control Circuits. Control circuits shall 
be permitted to occupy the same cable, cable tray, enclo¬ 
sure, or raceway without regard to whether the individual 
circuits are altemating current or direct current, provided 
all conductors are insulated for the máximum voltage of 
any conductor in the cable, cable tray, enclosure, or race¬ 
way. 

(B) Control Circuits with Power Circuits. Control cir¬ 
cuits shall be permitted to be installed with power conduc¬ 
tors as specified in 522.24(B)(1) through (B)(3). 


522.22 Conductor Ampacity. Conductors sized 16 AWG 
and smaller shall not exceed the continuous current valúes 
provided in Table 522.22. 


Table 522.22 Conductor Ampacity Based on Copper 
Conductors with 60°C and 75°C Insulation in an Ambient 
Temperature of 30°C 



(1) In a Cable, E ngto sure. or Raceway. Control circuits 
and power circui^ímall be permitted to occupy the same 
cable, enclosmpfc: raceway only where the equipment 
powered is «wction llltt associated. 

(2) In Factory- or FiÉ^Assembled Control Centers. 

circuiULand powerwrcuits shall be permitted to be 
rory- or field-assembled control centers. 

(3) In a 'l&anhole. Control circuits and power circuits shall 
¡rmittS^kbe installed as underground conductors in a 

adfordance with one of the following: 
Wp^er or control circuit conductors are in a metal- 
enclosed cable or Type UF cable. 

The conductors are permanently separated from the 
power conductors by a continuous firmly fixed noncon- 
ductor, such as flexible tubing, in addition to the insu¬ 
lation on the wire. 

(3) The conductors are permanently and effectively sepa¬ 
rated from the power conductors and securely fastened 
to racks, insulators, or other approved supports. 


Notes: 

1. For ambient temperatures other than 30°C, use Table 310.15(B)(16) 
temperature correction factors. 

2. Ampacity adjustment for conductors with 90°C or greater insulation 
shall be based on ampacities in the 75°C column. 


522.23 Overcurrent Protection for Conductors. Conduc¬ 
tors 30 AWG through 16 AWG shall have overcurrent pro¬ 
tection in accordance with the appropriate conductor am¬ 
pacity in Table 522.22. Conductors larger than 16 AWG 
shall have overcurrent protection in accordance with the 
appropriate conductor ampacity in Table 310.15(B)(16). 


(4) In cable trays, where the control circuit conductors and 
power conductors not functionally associated with 
them are separated by a solid fixed barrier of a material 
compatible with the cable tray, or where the power or 
control circuit conductors are in a metal-enclosed 
cable. 

522.25 Ungrounded Control Circuits. Separately derived 
ac and 2-wire de circuits and systems 50 volts or greater 
shall be permitted to be ungrounded, provided that all the 
following conditions are met: 

(1) Continuity of control power is required for orderly 
shutdown. 

(2) Ground detectors are installed on the control system. 


522.28 Control Circuits in Wet Locations. Where wet 
522.24 Conductors of Different Circuits in the Same contact is likely to occur, ungrounded 2-wire direct-current 

Cable, Cable Tray, Enclosure, or Raceway. Control cir- control circuits shall be limited to 30 volts máximum for 
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continuous de or 12.4 volts peak for direct current that is 
interrupted at a rate of 10 to 200 Hz. 


for the conductors supplying the portable structure. Por¬ 
table structures included in 525.3(D) shall comply with 
Table 680.8. [ROP 15-120] 


ARTICLE 525 

Carnivals, Circuses, Fairs, and Similar 
Events 


I. General Requirements 

525.1 Scope. This article covers the installation of portable 
wiring and equipment for carnivals, circuses, fairs, and 
similar functions, including wiring in or on all structures. 

525.2 Definitions. 

Operator. The individual responsible for starting, stopping, 
and controlling an amusement ride or supervising a conces- 
sion. 

Portable Structures. Units designed to be moved includ- 4 
ing, but not limited to, amusement rides, attractions, con- 
cessions, tents, trailers, trucks, and similar units. 

525.3 Other Articles. 

(A) Portable Wiring and Equipment. 

quirements of other articles of this 
dififer, the requirements of Article 
portable wiring and equipment. 

(B) Permanent Structures. 

ply to wiring in permanei 

(C) Audio Signal Processing, n, and Repro- 

duction Equipment. Articl® f to the wiring 

and installation of audio sign amplification, 

and reproduction equipment. 



(2) Over 600 Volts. Portable structures shall not be located 
under or within a space that is located 4.5 m (15 ft) hori- 
zontally and extending vertically to grade of conductors 
operating in excess of 600 volts. 

525.6 Protection of Electrical Equipment. Electrical 
equipment and wiring methods in or on portable structures 
shall be provided with mechanical protection where such 
equipment or wiring methods are subject to physical dam- 
age. 


Services shall comply with 525.10(A) 


Guarding. Ser^p equipment shall not be installed in 
loc^jA that is accessible to unqualified persons, unless 
apment is lockable. 

ninting and Location. Service equipment shall be 
fastened to a solid backing and be installed so as 
irotected from the weather, unless of weatherproof 
construction. 

525.11 Múltiple Sources of Supply. Where múltiple Ser¬ 
vices or separately derived systems, or both, supply por¬ 
table structures, the equipment grounding conductors of all 
the sources of supply that serve such structures separated 
by less than 3.7 m (12 ft) shall be bonded together at the 
portable structures. The bonding conductor shall be copper 
and sized in accordance with Table 250.122 based on the 
largest overcurrent device supplying the portable structures, 
but not smaller than 6 AWG. 


(D) Attractions Utilizing Pools, Fountains, and Similar 
Installations with Contained Volumes of Water. This 
equipment shall be installed to comply with the applicable 
requirements of Article 680. 

525.5 Overhead Conductor Clearances. 

(A) Vertical Clearances. Conductors shall have a vertical 
clearance to ground in accordance with 225.18. These 
clearances shall apply only to wiring installed outside of 
tents and concessions. 

(B) Clearance to Portable Structures. 

(1) 600 Volts (or Less). Portable structures shall be main- 
tained not less than 4.5 m (15 ft) in any direction from 
overhead conductors operating at 600 volts or less, except 


III. Wiring Methods 
525.20 Wiring Methods. 

(A) Type. Where flexible cords or cables are used, they 
shall be listed for extra-hard usage. Where flexible cords or 
cables are used and are not subject to physical damage, 
they shall be permitted to be listed for hard usage. Where 
used outdoors, flexible cords and cables shall also be listed 
for wet locations and shall be sunlight resistant. Extra-hard 
usage flexible cords or cables shall be permitted for use as 
permanent wiring on portable amusement rides and attrac¬ 
tions where not subject to physical damage. 

(B) Single-Conductor. Single-conductor cable shall be 
permitted only in sizes 2 AWG or larger. 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-499 





525.21 


ARTICLE 525 — CARNIVALS, CIRCUSES, FAIRS, AND SIMILAR EVENTS 


(C) Open Conductors. Open conductors are prohibited 
except as part of a listed assembly or festoon lighting in- 
stalled in accordance with Article 225. 

(D) Splices. Flexible cords or cables shall be continuous 
without splice or tap between boxes or fittings. 

(E) Cord Connectors. Cord connectors shall not be laid 
on the ground unless listed for wet locations. Connectors 
and cable connections shall not be placed in audience trafile 
paths or within areas accessible to the public unless 
guarded. 

(F) Support. Wiring for an amusement ride, attraction, 
tent, or similar structure shall not be supported by any other 
ride or structure unless specifically designed for the pur- 


(G) Protection. Flexible cords or cables accessible to the 
public shall be arranged to minimize the tripping hazard 
and shall be permitted to be covered with nonconductive 
matting, provided that the matting does not constitute a 
greater tripping hazard than the uncovered cables. It shall 
be permitted to bury cables. The requirements of 300.5 
shall not apply. 

(H) Boxes and Fittings. A box or fitting shall be installed 
at each connection point, outlet, switchpoint, ol 
point. 

525.21 Rides, Tents, and Concessions. 

(A) Disconnecting Means. A mea 
portable structure from all ungro 
provided. The disconnecting n 
sight of and within 1.8 m (6 f 
The disconnecting means shall be r 
operator, including when the ride 
accessible to unqualified persons, t 
shall be lockable. A shunt trip device that opens the fused 
disconnect or circuit breaker when a switch located in the 
ride operator’s consolé is closed shall be a permissible 
method of opening the circuit. 

(B) Portable Wiring Inside Tents and Concessions. 

Electrical wiring for lighting, where installed inside of tents 
and concessions, shall be securely installed and, where sub- 
ject to physical damage, shall be provided with mechanical 
protection. All lamps for general illumination shall be pro- 
tected from accidental breakage by a suitable luminaire or 
lampholder with a guard. 

525.22 Portable Distribution or Termination Boxes. 

Portable distribution or termination boxes shall comply 
with 525.22(A) through (D). 


(A) Construction. Boxes shall be designed so that no live 
parts are exposed except when necessary for examination, 
adjustment, servicing, or maintenance by qualified persons. 
Where installed outdoors, the box shall be of weatherproof 
construction and mounted so that the bottom of the enclo- 
sure is not less than 150 mm (6 in.) above the ground. 

(B) Busbars and Termináis. Busbars shall have an am- 
pere rating not less than the overcurrent device supplying 
the feeder supplying the box. Where conductors terminate 
directly on busbars, busbar connectors shall be provided. 

(C) Receptacles and Overcurrent Protection. Recep- 
tacles shall have overcurrent protection installed within the 
box. The overcurrent protection shall not exceed the am- 
pere rating of the re^rtacle, except as permitted in Article 
430 for motor loag 

(D) Single-1 l^^iectors. Where single-pole connec¬ 
tors are uaec sfflkcomply with 530.22. 

525j und-Fault Cimíit-Interrupter (GFCI) Pro- 

GFCI protection is provided through the 
oWM receptacles, and the receptacles are supplied 
alugl^Lcord connection to the branch circuit, the as- 
¡ly shil fllb.c listed as a portable ground fault circuit 

iP 15-122] 



s operatjs station. 
^ble to the 
. Where 
ínecting means 


Where GFCI Protection Is Required. GFCI protec- 
>n for personnel shall be provided for the following: 

All 125-volt, single-phase, 15- and 20-ampere non- 
locking-type receptacles used for disassembly and re- 
assembly or readily accessible to the general public 
(2) Equipment that is readily accessible to the general pub¬ 
lic and supplied from a 125-volt, single-phase, 15- or 
20-ampere branch circuit 

The ground-fault circuit-interrupter shall be permitted 
to be an integral part of the attachment plug or located in 
the power-supply cord within 300 mm (12 in.) of the at¬ 
tachment plug. Listed cord sets incorporating ground-fault 
circuit-interrupter for personnel shall be permitted. 

(B) Where GFCI Protection Is Not Required. Recep¬ 
tacles that are not accessible from grade level and that only 
facilítate quick disconnecting and reconnecting of electrical 
equipment shall not be required to be provided with GFCI 
protection. These receptacles shall be of the locking type. 

(C) Where GFCI Protection Is Not Permitted. Egress 
lighting shall not be protected by a GFCI. 

IV. Grounding and Bonding 

525.30 Equipment Bonding. The following equipment 
connected to the same source shall be bonded: 
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(1) Metal raceways and metal-sheathed cable 

(2) Metal enclosures of electrical equipment 

(3) Metal frames and metal parts of portable structures, 
trailers, trucks, or other equipment that contain or sup- 
port electrical equipment 

The equipment grounding conductor of the Circuit sup- 
plying the equipment in Ítems (1), (2) or (3) that is likely to 
energize the metal frame or part shall be permitted to serve 
as the bonding means. 

525.31 Equipment Grounding. All equipment to be 
grounded shall be connected to an equipment grounding 
conductor of a type recognized by 250.118 and installed in 
accordance with Parts VI and VII of Article 250. The 
equipment grounding conductor shall be connected to the 
system grounded conductor at the Service disconnecting 
means or, in the case of a separately derived system such as 
a generator, at the generator or first disconnecting means 
supplied by the generator. The grounded Circuit conductor 
shall not be connected to the equipment grounding conduc¬ 
tor on the load side of the Service disconnecting means or 
on the load side of a separately derived system disconnect¬ 
ing means. 

525.32 Equipment Grounding Conductor Conffl 
Assurance. The continuity of the equipment grouil 
conductor system used to reduce electrical sh^ihazard^ 
required by 250.114, 250.138, 406.4(C)^^^fc|D) shfl 
be verified each time that portable eljpncal equipment S 
connected. [ROP 15-126] 



I. General 

530.1 Scope. The requirements of this article shall apply to 
televisión studios and motion picture studios using either 
film or electronic cameras, except as provided in 520.1, and 
exchanges, factories, laboratories, stages, or a portion of the 
building in which film or tape more than 22 mm (% in.) in 
width is exposed, developed, printed, cut, edited, rewound, 
repaired, or stored. 

Informational Note: For methods of protecting against cel- 
lulose nitrate film hazards, see NFPA 40-2011, Standard for 
the Storage and Handling of Cellulose Nitrate Film. 

530.2 Definitions. 

Alternating-Current Power Distribution Box 
(Alternating-Current Plugging Box, Scatter Box). An ac 


distribution center or box that contains one or more 
grounding-type polarized receptacles that may contain 
overcurrent protective devices. 

Bull Switch. An externally operated wall-mounted safety 
switch that may or may not contain overcurrent protection 
and is designed for the connection of portable cables and 
cords. 

Location (Shooting Location). A place outside a motion 
picture studio where a production or part of it is filmed or 
recorded. 

Location Board (Deuce Board). Portable equipment con- 
taining a lighting contactor or contactors and overcurrent 
protection designed for remóte control of stage lighting. 

Motion PictÉre Studio (Lot). A building or group of 
building^Kother structures designed, constructed, or per- 
manenj^an^^l for use by the entertainment industry for 
^^^ion picture or televisión production. 

[iigging Box. A^^kdevice consisting of one or more 
^2-pol^A-wire, nonpolarized, nongrounding-type recep- 
Tntended to be used on de circuits only. 

jble Equipment. Equipment intended to be moved 
^from^^ place to another. 

lé-Pole Separable Connector. A device that is in¬ 
stalled at the ends of portable, flexible, single-conductor 
cable that is used to establish connection or disconnection 
between two cables or one cable and a single-pole, panel- 
mounted separable connector. 

Spider (Cable Splicing Block). A device that contains bus- 
bars that are insulated from each other for the purpose of 
splicing or distributing power to portable cables and cords 
that are terminated with single-pole busbar connectors. 

Stage Efifect (Special Effect). An electrical or electrome- 
chanical piece of equipment used to simúlate a distinctive 
visual or audible effect such as wind machines, lightning 
simulators, sunset projectors, and the like. 

Stage Property. An article or ohject used as a visual ele- 
ment in a motion picture or televisión production, except 
painted backgrounds (scenery) and costumes. 

Stage Set. A specific area set up with temporary scenery 
and properties designed and arranged for a particular scene 
in a motion picture or televisión production. 

Stand Lamp (Work Light). A portable stand that contains 
a general-purpose luminaire or lampholder with guard for 
the purpose of providing general illumination in the studio 
or stage. 

Televisión Studio or Motion Picture Stage (Sound 
Stage). A building or portion of a building usually insulated 
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from the outside noise and natural light for use by the 
entertainment industry for the purpose of motion picture, 
televisión, or commercial production. 

530.6 Portable Equipment. Portable stage and studio 
lighting equipment and portable power distribution equip¬ 
ment shall be permitted for temporary use outdoors if the 
equipment is supervised by qualified personnel while ener- 
gized and barriered from the general public. 

II. Stage or Set 


erable switch shall be permitted to simultaneously discon- 
nect all the contactors on any one location board, where 
located at a distance of not more than 1.8 m (6 ft) from the 
location board. 

530.14 Plugging Boxes. Each receptacle of de plugging 
boxes shall be rated at not less than 30 amperes. 

530.15 Enclosing and Guarding Live Parts. 

(A) Live Parts. Live parts shall be enclosed or guarded to 
prevent accidental contad by persons and objeets. 


530.11 Permanent Wiring. The permanent wiring shall be 
Type MC cable, Type AC cable containing an insulated 
equipment grounding conductor sized in accordance with 
Table 250.122, Type MI cable, or in approved raceways. 

Exception: Communications circuits; audio signal Pro¬ 
cessing, amplification, and reproduction circuits; Class 1, 
Class 2, and Class 3 remote-control or signaling circuits 
and power-limited fire alarm circuits shall be permitted to 
be wired in accordance with Ardeles 640, 725, 760, and 
800. 

530.12 Portable Wiring. 

(A) Stage Set Wiring. The wiring for stage set lighting ^ 
and other supply wiring not fixed as to location shal l be 
done with hsted hard usage flexible cords ; 

Where subject to physical damage, such shaf 

listed extra-hard usage flexible cords and cí^es. Spli^ 
taps in cables shall be permitted if the total d 
does not exceed the máximum ampacjjjgg^tl 


(B) Stage Effects and Electj 
Stage Properties. The wiring 
cal equipment used as stage propél 
be wired with single- or multicondu 
or cables if the conductors are 
damage and secured to the scenery by ap] 



id electri- 
mitted to 
ible cords 
physical 
cable ties 


or by insulated Staples. Splices or taps shall be permitted 
where such are made with listed devices and the circuit is 
protected at not more than 20 amperes. 

(C) Other Electrical Equipment. Cords and cables other 
than extra-hard usage, where supplied as a part of a listed 
assemhly, shall be permitted. 

530.13 Stage Lighting and Effects Control. Switches 
used for studio stage set lighting and effects (on the stages 
and lots and on location) shall be of the externally operable 
type. Where contactors are used as the disconnecting means 
for fuses, an individual externally operable switch, suitably 
rated, for the control of each contactor shall be located at a 
distance of not more than 1.8 m (6 ft) from the contactor, in 
addition to remote-control switches. A single externally op¬ 


(B) Switches. All switches shall be of the externally oper¬ 
able type. 

(C) Rheostats. RhsAats shall be placed in approved cases 
or cabinets that^^Rose all live parts, having only the op- 
erating handl^ra^sed. 

(D) Current-Carrying Parts. Current-carrying parts of 
bull ^pRhes, location boSk, spiders, and plugging boxes 

1, guarded, or located so that persons can- 
ifTy come into contad with them or bring con- 
Kerial into contad with them. 

Por tájale Luminaires. Portable luminaires and 
shall be equipped with flexible cords, compo- 
Jon or metal-sheathed porcelain sockets, and substantial 
íards. 

■eption: Portable luminaires used as properties in a 
*rnotion picture set or televisión stage set, on a studio stage 
or lot, or on location shall not be considered to be portable 
luminaires for the purpose of this section. 

530.17 Portable Are Lamps. 

(A) Portable Carbón Are Lamps. Portable carbón are 
lamps shall be substantially constructed. The are shall be 
provided with an enclosure designed to retain sparks and 
carbons and to prevent persons or materials from coming 
into contad with the are or bare live parts. The enclosures 
shall be ventilated. All switches shall be of the externally 
operable type. 

(B) Portable Noncarbon Are Electric-Discharge Lamps. 

Portable noncarbon are lamps, including enclosed are 
lamps, and associated ballasts shall he listed. Interconnect- 
ing cord sets and interconnecting cords and cables shall be 
extra-hard usage type and listed. 

530.18 Overcurrent Protection — General. Automatic 
overcurrent protective devices (circuit breakers or fuses) 
for motion picture studio stage set lighting and the stage 
cables for such stage set lighting shall be as given in 
530.18(A) through (G). The máximum ampacity allowed 
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on a given conductor, cable, or cord size shall be as given 
in the applicable tables of Articles 310 and 400. 

(A) Stage Cables. Stage cables for stage set lighting shall 
be protected by means of overcurrent devices set at not 
more than 400 percent of the ampacity given in the appli¬ 
cable tables of Articles 310 and 400. 


boxes shall be by means of plugs containing two cartridge 
fuses not larger than 20 amperes, or they shall be permitted 
to be connected to special outlets on circuits protected by 
fuses or circuit breakers rated at not over 20 amperes. Plug 
fuses shall not be used unless they are on the load side of 
the fuse or circuit breakers on the location boards. 


(B) Feeders. In buildings used primarily for motion pie- 
ture production, the feeders from the substations to the 
stages shall be protected by means of overcurrent devices 
(generally located in the substation) having a suitable am- 
pere rating. The overcurrent devices shall be permitted to 
be multipole or single-pole gang operated. No pole shall be 
required in the neutral conductor. The overcurrent device 
setting for each feeder shall not exceed 400 percent of the 
ampacity of the feeder, as given in the applicable tables of 
Article 310. 

(C) Cable Protection. Cables shall be protected by bush- 
ings where they pass through enclosures and shall be ar- 
ranged so that tensión on the cable is not transmitted to the 
connections. Where power conductors pass through metal, 
the requirements of 300.20 shall apply. 

Portable feeder cables shall be permitted to tempcujarily 
penétrate fire-rated walls, floors, or ceilings provid? 
all of the following apply: 

(1) The opening is of noncombustible 

(2) When in use, the penetration is sea! 
seal of a listed firestop material. 

(3) When not in use, the opening s 
material of equivalent fire ratina 

(D) Location Boards. Overcurrent jüStoioiWkses or cir¬ 
cuit breakers) shall be^Kvided at tl^MocatiWn boards. 
Fuses in the location boarlkhal 1 have aBmpere rating of 
not over 400 percent of the l^^city oi^l cables between 
the location boards and the plug^^^É^es. 

(E) Plugging Boxes. Cables and cords supplied through 
plugging boxes shall be of copper. Cables and cords smaller 
than 8 AWG shall be attached to the plugging box by means 
of a plug containing two cartridge fuses or a 2-pole circuit 
breaker. The rating of the fuses or the setting of the circuit 
breaker shall not be over 400 percent of the rated ampacity 
of the cables or cords as given in the applicable tables of 
Articles 310 and 400. Plugging boxes shall not be permitted 
on ac systems. 

(F) Alternating-Current Power Distribution Boxes. 

Alternating-current power distribution boxes used on sound 
stages and shooting locations shall contain connection re- 
ceptacles of a polarized, grounding type. 

(G) Lighting. Work lights, stand lamps, and luminaires 
rated 1000 watts or less and connected to de plugging 



530.19 Sizing of Feeder Conductors for Televisión Stu- 
dio Sets. 

(A) General. It shall be permissible to apply the demand 
factors listed in Table 530.19(A) to that portion of the 
máximum possible connected load for studio or stage set 
lighting for all permanently installed feeders between sub¬ 
stations and stages and to all permanently installed feeders 
between the rrtiin stage switchboard and stage distribution 
centers or jpnon boards. 

(B) Portable Feeders. A demand factor of 50 percent of 
im poSfcb connected load shall be permitted for all 

ile feeders^ 

19(A) Demand Factors for Stage Set Lighting 

irtion of Stage Set Lighting Load Feeder Demai 
'hich Demand Factor Applied Factor 

(volt-amperes) (%) 

FirsrMJ.OOO or less at 100 

From 50,001 to 100,000 at 75 

From 100,001 to 200,000 at 60 

Remaining over 200,000 at 50 


530.20 Grounding. Type MC cable, Type MI cable, Type 
AC cable containing an insulated equipment grounding 
conductor, metal raceways, and all non-current-carrying 
metal parts of appliances, devices, and equipment shall be 
connected to an equipment grounding conductor. This shall 
not apply to pendant and portable lamps, to portable stage 
lighting and stage sound equipment, or to other portable 
and special stage equipment operating at not over 150 volts 
de to ground. 

530.21 Plugs and Receptacles. 

(A) Rating. Plugs and receptacles, including cord connec- 
tors and flanged surface devices, shall be rated in amperes. 
The voltage rating of the plugs and receptacles shall be not 
less than the nominal circuit voltage. Plug and receptacle 
ampere ratings for ac circuits shall not be less than the 
feeder or branch-circuit overcurrent device ampere rating. 
Table 210.21(B)(2) shall not apply. 

(B) Interchangeability. Plugs and receptacles used in por¬ 
table professional motion picture and televisión equipment 
shall be permitted to be interchangeable for ac or de use on 
the same premises, provided they are listed for ac/dc use 
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and marked in a suitable manner to identify the system to 
which they are connected. 

530.22 Single-Pole Separable Connectors. 

(A) General. Where ac single-pole portable cable connec¬ 
tors are used, they shall be listed and of the locking type. 
Sections 400.10, 406.7, and 406.8 shall not apply to listed 
single-pole separable connections and single-conductor 
cable assemblies utilizing listed single-pole separable con¬ 
nectors. Where paralleled sets of current-carrying single- 
pole separable connectors are provided as input devices, 
they shall be prominently labeled with a waming indicating 
the presence of intemal parallel connections. The use of 
single-pole separable connectors shall comply with at least 
one of the following conditions: 

(1) Connection and disconnection of connectors are only 
possible where the supply connectors are interlocked to 
the source and it is not possible to connect or discon- 
nect connectors when the supply is energized. 

(2) Line connectors are of the listed sequential-interlocking 
type so that load connectors shall be connected in the 
following sequence: 

a. Equipment grounding conductor connection 

b. Grounded circuit conductor connection, if provided 

c. Ungrounded conductor connection, and that discon¬ 
nection shall be in the reverse order 

(3) A caution notice shall be provided adjac< 
connectors, indicating that plug conneí 
the following order: 

a. Equipment grounding condu^g 

b. Grounded circuit-conductMConnectórs, if nn Sfed ed 

c. Ungrounded conductor^Mnectors, an( 
nection shall be in the re^^K order I 

(B) Interchangeability. Single-pole connectors 

used in portable professional motion piai||rind televisión 
equipment shall be permitted to be interchangeable for ac 
or de use or for diíferent current ratings on the same pre¬ 
mises, provided they are listed for ac/dc use and marked in 
a suitable manner to identify the system to which they are 
connected. 

530.23 Branch Circuits. A branch circuit of any size sup- 
plying one or more receptacles shall be permitted to supply 
stage set lighting loads. 


IV. Viewing, Cutting, and Patching Tables 

530.41 Lamps at Tables. Only composition or metal- 
sheathed, porcelain, keyless lampholders equipped with 
suitable means to guard lamps from physical damage and 
from film and film scrap shall be used at patching, viewing, 
and cutting tables. 

V. Cellulose Nitrate Film Storage Vaults 

530.51 Lamps in Cellulose Nitrate Film Storage Vaults. 

Lamps in cellulose nitrate film storage vaults shall be in- 
stalled in rigid luminaires of the glass-enclosed and gas- 
keted type. Lamps shall be controlled by a switch having a 
pole in each ungrounded conductor. This switch shall be 
located outside of Ü^^ault and provided with a pilot light 
to indicate wheth^Pne switch is on or off. This switch shall 
disconnect fm^^^rurces of supply all ungrounded con- 
ductors temmating n SÉlfly outlet in the vault. 

530^Pfelectrkal Equipment in Cellulose Nitrate Film 

StdKee Vaults. Except as permitted in 530.51, no recep- 
tacle^k™Ks, heaters, portable lights, or other portable 
electricí^Muipment shall be located in cellulose nitrate 
ustorag^^tdts. Electric motors shall be permitted, pro¬ 
bare! isted for the application and comply with 
^Class I, División 2. 



^530.61 Substations. Wiring and equipment of over 1000 
volts, nominal, shall comply with Article 490. [ROP 15- 
129] 

530.62 Portable Substations. Wiring and equipment in 
portable substations shall conform to the sections applying 
to installations in permanently fixed substations, but, due to 
the limited space available, the working spaces shall be 
permitted to be reduced, provided that the equipment shall 
be arranged so that the operator can work safely and so that 
other persons in the vicinity cannot accidentally come into 
contact with current-carrying parts or bring conducting ob- 
jects into contact with them while they are energized. 

530.63 Overcurrent Protection of Direct-Current Gen- 
erators. Three-wire generators shall have overcurrent pro¬ 
tection in accordance with 445.12(E). 


III. Dressing Rooms 

530.31 Dressing Rooms. Fixed wiring in dressing rooms 
shall be installed in accordance with the wiring methods 
covered in Chapter 3. Wiring for portable dressing rooms 
shall be approved. 


530.64 Direct-Current Switchboards. 

(A) General. Switchboards of not over 250 volts de be- 
tween conductors, where located in substations or switch- 
board rooms accessible to qualified persons only, shall not 
be required to be dead-front. 
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(B) Circuit Breaker Frames. Frames of de circuit break- 
ers installed on switchboards shall not be required to be 
connected to an equipment grounding conductor. 


ARTICLE 540 

Motion Picture Projection Rooms 


I. General 

540.1 Scope. The provisions of this article apply to motion 
picture projection rooms, motion picture projectors, and as- 
sociated equipment of the professional and nonprofessional 
types using incandescent, carbón are, xenón, or other light 
source equipment that develops hazardous gases, dust, or 
radiation. 

Informational Note: For further information, see NFPA 
40-2011, Standard for the Storage and Handling of Cellu- 
lose Nitrate Film. 

540.2 Deñnitions. 

Nonprofessional Projector. Nonprofessional projecti 
those types other than as described in 540.2. 

Professional Projector. A type of projector using 3‘. 
70-mm film that has a minimum width ofJgpBS» (I 3 /» 
and has on each edge 212 perforations^rmete*5.4 pe 
forations per inch), or a type using^ffoon ar^^gnon, 
other light source equipment that deva 
dust, or radiation. 


540.10 Motion Picture Projection Room Required. Ev- 

ery professional-type projecten^j^illocated within a 
projection room. Every projectioiW^m shall be of perma- 
nent construction, approved for the type of building in 
which the projection room is located. All projection ports, 
spotlight ports, viewing ports, and similar openings shall be 
provided with glass or other approved material so as to 
completely cióse the opening. Such rooms shall not be con- 
sidered as hazardous (classified) locations as defined in Ar¬ 
ticle 500. 

Informational Note: For further information on protecting 
openings in projection rooms handling cellulose nitrate mo¬ 
tion picture film, see NFPA 101- 2009, Life Safety Code. 

540.11 Location of Associated Electrical Equipment. 

(A) Motor Generator Sets, Transformers, Rectifiers, 
Rheostats, and Similar Equipment. Motor-generator sets, 
transformers, rectifiers, rheostats, and similar equipment for 
the supply or control of current to projection or spotlight 



equipment shall, where nitrate film is used, be located in a 
sepárate room. Where placed in the projection room, they 
shall be located or guarded so that ares or sparks cannot 
come in contad with film, and the commutator end or ends 
of motor generator sets shall comply with one of the con- 
ditions in 540.11(A)(1) through (A)(6). 

(1) Types. Be of the totally enclosed, enclosed fan-cooled, 
or enclosed pipe-ventilated type. 

(2) Sepárate Rooms or Housings. Be enclosed in sepárate 
rooms or housings built of noncombustible material con- 
structed so as to exelude flyings or lint with approved ven- 
tilation from a source of clean air. 

(3) Solid Metal Covers. Have the brush or sliding-contact 
end of motor^pierator enclosed by solid metal covers. 

[etal Housings. Have brushes or sliding con- 
substantial, tight metal housings. 

(SÉEpper and Lower Half Enclosures. Have the upper 
If of the brush^^ sliding-contact end of the motor- 
'geneng^enclosed by a wire screen or perforated metal and 
’qx half enclosed by solid metal covers. 

Screens or Perforated Metal. Have wire screens 
ited metal placed at the commutator of brush ends. 
ínsion of any opening in the wire screen or perfo- 
ratéTT metal shall exceed 1.27 mm (0.05 in.), regardless of 
the shape of the opening and of the material used. 

(B) Switches, Overcurrent Devices, or Other Equip¬ 
ment. Switches, overcurrent devices, or other equipment 
not normally required or used for projectors, sound repro- 
duction, flood or other special efifect lamps, or other equip¬ 
ment shall not be installed in projection rooms. 

Exception No. 1: In projection rooms approved for use 
only with cellulose acétate (safety) film, the installation of 
appurtenant electrical equipment used in conjunction with 
the operation ofthe projection equipment and the control of 
lights, curtains, and audio equipment, and so forth, shall be 
permitted. In such projection rooms, a sign reading “Safety 
Film Only Permitted in This Room ” shall be posted on the 
outside of each projection room door and within the pro¬ 
jection room itself in a conspicuous location. 

Exception No. 2: Remote-control switches for the control 
of auditorium lights or switches for the control of motors 
operating curtains and masking of the motion picture 
screen shall be permitted to be installed in projection 
rooms. 

(C) Emergency Systems. Control of emergeney systems 
shall comply with Article 700. 

540.12 Work Space. Each motion picture projector, flood- 
light, spotlight, or similar equipment shall have clear work- 
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ing space not less than 750 mm (30 in.) wide on each side 
and at the rear thereof. 

Exception: One such space shall be permitted between 
adjacent pieces of equipment. 

540.13 Conductor Size. Conductors supplying outlets for 
are and xenón projectors of the professional type shall not 
be smaller than 8 AWG and shall have an ampacity not less 
than the projector current rating. Conductors for 
incandescent-type projectors shall conform to normal wir- 
ing standards as provided in 210.24. 

540.14 Conductors on Lamps and Hot Equipment. In- 

sulated conductors having a rated operating temperature of 
not less than 200°C (392°F) shall be used on all lamps or 
other equipment where the ambient temperature at the con¬ 
ductors as installed will exceed 50°C (122°F). 

540.15 Flexible Cords. Cords approved for hard usage, as 
provided in Table 400.4, shall be used on portable equip¬ 
ment. 

540.20 Listing Requirements. Projectors and enclosures 
for are, xenón, and incandescent lamps and rectifiers, trans- 
formers, rheostats, and similar equipment shall be listed. 

540.21 Marking. Projectors and other equipment shall bel 
marked with the manufacturer’s ñame or trademark and 
with the voltage and current for which they are de signe d in 
accordance with 110.21. 


III. Nonprofessional Projectors 

540.31 Motion Picture Projection 

Projectors of the nonprofessional 
employing cellulose acétate (sa£^^ film, s 
to be operated without a projeCT^^room. 

540.32 Listing Requirements 

be listed. 

IV. Audio Signal Processing, Amplification, and 
Reproduction Equipment 

540.50 Audio Signal Processing, Amplification, and Re¬ 
production Equipment. Audio signal processing, amplifi¬ 
cation, and reproduction equipment shall be installed as 
provided in Article 640. 



ARTICLE 545 
Manufactured Buildings 


545.1 Scope. This article covers requirements for a manu¬ 
factured building and building components as herein de- 
fined. 


545.2 Definitions. 

Building Component. Any subsystem, subassembly, or 
other system designed for use in or integral with or as part 
of a structure, which can inelude structural, electrical, me- 
chanical, plumbing, and fire protection systems, and other 
systems afifecting health and safety. 

Building System. Plans, specifications, and documentation 
for a system of manufactured building or for a type or a 
system of building components, which can inelude struc¬ 
tural, electrical, mechanical, plumbing, and fire protection 
systems, and other systems afifecting health and safety, and 
including such variations thereof as are specifically permit¬ 
ted by regulation, and which variations are submitted as 
part of the building wstem or amendment thereto. 


Building. Any building that is of closed 
c nstrfltHTOii and is made or assembled in manufacturing 
cilities MBr off the building site for installation, or for 
istallation on the building site, other than 
homes, mobile homes, park trailers, or recre¬ 
es. 


(A) Methods Permitted. All raceway and cable wiring 
methods included in this Cade and other wiring systems 
specifically intended and listed for use in manufactured 
buildings shall be permitted with listed fittings and with 
fittings listed and identified for manufactured buildings. 
[ROP 19-8] 

(B) Securing Cables. In closed construction, cables shall 
be permitted to be secured only at cabinets, boxes, or fit¬ 
tings where 10 AWG or smaller conductors are used and 
protection against physical damage is provided. 

545.5 Supply Conductors. Provisions shall be made to 
route the service-entrance, underground Service conductors, 
service-lateral, feeder, or branch-circuit supply to the Ser¬ 
vice or building disconnecting means conductors. [ROP 
19-9] 

545.6 Installation of Service-Entrance Conductors. 

Service-entrance conductors shall be installed after erection 
at the building site. 

Exception: Where point of attachment is known prior to 
manufacture. 
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545.7 Service Equipment. Service equipment shall be in- ing or adj acent areas of similar or like nature as specified in 

stalled in accordance with 230.70. 547.1(A) or (B). 


545.8 Protection of Conductors and Equipment. Protec- 
tion shall be provided for exposed conductors and equip¬ 
ment during processes of manufacturing, packaging, in 
transit, and erection at the building site. 

545.9 Boxes. 

(A) Other Dimensions. Boxes of dimensions other than 
those required in Table 314.16(A) shall be permitted to be 
installed where tested, identified, and listed to applicable 
standards. 


(A) Excessive Dust and Dust with Water. Agricultural 
buildings where excessive dust and dust with water may 
accumulate, including all areas of poultry, livestock, and 
fish confinement systems, where litter dust or feed dust, 
including mineral feed particles, may accumulate. 

(B) Corrosive Atmosphere. Agricultural buildings where 
a corrosive atmosphere exists. Such buildings inelude areas 
where the following conditions exist: 

(1) Poultry and animal excrement may cause corrosive va- 
pors. 


(B) Not Over 1650 cm 3 (100 in. 3 ). Any box not over 1650 
cm 3 (100 in. 3 ) in size, intended for mounting in closed 
construction, shall be affixed with anchors or clamps so as 
to provide a rigid and secure installation. 

545.10 Receptacle or Switch with Integral Enclosure. A 

receptacle or switch with integral enclosure and mounting 
means, where tested, identified, and hsted to applicable 
standards, shall be permitted to be installed. 

545.11 Bonding and Grounding. Prewired pan» 
building components shall provide for the bondii 
bonding and grounding, of all exposed met áis li kely t< 
come energized, in accordance with ArtijjjÉSÜ^, Par 
VI, and VII. 

545.12 Grounding Electrode Cond 

be made to route a grounding 
Service, feeder, or branch-< 
tachment to the grounding 

545.13 Component Intercoftnections.^Pttings and con- 
nectors that are intended to^^ron^^Rd at the time of 
on-site assembly, where tested, ícBwed, and listed to ap¬ 
plicable standards, shall be permitted for on-site intercon- 
nection of modules or other building components. Such 
fittings and connectors shall be equal to the wiring method 
employed in insulation, temperature rise, and fault-current 
withstand and shall be capable of enduring the vibration 
and minor relative motions occurring in the components of 
manufactured buildings. 


(2) Corrosive particles may combine with water. 

(3) The are^^damp and wet hy reason of periodic wash- 
péaning and sanitizing with water and cleans- 




mtion Point. An electrical supply point from which 
:e drops, Service conductors, feeders, or branch cir- 
buildings or structures utilized under single man- 
¡meV’are supplied. 

Informational Note No. 1: Distribution points are also 
known as the center yard pole, meterpole, or the common 
distribution point. 

Informational Note No. 2: The Service point as defined in 
Article 100 is typically at the distribution point. 

Equipotential Plañe. An area where wire mesh or other 
conductive elements are embedded in or placed under con¬ 
crete, bonded to all metal structures and fixed nonelectrical 
equipment that may become energized, and connected to 
the electrical grounding system to minimize a difference in 
voltage from developing within the plañe. [ROP 19-lla] 

Site-Isolating Device. A disconnecting means installed at 
the distribution point for the purposes of isolation, system 
maintenance, emergeney disconnection, or connection of 
optional standby systems. 

547.3 Other Articles. For buildings and structures not 
having conditions as specified in 547.1, the electrical instal- 
lations shall be made in accordance with the applicable 
articles in this Cade. 


ARTICLE 547 
Agricultural Buildings 


547.1 Scope. The provisions of this article shall apply to 
the following agricultural buildings or that part of a build- 


547.4 Surface Temperatures. Electrical equipment or de- 
vices installed in accordance with the provisions of this 
article shall be installed in a manner such that they will 
function at full rating without developing surface tempera- 
tures in excess of the specified normal safe operating range 
of the equipment or device. 
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547.5 Wiring Methods. 

(A) Wiring Systems. Types UF, NMC, copper SE cables, 
jacketed Type MC cable, rigid nonmetallic conduit, liq- 
uidtight flexible nonmetallic conduit, or other cables or 
raceways suitable for the location, with approved termina- 
tion fittings, shall be the wiring methods employed. The 
wiring methods of Arricie 502, Part II, shall be permitted 
for areas described in 547.1(A). 


(E) Physical Protection. All electrical wiring and equip- 
ment subject to physical damage shall be protected. 

(F) Sepárate Equipment Grounding Conductor. Where 
an equipment grounding conductor is installed within a lo¬ 
cation falling under the scope of Arricie 547, it shall be a 
copper conductor. Where an equipment grounding conduc¬ 
tor is installed underground, it shall be insulated or covered 
copper. 


Informational Note: See 300.7, 352.44, and 355.44 for 
installation of raceway systems exposed to widely different 
temperatures. 

(B) Mounting. All cables shall be secured within 200 mm 
(8 in.) of each cabinet, box, or fitting. Nonmetallic boxes, 
fittings, conduit, and cables shall he permitted to be 
mounted directly to any building surface covered by this 
arricie without maintaining the 6 mm (14 in.) airspace in 
accordance with 300.6(D). 

(C) Equipment Enclosures, Boxes, Conduit Bodies, and 
Fittings. 

(1) Excessive Dust. Equipment enclosures, boxes, conduit 
bodies, and fittings installed in areas of buildings where. 
excessive dust may be present shall be designed to mini- 
mize the entrance of dust and shall have no openings (such 
as holes for attachment screws) through which di 
enter the enclosure. 

(2) Damp or Wet Locations. In damp o^Ket loe: 

equipment enclosures, boxes, conduit bodie^kráAtfírigs' 
shall be placed or equipped so as to preven^ from 

entering or accumulating within th^nicíosi 
body, or fitting. In wet locatioi^Wnc I udi ng nolWdly 
damp locations where surfaces j^^eriodicalljW'ashed or 
sprayed with water, boxes, conduitlfches, and^tings shall 
be listed for use in wet locations andewnK enclosures 
shall be weatherproof. 


(G) Receptacles. All 125-volt, single-phase, 15- and 20- 
ampere general-purpose receptacles installed in the loca¬ 
tions listed in (1) through (4) shall have ground-fault 
circuit-interrupter protection: 

(1) Areas having an equipotential plañe 

(2) Outdoors 

(3) Damp or \^®Bcations 

(4) Dirt coqjflKn^fcpeas fi r livestock 

feches, RecepHAra, Circuit Breakers, Control¬ 
ad Fujés. Switches^ncluding pushbuttons, relays, 
¡pilat^^ices, receptacles, circuit breakers, control- 
Res, shall be provided with enclosures as speci- 
^fie kfC). 



^ 547.7 MotorsT Motors and other rotating electrical ma- 
ffery snafi be totally enclosed or designed so as to mini- 
tize the entrance of dust, moisture, or corrosive particles. 

7.8 Luminaires. Luminaires shall comply with 
* r 547.8(A) through (C). 

(A) Minimize the Entrance of Dust. Luminaires shall be 
installed to minimize the entrance of dust, foreign matter, 
moisture, and corrosive material. 

(B) Exposed to Physical Damage. Luminaires exposed to 
physical damage shall be protected by a suitable guard. 


(3) Corrosive Atmosphere. Where wet dust, excessive 
moisture, corrosive gases or vapors, or other corrosive con- 
ditions may he present, equipment enclosures, boxes, con¬ 
duit bodies, and fittings shall have corrosión resistance 
properties suitable for the conditions. 

Informational Note No. 1: See Table 110.29 for appropri- 
ate enclosure type designations. 

Informational Note No. 2: Aluminum and magnetic fer- 
rous materials may corrode in agricultural environments. 

(D) Flexible Connections. Where necessary to employ 
flexible connections, dusttight flexible connectors, liq- 
uidtight flexible metal conduit, liquidtight flexible nonme¬ 
tallic conduit, or flexible cord listed and identified for hard 
usage shall be used. [ROP 19-17] 


(C) Exposed to Water. Luminaires exposed to water from 
condensation, building cleansing water, or solution shall be 
listed as suitable for use in wet locations. 

547.9 Electrical Supply to Building(s) or Structure(s) 
from a Distribution Point. A distribution point shall be 
permitted to supply any building or structure located on the 
same premises. The overhead electrical supply shall com¬ 
ply with 547.9(A) and (B), or with 547.9(C). The under¬ 
ground electrical supply shall comply with 547.9(C). 

(A) Site-Isolating Device. Site-isolating devices shall 
comply with 547.9(A)(1) through (A)(10). 

(1) Where Required. A site-isolating device shall be in¬ 
stalled at the distribution point where two or more build- 
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ings or structures are supplied from the distribution point. 

[ROP 19-20a] 

(2) Location. The site-isolating device shall be pole- 
mounted and be not less than the height above grade re- 
quired by 230.24 for the conductors it supplies. 

(3) Operation. The site-isolating device shall simulta- 
neously disconnect all ungrounded Service conductors from 
the premises wiring. 

(4) Bonding Provisions. The site-isolating device enclo- 
sure shall be connected to the grounded Circuit conductor 
and the grounding electrode system. 

(5) Grounding. At the site-isolating device, the system 
grounded conductor shall be connected to a grounding elec¬ 
trode system via a grounding electrode conductor. 

(6) Rating. The site-isolating device shall be rated for the 
calculated load as determined by Part V of Article 220. 

(7) Overcurrent Protection. The site-isolating device 
shall not be required to provide overcurrent protection. 

(8) Accessibility. The site-isolating device shall be capable 
of being remotely operated by an operating handle installed 
at a readily accessible location. The operating handl* 
site-isolating device, when in its highest position, sh¡ 
be more than 2.0 m (6 ft 7 in.) above grade or a w( 
platform. 

(9) Series Devices. An additional s 
the premises wiring system shall ni 
site-isolating device meeting all applicíü 
this section is provided by th^serving iitiln 
Service requirements. 

(10) Marking. A site-isOT*ng device shB be permanently 
marked to identify it as a snMfolating^Kice. This mark¬ 
ing shall be located on the openfc^ l^Hle or immediately 
adj acent thereto. 

(B) Service Disconnecting Means and Overcurrent Pro¬ 
tection at the Building(s) or Structure(s). Where the Ser¬ 
vice disconnecting means and overcurrent protection are 
located at the building(s) or structure(s), the requirements 
of 547.9(B)(1) through (B)(3) shall apply. 

(1) Conductor Sizing. The supply conductors shall be 
sized in accordance with Part V of Article 220. 



(1) The equipment grounding conductor is not smaller than 
the largest supply conductor if of the same material, or 
is adjusted in size in accordance with the equivalent 
size columns of Table 250.122 if of different materials. 

(2) The equipment grounding conductor is connected to 
the grounded circuit conductor and the site-isolating 
device enclosure at the distribution point. [ROP 19-21] 

(C) Service Disconnecting Means and Overcurrent Pro¬ 
tection at the Distribution Point. Where the Service dis¬ 
connecting means and overcurrent protection for each set of 
feeders or branch circuits are located at the distribution 
point, the feeders or branch circuits to buildings or struc¬ 
tures shall comply with the provisions of 250.32 and Article 
225, Parts I and II. 

Note: Methods to reduce neutral-to-earth 
estock facilities include supplying buildings 
Arith 4-wire single-phase Services, sizing 
singl^^^e Service and feeder conductors to limit 
e drop to^^Mjcent, and connecting loads line-to-line. 

Itification. Where a site is supplied by more than 
Rstribution point, a permanent plaque or directory 
¡Lbe installed at each of these distribution points denot- 
g t^location of each of the other distribution points and 
^bu«ungs or structures served by each. 

547.10 Equipotential Planes and Bonding of Equipoten- 
tial Planes. The installation and bonding of equipotential 
planes shall comply with 547.10(A) and (B). For the pur- 
poses of this section, the term livestock shall not inelude 
poultry. 

(A) Where Required. Equipotential planes shall be in¬ 
stalled where required in (A)(l) and (A)(2). 

(1) Indoors. Equipotential planes shall be installed in con- 
finement areas with concrete floors where metallic equip¬ 
ment is located that may become energized and is acces¬ 
sible to livestock. 

(2) Outdoors. Equipotential planes shall be installed in 
concrete slabs where metallic equipment is located that 
may become energized and is accessible to livestock. 

The equipotential plañe shall encompass the area where 
the livestock stands while accessing metallic equipment 
that may become energized. 



(2) Conductor Installation. The supply conductors shall 
be installed in accordance with the requirements of Part II 
of Article 225. 

(3) Grounding and Bonding. For each building or struc- 
ture, grounding and bonding of the supply conductors shall 
be in accordance with the requirements of 250.32, and the 
following conditions shall be met: 


(B) Bonding. Equipotential planes shall be connected to 
the electrical grounding system. The bonding conductor 
shall be solid copper, insulated, covered or bare, and not 
smaller than 8 AWG. The means of bonding to wire mesh 
or conductive elements shall be by pressure connectors or 
clamps of brass, copper, copper alloy, or an equally sub- 
stantial approved means. Slatted floors that are supported 
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by structures that are a part of an equipotential plañe shall 
not require bonding. 

Informational Note No. 1: Methods to establish equipoten¬ 
tial planes are described in American Society of Agricul- 
tural and Biological Engineers (ASABE) EP473.2-2001, 
Equipotential Planes in Animal Containment Areas. 
Informational Note No. 2: Methods for safe installation of 
livestock waterers are described in American Society of 
Agricultural and Biological Engineers (ASABE) EP342.3- 
2010, Safety for Electrically Heated Livestock Waterers. 
[ROP 19-26a] 

Informational Note No. 3: Low grounding electrode Sys¬ 
tem resistances may reduce potential differences in live¬ 
stock facilities. 


ARTICLE 550 

Mobile Homes, Manufactured Homes, 
and Mobile Home Parks 


I. General 

550.1 Scope. The provisions of this article cover the elec-^fc 
trical conductors and equipment installed within or on mo-" 
bile and manufactured homes, the conductors that connect 
mobile and manufactured homes to a supply 
and the installation of electrical wiring, lumb 
ment, and appurtenances related to electri^ 
within a mobile home park up to the rnobilí 
entrance conductors or, if none, the mobil 
equipment. 


with the necessary fittings and equipment or a power- 
supply cord listed for mobile home use, identified for the 
delivery of energy from the source of electrical supply to 
the panelboard within the mobile home. [ROP 19-27, ROP 
19-29] 

Laundry Area. An area containing or designed to contain a 
laundry tray, clothes washer, or a clothes dryer. 

Manufactured Home. A structure, transportable in one or 
more sections, that, in the traveling mode, is 2.4 m (8 body- 
ft) or more in width or 12.2 m (40 body-ft) or more in 
length, or, when erected on site, is 29.7 m 2 (320 ft 2 ) or 
more and that is built on a permanent chassis and designed 
to be used as a dwelling, with or without a permanent 
foundation, when connected therein. The term manufac¬ 
tured home includM^hy structure that meets all the provi¬ 
sions of this paj^aph except the size requirements and 
with respectA^^^kh the manufacturer voluntarily files a 
certificatimfWquirec^kcthe regulatory agency, and except 
that sud^rerm does n^krclude any self-propelled recre- 
atiotu^Fehicle. Calculatio^used to determine the number 
of^Kare rmMrs (square feet) in a structure are based on 
the s^^^^rs exterior dimensions, measured at the largest 
horizon^Karojections when erected on site. These dimen- 
inclulkdl expandable rooms, cabinets, and other pro- 
|^^ontSmng interior space but do not inelude bay 



Informational Note: For addqj^RU informatioi 
factured housing see NFPA 50 Standard 

factured Housing, and Part 3280, fpetured 
struction and Safety Standards, of tW 
of Housing and Urban Development. 

550.2 Definitions. 

Appliance, Fixed. An appliance that is fastened or other- 
wise secured at a specific location. 

Appliance, Portable. An appliance that is actually moved 
or can easily be moved from one place to another in normal 


? or the purpose of this Code and unless otherwise in- 
:ated, the term mobile home ineludes manufactured 


Informational Note No. 1: See the applicable building 
code for definition of the term permanent foundation. 
Informational Note No. 2: See Part 3280, Manufactured 
Home Construction and Safety Standards, of the Federal 
Department of Housing and Urban Development, for addi- 
tional information on the definition. 

Mobile Home. A factory-assembled structure or structures 
transportable in one or more sections that are built on a 
permanent chassis and designed to be used as a dwelling 
without a permanent foundation where connected to the 
required Utilities and that inelude the plumbing, heating, 
air-conditioning, and electrical systems contained therein. 

For the purpose of this Code and unless otherwise in- 
dicated, the term mobile home ineludes manufactured 
homes. 


Informational Note: For the purpose of this article, the 
following major appliances, other than built-in, are consid- 
ered portable if cord connected: refrigerators, range equip¬ 
ment, clothes washers, dishwashers without booster heat- 
ers, or other similar appliances. 

[ROP 19-28, ROP 19-27] 

Feeder Assembly. The overhead or under-chassis feeder 
conductors, including the grounding conductor, together 


Mobile Home Accessory Building or Structure. Any aw- 

ning, cabana, ramada, storage cabinet, carport, fence, wind- 
break, or porch established for the use of the occupant of 
the mobile home on a mobile home lot. 

Mobile Home Lot. A designated portion of a mobile home 
park designed for the accommodation of one mobile home 
and its accessory buildings or structures for the exclusive 
use of its occupants. 
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Mobile Home Park. A contiguous parcel of land that is 
used for the accommodation of occupied mobile homes. 

Mobile Home Service Equipment. The equipment con- 
taining the disconnecting means, overcurrent protective de- 
vices, and receptacles or other means for connecting a mo¬ 
bile home feeder assembly. 

Park Electrical Wiring Systems. All of the electrical wir- 
ing, luminaires, equipment, and appurtenances related to 
electrical installations within a mobile home park, includ- 
ing the mobile home Service equipment. 

550.4 General Requirements. 

(A) Mobile Home Not Intended as a Dwelling Unit. A 

mobile home not intended as a dwelling unit — for ex- 
ample, those equipped for sleeping purposes only, contrac - 
tor’s on-site offices, construction job dormitories, mobile 
studio dressing rooms, banks, clinics, mobile stores, or in¬ 
tended for the display or demonstration of merchandise or 
machinery — shall not be required to meet the provisions 
of this article pertaining to the number or capacity of cir- 
cuits required. It shall, however, meet all other applicable 
requirements of this article if provided with an electrical 
installation intended to be energized from a 120-^ 
120/240-volt ac power supply system. Where difierenl 
age is required by either design or available power s«Dly 
system, adjustment shall be made in accordajjg^with offl 
articles and sections for the voltage usecb 

(B) In Other Than Mobile Home Park 

installed in other than mobile home^ 
with the provisions of this arda 

(C) Connection to Wii 

article shall apply to mol 
to a wiring system rated 
with a grounded neutral 

(D) Listed or Labeled. All eleclSPal materials, devices, 
appliances, fittings, and other equipment shall be listed or 
labeled by a qualified testing agency and shall be connected 
in an approved manner when installed. 

II. Mobile and Manufactured Homes 
550.10 Power Supply. 



ls of this 
for connection 
inal, 3-wire ac. 


Exception No. 2: A feeder assembly shall not be required 
for manufactured homes constructed in accordance with 
550.32(B). 

(B) Power-Supply Cord. If the mobile home has a power- 
supply cord, it shall be permanently attached to the panel- 
board or to a junction box permanently connected to the 
panelboard, with the free end terminating in an attachment 
plug cap. [ROP 19-27] 

Cords with adapters and pigtail ends, extensión cords, 
and similar Ítems shall not be attached to, or shipped with, 
a mobile home. 

A suitable clamp or the equivalent shall be provided at 
the panelboard knockout to afiford strain relief for the cord 
to prevent strain from being transmitted to the termináis 
when the po\\^supply cord is handled in its intended man- 

a listed type with four conductors, 
identified by a continuous green color 
color with one or more yellow stripes 
tg conductor. 

fachment Plug Cap. The attachment plug cap shall 
P3-pole, 4-wire, grounding type, rated 50 amperes, 
^0 volts with a configuration as shown in Figure 
and intended for use with the 50-ampere, 
i (£volt receptacle configuration shown in Figure 
l0(C). It shall be listed, by itself or as part of a power- 
supply cord assembly, for the purpose and shall be molded 
to or installed on the flexible cord so that it is secured 
tightly to the cord at the point where the cord enters the 
attachment plug cap. If a right-angle cap is used, the con¬ 
figuration shall be oriented so that the grounding member is 
farthest from the cord. 

Informational Note: Complete details of the 50-ampere 
plug and receptacle configuration can be found in the Na¬ 
tional Electrical Manufacturers Association Standard for 
Dimensions of Attachment Plugs and Receptacles, 
ANSI/NEMA WD 6-2002 (R2008) , Figure 14-50. [ROP 
19-31a] 





(A) Feeder. The power supply to the mobile home shall be 
a feeder assembly consisting of not more than one listed 
50-ampere mobile home power-supply cord or a perma¬ 
nently installed feeder. 

Exception No. 1: A mobile home that is factory equipped 
with gas or oil-fired central heating equipment and cooking 
appliances shall be permitted to be provided with a listed 
mobile home power-supply cord rated 40 amperes. 


125/250-V, 50-A, 3-pole, 4-wire, grounding type 

Figure 550.10(C) 50-Ampere, 125/250-Volt Receptacle and At¬ 
tachment Plug Cap Configurations, 3-Pole, 4-Wire, 
Grounding-Types, Used for Mobile Home Supply Cords and 
Mobile Home Parks. 

(D) Overall Length of a Power-Supply Cord. The over- 
all length of a power-supply cord, measured from the end 
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of the cord, including bared leads, to the face of the attach- 
ment plug cap shall not be less than 6.4 m (21 ft) and shall 
not exceed 11 m (36V2 ft). The length of the cord from the 
face of the attachment plug cap to the point where the cord 
enters the mobile home shall not be less than 6.0 m (20 ft). 

(E) Marking. The power- supply cord shall bear the fol- 
lowing marking: 

FOR USE WITH MOBILE HOMES — 40 AMPERES 
or 


used, the máximum fuse size for the mains shall be plainly 
marked with lettering at least 6 mm (14 in.) high and visible 
when fuses are changed. [ROP 19-27] 

Where plug fuses and fuseholders are used, they shall 
be tamper-resistant Type S, enclosed in dead-front fuse 
panelboards. Electrical panelboards containing circuit 
breakers shall also be dead-front type. [ROP 19-27] 

Informational Note: See 110.22 conceming identification 
of each disconnecting means and each Service, feeder, or 
branch circuit at the point where it originated and the type 
marking needed. 


FOR USE WITH MOBILE HOMES — 50 AMPERES 

(F) Point of Entrance. The point of entrance of the feeder 
assembly to the mobile home shall be in the exterior wall, 
floor, or roof. 

(G) Protected. Where the cord passes through walls or 
floors, it shall be protected by means of conduits and bush- 
ings or equivalent. The cord shall be permitted to be in- 
stalled within the mobile home walls, provided a continu- 
ous raceway having a máximum size of 32 mm (114 in.) is 
installed from the branch-circuit panelboard to the under- 
side of the mobile home floor. 

(H) Protection Against Corrosión and Mechanical' 
Damage. Permanent provisions shall be made for the pro¬ 
tection of the attachment plug cap of the power-suj 
and any connector cord assembly or receptacle 
rosion and mechanical damage if such dew 
exterior location while the mobile home is' 

(I) Mast Weatherhead or Racewaw 

load exceeds 50 amperes or who^m perfil 
used, the supply shall be by rt^ps of eithei 
ing: 

(1) One mast weatherhead installaUB^instal^f in accor- 
dance with Article 230, containin^^u^Ktinuous, i 
sulated, color-coded feeder conductmJr one of which 
shall be an equipment grounding conductor 

(2) A metal raceway or rigid nonmetallic conduit from the 
disconnecting means in the mobile home to the under- 
side of the mobile home, with provisions for the attach¬ 
ment to a suitable junction box or fitting to the raceway 
on the underside of the mobile home [with or without 
conductors as in 550.10(I)(1)]. The manufacturer shall 
provide written installation instructions stating the 
proper feeder conductor sizes for the raceway and the 
size of the junction box to be used. 

550.11 Disconnecting Means and Branch-Circuit Pro- 
tective Equipment. The branch-circuit equipment shall be 
permitted to be combined with the disconnecting means as 
a single assembly. Such a combination shall be permitted to 
be designated as a panelboard. If a fused panelboard is 




(A) Disconnecting Means. A single disconnecting means 
shall be provided in each mobile home consisting of a cir¬ 
cuit breaker, or a switch and fuses and its accessories in¬ 
stalled in a readilv^fecessible location near the point of 
entrance of thely cord or conductors into the mobile 
home. The n^rl^fciit breakers or fuses shall be plainly 
marked “MSm” Tmlkiuipment shall contain a solderless 
type o^^rounding comktor or bar for the purposes of 
grom^pig, with sufticient^^minals for all grounding con¬ 
ducís. Th^wminations of the grounded circuit conduc- 
tors^^^^rmsulated in accordance with 550.16(A). The 
disconnafcag equipment shall have a rating not less than 

calcula^^k)ad. The distribution equipment, either cir- 
rused type, shall be located a minimum of 
’in.) from the bottom of such equipment to the 
the mobile home. 

klnformational Note: See 550.20(B) for information on dis- 
“connecting means for branch circuits designed to energize 
heating or air-conditioning equipment, or both, located out- 
side the mobile home, other than room air conditioners. 

A panelboard shall be rated not less than 50 amperes 
and employ a 2-pole circuit breaker rated 40 amperes for a 
40-ampere supply cord, or 50 amperes for a 50-ampere 
supply cord. A panelboard employing a disconnect switch 
and fuses shall be rated 60 amperes and shall employ a 
single 2-pole, 60-ampere fuseholder with 40- or 50-ampere 
main fuses for 40- or 50-ampere supply cords, respectively. 
The outside of the panelboard shall be plainly marked with 
the fuse size. [ROP 19-27] 

The panelboard shall be located in an accessible loca¬ 
tion but shall not be located in a bathroom or a clothes 
closet. A clear working space at least 750 mm (30 in.) wide 
and 750 mm (30 in.) in front of the panelboard shall be 
provided. This space shall extend from the floor to the top 
of the panelboard. [ROP 19-27] 

(B) Branch-Circuit Protective Equipment. Branch- 
circuit distribution equipment shall be installed in each mo¬ 
bile home and shall inelude overcurrent protection for each 
branch circuit consisting of either circuit breakers or fuses. 

The branch-circuit overcurrent devices shall be rated as 
follows: 
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(1) Not more than the circuit conductors; and 

(2) Not more than 150 percent of the rating of a single 
appliance rated 13.3 amperes or more that is supplied 
by an individual branch circuit; but 

(3) Not more than the overcurrent protection size and of 
the type marked on the air conditioner or other motor- 
operated appliance. 


Exception No. 2: Receptacle outlets installed to provide 
power for supplemental equipment and lighting on gas- 
fired ranges, ovens, or counter-mounted cooking units shall 
be permitted. 

Exception No. 3: A single receptacle for refrigeration 
equipment shall be permitted to be supplied from an indi¬ 
vidual branch circuit rated 15 amperes or greater. 


(C) Two-Pole Circuit Breakers. Where circuit breakers 
are provided for branch-circuit protection, 240-volt circuits 
shall be protected by a 2-pole common or companion trip, 
or by circuit breakers with identified handle ties. 


Countertop receptacle outlets installed in the kitchen 
shall be supplied by not less than two small-appliance cir¬ 
cuit branch circuits, either or both of which shall be per¬ 
mitted to supply receptacle outlets in the kitchen and other 
locations specified in 550.12(B). 


(D) Electrical Nameplates. A metal nameplate on the out- 
side adj acent to the feeder assembly entrance shall read 
follows: 

THIS CONNECTION FOR 120/240-VOLT, 

3-POLE, 4-WIRE, 60-HERTZ, 

_AMPERE SUPPLY 

The corred ampere rating shall be marked in the blank 
space. 

Exception: For manufactured homes, the manufacturer 
shall provide in its written installation instructions t 
data píate the mínimum ampere rating of the feedei 
bly or, where provided, the service-entrance conductor 
tended for connection to the manufacture^home, The 
ing provided shall not be less than tmrmuTmhun ¡ 
calculated in accordance with 550.1i. 

550.12 Branch Circuits. The num i 
required shall be determinec 
through (E). 

(A) Lighting. The num^^^f branch Brcuits shall be 
based on 33 volt-amperes/rn^^^/A/táWimes outside di- 
mensions of the mobile home excluded) divided 

by 120 volts to determine the numrer of 15- or 20-ampere 
lighting area circuits, for example, 



(C) Laundry Area. Where a laundry area is provided, i 
20-ampere braliph circuit shall be provided to supply the 
laundry redímele outlet(s). This circuit shall have no other 
outlets^ 

leral Appliances. (Including fumace, water heater, 
f^e, and centranfcmom air conditioner, etc.). There shall 
one^u- more circTOs of adequate rating in accordance 
e folio wing: 



For central air conditioning, see Ar- 

LTh yampere rating of fixed appliances shall be not over 
5 percent of the circuit rating if lighting outlets (re- 
ceptacles, other than kitchen, dining area, and laundry, 
considered as lighting outlets) are on the same circuit. 

(2) For fixed appliances on a circuit without lighting out¬ 
lets, the sum of rated amperes shall not exceed the 
branch-circuit rating. Motor loads or continuous loads 
shall not exceed 80 percent of the branch-circuit rating. 

(3) The rating of a single cord-and-plug-connected appli¬ 
ance on a circuit having no other outlets shall not ex¬ 
ceed 80 percent of the circuit rating. 

(4) The rating of a range branch circuit shall be based on 
the range demand as specified for ranges in 
550.18(B)(5). 


3 x length x width 
120 x 15 (or 20) 

= No. of 15- (or 20-) ampere circuits 

(B) Small Appliances. In kitchens, pantries, dining rooms, 
and breakfast rooms, two or more 20-ampere small- 
appliance circuits, in addition to the number of circuits 
required elsewhere in this section, shall be provided for all 
receptacle outlets required by 550.13(D) in these rooms. 
Such circuits shall have no other outlets. 

Exception No. 1: Receptacle outlets installed solely for the 
electrical supply and support ofan electric clock in any the 
rooms specified in 550.12(B) shall be permitted. 


(E) Bathrooms. Bathroom receptacle outlets shall be sup¬ 
plied by at least one 20-ampere branch circuit. Such circuits 
shall have no outlets other than as provided for in 
550.13(E)(2). 

550.13 Receptacle Outlets. 

(A) Grounding-Type Receptacle Outlets. All receptacle 
outlets shall comply with the following: 

(1) Be of grounding type 

(2) Be installed according to 406.4 

(3) Except where supplying specific appliances, be 15- or 
20-ampere, 125-volt, either single or múltiple type, and 
accept parallel-blade attachment plugs 
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(B) Ground-Fault Circuit Interrupters (GFCI). All 125- 
volt, single-phase, 15- and 20-ampere receptacle outlets in- 
stalled outdoors, in compartments accessible from outside 
the unit, or in bathrooms, including receptacles in lumi- 
naires, shall have GFCI protection. GFCI protection shall 
be provided for receptacle outlets serving countertops in 
kitchens and receptacle outlets located within 1.8 m (6 ft) 
of a wet bar sink. The exceptions in 210.8(A) shall be 
permitted. 

Feeders supplying branch circuits shall be permitted to 
be protected by a ground-fault circuit-interrupter in lieu of 
the provisión for such interrupters specified herein. 

(C) Cord-Connected Fixed Appliance. A grounding-type 
receptacle outlet shall be provided for each cord-connected 
fixed appliance installed. 

(D) Receptacle Outlets Required. Except in the bath, 
closet, and hallway areas, receptacle outlets shall be in¬ 
stalled at wall spaces 600 mm (2 ft) wide or more so that no 
point along the floor fine is more than 1.8 m (6 ft) measured 
horizontally from an outlet in that space. In addition, a 
receptacle outlet shall be installed in the following loca- 
tions: 

(1) Over or adjacent to countertops in the kitchen [at leasy 
one on each side of the sink if countertops are on eachW 
side and are 300 mm (12 in.) or over in width], 

(2) Adjacent to the refrigerator and freestanding a 
space. A multiple-type receptacle shall be ja 
serve as the outlet for a countertop and^Kfrigend 

(3) At countertop spaces for built-in van i ti ct 

(4) At countertop spaces under wallm| 

(5) In the wall at the nearest p 
counter attaches to the wal 

(6) In the wall at the nearest pMp^o where a^ced room 
divider attaches to the wall. 

(7) In laundry areas within 1.8 m (6^1|y$jÍFFhe intended 
location of the laundry appliance(s). 

(8) At least one receptacle outlet located outdoors and ac¬ 
cessible at grade level and not more than 2.0 m (6V2 ft) 
above grade. A receptacle outlet located in a compart- 
ment accessible from the outside of the unit shall be 
considered an outdoor receptacle. 

(9) At least one receptacle outlet shall be installed in bath¬ 
rooms within 900 mm (36 in.) of the outside edge of 
each basin. The receptacle outlet shall be located above 
or adjacent to the basin location. This receptacle shall 
be in addition to any receptacle that is a part of a 
luminaire or appliance. The receptacle shall not be en- 
closed within a bathroom cabinet or vanity. 

(E) Pipe Heating Cable(s) Outlet. For the connection of 
pipe heating cable(s), a receptacle outlet shall be located on 
the underside of the unit as follows: 


(1) Within 600 mm (2 ft) of the coid water inlet. 

(2) Connected to an interior branch circuit, other than a 
small-appliance branch circuit. It shall be permitted to 
use a bathroom receptacle circuit for this purpose. 

(3) On a circuit where all of the outlets are on the load side 
of the ground-fault circuit-interrupter. 

(4) This outlet shall not be considered as the receptacle 
required by 550.13(D)(8). 

(F) Receptacle Outlets Not Permitted. Receptacle outlets 
shall not be permitted in the following locations: 

(1) Receptacle outlets shall not be installed within or di- 
rectly over a bathtub or shower space. 

(2) A receptacle shall not be installed in a face-up position 
in any countert™^ 

(3) Receptacle o^fts shall not be installed above electric 
baseboar^^P^K, unless provided for in the listing or 
manufadPner ’ s^fcmctions. 

(G) Receptacle Outlets Not Required. Receptacle outlets 
shad»ot be j^uired in the rollowing locations: 
(l)^^h<^ÉHl space occupied by built-in kitchen or ward- 

robe cabinets 

^In the^fcl space behind doors that can be opened fully 
Wall surface 

fin ioTITW iividers of the lattice type that are less than 2.5 
m (8 ft) long, not solid, and within 150 mm (6 in.) of 
the floor 

* In the wall space afforded by bar-type counters 

550.14 Luminaires and Appliances. 

(A) Fasten Appliances in Transit. Means shall be pro¬ 
vided to securely fasten appliances when the mobile home 
is in transit. (See 550.16 for provisions on grounding.) 

(B) Accessibility. Every appliance shall be accessible for 
inspection, Service, repair, or replacement without removal 
of permanent construction. 

(C) Pendants. Listed pendant-type luminaires or pendant 
cords shall be permitted. 

(D) Bathtub and Shower Luminaires. Where a luminaire 
is installed over a bathtub or in a shower stall, it shall be of 
the enclosed and gasketed type listed for wet locations. 

550.15 Wiring Methods and Materials. Except as spe- 
cifically limited in this section, the wiring methods and 
materials included in this Code shall be used in mobile 
homes. Aluminum conductors, aluminum alloy conductors, 
and aluminum core conductors such as copper-clad alumi¬ 
num shall not be acceptable for use as branch-circuit wir¬ 
ing. 
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(A) Nonmetallic Boxes. Nonmetallic boxes shall be per- 
mitted only with nomnetallic cable or nonmetallic race- 
ways. 


approved for use in wet locations or where subject to physi- 
cal damage. The conductors shall be listed for use in wet 
locations. [ROP 19-39, ROP 19-37] 


(B) Nonmetallic Cable Protection. Nonmetallic cable lo- 
cated 380 mm (15 in.) or less above the floor, if exposed, 
shall be protected from physical damage by covering 
boards, guard strips, or raceways. Cable likely to be dam- 
aged by stowage shall be so protected in all cases. 

(C) Metal-Covered and Nonmetallic Cable Protection. 

Metal-covered and nonmetallic cables shall be permitted to 
pass through the centers of the wide side of 2 by 4 studs. 
However, they shall be protected where they pass through 2 
by 2 studs or at other studs or frames where the cable or 
armor would be less than 32 mm (114 in.) from the inside 
or outside surface of the studs where the wall covering 
materials are in contact with the studs. Steel plates on each 
side of the cable, or a tube, with not less than 1.35 mm 
(0.053 in.) wall thickness shall be required to protect the 
cable. These plates or tubes shall be securely held in place. 

(D) Metal Faceplates. Where metal faceplates are used, 
they shall be grounded. 


(I) Boxes, Fittings, and Cabinets. Boxes, fittings, and 
cabinets shall be securely fastened in place and shall be 
supported from a structural member of the home, either 
directly or by using a substantial brace. 


Exception: Snap-in-type boxes. Boxes provided with spe- 
cial wall or ceiling brackets and wiring devices with inte¬ 
gral enclosures that securely fasten to walls or ceilings and 
are identified for the use shall be permitted without support 
from a structural member or brace. The testing and ap- 
proval shall inelude the wall and ceiling construction Sys¬ 
tems for which the boxes and devices are intended to be 


used. 

(J) Apptiffiice Terminal Connections. Appliances having 
brancl^Wcl^terminal connections that opérate at tempera- 
mgher tt^^£0°C (140°F) shall have circuit conduc- 
s described^fctiTe following: 

fí) Brmrch-circuit coB&uctors having an insulation suitable 
tne temperature encountered shall be permitted to 
E run directly to the appliance. 



(E) Installation Requirements. Where a range, 
dryer, or other appliance is connected by metal-c< 
cable or flexible metal conduit, a length of not less thanJ 
mm (3 ft) of unsupported cable or conduit 
to Service the appliance. The cable or 
shall be secured to the wall. Type 
shall not be used to connect a range 
prohibit the use of Type NM 
branch-circuit overcurrent «Rui 
box or range or dryer rea«acle. 

(F) Raceways. Where rig^kretal condjM or intermedíate 
metal conduit is terminated a^^enclo^Fe with a locknut 
and bushing connection, two lcSfc^x shall be provided, 
one inside and one outside of the enclosure. Rigid nonme¬ 
tallic conduit, electrical nonmetallic tubing, or surface race- 
way shall be permitted. All cut ends of conduit and tubing 
shall be reamed or otherwise finished to remove rough 
edges. 

(G) Switches. Switches shall be rated as follows: 

(1) For lighting circuits, switches shall be rated not less 
than 10 amperes, 120 to 125 volts, and in no case less 
than the connected load. 

(2) Switches for motor or other loads shall comply with the 
provisions of 404.14. 

(H) Under-Chassis Wiring (Exposed to Weather). 

Where outdoor or under-chassis line-voltage (120 volts, 
nominal, or higher) wiring is exposed to moisture or physi¬ 
cal damage, it shall be protected by a conduit or raceway 


(2^Jtonductors having an insulation suitable for the tem- 
ire encountered shall be run from the appliance 
únal connection to a readily accessible outlet box 
ílaced at least 300 mm (1 ft) from the appliance. These 
conductors shall be in a suitable raceway or Type AC 
or MC cable of at least 450 mm (18 in.) but not more 
than 1.8 m (6 ft) in length. 

(K) Component Interconnections. Fittings and connec- 
tors that are intended to be concealed at the time of assem- 
bly shall be listed and identified for the interconnection of 
building components. Such fittings and connectors shall be 
equal to the wiring method employed in insulation, tem¬ 
perature rise, and fault-current withstanding and shall be 
capable of enduring the vibration and shock occurring in 
mobile home transportation. 

Informational Note: See 550.19 for interconnection of 
múltiple section units. 

550.16 Grounding. Grounding of both electrical and non- 
electrical metal parts in a mobile home shall be through 
connection to a grounding bus in the mobile home panel- 
board and shall be connected through the green-colored 
insulated conductor in the supply cord or the feeder wiring 
to the grounding bus in the service-entrance equipment lo- 
cated adjacent to the mobile home location. Neither the 
frame of the mobile home ñor the frame of any appliance 
shall be connected to the grounded circuit conductor in the 
mobile home. Where the panelboard is the Service equip¬ 
ment as permitted by 550.32(B), the neutral conductors and 
the equipment grounding bus shall be connected. [ROP 
19-27] 
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ARTICLE 550 — MOBILE HOMES, MANUFACTURED HOMES, AND MOBILE HOME PARKS 


(A) Grounded Conductor. 

(1) Insulated. The grounded circuit conductor shall be in- 
sulated from the grounding conductors and from equipment 
enclosures and other grounded parts. The grounded circuit 
conductor termináis in the panelboard and in ranges, 
clothes dryers, counter-mounted cooking units, and wall- 
mounted ovens shall be insulated from the equipment en- 
closure. Bonding screws, straps, or buses in the panelboard 
or in appliances shall be removed and discarded. Where the 
panelboard is the Service equipment as permitted by 
550.32(B), the neutral conductors and the equipment 
grounding bus shall be connected. [ROP 19-27] 

(2) Connections of Ranges and Clothes Dryers. Connec- 
tions of ranges and clothes dryers with 120/240-volt, 3-wire 
ratings shall be made with 4-conductor cord and 3-pole, 
4-wire, grounding-type plugs or by Type AC cable, Type 
MC cable, or conductors enclosed in flexible metal conduit. 

(B) Equipment Grounding Means. 

(1) Supply Cord or Permanent Feeder. The green- 
colored insulated grounding wire in the supply cord or per¬ 
manent feeder wiring shall be connected to the grounding 
bus in the panelboard or disconnecting means. [ROP' 
19-27] 

(2) Electrical System. In the electrical system,d 
metal parts, enclosures, frames, luminaire ciu^mes, an< 
forth shall be effectively bonded to the gro^Bng tei 
or enclosure of the panelboard. [ROP 19-2' 


(3) Cord-Connected Appliances 

anees, such as washing machia^^’clothes 
frigerators, and the electrical s^»n of gas 
forth, shall be grounded by means^«.cord 
ment grounding conductor and groui 
plug. 


(C) Bonding of Non-Current-Carrying Metal Parts. 

(1) Exposed Non-Current-Carrying Metal Parts. All 

exposed non-current-carrying metal parts that are likely to 
become energized shall be effectively bonded to the 
grounding terminal or enclosure of the panelboard. A bond¬ 
ing conductor shall be connected between the panelboard 
and accessible terminal on the chassis. [ROP 19-27] 


(3) Metallic Piping and Ducts. Metallic gas, water, and 
waste pipes and metallic air-circulating ducts shall be con- 
sidered bonded if they are connected to the terminal on the 
chassis [see 550.16(C)(1)] by clamps, solderless connec- 
tors, or by suitable grounding-type straps. 

(4) Metallic Roof and Exterior Coverings. Any metallic 
roof and exterior covering shall be considerad bonded if the 
following conditions are met: 

(1) The metal panels overlap one another and are securely 
attached to the wood or metal frame parts by metallic 
fasteners. 

(2) The lower panel of the metallic exterior covering is 
secured by metallic fasteners at a cross member of the 
chassis by two metal straps per mobile home unit or 
section at opp^pc ends. 

rap material shall be a minimum of 
10( feith of material equivalent to the skin 

a matedfeil of equat^fcbetter electrical conductivity. The 
sti ips^lBl be fastened ^^^paint-penetrating fittings such 
farwashers ot equivalent. 




'an equip- 
uttachment 


Dielectric Strength Test. The wiring of each mobile 
lUbjected to a 1-minute, 900-volt, dielectric 
(with all switches closed) between live parts 
icluding neutral conductor) and the mobile home ground. 
Itematively, the test shall be permitted to be performed at 
!0 volts for 1 second. This test shall be performed after 
iranch circuits are complete and after luminaires or appli¬ 
ances are installed. 

Exception: Listed luminaires or appliances shall not be 
required to withstand the dielectric strength test. 

(B) Continuity and Operational Tests and Polarity 
Checks. Each mobile home shall be subjected to all of the 
following: 

(1) An electrical continuity test to ensure that all exposed 
electrically conductive parts are properly bonded 

(2) An electrical operational test to demónstrate that all 
equipment, except water heaters and electric fumaces, 
is connected and in working order 

(3) Electrical polarity checks of permanently wired equip¬ 
ment and receptacle outlets to determine that connec¬ 
tions have been properly made 


(2) Grounding Termináis. Grounding termináis shall be 
of the solderless type and listed as pressure-terminal con- 
nectors recognized for the wire size used. The bonding 
conductor shall be solid or stranded, insulated or bare, and 
shall be 8 AWG copper minimum, or equivalent. The bond¬ 
ing conductor shall be routed so as not to be exposed to 
physical damage. 


550.18 Calculations. The following method shall be em- 
ployed in calculating the supply-cord and distribution- 
panelboard load for each feeder assembly for each mobile 
home in lieu of the procedure shown in Article 220 and 
shall be based on a 3-wire, 120/240-volt supply with 120- 
volt loads balanced between the two ungrounded conduc¬ 
tors of the 3-wire system. 
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550.20 


(A) Lighting, Small-Appliance, and Laundry Load. 

(1) Lighting Volt-Amperes. Length times width of mobile 
home floor (outside dimensions) times 33 volt-amperes/m 2 
(3 VA/ft 2 ), for example, length x width x 3 = lighting 
volt-amperes. 


(6) If outlets or circuits are provided for other than factory- 
installed appliances, inelude the anticipated load. 

Informational Note: Refer to Informative Annex D, Ex¬ 
ample Dll, for an illustration of the application of this 
calculation. 


(2) Small-Appliance Volt-Amperes. Number of circuits 
times 1500 volt-amperes for each 20-ampere appliance re- 
ceptacle circuit (see definition of Appliance, Portable, with 
a fine print note in 550.2), for example, number of circuits 
x 1500 = small-appliance volt-amperes. 

(3) Laundry Area Circuit Volt-Amperes. 1500 volt- 
amperes. 


(C) Optional Method of Calculation for Lighting and 
Appliance Load. The optional method for calculating 
lighting and appliance load shown in 220.82 shall be per- 
mi tted. 

550.19 Interconnection of Multiple-Section Mobile or 
Manufactured Home Units. 


(4) Total Volt-Amperes. Lighting volt-amperes plus 
small-appliance volt-amperes plus laundry area volt- 
amperes equals total volt-amperes. 

(5) Net Volt-Amperes. First 3000 total volt-amperes at 
100 percent plus remainder at 35 percent equals volt- 
amperes to be divided by 240 volts to obtain current (am¬ 
peres) per leg. 

(B) Total Load for Determining Power Supply. 

load for determining power supply is the sum of 
lowing: 

(1) Lighting and small-appliance load 
550.18(A)(5). 

(2) Nameplate amperes for motors 
haust fans, air conditioners, ele 
ing). Omit smaller of the heat 
except inelude blower mi 
evaporator motor. Wh^fran air' 
stalled and a 40-amj^^power-supp'l 
allow 15 amperes pei^^kfor air coi 

(3) Twenty-five percent of ci 

(4) Total of nameplate amperes' 
washer, water heater, clothes 



(A) Wiring Methods. Approved and Usted fixed-type wir- 
ing metho^Mnall be used to join portions of a circuit that 
must be^Mncally joined and are located in adjacent sec- 
tions ^Str Mroo me is installed on its support foundation. 

shall be accessible for disassembly 
parecí for relocation. 

See 550.15(K) for component 


iling 

[-conditioner 
not in- 
provided, 
loning. 

:st motor in (2). 
usté disposer, dish- 
'er, wall-mounted oven, 


•onnecting Means. Expandable or multiunit manu- 
homes, not having permanently installed feeders, 
thaWre to be moved from one location to another shall be 
permitted to have disconnecting means with branch-circuit 
protective equipment in each unit when so located that after 
assembly or joining together of units, the requirements of 
550.10 will be met. 


Luminaires, Air-Cooling 


cooking units. Where the number of these appliances 
exceeds three, use 75 percent of total. 

(5) Derive amperes for freestanding range (as distin- 
guished from sepárate ovens and cooking units) by di- 
viding the following valúes by 240 volts: 


Nameplate Rating 
(watts) 


Use 


0-10,000 

80 percent of rating 

Over 10,000-12,500 

8,000 

Over 12,500-13,500 

8,400 

Over 13,500-14,500 

8,800 

Over 14,500-15,500 

9,200 

Over 15,500-16,500 

9,600 

Over 16,500-17,500 

10,000 


550.20 Outdoor Outlets, 

Equipment, and So Forth. 

(A) Listed for Outdoor Use. Outdoor luminaires and 
equipment shall be listed for wet locations or outdoor use. 
Outdoor receptacles shall comply with 406.9. Where lo¬ 
cated on the underside of the home or located under roof 
extensions or similarly protected locations, outdoor lumi¬ 
naires and equipment shall be listed for use in damp loca¬ 
tions. 

(B) Outside Heating Equipment, Air-Conditioning 
Equipment, or Both. A mobile home provided with a 
branch circuit designed to energize outside heating equip¬ 
ment, air-conditioning equipment, or both, located outside 
the mobile home, other than room air conditioners, shall 
have such branch-circuit conductors terminate in a listed 
outlet box, or disconnecting means, located on the outside 
of the mobile home. A label shall be permanently affixed 
adjacent to the outlet box and shall contain the following 
information: 
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THIS CONNECTION IS FOR HEATING 
AND/OR AIR-CONDITIONING EQUIPMENT. 

THE BRANCH CIRCUIT IS RATED AT NOT 

MORE THAN_AMPERES, AT_VOLTS, 60 

HERTZ, 

_CONDUCTOR AMPACITY. 

A DISCONNECTING MEANS SHALL BE LOCATED 
WITHIN SIGHT OF THE EQUIPMENT. 

The correct voltage and ampere rating shall be given. 
The tag shall be not less than 0.51 mm (0.020 in.) thick 
etched brass, stainless Steel, anodized or alelad aluminum, 
or equivalent. The tag shall not be less than 75 mm by 
45 mm (3 in. by 1% in.) mínimum size. 

550.25 Arc-Fault Circuit-Interrupter Protection. 

(A) Deñnition. Arc-fault Circuit interrupters are defined in 
Article 100. 

(B) Mobile Homes and Manufactured Homes. All 120- 
volt branch circuits that supply 15- and 20-ampere outlets 
installed in family rooms, dining rooms, living rooms, par- 
lors, libraries, dens, bedrooms, sunrooms, recreation rooms, 
closets, hallways, or similar rooms or areas of mobile 
homes and manufactured homes shall comply with 210.12. 


III. Services and Feeders 

550.30 Distribution System. The mobile hi 
ondary electrical distribution system to mol 
shall be single-phase, 120/240 volts, nomii 
pose of Part III, where the park Service ex 
nominal, transformers and seconi 
treated as Services. [ROP 19-27 


550.31 Allowable Demand Factors. Park elec®al wiring 
systems shall be calculated (at 120®0 volts)^®he larger 
of the foliowing: 

(1) 16,000 volt-amperes for each mobile^Kne lot 

(2) The load calculated in accordance with 550.18 for the 
largest typical mobile home that each lot will accept 

It shall be permissible to calcúlate the feeder or Service 
load in accordance with Table 550.31. No demand factor 
shall be allowed for any other load, except as provided in 
this Code. 


Table 550.31 Demand Factors for Services and Feeders 


Number of 

Mobile Homes 

Demand 

Factor (%) 

1 

100 

2 

55 

3 

44 

4 

39 

5 

33 

6 

29 

7-9 

28 

10-12 

27 

13-15 

26 

16-21 

25 

22-40 

24 

41-60 

23 

61 and over^ 

22 



connecting u^ffi'g ^to able for use as Service equipment is 

located wifliM sightlfcm and not more than 9.0 m (30 ft) 
from tl^^xterior wall mobile home it serves and is 

lot less Rían that reqpred for Service equipment in 
n 550.32(C). Grounding at the disconnecting 
mean lKhá¡ll |t he in accordance with 250.32. 

Ctured Home Service Equipment. The 

rcnne Service equipment shall be permitted to 
h or on a manufactured home, provided that all 
\f the following conditions are met: 

) The manufacturer shall inelude in its written installa- 
* tion instructions information indicating that the home 
shall be secured in place by an anchoring system or 
installed on and secured to a permanent foundation. 

(2) The installation of the Service shall comply with Part I 
through Part VII of Article 230. 

(3) Means shall be provided for the connection of a 
grounding electrode conductor to the Service equipment 
and routing it outside the structure. 

(4) Bonding and grounding of the Service shall be in ac¬ 
cordance with Part I through Part V of Article 250. 

(5) The manufacturer shall inelude in its written installa¬ 
tion instructions one method of grounding the Service 
equipment at the installation site. The instructions shall 
clearly State that other methods of grounding are found 
in Article 250. 


550.32 Service Equipment. 

(A) Mobile Home Service Equipment. The mobile home 
Service equipment shall be located adjacent to the mobile 
home and not mounted in or on the mobile home. The 
Service equipment shall be located in sight from and not 
more than 9.0 m (30 ft) from the exterior wall of the mobile 
home it serves. The Service equipment shall be permitted to 
be located elsewhere on the premises, provided that a dis- 


(6) The mínimum size grounding electrode conductor shall 
be specified in the instructions. 

(7) A red waming label shall be mounted on or adjacent to 
the Service equipment. The label shall State the 
following: 

WARNING 

DO NOT PROVIDE ELECTRICAL POWER 
UNTIL THE GROUNDING ELECTRODE(S) 
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551.2 


IS INSTALLED AND CONNECTED 
(SEE INSTALLATION INSTRUCTIONS). 

Where the Service equipment is not installed in or on 
the unit, the installation shall comply with the other provi- 
sions of this section. 

(C) Rating. Mobile home Service equipment shall be rated 
at not less than 100 amperes at 120/240 volts, and provi- 
sions shall be made for connecting a mobile home feeder 
assembly by a permanent wiring method. Power outlets 
used as mobile home Service equipment shall also be per- 
mitted to contain receptacles rated up to 50 amperes with 
appropriate overcurrent protection. Fifty-ampere recep¬ 
tacles shall conform to the configuration shown in Figure 
550.10(C). 

Informational Note: Complete details of the 50-ampere 
plug and receptacle configuration can be found in 
ANSI/NEMA WD 6-2002 (R2008), National Electrical 
Manufacturera Association, Standard for Wiring Devices — 
Dimensional Requirements, Figure 14-50. [ROP 19-43a] 

(D) Additional Outside Electrical Equipment. Means for 
connecting a mobile home accessory building or structure 
or additional electrical equipment located outside a mohile 
home by a fixed wiring method shall be provided 
the mobile home Service equipment or the local < 
disconnecting means permitted in 550.32(A). 

(E) Additional Receptacles. Additionala^^fccles sl^ 
be permitted for connection of electric^^quipm® locat^ 
outside the mobile home, and all such 125 -\dK—single 
phase, 15- and 20-ampere receptacles a 
a listed ground-fault circuit inte 

(F) Mounting Height. Outdoor moS^fchom^D^connect- 
ing means shall be instd^fcso the botto™of the enclosure 
containing the disconneo^k means is not less than 
600 mm (2 ft) above finishec^Bde c^Forking platform. 
The disconnecting means shall ÍSfc^Rled so that the cen- 
ter of the grip of the operating hanene, when in the highest 
position, is not more than 2.0 m (6 ft 7 in.) above the 
finished grade or working platform. 

(G) Marking. Where a 125/250-volt receptacle is used in 
mobile home Service equipment, the Service equipment 
shall be marked as follows: 

TURN DISCONNECTING SWITCH OR 
CIRCUIT BREAKER OFF BEFORE INSERTING 
OR REMOVING PLUG. PLUG MUST BE FULLY 
INSERTED OR REMOVED. 

The marking shall be located on the Service equipment 
adj acent to the receptacle outlet. 

550.33 Feeder. 

(A) Feeder Conductors. Feeder conductors shall comply 
with the following: 



(1) Feeder conductors shall consist of either a listed cord, 
factory installed in accordance with 550.10(B), or a 
permanently installed feeder consisting of four insu- 
lated, color-coded conductors that shall be identified by 
the factory or field marking of the conductors in com- 
pliance with 310.110. Equipment grounding conductors 
shall not be identified by stripping the insulation. 

(2) Feeder conductors shall be installed in compliance with 
250.32(B). 

Exception: For an existing feeder that is installed between 
the Service equipment and a disconnecting means as cov- 
ered in 550.32(A), it shall be permitted to omit the equip¬ 
ment grounding conductor where the grounded circuit con¬ 
ductor is grounded at the disconnecting means in 
accordance wkt 250.32(B) Exception. 

(B) Feeder Capacity. Mobile home and manufactured 
home^circuit conductors shall have a capacity not 
les^tBÜn the supphed, shall be rated at not less than 
y^amperes, anrMrall be permitted to be sized in accor- 
^Mce TOth 310.15^^7). 

ARTICLE 551 

^^2^reational Vehicles and Recreational 
Vehicle Parks 


551.1 Scope. The provisions of this article cover the elec¬ 
trical conductors and equipment other than low-voltage and 
automotive vehicle circuits or extensions thereof, installed 
within or on recreational vehicles, the conductors that con- 
nect recreational vehicles to a supply of electricity, and the 
installation of equipment and devices related to electrical 
installations within a recreational vehicle park. 

Informational Note: For information on low-voltage Sys¬ 
tems, refer to NFPA 1192-2011, Standard on Recreational 
Vehicles, and ANSI/RVIA 12V-2011, Standard for Low 
Voltage Systems in Conversión and Recreational Vehicles. 

[ROP 19-44a] 

551.2 Definitions. (See Article 100 for additional defini- 
tions.) 

Air-Conditioning or Comfort-Cooling Equipment. All of 

that equipment intended or installed for the purpose of Pro¬ 
cessing the treatment of air so as to control simultaneously 
or individually its temperature, humidity, cleanliness, and 
distribution to meet the requirements of the conditioned 
space. 

Appliance, Fixed. An appliance that is fastened or other- 
wise secured at a specific location. 

[ROP 19-44b, ROP 19-44c, ROP 19-46] 
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Camping Tráiler. A vehicular portable unit mounted on 
wheels and constructed with collapsible partial side walls 
that fold for towing by another vehicle and unfold at the 
campsite to provide temporary living quarters for recre- 
ational, camping, or travel use. (See Recreational Vehicle.) 

Converter. A device that changes electrical energy from 
one form to another, as from altemating current to direct 
current. 

Dead Front (as applied to switches, Circuit breakers, 
switchboards, and panelboards). Designed, constructed, 
and installed so that no current-carrying parts are normally 
exposed on the front. [ROP 19-45] 


recreational vehicle on a temporary basis. It can be used as 
either a recreational vehicle site or as a camping unit site. 

Recreational Vehicle Site Feeder Circuit Conductors. 

The conductors from the park Service equipment to the 
recreational vehicle site supply equipment. 

Recreational Vehicle Site Supply Equipment. The neces- 
sary equipment, usually a power outlet, consisting of a Cir¬ 
cuit breaker or switch and fuse and their accessories, lo- 
cated near the point of entrance of supply conductors to a 
recreational vehicle site and intended to constitute the dis- 
connecting means for the supply to that site. 


Disconnecting Means. The necessary equipment usually 
consisting of a Circuit breaker or switch and fuses, and their 
accessories, located near the point of entrance of supply 
conductors in a recreational vehicle and intended to consti¬ 
tute the means of cutoff for the supply to that recreational 
vehicle. 

[ROP 19-45] 

Frame. Chassis rail and any welded addition thereto of 
metal thickness of 1.35 mm (0.053 in.) or greater. 

Low Voltage. An electromotive forcé rated 24 volts, nomi¬ 
nal, or less. 


Motor Home. A vehicular unit designed to provide tempo¬ 
rary living quarters for recreational, camping, or 
built on or permanently attached to a self-proi^ped 
vehicle chassis or on a chassis cab or van t^^K an ir 
part of the completed vehicle. (See Recrean 

Power-Supply Assembly. The conductor! 

grounded, grounded, and equipm|^^roun( 
the connectors, attachment plu^Kps, and all 3Éer fitl 
grommets, or devices installed fíWte purpose oMelivering 
energy from the source of electricEO^^mly to^l distribu- 
tion panel within the recreational vehS^k^^r 

Recreational Vehicle. A vehicular-type umt primarily de¬ 
signed as temporary living quarters for recreational, camp¬ 
ing, or travel use, which either has its own motive power or 
is mounted on or drawn by another vehicle. [ROP 19-48] 

Informational Note: The basic entities are travel tráiler, 
camping tráiler, truck camper, and motor home as refer- 
enced in NFPA 1192-2011, Standard on Recreational Ve- 
hicles. See 3.3.46, definition of Recreational Vehicle and 

A.3.3.46. [ROP 19-48] 

Recreational Vehicle Park. A plot of land upon which two 
or more recreational vehicle sites are located, established, 
or maintained for occupancy by recreational vehicles of the 
general public as temporary living quarters for recreation or 
vacation purposes. 

Recreational Vehicle Site. A plot of ground within a rec¬ 
reational vehicle park set aside for the accommodation of a 



Recreational Vehicle Stand. That area of a recreational 
vehicle site intended for the placement of a recreational 
vehicle. 

Travel Tráiler. A vehicular unit, mounted on wheels, de¬ 
signed to prd^ae tel^tajary living quarters for recreational, 
campina^B- travel usqfcf such size or weight as not to 
requj^Bpecial highway n^fctment permits when towed by 
irized^Énicle, and of gross tráiler area less than 30 
(See Recreational Vehicle.) 

.Truck Camper. A portable unit constructed to provide 
iry Infer quarters for recreational, travel, or camp- 
sting of a roof, floor, and sides, designed to be 
!5ed onto and unloaded from the bed of a pickup truck. 
Recreational Vehicle.) 

.4 General Requirements. 

(A) Not Covered. A recreational vehicle not used for the 
purposes as defined in 551.2 shall not be required to meet 
the provisions of Part IV pertaining to the number or ca- 
pacity of circuits required. It shall, however, meet all other 
applicable requirements of this article if the recreational 
vehicle is provided with an electrical installation intended 
to be energized from a 120-volt, 208Y/120-volt, or 
120/240-volt, nominal, ac power-supply system. 

(B) Systems. This article covers combination electrical 
systems, generator installations, and 120-volt, 208Y/120- 
volt, or 120/240-volt, nominal, systems. 

Informational Note: For information on low-voltage sys¬ 
tems, refer to NFPA 1192-2011, Standard on Recreational 
Vehicles , and ANSI/RVIA 12V-2011, Standard for Low 
Voltage Systems in Conversión and Recreational Vehicles. 

[ROP 19^49a] 

(C) Labels. Labels required by Article 551 shall be made 
of etched, metal-stamped, or embossed brass, stainless 
Steel, or plástic laminates 0.005 in. (0.13 mm) minimum 
thick, or anodized or alelad aluminum not less than 
0.020 in. (0.5 mm) thick or equal. [ROP 19-50] 
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II. Combination Electrical Systems 
551.20 Combination Electrical Systems. 

(A) General. Vehicle wiring suitable for connection to a 
battery or de supply source shall be permitted to be con- 
nected to a 120-volt source, provided the entire wiring Sys¬ 
tem and equipment are rated and installed in full confor- 
mity with Parts I, II, III, IV, and V requirements of this 
article covering 120-volt electrical systems. Circuits fed 
from ac transformers shall not supply de appliances. 

(B) Voltage Converters (120-Volt Alternating Current 
to Low-Voltage Direct Current). The 120-volt ac side of 
the voltage converter shall be wired in full conformity with 
Parts I, II, and IV requirements of this article for 120-volt 
electrical systems. [ROP 19-42b] 

Exception: Converters supplied as an integral part of a 
Usted, appliance shall not be subject to 551.20(B). 

All converters and transformers shall be listed for use h 
recreational vehicles and designed or equipped to provide 
overtemperature protection. To determine the converter rat- < 
ing, the following percentages shall be applied to the total 
connected load, including average battery-charging r; 
all 12-volt equipment: 

The first 20 amperes of load at 100 percent plus 1 

The second 20 amperes of load at 50 p ercen t plus^ 

All load above 40 amperes at 25 p 
Exception: A low-voltage appliance tj0Tis contjlled by 1 
momentary switch (normally open) i 
Holding in the closed position or refrié 
volt function shall not be coa^f^^^s c^^mected load 
when determining the recufea Momen- 

tarily energized applian^^^hall be linm^Lto tlwse used to 
prepare the vehicle for om^toincy or trctWl. 

(C) Bonding Voltage Conven^kl^^rosures. The non- 
current-carrying metal enclosure o^ne voltage converter 
shall be connected to the frame of the vehicle with a míni¬ 
mum 8 AWG copper conductor. The voltage converter shall 
be provided with a sepárate chassis bonding conductor that 
shall not he used as a current-carrying conductor. 

(D) Dual-Voltage Fixtures, Including Luminaires or Ap¬ 
pliances. Fixtures, including luminaires, or appliances hav- 
ing both 120-volt and low-voltage connections shall be 
listed for dual voltage. 

(E) Autotransformers. Autotransformers shall not be 
used. 

(F) Receptacles and Plug Caps. Where a recreational ve¬ 
hicle is equipped with an ac system, a low-voltage system, 
or both, receptacles and plug caps of the low-voltage sys¬ 
tem shall differ in configuration from those of the ac sys¬ 


tem. Where a vehicle equipped with a battery or other low- 
voltage system has an external connection for low-voltage 
power, the connector shall have a configuration that will 
not accept ac power. 

III. Other Power Sources 
551.30 Generator Installations. 

(A) Mounting. Generators shall be mounted in such a 
manner as to be effectively bonded to the recreational ve¬ 
hicle chassis. 

(B) Generator Protection. Equipment shall be installed to 
ensure that the current-carrying conductors from the engine 
generator andJfcpm an outside source are not connected to a 
vehicle chjwt at the same time. Automatic transfer 
switches in such applications shall be listed for use in one 
of ths^fRlo^^ 

(UKmergency^ 

) Optional standl^^ystems 

reptad es used as disconnecting means shall be ac- 
Ble (as applied to wiring methods) and capable of in- 
teS^ting their rated current without hazard to the operator. 

Fallation of Storage Batteries and Generators. 
StoHge batteries and intemal-combustion-driven generator 
units (subject to the provisions of this Cade) shall be se- 
cured in place to avoid displacement from vibration and 
road shock. 

(D) Ventilation of Generator Compartments. Compart- 
ments accommodating internal-combustion-driven genera¬ 
tor units shall he provided with ventilation in accordance 
with instructions provided by the manufacturer of the gen¬ 
erator unit. 

Informational Note: For generator compartment construc- 
tion requirements, see NFPA 1192-2011, Standard on Rec¬ 
reational Vehicles. [ROP 19-51a] 

(E) Supply Conductors. The supply conductors from the 
engine generator to the first termination on the vehicle shall 
be of the stranded type and be installed in listed flexible 
conduit or listed liquidtight flexible conduit. The point of 
first termination shall be in one of the following: 

(1) Panelboard 

(2) Junction box with a blank cover 

(3) Junction box with a receptacle 

(4) Enclosed transfer switch 

(5) Receptacle assembly listed in conjunction with the 
generator 

The panelboard, enclosed transfer switch, or junction 
box with a receptacle shall be installed within 450 mm 
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(18 in.) of the point of entry of the supply conductors into 
the vehicle. A junction box with a blank cover shall be 
mounted on the compartment wall inside or outside the 
compartment, or to any part of the generator supporting 
structure (but not to the generator), or to the vehicle floor 
on the outside of the vehicle, or within 18” of the point of 
entry of the supply conductors into the vehicle. Areceptacle 
assemhly listed in conjunction with the generator shall be 
mounted in accordance with its listing. [ROP 19-52] 

551.31 Múltiple Supply Source. 

(A) Múltiple Supply Sources. Where a múltiple supply 
system consisting of an altérnate power source and a 
power-supply cord is installed, the feeder from the altérnate 
power source shall be protected by an overcurrent protec- 
tive device. Installation shall he in accordance with 
551.30(A), 551.30(B), and 551.40. 

(B) Múltiple Supply Sources Capacity. The múltiple sup¬ 
ply sources shall not be required to be of the same capacity. 

(C) Altérnate Power Sources Exceeding 30 Amperes. If 

an altérnate power source exceeds 30 amperes, 120 volts, 
nominal, it shall be permissible to wire it as a 120-volt^ 
nominal, system, a 208Y/120-volt, nominal, system, or a 
120/240-volt, nominal, system, provided an overcurrent 
protective device of the proper rating is iristall adito^.t hc 
feeder. 

(D) Power-Supply Assembly Not Less 
peres. The external power-supply as semb 
mitted to be less than the calcúlate 
30 amperes and shall have (^ÉTüurrent 
greater than the capacity of tHtKstemal p< 
sembly. 

551.32 Other Sources. Other sources o^^P>wer, such as 
inverters, motor generators, or engine gerorators, shall be 
listed for use in recreational vehicles and shall be installed 
in accordance with the terms of the listing. Other sources of 
ac power shall be wired in full conformity with the require- 
ments in Parts I, II, III, IV, and V of this article covering 
120-volt electrical systems. 

551.33 Altérnate Source Restrictions. Transfer equip- 
ment, if not integral with the listed power source, shall be 
installed to ensure that the current-carrying conductors 
from other sources of ac power and from an outside source 
are not connected to the vehicle circuit at the same time. 
Automatic transfer switches in such applications shall be 
listed for use in one of the following: 

(1) Emergency systems 

(2) Optional standby systems 



IV. Nominal 120-Volt or 120/240-Volt Systems 

551.40 120-Volt or 120/240-Volt, Nominal, Systems. 

(A) General Requirements. The electrical equipment and 
material of recreational vehicles indicated for connection to 
a wiring system rated 120 volts, nominal, 2-wire with 
equipment grounding conductor, or a wiring system rated 
120/240 volts, nominal, 3-wire with equipment grounding 
conductor, shall be listed and installed in accordance with 
the requirements of Parts I, II, III, IV, and V of this article. 
Electrical equipment connected line-to-line shall have a 
voltage rating of 208-230 volts. 

(B) Materials and Equipment. Electrical materials, de- 
vices, apphances, fittings, and other equipment installed in, 
intended for use in^r attached to the recreational vehicle 
shall be listed. ^wroducts shall be used only in the man- 
ner in which^^^^e been tested and found suitable for 
the intendj 

ind-Fault Circuit-Interriipter Protection. The 

Í1 wirh^of a recreational vehicle having only one 
15-^B^)^íq>ere branch circuit as permitted in 551.42(A) 
and (B^Kill have ground-fault circuit-interrupter protec- 
mel. The ground-fault circuit interrupter shall 
le point where the power supply assembly 
’ithin the recreational vehicle. Where a sepa- 
set is not employed, the ground-fault circuit in- 
shall be permitted to be an integral part of the 
ichment plug of the power supply assembly. The ground- 
íult circuit interrupter shall provide protection also under 
the conditions of an open grounded circuit conductor, inter- 
changed circuit conductors, or both. 

551.41 Receptacle Outlets Required. 

(A) Spacing. Receptacle outlets shall be installed at wall 
spaces 600 mm (2 ft) wide or more so that no point along 
the floor line is more than 1.8 m (6 ft), measured horizon- 
tally, from an outlet in that space. 

Exception No. 1: Bath and hallway areas. 

Exception No. 2: Wall spaces occupied by kitchen cabi- 
nets, wardrobe cabinets, built-in fumiture, behind doors 
that may open jully against a wall surface, or similar 
facilities. 

(B) Location. Receptacle outlets shall be installed as fol- 
lows: 

(1) Adj acent to countertops in the kitchen [at least one on 
each side of the sink if countertops are on each side and 
are 300 mm (12 in.) or over in width and depth] [ROP 
19-56] 

(2) Adj acent to the refrigerator and gas range space, except 
where a gas-fired refrigerator or cooking appliance, re- 
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quiring no external electrical connection, is factory in- 
stalled 

(3) Adjacent to countertop spaces of 300 mm (12 in.) or 
more in width and depth that cannot be reached from a 
receptacle required in 551.41(B)(1) by a cord of 1.8 m 
(6 ft) without Crossing a trafile area, cooking appliance, 
or sink [ROP 19-56] 


recreational vehicles shall be equipped with one 15-ampere 
switch and fuse or one 15-ampere Circuit breaker. 

(B) One 20-Ampere Circuit. One 20-ampere circuit to 
supply lights, receptacle outlets, and fixed appliances. Such 
recreational vehicles shall be equipped with one 20-ampere 
switch and fuse or one 20-ampere circuit breaker. 


(4) Roof top decks that are accessible from inside the RV 
shall have at least one receptacle installed within the 
perimeter of the roof top deck. The receptacle shall not 
be located more than 1.2m (4 ft) above the balcony, 
deck, or porch surface. The receptacle shall comply 
with the requirements of 406.9(B) for wet locations. 
[ROP 19-57] 

(C) Ground-Fault Circuit-Interrupter Protection. 

Where provided, each 125-volt, single-phase, 15- or 20- 
ampere receptacle outlet shall have ground-fault circuit- 
interrupter protection for personnel in the following loca¬ 
tions: 

(1) Adjacent to a bathroom lavatory 

(2) Where the receptacles are installed to serve the coun- ' 
tertop surfaces and are within 1.8 m (6 ft) of any lava¬ 
tory or sink 

Exception No. 1: Receptacles installed for appliariM 
dedicated spaces, such as for dishwashers, disposals, 
frigerators, freezers, and laundry equipmeut 
Exception No. 2: Single receptacles j 
tions of expandable room sections. 

Exception No. 3: De-energized rece 
1.8 m (6 ft) of any sink or layg 
the expandable room v 

(3) In the area occupie^ 
combination thereof ~ 

(4) On the exterior of the veH| 

Exception: Receptacles that arem^Jrcl inside ofan access 
panel that is installed on the exterior of the vehicle to 
supply power for an installed appliance shall not be re¬ 
quired to have ground-fault circuit-interrupter protection. 



(C) Two to Five 15- or 20-Ampere Circuits. A máximum 
of five 15- or 20-ampere circuits to supply lights, receptacle 
outlets, and fixed appliances shall be permitted. Such rec¬ 
reational vehicles shall be permitted to be equipped with 
panelboards rated 120 volts máximum or 120/240 volts 
máximum and listed for 30-ampere application supplied by 
the appropriate power-supply assemblies. Not more than 
two 120-voltJhermostatically controlled appliances (e.g., 
and water heater) shall be installed in such 
appliance isolation switching, energy man- 
or similar methods are used. [ROP 


cceptian No. 1: ^Wditional 15- or 20-ampere circuits 
halljFpermitted where a listed energy management sys- 
ited at 30-ampere máximum is employed within the 

No. 2: Six 15- or 20-ampere circuits shall be 
:ted without employing an energy management sys- 
temTprovided the combined load of two circuits does not 
exceed the allowable load of a single circuit. [ROP 19-59] 

Informational Note: See 210.23(A) for permissible loads. 

See 551.45(C) for main disconnect and overcurrent protec¬ 
tion requirements. 

(D) More Than Five Circuits Without a Listed Energy 
Management System. A 50-ampere, 120/208-240-volt 
power-supply assembly and a mínimum 50-ampere-rated 
panelboard shall be used where six or more circuits are 
employed. The load distribution shall ensure a reasonable 
current balance between phases. [ROP 19-45] 

551.43 Branch-Circuit Protection. 


The receptacle outlet shall be permitted in a listed lu- 
minaire. A receptacle outlet shall not be installed in a tub or 
combination tub-shower compartment. 

(D) Face-Up Position. A receptacle shall not be installed 
in a face-up position in any countertop or similar horizontal 
surface. [ROP 19-58] 

551.42 Branch Circuits Required. Each recreational ve¬ 
hicle containing an ac electrical system shall contain one of 
the circuit arrangements in 551.42(A) through (D). 

(A) One 15-Ampere Circuit. One 15-ampere circuit to 
supply lights, receptacle outlets, and fixed appliances. Such 


(A) Rating. The branch-circuit overcurrent devices shall 
be rated as follows: 

(1) Not more than the circuit conductors, and 

(2) Not more than 150 percent of the rating of a single 
appliance rated 13.3 amperes or more and supplied by 
an individual branch circuit, but 

(3) Not more than the overcurrent protection size marked 
on an air conditioner or other motor-operated 
appliances 

(B) Protection for Smaller Conductors. A 20-ampere 
fuse or circuit breaker shall be permitted for protection for 
fixtures, including luminaires, leads, cords, or small appli- 
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anees, and 14 AWG tap conductors, not over 1.8 m (6 ft) 
long for recessed luminaires. 

(C) Fifteen-Ampere Receptacle Considered Protected 
by 20 Amperes. If more than one receptacle or load is on a 
branch circuit, a 15-ampere receptacle shall be permitted to 
be protected by a 20-ampere fuse or circuit breaker. 

551.44 Power-Supply Assembly. Each recreational ve- 
hicle shall have only one of the main power-supply assem- 
blies covered in 551.44(A) through (D). 

(A) Fifteen-Ampere Main Power-Supply Assembly. 

Recreational vehicles wired in accordance with 551.42(A) 
shall use a listed 15-ampere or larger main power-supply 
assembly. 

(B) Twenty-Ampere Main Power-Supply Assembly. 

Recreational vehicles wired in accordance with 551.42(B) 
shall use a listed 20-ampere or larger main power-supply 
assembly. 

(C) Thirty-Ampere Main Power-Supply Assembly. Rec¬ 
reational vehicles wired in accordance with 551.42(C) shall 
use a listed 30-ampere or larger main power-supply assem-^ 
bly. 

(D) Fifty-Ampere Power-Supply Assembly. Rec reatio nal 
vehicles wired in accordance with 551.42(D) s 
listed 50-ampere, 120/208-240-volt main po^ 
sembly. 

551.45 Panelboard. [ROP 19-45^ 

(A) Listed and Appropriatel^fflated. A listel 

priately rated panelboard or of^kequipment■ecifically 
listed for this purpose shall be useafche groun^ü conduc¬ 
tor termination bar shall be insulatecnfcm th^nclosure as 
provided in 551.54(C). An equipment ^Mnaing terminal 
bar shall be attached inside the enclosure of the panelboard. 
[ROP 19-45] 

(B) Location. The panelboard(s) shall be installed in a 
readily accessible location with the RV in the setup mode. 
Working clearance for the panelboard with the RV in the 
setup mode shall be not less than 600 mm (24 in.) wide and 
750 mm (30 in.) deep. A panelboard shall not be placed 
under sinks or in areas occupied by toilets, showers or tubs. 
[ROP 19-45, ROP 19-60] 

Exception No. 1: Where the panelboard cover is exposed 
to the inside aislé space, one of the working clearance 
dimensions shall be permitted to be reduced to a mínimum 
of 550 mm (22 in.). A panelboard is considered exposed 
where the panelboard cover is within 50 mm (2 in.) of the 
aislé’s finished surface and no more than 25 mm (1 in.) 


from the backside of doors that endose the space. [ROP 
19-61], 

Exception No. 2: Compartment doors usedfor access to a 
generator shall be permitted to be equipped with a locking 
system. 

(C) Dead-Front Type. The panelboard shall be of the 
dead-front type and shall consist of one or more circuit 
breakers or Type S fuseholders. A main disconnecting 
means shall be provided where fuses are used or where 
more than two circuit breakers are employed. A main over- 
current protective device not exceeding the power-supply 
assembly rating shall be provided where more than two 
branch circuits are employed. [ROP 19-45] 


(A) AssembljM^Lpower-supply assembly or assemblies 
shall be fact^ysuj^Bkd or factory installed and be of one 
of the twpfe specified herein. 

(1) Separable. Where a sePtrable power-supply assembly 
co^fcing dmr cord with a female connector and molded 
attac^M^^)I ug cap is provided, the vehicle shall be 
equippecfcbh a permanently mounted, flanged surface inlet 
ale , recelfc^type motor-base attachment plug) wired di- 
panelboard by an approved wiring method. 
^attácüment plug cap shall be of a listed type. [ROP 
-45] 

L Permanently Connected. Each power-supply assem- 
|»Ty shall be connected directly to the termináis of the pan- 
~ elboard or conductors within a junction box and provided 
with means to prevent strain from being transmitted to the 
termináis. The ampacity of the conductors between each 
junction box and the termináis of each panelboard shall be 
at least equal to the ampacity of the power-supply cord. The 
supply end of the assembly shall be equipped with an at¬ 
tachment plug of the type described in 551.46(C). Where 
the cord passes through the walls or floors, it shall be pro¬ 
tected by means of conduit and bushings or equivalent. The 
cord assembly shall have permanent provisions for protec- 
tion against corrosión and mechanical damage while the 
vehicle is in transit, and while the cord assembly is being 
stored or removed for use. [ROP 19-45, ROP 19-62] 

(B) Cord. The cord exposed usable length shall be mea- 
sured from the point of entrance to the recreational vehicle 
or the face of the flanged surface inlet (motor-base attach¬ 
ment plug) to the face of the attachment plug at the supply 
end. 

The cord exposed usable length, measured to the point 
of entry on the vehicle exterior, shall be a minimum of 7.5 
m (25 ft) where the point of entrance is at the side of the 
vehicle or shall be a minimum 9.0 m (30 ft) where the point 
of entrance is at the rear of the vehicle. 
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Where the cord entrance into the vehicle is more than 
900 mm (3 ft) above the ground, the mínimum cord lengths 
above shall be increased by the vertical distance of the cord 
entrance heights above 900 mm (3 ft). 

Informational Note: See 551.46(E) for location of point of 
entrance of a power-supply assembly on the recreational 
vehicle exterior. [ROP 19-62a] 

(C) Attachment Plugs. 

(1) Units with One 15-Ampere Branch Circuit. Recre¬ 
ational vehicles having only one 15-ampere branch circuit 
as permitted by 551.42(A) shall have an attachment plug 
that shall be 2-pole, 3-wire grounding type, rated 15 am¬ 
peres, 125 volts, conforming to the configuration shown in 
Figure 551.46(C) . 


trical Manufacturera Association’s Standard for Dimensions 
of Attachment Plugs and Receptacle, Figure 5.15. 



50-A, 125/250-V, 3-pole, 4-wire, grounding type 

Figure 551.46(C) Configurations for Grounding-Type Recep- 
tacles and Attachment Plug Caps Used for Recreational Ve¬ 
hicle Supply Cords and Recreational Vehicle Lots. 


(2) Units with One 20-Ampere Branch Circuit. Recre¬ 
ational vehicles having only one 20-ampere branch circuit 
as permitted in 551.42(B) shall have an attachment plug 
that shall be 2-pole, 3-wire grounding type, rated 20 am¬ 
peres, 125 volts, conforming to the configuration shown in 
Figure 551.46(C) . 

Informational Note: Complete details of this configuration 
can be found in ANSI/NEMA WD 6-2002, National Elec- 
trical Manufacturera Association’s Standard for Dimensions 
of Attachment Plugs and Receptacles, Figure 5.20. 


(3) Units with Two to Five 15- or 20-Ampere Branch 
Circuits. Recreational vehicles wired in accordance with 
551.42(C) shall have an attachment plug that shall be 
2-pole, 3-wire grounding type, rated 30 amperes, 125 volts, 
conforming to the configuration shown in Figure 551.46(C) 
, intended for use with units rated at 30 amperes, 125 volts. 

Informational Note: Complete details of this configuration 
can be found in ANSI/NEMA WD 6-2002, National Elec- 
trical Manufacturera Association’s Standard for Dimensions 
of Attachment Plugs and Receptacles, Figure TT. 

(4) Units with 50-Ampere Power-Supply Assemhly. Rec¬ 
reational vehicles having a power-supply assembly rated 50 
amperes as permitted by 551.42(D) shall have a 3-pole, 
4-wire grounding-type attachment plug rated 50 amperes, 
125/250 volts^onforming to the configuration shown in 
Figure 551^ptU) . 

Note: Complete details of this configuration 
1 ANSI/NEMA WD 6-2002, National Elec- 
;al ManufaS^^s Association’s Standard for Dimensions 
%>f Attachment Pn^^md Receptacles, Figure 14.50. 

^D) Labeling at Electrical Entrance. Each recreational 
shall have a safety label with the signal word 
úng” with mínimum 14 in. ( 6 mm) high letters and 
bod^kst with mínimum Vs in. (3 mm) high letters on a 
asmg background, affixed to the exterior skin, at or 
le point of entrance of the power-supply cord(s) that 
reads, as appropriate, either [ROP 19-63] 

WARNING [ROP 19-63] 

THIS CONNECTION IS FOR 110-125-VOLT AC, 

60 HZ,_AMPERE SUPPLY. 

or 

THIS CONNECTION IS FOR 208Y/120-VOLT or 
120/240-VOLT AC, 3-POLE, 4-WIRE, 

60 HZ,_AMPERE SUPPLY. 

DO NOT EXCEED CIRCUIT RATING. 

EXCEEDING THE CIRCUIT RATING MAY CAUSE A 
FIRE AND RESULT IN DEATH OR SERIOUS INJURY 
[ROP 19-63] 

The correct ampere rating shall be marked in the blank 
space. 

(E) Location. The point of entrance of a power-supply 
assembly shall be located within 4.5 m (15 ft) of the rear, 
on the left (road) side or at the rear, left of the longitudinal 
center of the vehicle, within 450 mm (18 in.) of the outside 
wall. 

Exception No. 1: A recreational vehicle equipped with 
only a Usted flexible drain system or a side-vent drain Sys¬ 
tem shall be permitted to have the electrical point of en¬ 
trance located on either side, provided the drain(s) for the 
plumbing system is (are) located on the same side. 
Exception No. 2: A recreational vehicle shall be permitted 
to have the electrical point of entrance located more than 
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4.5 m (15 ft) from the rear. Where this occurs, the distance 
beyond the 4.5-m (15-ft) dimensión shall be added to the 
cord’s mínimum length as specified in 551.46(B). 

Exception No. 3: Recreational vehicles designed for trans- 
porting livestock shall be permitted to have the electrical 
point of entrance located on either side or the front. 

551.47 Wiring Methods. 


tubes shall be securely held in place. Where nonmetallic- 
sheathed cables pass through punched, cut, or drilled slots 
or holes in metal members, the cable shall be protected by 
bushings or grommets securely fastened in the opening 
prior to installation of the cable. 

(H) Bends. No bend shall have a radius of less than five 
times the cable diameter. 


(A) Wiring Systems. Cables and raceways installed in ac- 
cordance with Articles 320, 322, 330 through 340, 342 
through 362, 386, and 388 shall be permitted in accordance 
with their applicable article, except as otherwise specified 
in this article. An equipment grounding means shall be pro- 
vided in accordance with 250.118. 


(I) Cable Supports. Where connected with cable connec- 
tors or clamps, cables shall be secured and supported within 
300 mm (12 in.) of outlet boxes, panelboards, and sphce 
boxes on appliances. Supports and securing shall be pro- 
vided at intervals not exceeding 1.4 m (4% ft) at other 
places. [ROP 19-69, ROP 19-45] 


(B) Conduit and Tubing. Where rigid metal conduit or 
intermedíate metal conduit is terminated at an enclosure 
with a locknut and bushing connection, two locknuts shall 
be provided, one inside and one outside of the enclosure. 
All cut ends of conduit and tubing shall be reamed or oth¬ 
erwise finished to remove rough edges. 

(C) Nonmetallic Boxes. Nonmetallic boxes shall be ac- 
ceptable only with nonmetallic-sheathed cable or nonmetal- 
lie raceways. 

(D) Boxes. In walls and ceiüngs constructed of wood or 
other combustible material, boxes and fittings shaj¿ 
with the finished surface or project therefrom^ 

(E) Mounting. Wall and ceiling boxes shal®eamout^j 
accordance with Article 314. 

Exception No. 1: Snap-in-type toxes or boxes ISfopided 
with special wall or ceiling braméis that 
boxes in walls or ceilings shaJ^^urermitted. 

Exception No. 2: A wooden platep^^ding a Xmnt ( IV 2 - 
in.) mínimum width backing around of a thick- 

ness of 13 mm (V 2 in.) or greater (actuayj^ached directly 
to the wall panel shall be considered as approved means 
for mounting outlet boxes. 

(F) Raceway and Cable Continuity. Raceways and cable 
sheaths shall be continuous between boxes and other enclo- 
sures. 

(G) Protected. Metal-ciad, Type AC, or nonmetallic- 
sheathed cables and electrical nonmetallic tubing shall be 
permitted to pass through the centers of the wide side of 2 
by 4 wood studs. However, they shall be protected where 
they pass through 2 by 2 wood studs or at other wood studs 
or frames where the cable or tubing would be less than 
32 mm (1 'A in.) from the inside or outside surface. Steel 
plates on each side of the cable or tubing or a Steel tube, 
with not less than 1.35 mm (0.053 in.) wall thickness, shall 
be installed to protect the cable or tubing. These plates or 


(J) Nonmetallic Box Without Cable Clamps. 

Nonmetal Iic-sh^^Kd cables shall be secured and sup¬ 
ported within^ot^fcm (8 in.) of a nonmetallic outlet box 
without cabl? clamp^B^here wiring devices with integral 
enclosjMrare employeakhh a loop of extra cable to per- 
e replacement of tn^tlevice, the cable loop shall be 
^an integral portion of the device. [ROP 

19 -ir~ 

) Physlc^l; Damage. Where subject to physical damage, 
jio rmPtallic cable shall be protected by covering 
bojlrasopíjiftl strips, raceways, or other means. 

L) Receptacle Faceplates. Metal faceplates shall comply 
"Ith Section 406.5(A). Nonmetallic faceplates shall comply 
jrah Section 406.5(C). 

(M) Metal Faceplates Grounded. Where metal faceplates 
are used, they shall be grounded. 

(N) Moisture or Physical Damage. Where outdoor or 
under-chassis wiring is 120 volts, nominal, or over and is 
exposed to moisture or physical damage, the wiring shall be 
protected by rigid metal conduit, by intermedíate metal 
conduit, or by electrical metallic tubing, rigid nonmetallic 
conduit, or Type MI cable, that is closely routed against 
frames and equipment enclosures or other raceway or cable 
identified for the application. 

(O) Component Interconnections. Fittings and connec- 
tors that are intended to be concealed at the time of assem- 
hly shall be listed and identified for the interconnection of 
building components. Such fittings and connectors shall be 
equal to the wiring method employed in insulation, tem- 
perature rise, and fault-current withstanding and shall be 
capable of enduring the vibration and shock occurring in 
recreational vehicles. 

(P) Method of Connecting Fxpandable Units. The 

method of connecting expandable units to the main body of 
the vehicle shall comply with 551.47(P)(1) or (P)(2): 


70-526 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 551 — RECREATIONAL VEHICLES AND RECREATIONAL VEHICLE PARKS 


551.47 


(1) Cord-and-Plug-Connected. Cord-and-plug connec- 
tions shall comply with (a) through (d). 

(a) That portion of a branch circuit that is installed in 
an expandable unit shall be permitted to be connected to the 
portion of the branch circuit in the main body of the vehicle 
by means of an attachment plug and cord Usted for hard 
usage. The cord and its connections shall comply with all 
provisions of Article 400 and shall be considered as a per¬ 
mitted use under 400.7. Where the attachment plug and 
cord are located within the vehicle’s interior, use of plástic 
thermoset or elastomer parallel cord Type SPT-3, SP-3, or 
SPE shall be permitted. 

(b) Where the receptacle provided for connection of 
the cord to the main circuit is located on the outside of the 
vehicle, it shall be protected with a ground-fault circuit 
interrupter for personnel and be listed for wet locations. A 
cord located on the outside of a vehicle shall be identified 
for outdoor use. 

(c) Unless removable or stored within the vehicle in¬ 
terior, the cord assembly shall have permanent provisions 
for protection against corrosión and mechanical damage 
while the vehicle is in transit. 

(d) The attachment plug and cord shall be installed si 
as not to permit exposed live attachment plug pins. á 

(2) Direct Wired. That portion of a branch circuit til 
installed in an expandable unit shall be nggjjitted to^ 
connected to the portion of the branch c 
body of the vehicle by means of flexi^c core alled 3 
accordance with 551.47(P)(2)(a) thn^^P)^ 
approved wiring method. 

(a) The flexible cord s 
for use in wet locations^ 

(b) The flexible cora 
on the underside of the v 

(c) The flexible cord shall^fccern^Kd to pass through 
the interior of a wall or floor asseWÉBor both a máximum 
concealed length of 600 mm (24 in.) before terminating at 
an outlet or junction box. 

(d) Where concealed, the flexible cord shall be in¬ 
stalled in nonflexible conduit or tubing that is continuous 
from the outlet or junction box inside the recreational ve¬ 
hicle to a weatherproof outlet box, junction box, or strain 
relief fitting listed for use in wet locations that is located on 
the underside of the recreational vehicle. The outer jacket 
of the flexible cord shall be continuous into the outlet or 
junction box. 

(e) Where the flexible cord passes through the floor to 
an exposed area inside of the recreational vehicle, it shall 
be protected by means of conduit and bushings or 
equivalent. 

Where subject to physical damage, the flexible cord 
shall be protected with RMC, IMC, Schedule 80 PVC, re- 



usage and 
to be exposed 


inforced thermosetting resin conduit (RTRC) listed for ex- 
posure to physical damage, or other approved means and 
shall extend at least 150 mm (6 in.) above the floor. A 
means shall be provided to secure the flexible cord where it 
enters the recreational vehicle. 

(Q) Prewiring for Air-Conditioning Installation. Prewir- 
ing installed for the purpose of facilitating future air- 
conditioning installation shall comply with the applicable 
portions of this article and the following: 

(1) An overcurrent protective device with a rating compat¬ 
ible with the circuit conductors shall be installed in the 
panelboard and wiring connections completed. [ROP 
19-45] 

(2) The load end of the circuit shall termínate in a junction 
box witl^pblank cover or other listed enclosure. Where 

h a blank cover is used, the free ends 
«iuctors shall be adequately capped or taped. 

(3) ^Wafety If ^h^ with the signal word “WARNING” with 
6 mm) high letters and body text with 

i mm) high letters on a contrasting 
^round, shall be afíixed on or adj acent to the junc- 
Bn box and shall read as follows: [ROP 19-73] 

HING [ROP 19-73] 

►JDITIONING CIRCUIT. 

CONNECTION IS FOR AIR CONDITIONERS 
RAfED 110-125-VOLT AC, 60 HZ, 

_ AMPERES MAXIMUM. 

DO NOT EXCEED CIRCUIT RATING. 

EXCEEDING THE CIRCUIT RATING MAY 
CAUSE A FIRE AND RESULT IN DEATH 
OR SERIOUS INJURY. [ROP 19-73] 

An ampere rating, not to exceed 80 percent of the circuit 
rating, shall be legibly marked in the blank space. 

(4) The circuit shall serve no other purpose. 

(R) Prewiring for Generator Installation. Prewiring in¬ 
stalled for the purpose of facilitating future generator instal¬ 
lation shall comply with the other applicable portions of 
this article and the following: 

(1) Circuit conductors shall be appropriately sized in rela- 
tion to the anticipated load as stated on the label re- 
quired in (R)(4). 

(2) Where junction boxes are utilized at either of the cir¬ 
cuit originating or terminus points, free ends of the 
conductors shall be adequately capped or taped. 

(3) Where devices such as receptacle outlet, transfer 
switch, and so forth, are installed, the installation shall 
be complete, including circuit conductor connections. 

(4) A safety label with the signal word “WARNING” with 
minimum Vi in. (6 mm) high letters and body text with 
mínimum Vs in. (3 mm) high letters on a contrasting 
background, shall be afíixed on the cover of each junc- 
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tion box containing incomplete circuitry and shall read, 
as appropriate, either [ROP 19-74] 

WARNING [ROP 19-74] 

GENERATOR 

ONLY INSTALL A GENERATOR LISTED 
SPECIFICALLY FOR RV USE 
HAVING OVERCURRENT PROTECTION 
RATED 110-125-VOLT AC, 

60 HZ,_AMPERES MAXIMUM. 

or 

GENERATOR 

ONLY INSTALL A GENERATOR LISTED 
SPECIFICALLY FOR RV USE 
HAVING OVERCURRENT PROTECTION 
RATED 120/240-VOLT AC, 

60 HZ,_AMPERES MAXIMUM. 

The correct ampere rating shall be legibly marked in the 
blank space. 

(S) Prewiring for Other Circuits. Prewiring installed for 
the purpose of installing other appliances or devices shall 
comply with the applicable portions of this article and the 
following: 

(1) An overcurrent protection device with a rating compat-' 
ible with the circuit conductors shall be installed in the 
panelboard with wiring connections complete^^OP 
19-45] 

(2) The load end of the circuit shall termin; 
box with a blank cover or a device lis! 
pose. Where a junction box with blank 
the free ends of the conducta 
capped or taped. 

(3) A safety label with the sigl 
mínimum 'A in. (6 mm) hig 
text with mínimum Vs in. 
contrasting background, shall 
to the junction box or device listed for’'the purpose and 
shall read as follows: [ROP 19-75] 

WARNING [ROP 19-75] 

THIS CONNECTION IS FOR _ RATED _ 

VOLT AC, 60 HZ, _AMPERES MAXIMUM. DO 

NOT EXCEED CIRCUIT RATING. 

AN AMPERE RATING NOT TO EXCEED 80 PERCENT 
OF THE CIRCUIT RATING SHALL BE LEGIBLY 
MARKED IN THE BLANK SPACE. 

EXCEEDING THE CIRCUIT RATING MAY 
CAUSE A FIRE AND RESULT IN DEATH OR 
SERIOUS INJURY. [ROP 19-75] 

551.48 Conductors and Boxes. The máximum number of 
conductors permitted in boxes shall be in accordance with 
314.16. 


551.49 Grounded Conductors. The identification of 
grounded conductors shall be in accordance with 200.6. 

551.50 Connection of Termináis and Splices. Conductor 
splices and connections at termináis shall be in accordance 
with 110.14. 

551.51 Switches. 

(A) Rating. Switches shall be rated in accordance with 
551.51(A)(1) and (A)(2). 

(1) Lighting Circuits. For lighting circuits, switches shall 
be rated not less than 10 amperes, 120-125 volts and in no 
case less than the connected load. 

(2) Motors or Other Loads. Switches for motor or other 
provisions of 404.14. 

(I m. Switches shall not be installed within wet 

le ffib or slkgr spaces unless installed as part of 

or shower a^^nbly. 

Ateles. All receptacle outlets shall be of the 
fe and installed in accordance with 406.4 and 


lires and Other Equipment. [ROP 19-76] 



Ulenerai. Any combustible wall or ceiling finish ex- 
RSsed between the edge of a canopy or pan of a luminaire 
ceiling suspended (paddle) fan and the outlet box, shall 
’covered with noncombustible material. [ROP 19-76] 

(B) Shower Luminaires. If a luminaire is provided over a 
bathtub or in a shower stall, it shall be of the enclosed and 
gasketed type and listed for the type of installation, and it 
shall be ground-fault circuit-interrupter protected. 

(C) Outdoor Outlets, Luminaires, Air-Cooling Equip¬ 
ment, and So On. Outdoor luminaires and other equipment 
shall be listed for outdoor use. 

551.54 Grounding. (See also 551.56 on bonding of non- 
current-carrying metal parts.) 

(A) Power-Supply Grounding. The grounding conductor 
in the supply cord or feeder shall be connected to the 
grounding bus or other approved grounding means in the 
panelboard. [ROP 19-45] 

(B) Distrihution Panelboard. The panelboard shall have a 
grounding bus with termináis for all grounding conductors 
or other approved grounding means. [ROP 19-45] 

(C) Insulated Grounded Conductor (Neutral Conduc¬ 
tor). The grounded circuit conductor (neutral conductor) 
shall be insulated from the equipment grounding conduc¬ 
tors and from equipment enclosures and other grounded 
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parts. The grounded circuit conductor (neutral conductor) 
termináis in the panelboard and in ranges, clothes dryers, 
counter-mounted cooking units, and wall-mounted ovens 
shall be insulated from the equipment enclosure. Bonding 
screws, straps, or buses in the panelboard or in appliances 
shall be removed and discarded. Connection of electric 
ranges and electric clothes dryers utilizing a grounded con¬ 
ductor, if cord-connected, shall be made with 4-conductor 
cord and 3-pole, 4-wire grounding-type plug caps and re- 
ceptacles. [ROP 19-45] 

551.55 Interior Equipment Grounding. 

(A) Exposed Metal Parts. In the electrical system, all ex- 
posed metal parts, enclosures, frames, luminaire canopies, 
and so forth, shall be effectively bonded to the grounding 
termináis or enclosure of the panelboard. [ROP 19-45] 

(B) Equipment Grounding and Bonding Conductors. 

Bare wires, insulated wire with an outer finish that is green 
or green with one or more yellow stripes, shall be used for 
equipment grounding or bonding conductors only. 

(C) Grounding of Electrical Equipment. Grounding of 
electrical equipment shall be accomplished by one or more 
of the foliowing methods: 

(1) Connection of metal raceway, the sheath of Typl 
and Type MI cable where the sheath is identifie 
grounding, or the armor of Type 
enclosures. 

(2) A connection between the ons 
grounding conductors and a met 
of a grounding screw, whi< 
purpose, or a listed gi 

(3) The equipment grqj^HTng condu^ 
sheathed cable shall ^^^rmitted to 
screw threaded into the^«inaire 
mounting screw or cover st 
grounding means (píate) in a i^^ietallic outlet box for 
luminaire mounting. [Grounding means shall also be 
permitted for luminaire attachment screws.] 

(D) Grounding Connection in Nonmetallic Box. A con¬ 
nection between the one or more equipment grounding con¬ 
ductors brought into a nonmetallic outlet box shall be so 
arranged that a connection of the equipment grounding con¬ 
ductor can be made to any fitting or device in that box that 
requires grounding. 

(E) Grounding Continuity. Where more than one equip¬ 
ment grounding or bonding conductor of a branch circuit 
enters a box, all such conductors shall be in good electrical 
contad with each other, and the arrangement shall be such 
that the disconnection or removal of a receptacle, lumi¬ 
naire, or other device fed from the box will not interfere 
with or interrupt the grounding continuity. 



(F) Cord-Connected Appliances. Cord-connected appli¬ 
ances, such as washing machines, clothes dryers, refrigera- 
tors, and the electrical system of gas ranges, and so forth, 
shall be grounded by means of an approved cord with 
equipment grounding conductor and grounding-type attach¬ 
ment plug. 

551.56 Bonding of Non-Current-Carrying Metal Parts. 

(A) Required Bonding. All exposed non-current-carrying 
metal parts that are likely to become energized shall be 
effectively bonded to the grounding terminal or enclosure 
of the panelboard. [ROP 19-45] 

(B) Bonding Chassis. A bonding conductor shall be con- 
nected between any panelboard and an accessible terminal 
on the chaAluminum or copper-clad aluminum con- 
ductors^áKnot be used for bonding if such conductors or 
their J^mim^^ire exposed to corrosive elements. [ROP 
19J ' 

cception: Any ree^ational vehicle that employs a u 

\l chassis-frame construction to which the panel¬ 
as securely fastened with a bolt(s) and nut(s) or by 
ig or riveting shall be considered to be bonded. 

[RO^ 19-45] 

inding Conductor Requirements. Grounding ter¬ 
mináis shall be of the solderless type and Usted as pressure 
terminal connectors recognized for the wire size used. The 
bonding conductor shall be solid or stranded, insulated or 
bare, and shall be 8 AWG copper minimum, or equal. 

(D) Metallic Roof and Exterior Bonding. The metal roof 
and exterior covering shall be considered bonded where 
both of the following conditions apply: 

(1) The metal panels overlap one another and are securely 
attached to the wood or metal frame parts by metal 
fasteners. 

(2) The lower panel of the metal exterior covering is se- 
cured by metal fasteners at each cross member of the 
chassis, or the lower panel is connected to the chassis 
by a metal strap. 

(E) Gas, Water, and Waste Pipe Bonding. The gas, wa¬ 
ter, and waste pipes shall be considered grounded if they 
are bonded to the chassis. 

(F) Furnace and Metal Air Duct Bonding. Fumace and 
metal circulating air ducts shall be bonded. 

551.57 Appliance Accessibility and Fastening. Every ap- 
pliance shall be accessible for inspection, Service, repair, 
and replacement without removal of permanent construc¬ 
tion. Means shall be provided to securely fasten appliances 
in place when the recreational vehicle is in transit. 
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V. Factor y Tests 

551.60 Factory Tests (Electrical). Each recreational ve- 
hicle designed with a 120-volt or a 120/240-volt electrical 
system shall withstand the applied potential without electri¬ 
cal breakdown of a 1-minute, 900-volt ac or 1280-volt de 
dielectric strength test, or a 1-second, 1080-volt ac or 1530- 
volt de dielectric strength test, with all switches closed, 
between ungrounded and grounded conductors and the rec¬ 
reational vehicle ground. During the test, all switches and 
other Controls shall be in the “on” position. Fixtures, in- 
cluding luminaires and permanently installed appliances, 
shall not be required to withstand this test. The test shall be 
performed after branch circuits are complete prior to ener- 
gizing the system and again after all outer coverings and 
cabinetry have been secured. The dielectric test shall be 
performed in accordance with the test equipment manufac- 
turer’s written instructions. 

Each recreational vehicle shall be subjected to all of the 
following: 

(1) A continuity test to ensure that all metal parts are prop- 
erly bonded 

(2) Operational tests to demónstrate that all equipment is 
properly connected and in working order 

(3) Polarity checks to determine that connections have 
been properly made 

(4) GFCI test to demónstrate that the ground fai 
tion device(s) installed on the recreationíjJÍ 
operating properly. 

VI. Recreational Vehicle Parks 

551.71 Type Receptacles Prj 

vehicle site with electrical supj 
least one 20-ampere, 125-volt 
20 percent of all recreational \ 
supply, shall each be equipped 
volt receptacle conforming to the configuration as identified 
in Figure 551.46(C). Every recreational vehicle site 
equipped with a 50-ampere receptacle shall also be 
equipped with a 30-ampere, 125-volt receptacle conform¬ 
ing to Figure 551.46(C). These electrical supplies shall be 
permitted to inelude additional receptacles that have con- 
figurations in accordance with 551.81. A minimum of 
70 percent of all recreational vehicle sites with electrical 
supply shall each be equipped with a 30-ampere, 125-volt 
receptacle conforming to Figure 551.46(C). This supply 
shall be permitted to inelude additional receptacle configu- 
rations conforming to 551.81. The remainder of all recre¬ 
ational vehicle sites with electrical supply shall be equipped 
with one or more of the receptacle configurations conform¬ 
ing to 551.81. Dedicated tent sites with a 15- or 20-ampere 
electrical supply shall be permitted to be excluded when 



determining the percentage of recreational vehicle sites 
with 30- or 50-ampere receptacles. [ROP 19-77] 

Additional receptacles shall he permitted for the con- 
nection of electrical equipment outside the recreational ve¬ 
hicle within the recreational vehicle park. 

All 125-volt, single-phase, 15- and 20-ampere recep¬ 
tacles shall have listed ground-fault circuit-interrupter pro- 
tection for personnel. 

Informational Note: The percentage of 50 ampere sites 
required by 551.71 may be inadequate for seasonal recre¬ 
ational vehicle sites serving a higher percentage of recre¬ 
ational vehicles with 50 ampere electrical systems. In that 
type of recreational vehicle park, the percentage of 50 am¬ 
pere sites could approach 100 percent. 

551.72 DistributionJsystem. Receptacles rated at 50 am¬ 
peres shall be sundín from a branch circuit of the voltage 
class and rating^^me receptacle. Other recreational vehicle 
sites with l^Énupft^and 30-ampere receptacles shall be 
permittedJo De deriv^Bjumi any grounded distribution sys¬ 
tem thj^Ripplies 120-\^»dngle-phase power. The neutral 
not be reafced in size below the size of 
conductors for the site distribution. The 
neutriSB^SBüctors shall be permitted to be reduced in size 
below trafcwnimum required size of the ungrounded con- 
>rs forl&O-volt, line-to-line, permanently connected 


Basis of Calculations. Electrical Services and feeders 
íll be calculated on the basis of not less than 9600 volt- 
amperes per site equipped with 50-ampere, 208Y/120 or 
120/240-volt supply facilities; 3600 volt-amperes per site 
equipped with both 20-ampere and 30-ampere supply fa¬ 
cilities; 2400 volt-amperes per site equipped with only 20- 
ampere supply facilities; and 600 volt-amperes per site 
equipped with only 20-ampere supply facilities that are 
dedicated to tent sites. The demand factors set forth in 
Table 551.73(A) shall be the minimum allowable demand 
factors that shall be permitted in calculating load for Ser¬ 
vice and feeders. Where the electrical supply for a recre¬ 
ational vehicle site has more than one receptacle, the cal¬ 
culated load shall be calculated only for the highest rated 
receptacle. 

Where the electrical supply is in a location that serves 
two recreational vehicles, the equipment for both sites shall 
comply with 551.77, and the calculated load shall only be 
calculated for the two receptacles with the highest rating. 

(B) Transformers and Secondary Panelboards. For the 

purpose of this Code, where the park Service exceeds 240 
volts, transformers and secondary panelboards shall be 
treated as Services. [ROP 19-45] 

(C) Demand Factors. The demand factor for a given num- 
ber of sites shall apply to all sites indicated. For example, 
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20 sites calculated at 45 percent of 3600 volt-amperes re- 
sults in a permissible demand of 1620 volt-amperes per site 
or a total of 32,400 volt-amperes for 20 sites. 

Informational Note: These demand factors may be inad- 
equate in areas of extreme hot or coid temperature with 
loaded circuits for heating or air conditioning. 

(D) Feeder-Circuit Capacity. Recreational vehicle site 
feeder-circuit conductors shall have an ampacity not less 
than the loads supplied and shall be rated not less than 30 
amperes. The neutral conductors shall have an ampacity not 
less than the ungrounded conductors. 

Informational Note: Due to the long circuit lengths typical 
in most recreational vehicle parks, feeder conductor sizes 
found in the ampacity tables of Article 310 may he inad- 
equate to maintain the voltage regulation suggested in the 
fine print note to 210.19. Total circuit voltage drop is a sum 
of the voltage drops of each serial circuit segment, where 
the load for each segment is calculated using the load that 
segment sees and the demand factors of 551.73(A). 


Informational Note: See 250.32(A), Exception, for single 
branch circuits. [ROP 19-79a] 

551.76 Grounding — Recreational Vehicle Site Supply 
Equipment. 

(A) Exposed Non-Current-Carrying Metal Parts. Ex- 

posed non-current-carrying metal parts of fixed equipment, 
metal boxes, cabinets, and fittings that are not electrically 
connected to grounded equipment shall be grounded by an 
equipment grounding conductor run with the circuit con¬ 
ductors from the Service equipment or from the transformer 
of a secondary distribution system. Equipment grounding 
conductors shall be sized in accordance with 250.122 and 
shall be permitted to be spliced by listed means. 

The arrangement of equipment grounding connections 
shall be sucfiwat the disconnection or removal of a recep- 
tacle or mj^Fdevice will not interfere with, or interrupt, the 
grounding continuity. 


Table 551.73(A) Demand Factors for Site Feeders and 
Service-Entrance Conductors for Park Sites 


Demand Facto 

(%) 



Loads for other amenities such as, but not limited to, 
Service buildings, recreational buildings, and swimming 
pools shall be calculated separately and then be added to 
the valué calculated for the recreational vehicle sites where 
they are all supplied by a common Service. 

551.74 Overcurrent Protection. Overcurrent protection 
shall be provided in accordance with Article 240. 

551.75 Grounding. All electrical equipment and installa- 
tions in recreational vehicle parks shall be grounded as 
required by Article 250. For the purposes of this section a 
RV pedestal shall be considered a sepárate structure and 
shall comply with 250.32. [ROP 19-79] 


C) 4 4pFhunded Conductor Not to Be Used as an Equip- 
t Ground. The grounded conductor shall not be used 
Jgquipment grounding conductor for recreational ve- 
Jücles^^equipment within the recreational vehicle park. 

(l>f*No Connection on the Load Side. No connection to a 
grounding electrode shall be made to the grounded conduc¬ 
tor on the load side of the Service disconnecting means 
except as covered in 250.30(A) for separately derived Sys¬ 
tems, and 250.32(B) Exception for sepárate buildings. 

551.77 Recreational Vehicle Site Supply Equipment. 

(A) Location. Where provided on back-in sites, the recre¬ 
ational vehicle site electrical supply equipment shall be lo- 
cated on the left (road) side of the parked vehicle, on a line 
that is 1.5 m to 2.1 m (5 ft to 7 ft) from the left edge 
(driver’s side of the parked RV) of the stand and shall be 
located at any point on this line from the rear of the stand to 
4.5 m (15 ft) forward of the rear of the stand. 

For pull-through sites, the electrical supply equipment 
shall be permitted to be located at any point along the line 
that is 1.5 m to 2.1 m (5 ft to 7 ft) from the left edge 
(driver’s side of the parked RV) from 4.9 m (16 ft) forward 
of the rear of the stand to the center point between the two 
roads that gives access to and egress from the pull-through 
sites. 

The left edge (driver’s side of the parked RV) of the 
stand shall be marked. 

(B) Disconnecting Means. A disconnecting switch or cir¬ 
cuit breaker shall be provided in the site supply equipment 
for disconnecting the power supply to the recreational ve¬ 
hicle. 
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(C) Access. All site supply equipment shall be accessible 
by an unobstructed entrance or passageway not less than 
600 mm (2 ft) wide and 2.0 m (6 ft 6 in.) high. 

(D) Mounting Height. Site supply equipment shall be lo- 
cated not less than 600 mm (2 ft) or more than 2.0 m (6 ft 
6 in.) above the ground. 

(E) Working Space. SufiBcient space shall be provided and 
maintained about all electrical equipment to permit ready 
and safe operation, in accordance with 110.27. 


metallic conduit, liquidtight flexible metal conduit, or other 
approved raceways or enclosures. Where subject to physi- 
cal damage, the conductors or cables shall be protected by 
rigid metal conduit, intermediate metal conduit, Schedule 
80 PVC conduit, or RTRC listed for exposure to physical 
damage. All such protection shall extend at least 450 mm 
(18 in.) into the trench from finished grade. 

Informational Note: See 300.5 and Article 340 for conduc¬ 
tors or Type UF cable used underground or in direct burial 


(F) Marking. Where the site supply equipment contains a 
125/250-volt receptacle, the equipment shall be marked as 
follows: “Tum disconnecting switch or circuit breaker ofif 
before inserting or removing plug. Plug must be fully in- 
serted or removed.” The marking shall be located on the 
equipment adj acent to the receptacle outlet. 

551.78 Protection of Outdoor Equipment. 

(A) Wet Locations. All switches, circuit breakers, recep- 
tacles, control equipment, and metering devices located in 
wet locations shall be weatherproof. 

(B) Meters. If secondary meters are installed, meter sock- 
ets without meters installed shall be blanked off with am 
approved blanking píate. 



551.81 Receptacles. A receptacle to supply electric power 
to a recreational vehicle shall be one of the configurations 
shown in Figure 551.46(C) in the following ratings: 

(1) 50-ampere — 125/250-volt, 50-ampere, 3-pole, 4-wire 
grounding typ^w 120/240-volt systems 

(2) 30-ampere^^l25-volt, 30-ampere, 2-pole, 3-wire 
groundn^typi^^: 120-volt systems 

rc)lt, 20-ampere, 2-pole, 3-wire 
'olt systems 

Complete details of these configura- 
found in ANSI/NEMA WD 6-2002, National 
Manufacturera Association’s Standard for Di- 
Attachment Plugs and Receptacles, Figures 14- 


551.79 Clearance for Overhead Conductors. 

ductors of not over 1000 volts, nominal, shall 
cal clearance of not less than 5.5 m (18 ft) hori; 
clearance of not less than 900 mm (3 ft) in at 
to recreational vehicle movement. Ii^A^^her clear- 

ances shall conform to 225.18 and^^^^^feOP 19-81] 

Informational Note: 

600 volts, nominal, 

551.80 Underground Service, 
and Recreational Vehicle Site Feeder^ 
tors. 


i-Circuit, 
t Conduc- 


ARTICLE 552 
Park Trailers 


552.1 Scope. The provisions of this article cover the elec¬ 
trical conductors and equipment installed within or on park 
trailers not covered fully under Articles 550 and 551. 

552.2 Definition. (See Articles 100, 550, and 551 for ad- 
ditional definitions.) 


(A) General. All direct-burial conductors, including the 
equipment grounding conductor if of aluminum, shall be 
insulated and identified for the use. All conductors shall be 
continuous from equipment to equipment. All splices and 
taps shall be made in approved junction boxes or by use of 
listed material. [ROP 19-82] 

(B) Protection Against Physical Damage. Direct-buried 
conductors and cables entering or leaving a trench shall be 
protected by rigid metal conduit, intermediate metal con¬ 
duit, electrical metallic tubing with supplementary corro¬ 
sión protection, rigid polyvinyl chloride conduit (PVC), 
nonmetallic underground conduit with conductors (NUCC), 
high density polyethylene conduit (HDPE), reinforced ther- 
mosetting resin conduit (RTRC), liquidtight flexible non- 


Park Tráiler. A unit that is built on a single chassis 
mounted on wheels and has a gross tráiler area not exceed- 
ing 37 m 2 (400 ft 2 ) in the set-up mode. 

552.4 General Requirements. A park tráiler as specified 
in 552.2 is intended for seasonal use. It is not intended as a 
permanent dwelling unit or for commercial uses such as 
banks, clinics, offices, or similar. 

II. Low-Voltage Systems 
552.10 Low-Voltage Systems. 

(A) Low-Voltage Circuits. Low-voltage circuits fumished 
and installed by the park tráiler manufacturer, other than 
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those related to braking, are subject to this Code. Circuits 
supplying lights subject to federal or State regulations shall 
comply with applicable govemment regulations and this 
Code. 

(B) Low-Voltage Wiring. 


gap or other approved means from circuits of a different 
power source. Acceptable methods shall be by clamping, 
routing, or equivalent means that ensure permanent total 
separation. Where circuits of different power sources cross, 
the external jacket of the nonmetallic-sheathed cables shall 
be deemed adequate separation. 


(1) Material. Copper conductors shall be used for low- 
voltage circuits. 

Exception: A metal chassis orframe shall be permitted as 
the return path to the source of supply. 

(2) Conductor Types. Conductors shall conform to the re- 
quirements for Type GXL, HDT, SGT, SGR, or Type SXL 
or shall have insulation in accordance with Table 
310.104(A) or the equivalent. Conductor sizes 6 AWG 
through 18 AWG or SAE shall be listed. Single-wire, low- 
voltage conductors shall be of the stranded type. 

Informational Note: See SAE Standard J1128-2011 for 
Types GXL, HDT, and SXL and SAE Standard J1127-2010 
for Types SGT and SGR. [ROP 19-83a] 

(3) Marking. All insulated low-voltage conductors shall 
be surface marked at intervals not greater than 1.2 m (4 ft) 
as follows: 

(1) Listed conductors shall be marked as required 1 
listing agency. 

(2) SAE conductors shall be marked v 
of the manufacturen specification dg^Piatioq, and w¡l| 
gauge. 

(3) Other conductors shall be mark^ 
logo of the manufacturei^^mperc^^r rating, wire 
gauge, conductor matéis 

(C) Low-Voltage Wirií^ 

(1) Physical Protection. (^iductors .slfill be protected 
against physical damage and sn^wt^Kured. Where insu¬ 
lated conductors are clamped to th^ffucture, the conductor 
insulation shall be supplemented by an additional wrap or 
layer of equivalent material, except that jacketed cables 
shall not be required to be so protected. Wiring shall be 
routed away from sharp edges, moving parts, or heat 


(4) Ground Connections. Ground connections to the 
chassis or frame shall be made in an accessible location and 
shall be mechanically secure. Ground connections shall be 
by means of copper conductors and copper or copper-alloy 
termináis of the solderless type identified for the size of 
wire used. The surface on which ground termináis make 
contact shall be cleaned and be free from oxide or paint or 
shall be electrically connected through the use of a cad- 
mium, tin, m^inc-plated internal/external-toothed lock- 
washer oi^Bcking termináis. Ground terminal attaching 
screws^j^fccor bolts, nuts, and lockwashers shall be cad- 
mium^m, o^krc-plated except rivets shall be permitted to 
tnanodized^Muinum where attaching to aluminum 
FTictures. 

►hassis-grounding terminal of the battery shall be 
Péd to the unit chassis with a mínimum 8 AWG cop- 
^onductor. In the event the unbonded lead from the 
kexceeds 8 AWG, the bonding conductor size shall 
J¿e n otlpss than that of the unbonded lead. 

(D) 'Tíattery Installations. Storage batteries subject to the 
provisions of this Code shall be securely attached to the 
unit and installed in an area vaportight to the interior and 
ventilated directly to the exterior of the unit. Where batter¬ 
ies are installed in a compartment, the compartment shall 
be ventilated with openings having a mínimum area of 
1100 mm 2 (1.7 in. 2 ) at both the top and at the bottom. 
Where compartment doors are equipped for ventilation, the 
openings shall be within 50 mm (2 in.) of the top and 
bottom. Batteries shall not be installed in a compartment 
containing spark- or flame-producing equipment. 

(E) Overcurrent Protection. 

(1) Rating. Low-voltage circuit wiring shall be protected 
by overcurrent protective devices rated not in excess of the 
ampacity of copper conductors, in accordance with Table 
552.10(E)(1). 


(2) Splices. Conductors shall be spliced or joined with 
splicing devices that provide a secure connection or by 
brazing, welding, or soldering with a fusible metal or alloy. 
Soldered splices shall first be spliced or joined to be me¬ 
chanically and electrically secure without solder, and then 
soldered. All splices, joints, and free ends of conductors 
shall be covered with an insulation equivalent to that on the 
conductors. 

(3) Separation. Battery and other low-voltage circuits 
shall be physically separated by at least a 13-mm fA-in.) 


Table 552.10(E)(1) Low-Voltage Overcurrent Protection 


Wire Size (AWG) 

Ampacity 

Wire Type 

18 

6 

Stranded only 

16 

8 

Stranded only 

14 

15 

Stranded or solid 

12 

20 

Stranded or solid 

10 

30 

Stranded or solid 
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(2) Type. Circuit breakers or fuses shall be of an approved 
type, including automotive types. Fuseholders shall be 
clearly marked with máximum fuse size and shall be pro- 
tected against shorting and physical damage by a cover or 
equivalent means. 

Informational Note: For further information, see 
ANSI/SAE J554-1987, Standard for Electric Fuses (Car- 
tridge Type)\ SAE J1284-1988, Standard for Blade Type 
Electric Fuses\ and UL 275-2005, Standard for Automotive 
Glass Tube Fuses. [ROP 19-86] 

(3) Appliances. Appliances such as pumps, compressors, 
heater blowers, and similar motor-driven appliances shall 
be installed in accordance with the manufacturer’s instruc- 
tions. 

Motors that are controlled by automatic switching or by 
latching-type manual switches shall be protected in accor¬ 
dance with 430.32(B). 

(4) Location. The overcurrent protective device shall be 
installed in an accessible location on the unit within 
450 mm (18 in.) of the point where the power supply con- 
nects to the unit circuits. If located outside the park tráiler, 
the device shall be protected against weather and physical 
damage. 

Exception: External low-voltage supply shall be permittei 
to llave the overcurrent protective device within 450 mn 
(18 in.) after ente ring the unit or after leaving 
raceway. 

(F) Switches. Switches shall have a de rat 
the connected load. 

(G) Luminaires. All low-voltage 
more than 4 watts, employing 
watts, shall be listed. 


III. Combination Electrical System! 
552.20 Combination Electrical Systems? 


All converters and transformers shall he listed for use in 
recreation units and designed or equipped to provide over- 
temperature protection. To determine the converter rating, 
the following percentages shall be applied to the total con¬ 
nected load, including average battery-charging rate, of all 
12-volt equipment: 

The first 20 amperes of load at 100 percent plus 
The second 20 amperes of load at 50 percent plus 
All load above 40 amperes at 25 percent 
Exception: A low-voltage appliance that is controlled by a 
momentary switch (normally open) that has no means for 
holding in the closed position shall not be considered as a 
connected load when determining the required converter 
rating. Momentarily energized appliances shall be limited 
to those used to prepare the unit for occupancy or travel. 




(D) Dual-Voltage Fixtures Including Luminaires or Ap- 
pliances. F^mres, including luminaires, or appliances hav- 
►olt and low-voltage connections shall be 
il voltage. 

Autotransformers. Autotransformers shall not be 
;d. 


') Receptacles and Plug Caps. Where a park tráiler is 
equipped with a 120-volt or 120/240-volt ac system, a low- 
voltage system, or both, receptacles and plug caps of the 
low-voltage system shall differ in configuration from those 
of the 120-volt or 120/240-volt system. Where a unit 
equipped with a battery or de system has an external con- 
nection for low-voltage power, the connector shall have a 
configuration that will not accept 120-volt power. 


(A) General. Unit wiring suitable for connection to a bat¬ 
tery or other low-voltage supply source shall be permitted 
to be connected to a 120-volt source, provided that the 
entire wiring system and equipment are rated and installed 
in full conformity with Parts I, III, IV, and V requirements 
of this article covering 120-volt electrical systems. Circuits 
fed from ac transformers shall not supply de appliances. 

(B) Voltage Converters (120-Volt Alternating Current 
to Low-Voltage Direct Current). The 120-volt ac side of 
the voltage converter shall be wired in full conformity with 
Parts I and IV requirements of this article for 120-volt 
electrical systems. [ROP 19-88a] 

Exception: Converters supplied as an integral part of a 
listed appliance shall not be subject to 552.20(B). 


IV. Nominal 120-Volt or 120/240-Volt Systems 
552.40 120-Volt or 120/240-Volt, Nominal, Systems. 

(A) General Requirements. The electrical equipment and 
material of park trailers indicated for connection to a wiring 
system rated 120 volts, nominal, 2-wire with an equipment 
grounding conductor, or a wiring system rated 120/240 
volts, nominal, 3-wire with an equipment grounding con¬ 
ductor, shall be listed and installed in accordance with the 
requirements of Parts I, III, IV, and V of this article. 

(B) Materials and Equipment. Electrical materials, de- 
vices, appliances, fittings, and other equipment installed, 
intended for use in, or attached to the park tráiler shall be 
listed. All producís shall be used only in the manner in 
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which they have been tested and found suitable for the 
intended use. 

552.41 Receptacle Outlets Required. 

(A) Spacing. Receptacle outlets shall be installed at wall 
spaces 600 mm (2 ft) wide or more so that no point along 
the floor line is more than 1.8 m (6 ft), measured horizon- 
tally, from an outlet in that space. 

Exception No. 1: Bath and hallway a reas. 


(1) Located within 600 mm (2 ft) of the coid water inlet 

(2) Connected to an interior branch circuit, other than a 
small-appliance branch circuit 

(3) On a circuit where all of the outlets are on the load side 
of the ground-fault circuit-interrupter protection for 
personnel 

(4) Mounted on the underside of the park tráiler and shall 
not be considered to be the outdoor receptacle outlet 
required in 552.41 (E) 


Exception No. 2: Wall spaces occupied by kitchen cabi- 
nets, wardrobe cabinets, built-in fumiture; behind doors 
that may open fully against a wall surface; or similar 
facilities. 

(B) Location. Receptacle outlets shall be installed as fol- 
lows: 

(1) Adj acent to countertops in the kitchen [at least one on 
each side of the sink if countertops are on each side and 
are 300 mm (12 in.) or over in width] 

(2) Adj acent to the refrigerator and gas range space, except 
where a gas-fired refrigerator or cooking appliance, re- 
quiring no extemal electrical connection, is factory- 
installed 

(3) Adj acent to countertop spaces of 300 mm (12 
more in width that cannot be reached from a recej^ 
required in 552.41(B)(1) by a cord o^T8 m (( 
without Crossing a trafile area, cookj^PH^ancÉ 
sink 

(C) Ground-Fault Circuit-Interru 

125-volt, single-phase, 15- or 
have ground-fault circuit-ii 
nel in the following loe; 

(1) Where the receptacl 
countertop surfaces 

(2) Within 1.8 m (6 ft) of any sink 

Exception: Receptacles installed for appliances in dedi- 
cated spaces, such as for dishwashers, disposals, refrigera- 
tors, freezers, and laundry equipment. 

(3) In the area occupied by a toilet, shower, tub, or any 
combination thereof 

(4) On the exterior of the unit 

Exception: Receptacles that are located inside ofan access 
panel that is installed on the exterior of the unit to supply 
power for an installed appliance shall not be required to 
have ground-fault circuit-interrupter protection. 

The receptacle outlet shall be permitted in a listed lu- 
minaire. A receptacle outlet shall not be installed in a tub or 
combination tub-shower compartment. 



(E) Outdoor Receptacle Outlets. At least one receptacle 
outlet shall be installed outdoors. A receptacle outlet lo¬ 
cated in a compartment accessible from the outside of the 
park tráiler shall be considered an outdoor receptacle. Out¬ 
door receptack. outlets shall be protected as required i 
552.41(0)^ 

Outlets Not Permitted. 

Shower or Bath tub Space. Receptacle outlets shall 
ff>t be installed in^^vithin reach [750 mm (30 in.)] of a 
how^ro bathtub space. 



’ace-Up Position. A receptacle shall not be installed in 
position in any countertop. 

Power Supply. 

(A) Feeder. The power supply to the park tráiler shall be a 
feeder assembly consisting of not more than one listed 30- 
ampere or 50-ampere park tráiler power-supply cord, with 
an integrally molded or securely attached cap, or a perma- 
nently installed feeder. 

(B) Power-Supply Cord. If the park tráiler has a power- 
supply cord, it shall be permanently attached to the panel- 
board or to a junction box permanently connected to the 
panelboard, with the free end terminating in a molded-on 
attachment plug cap. [ROP 19-83] 

Cords with adapters and pigtail ends, extensión cords, 
and similar Ítems shall not be attached to, or shipped with, 
a park tráiler. 

A suitable clamp or the equivalent shall be provided at 
the panelboard knockout to afiford strain relief for the cord 
to prevent strain from being transmitted to the termináis 
when the power-supply cord is handled in its intended man- 
ner. [ROP 19-83] 

The cord shall be a listed type with 3-wire, 120-volt or 
4-wire, 120/240-volt conductors, one of which shall be 
identified by a continuous green color or a continuous 
green color with one or more yellow stripes for use as the 
grounding conductor. 


(D) Pipe Heating Cable Outlet. Where a pipe heating (C) Mast Weatherhead or Raceway. Where the calcu- 

cable outlet is installed, the outlet shall be as follows: lated load exceeds 50 amperes or where a permanent feeder 
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is used, the supply shall be by means of one of the follow- 
ing: 

(1) One mast weatherhead installation, installed in accor- 
dance with Article 230, containing four continuous, in- 
sulated, color-coded feeder conductors, one of which 
shall be an equipment grounding conductor 

(2) A metal raceway, rigid nonmetallic conduit, or liq- 
uidtight flexible nonmetallic conduit from the discon- 
necting means in the park tráiler to the underside of the 
park tráiler, with provisions for the attachment to a 
suitable junction box or fitting to the raceway on the 
underside of the park tráiler [with or without conduc¬ 
tors as in 550.10(I)(1)] 

552.44 Cord. 

(A) Permanently Connected. Each power-supply assem- 
bly shall be factory supplied or factory installed and con¬ 
nected directly to the termináis of the panelboard or con¬ 
ductors within a junction box and provided with means to 
prevent strain from being transmitted to the termináis. The 
ampacity of the conductors between each junction box and 
the termináis of each panelboard shall be at least equal to 
the ampacity of the power-supply cord. The supply end of 
the assembly shall be equipped with an attachment plug oí 
the type described in 552.44(C). Where the cord passes 
through the walls or floors, it shall be protected b y me ans 
of conduit and bushings or equivalent. The cord assembly 
shall have permanent provisions for protecti OM^ai nst 
rosion and mechanical damage while the ufi$$s in ti 
[ROP 19-83] 

(B) Cord Length. The cord-e: 
measured from the point of ei 
the face of the flanged surface ni 
plug) to the face of the attachmei 

The cord-exposed usable 
of entry on the unit exterior, 

(23 ft) where the point of entrance is at the side of the unit, 
or shall be a minimum 8.5 m (28 ft) where the point of 
entrance is at the rear of the unit. The máximum length 
shall not exceed 11 m (36'A ft). 

Where the cord entrance into the unit is more than 
900 mm (3 ft) above the ground, the minimum cord lengths 
above shall be increased by the vertical distance of the cord 
entrance heights above 900 mm (3 ft). 

(C) Attachment Plugs. 


Informational Note: Complete details of this configuration 
can be found in ANSI/NEMA WD 6-2002 (R2008), Na¬ 
tional Electrical Manufacturers Association’s Standard for 
Dimensions of Attachment Plugs and Receptacles, Figure 

TT. [ROP 19-90a] 

(2) Units with 50-Ampere Power Supply Assembly. Park 
trailers having a power-supply assembly rated 50 amperes 
as permitted by 552.43(B) shall have a 3-pole, 4-wire 
grounding-type attachment plug rated 50 amperes, 125/250 
volts, conforming to the configuration shown in Figure 
552.44(C). 

Informational Note: Complete details of this configuration 
can be found in ANSI/NEMA WD 6-2002 (R2008), Na¬ 
tional Electrical Manufacturers Association Standard for 
Dimensions of Attachment Plugs and Receptacles , Figure 

14-50. [ROP 19-90 


9 type 



,125/250-V, 3-pole, 4-wire, grounding type 

552.44(C) Attachment Cap and Receptacle Configura- 


(D) Labeling at Electrical Entrance. Each park tráiler 
shall have permanently aflixed to the exterior skin, at or 
near the point of entrance of the power-supply assembly, a 
label 75 mm x 45 mm (3 in. x 1% in.) minimum size, made 
of etched, metal-stamped, or embossed brass, stainless 
Steel, or anodized or alelad aluminum not less than 
0.51 mm (0.020 in.) thick, or other suitable material [e.g., 
0.13 mm (0.005 in.) thick plástic lambíate], that reads, as 
appropriate, either 

THIS CONNECTION IS FOR 110-125-VOLT AC, 

60 HZ, 30 AMPERE SUPPLY 


THIS CONNECTION IS FOR 208Y/120-VOLT OR 

120/240-VOLT AC, 3-POLE, 4-WIRE, 60 HZ, _ 

AMPERE SUPPLY. 


(1) Units with Two to Five 15- or 20-Ampere Branch 
Circuits. Park trailers wired in accordance with 552.46(A) 
shall have an attachment plug that shall be 2-pole, 3-wire 
grounding-type, rated 30 amperes, 125 volts, conforming to 
the configuration shown in Figure 552.44(C) intended for 
use with units rated at 30 amperes, 125 volts. 


The correct ampere rating shall be marked in the blank 
space. 

(E) Location. The point of entrance of a power-supply 
assembly shall be located within 4.5 m (15 ft) of the rear, 
on the left (road) side or at the rear, left of the longitudinal 
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center of the unit, within 450 mm (18 in.) of the outside 
wall. 

Exception: A park tráiler shall be permitted to have the 
electrical point of entrance located more than 4.5 m (15 ft) 
from the rear. Where this occurs, the distance beyond the 
4.5-m (15-ft) dimensión shall be added to the cord’s míni¬ 
mum length as specified in 551.46(B). 

552.45 Panelboard. [ROP 19-83] 


(1) Lighting. Based on 33 volt-amperes/m 2 (3 VA/ft 2 ) 
multiplied by the outside dimensions of the park tráiler 
(coupler excluded) divided by 120 volts to determine the 
number of 15- or 20-ampere lighting area circuits, for ex- 
ample, 

3 X length X width 
120 x 1 ~>~|-©r 20) 

= No. of 15- (or 20-) ampere circuits 


(A) Listed and Appropriately Rated. A listed and appro- 
priately rated panelboard shall be used. The grounded con¬ 
ductor termination bar shall be insulated from the enclosure 
as provided in 552.55(C). An equipment grounding termi¬ 
nal bar shall be attached inside the metal enclosure of the 
panelboard. [ROP 19-83] 

(B) Location. The panelboard shall be installed in a 
readily accessible location. Working clearance for the pan¬ 
elboard shall be not less than 600 mm (24 in.) wide and 
750 mm (30 in.) deep. [ROP 19-83] 

Exception: Where the panelboard cover is exposed to the 
inside aislé space, one ofthe working clearance dimensions 
shall be permitted to be reduced to a mínimum of 550 mm 
(22 in.). A panelboard shall be considered exposei 
the panelboard cover is within 50 mm (2 in.) of th 
finished surface. 

(C) Dead-Front Type. The panelboarc 
dead-front type. A main disconnecting^Kans si 
vided where fuses are used or where^Kre thaj 
breakers are employed. A main overci 
vice not exceeding the powe^*Bi^¿ss3^^ rating shall 
be provided where more th^^wobranch c mÉtits are em¬ 
ployed. [ROP 19-83] / / 

552.46 Branch Circuits. orauch circu» shall be deter- 
mined in accordance with 552^fc^) 

(A) Two to Five 15- or 20-Ampere^Circuits. Two to five 
15- or 20-ampere circuits to supply lights, receptacle out- 
lets, and fixed appliances shall he permitted. Such park 
trailers shall he equipped with a panelboard rated at 120 
volts máximum with a 30-ampere rated main power supply 
assembly. Not more than two 120-volt thermostatically 
controlled appliances (i.e., air conditioner and water heater) 
shall be installed in such systems unless appliance isolation 
switching, energy management systems, or similar methods 
are used. [ROP 19-83] 

Exception: Additional 15- or 20-ampere circuits shall be 
permitted where a listed energy management system rated 
at 30 amperes máximum is employed within the system. 

(B) More Than Five Circuits. Where more than five cir¬ 
cuits are needed, they shall be determined in accordance 
with 552.46(B)(1), (B)(2), and (B)(3). 



The lighting circuits shall be permitted to serve listed 
cord-connected kitchen waste disposers and to provide 
power for supplemental equipment and lighting on gas- 
fired ranges, ovens, or counter-mounted cooking units. 

(2) Small Appliances. Small-appliance branch circuits 
shall be insMlcd in accordance with 210.11(C)(1). 

jjpliances. (including furnace, water heater, 
Preateiy-'^^e, and central or room air conditioner, 
|PAn individrWhranch circuit shall be permitted to sup- 
/ any load for it is rated. There shall be one or 

£more_^Ruits of adequate rating in accordance with (a) 

T(d). 

itional Note No. 1: For the laundry branch circuit, 

11(0(2). 


(a) The total rating of fixed appliances shall not ex- 
ceed 50 percent of the circuit rating if lighting outlets, 
general-use receptacles, or both are also supplied. 

(b) For fixed appliances with a motor(s) larger than Vs 
horsepower, the total calculated load shall be based on 
125 percent of the largest motor plus the sum of the other 
loads. Where a branch circuit supplies continuous load(s) or 
any combination of continuous and noncontinuous loads, 
the branch-circuit conductor size shall be in accordance 
with 210.19(A). 

(c) The rating of a single cord-and-plug-connected ap¬ 
pliance supplied by other than an individual branch circuit 
shall not exceed 80 percent of the circuit rating. 

(d) The rating of a range branch circuit shall be based 
on the range demand as specified for ranges in 
552.47(B)(5). 

552.47 Calculations. The following method shall be em¬ 
ployed in computing the supply-cord and distribution- 
panelboard load for each feeder assembly for each park 
tráiler in lieu of the procedure shown in Article 220 and 
shall be based on a 3-wire, 208Y/120-volt or 120/240-volt 
supply with 120-volt loads balanced between the two 
phases of the 3-wire system. 

(A) Lighting and Small-Appliance Load. Lighting Volt- 
Amperes: Length times width of park tráiler floor (outside 
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dimensions) times 33 volt-amperes/m 2 (3 VA/ft 2 ). For ex- 
ample, 

Length x width x 3 = lighting volt-amperes 
Small-Appliance Volt-Amperes: Number of circuits 
times 1500 volt-amperes for each 20-ampere appliance re- 
ceptacle circuit (see definition of Appliance, Portable with 
fine print note) including 1500 volt-amperes for laundry 
circuit. For example. 

No. of circuits x 1500 = small-appliance volt-amperes 
Total: Lighting volt-amperes plus small-appliance volt- 
amperes = total volt-amperes 

First 3000 total volt-amperes at 100 percent plus re- 
mainder at 35 percent = volt-amperes to be divided by 240 
volts to obtain current (amperes) per leg. 

(B) Total Load for Determining Power Supply. Total 
load for determining power supply is the sum of the fol- 
lowing: 

(1) Lighting and small-appliance load as calculated in 
552.47(A). 

(2) Nameplate amperes for motors and heater loads (ex- 
haust fans, air conditioners, electric, gas, or oil heat- 
ing). Omit smaller of the heating and cooling loads, 
except inelude blower motor if used as air-conditioner 
evaporator motor. Where an air conditioner is not in-i 
stalled and a 50-ampere power-supply cord is provided, 
allow 15 amperes per phase for air conditioninj 

(3) Twenty-five percent of current of largest 
(B)(2). 

(4) Total of nameplate amperes for dispol 
water heater, clothes dryer, wall-mount 
ing units. Where the number 
ceeds three, use 75 percent (JÉctal. 

(5) Derive amperes for fred^Mding range'' 
guished from sepárate ovens^fcf cooking 
viding the following valúes by a^^volts; 


Nameplate Rating (watts) 


Use (volt-amperes) 


0-10,000 
Over 10,000-12,500 
Over 12,500-13,500 
Over 13,500-14,500 
Over 14,500-15,500 
Over 15,500-16,500 
Over 16,500-17,500 


9,200 

9,600 

10,000 


(C) Optional Method of Calculation for Lighting and 
Appliance Load. For park trailers, the optional method for 
calculating lighting and appliance load shown in 220.82 
shall be permitted. 

552.48 Wiring Methods. 

(A) Wiring Systems. Cables and raceways installed in ac- 
cordance with Articles 320, 322, 330 through 340, 342 
through 362, 386, and 388 shall be permitted in accordance 
with their applicable article, except as otherwise specified 
in this article. An equipment grounding means shall be pro¬ 
vided in accordance with 250.118. 

(B) Conduit and Tubing. Where rigid metal conduit or 
intermedíate metal conduit is terminated at an enclosure 
with a locknut andJÉKhing connection, two locknuts shall 
he provided, on^Kside and one outside of the enclosure. 
All cut endsj^^m^kit and tubing shall be reamed or oth¬ 
erwise fin^nia to re^^e rough edges. 




walls and ceilings constructed of wood or 
de material, boxes and fittings shall be flush 
¡hed surface or project therefrom. 

Mounting. Wall and ceiling boxes shall be mounted in 
¡ordance with Article 314. 


|ts) by di- 


(6) If outlets or circuits are provided for other than factory- 
installed appliances, inelude the anticipated load. 

Informational Note: Refer to Informative Annex D, Ex¬ 
ample D12, for an illustration of the application of this 
calculation. 


cception No. 1: Snap-in-type boxes or boxes provided 
with special wall or ceiling brackets that securely fasten 
boxes in walls or ceilings shall be permitted. 

Exception No. 2: A wooden píate providing a 38-mm (IV 2 - 
in.) mínimum width backing around the box and of a thick- 
ness of 13 mm (¥2 in.) or greater (actual) attached directly 
to the wall panel shall be considered as approved means 
for mounting outlet boxes. 

(F) Cable Sheath. The sheath of nonmetallic-sheathed 
cable, and the armor of metal-ciad cable and Type AC 
cable, shall be continuous between outlet boxes and other 
enclosures. 

(G) Protected. Metal-ciad, Type AC, or nonmetallic- 
sheathed cables and electrical nonmetallic tubing shall be 
permitted to pass through the centers of the wide side of 2 
by 4 wood studs. However, they shall be protected where 
they pass through 2 by 2 wood studs or at other wood studs 
or frarnes where the cable or tubing would be less than 
32 mm (1 'A in.) from the inside or outside surface. Steel 
plates on each side of the cable or tubing, or a Steel tube, 
with not less than 1.35 mm (0.053 in.) wall thickness, shall 
be installed to protect the cable or tubing. These plates or 
tubes shall be securely held in place. Where nonmetallic- 
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sheathed cables pass through punched, cut, or drilled slots 
or holes in metal members, the cable shall be protected by 
bushings or grommets securely fastened in the opening 
prior to installation of the cable. 

(H) Cable Supports. Where connected with cable connec- 
tors or clamps, cables shall be supported within 300 mm 
(12 in.) of outlet boxes, panelboards, and splice boxes on 
appliances. Supports shall be provided at intervals not ex- 
ceeding 1.4 m (4V2 ft) at other places. [ROP 19-83] 

(I) Nonmetallic Box Without Cable Clamps. 

Nonmetallic-sheathed cables shall be supported within 
200 mm (8 in.) of a nonmetallic outlet box without cable 
clamps. 

Exception: Where wiring devices with integral enclosures 
are employed with a loop of extra cable to permit future 
replacement of the device, the cable loop shall be consid- 
ered as an integral portion of the device. 

(J) Physical Damage. Where subject to physical damage, 
exposed nonmetallic cable shall be protected by covering i 
boards, guard strips, raceways, or other means. 

(K) Receptacle Faceplates. Metal faceplates shall 
with 406.5(A). Nonmetallic faceplates shall comp 
406.5(C). 



pite metal 
Jgid nonmetallic 
y routed against 
Fraceway or cable 


(L) Metal Faceplates Grounded. Whei 
are used, they shall be grounded. 

(M) Moisture or Physical Damagl 

under-chassis wiring is 
exposed to moisture or 
protected by rigid met 
conduit, by electrical mi 
conduit, or by Type MI 
frames and equipment enclosul 
identified for the application. 

(N) Component Interconnections. Fittings and connec- 
tors that are intended to be concealed at the time of assem- 
bly shall be listed and identified for the interconnection of 
building components. Such fittings and connectors shall be 
equal to the wiring method employed in insulation, tem- 
perature rise, and fault-current withstanding, and shall be 
capable of enduring the vibration and shock occurring in 
park trailers. 

(O) Method of Connecting Expandable Units. The 

method of connecting expandable units to the main body of 
the vehicle shall comply with the foliowing as applicable: 
(1) That portion of a branch circuit that is installed in an 
expandable unit shall be permitted to be connected to 
the branch circuit in the main body of the vehicle by 
means of a flexible cord or attachment plug and cord 


listed for hard usage. The cord and its connections shall 
conform to all provisions of Article 400 and shall be 
considered as a permitted use under 400.7. 

(2) If the receptacle provided for connection of the cord to 
the main circuit is located on the outside of the unit, it 
shall be protected with a ground-fault circuit interrupter 
for personnel and be listed for wet locations. A cord 
located on the outside of a unit shall be identified for 
outdoor use. 

(3) Unless removable or stored within the unit interior, the 
cord assembly shall have permanent provisions for pro- 
tection against corrosión and mechanical damage while 
the unit is in transit. 

(4) If an attachment plug and cord is used, it shall be in¬ 
stalled so as not to permit exposed live attachment plug 
pins. 

Conditioning Installation. Prewir- 
purpose of facilitating future air- 
íitioning instUffidon shall comply with the applicable 
íbrtioniápf this articl^and the following: 

1) ^^rovercurrent protective device with a rating compat- 
ile with the circuit conductors shall be installed in the 
lelboard and wiring connections completed. [ROP 

le load end of the circuit shall terminate in a junction 
>x with a blank cover or other listed enclosure. Where 
junction box with a blank cover is used, the free ends 
the conductors shall be adequately capped or taped. 

(3) A label conforming to 552.44(D) shall be placed on or 
adj acent to the junction box and shall read as follows: 

AIR-CONDITIONING CIRCUIT. 

THIS CONNECTION IS FOR AIR CONDITIONERS 
RATED 110-125-VOLT AC, 60 HZ, 

_AMPERES MAXIMUM. 

DO NOT EXCEED CIRCUIT RATING. 

An ampere rating, not to exceed 80 percent of the circuit 
rating, shall be legibly marked in the blank space. 

(4) The circuit shall serve no other purpose. 

552.49 Máximum Number of Conductors in Boxes. The 

máximum number of conductors permitted in boxes shall 
be in accordance with 314.16. 

552.50 Grounded Conductors. The identification of 
grounded conductors shall be in accordance with 200.6. 

552.51 Connection of Termináis and Splices. Conductor 
splices and connections at termináis shall be in accordance 
with 110.14. 

552.52 Switches. Switches shall be rated as required by 
552.52(A) and (B). 
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(A) Lighting Circuits. For lighting circuits, switches shall 
be rated not less than 10 amperes, 120/125 volts, and in no 
case less than the connected load. 

(B) Motors or Other Loads. For motors or other loads, 
switches shall have ampere or horsepower ratings, or both, 
adequate for loads controlled. (An ac general-use snap 
switch shall be permitted to control a motor 2 hp or less 
with full-load current not over 80 percent of the switch 
ampere rating.) 

552.53 Receptacles. All receptacle outlets shall be of the 
grounding type and installed in accordance with 210.21 and 
406.4. 


cord and 3-pole, 4-wire, grounding-type plug caps and re¬ 
ceptacles. [ROP 19-83] 

552.56 Interior Equipment Grounding. 

(A) Exposed Metal Parts. In the electrical system, all ex- 
posed metal parts, enclosures, frames, luminaire canopies, 
and so forth, shall be effectively bonded to the grounding 
termináis or enclosure of the panelboard. [ROP 19-83] 

(B) Equipment Grounding Conductors. Bare conductors 
or conductors with insulation or individual covering that is 
green or green with one or more yellow stripes shall be 
used for equipment grounding conductors only. 


552.54 Luminaires. 

(A) General. Any combustible wall or ceiling finish ex¬ 
posed between the edge of a luminaire canopy or pan and 
the outlet box shall be covered with noncombustible mate¬ 
rial or a material identified for the purpose. 

(B) Shower Luminaires. If a luminaire is provided over a 
bathtub or in a shower stall, it shall be of the enclosed and 
gasketed type and listed for the type of installation, and it 
shall be ground-fault circuit-interrupter protected. 

The switch for shower luminaires and exhaust fans, lo-1 
cated over a tub or in a shower stall, shall be located out- 
side the tub or shower space. 

(C) Outdoor Outlets, Luminaires, Air-Cog 
ment, and So On. Outdoor luminaires and n 
shall be listed for outdoor use or wet locatioi5| 

552.55 Grounding. (See also 
current-carrying metal parts.) i 

(A) Power-Supply Grounding. The grounding conductor 
in the supply cord or feeder shall^^Lcoi|^rcted to the 
grounding bus or other approved grounB^means i] 
panelboard. [ROP 19-83] 


(C) Grounding of Uectrical Equipment. Where ground¬ 
ing of electrical ecu^pnent is specified, it shall be permitted 
as follows: 

(1) Connect^n of nBdraceway (conduit or electrical me- 
talli^hbing), th^krath of Type MC and Type MI 
s where the sheilBk; identified for grounding, or 
jjgc armoijAf Type AC cable to metal enclosures. 

Pction between the one or more equipment 
mg conductors and a metal box by means of a 
.groundl^^crew, which shall be used for no other pur- 
i ni.sted grounding device. 

Juipment grounding conductor in nonmetallic- 
sheathed cable shall be permitted to be secured under a 
. screw threaded into the luminaire canopy other than a 
f mounting screw or cover screw or attached to a listed 
grounding means (píate) in a nonmetallic outlet box for 
luminaire mounting (grounding means shall also be 
permitted for luminaire attachment screws). 

(D) Grounding Connection in Nonmetallic Box. A con- 
nection between the one or more grounding conductors 
hrought into a nonmetallic outlet box shall be arranged so 
that a connection can be made to any fitting or device in 
that box that requires grounding. 


(B) Panelboard. The panelboard shall have a grounding 
bus with sufficient termináis for all grounding conductors 
or other approved grounding means. [ROP 19-83] 

(C) Insulated Grounded Conductor. The grounded Cir¬ 
cuit conductor shall be insulated from the equipment 
grounding conductors and from equipment enclosures and 
other grounded parts. The grounded Circuit conductor ter¬ 
mináis in the panelboard and in ranges, clothes dryers, 
counter-mounted cooking units, and wall-mounted ovens 
shall be insulated from the equipment enclosure. Bonding 
screws, straps, or buses in the panelboard or in appliances 
shall be removed and discarded. Connection of electric 
ranges and electric clothes dryers utilizing a grounded con¬ 
ductor, if cord-connected, shall be made with 4-conductor 


(E) Grounding Continuity. Where more than one equip¬ 
ment grounding conductor of a branch circuit enters a box, 
all such conductors shall be in good electrical contad with 
each other, and the arrangement shall be such that the dis- 
connection or removal of a receptacle, fixture, including a 
luminaire, or other device fed from the box will not infer¬ 
iere with or interrupt the grounding continuity. 

(F) Cord-Connected Appliances. Cord-connected appli¬ 
ances, such as washing machines, clothes dryers, refrigera- 
tors, and the electrical system of gas ranges, and so on, 
shall be grounded by means of an approved cord with 
equipment grounding conductor and grounding-type attach¬ 
ment plug. 
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552.57 Bonding of Non-Current-Carrying Metal Parts. 

(A) Required Bonding. All exposed non-current-carrying 
metal parts that are likely to become energized shall be 
effectively bonded to the grounding terminal or enclosure 
of the panelboard. [ROP 19-83] 

(B) Bonding Chassis. A bonding conductor shall be con- 
nected between any panelboard and an accessible terminal 
on the chassis. Aluminum or copper-clad aluminum con- 
ductors shall not be used for bonding if such conductors or 
their termináis are exposed to corrosive elements. [ROP 
19-83] 

Exception: Any park tráiler that employs a unitized metal 
chassis-frame construction to which the panelboard is se- 
curely fastened with a bolt(s) and nut(s) or by welding or 
riveting shall be considered to be bonded. [ROP 19-83] 

(C) Bonding Conductor Requirements. Grounding ter¬ 
mináis shall be of the solderless type and listed as pressure 
terminal connectors recognized for the wire size used. The 
bonding conductor shall be solid or stranded, insulated or 
bare, and shall be 8 AWG copper mínimum or equivalent. 

(D) Metallic Roof and Exterior Bonding. The metí 
and exterior covering shall be considered bonded 
both of the foliowing conditions apply: 

(1) The metal panels overlap one another aiM^e secul 
attached to the wood or metal trame ^arts by mi 
fasteners. 

(2) The lower panel of the metal el 
cured hy metal fasteners ateach cr^Éífpémb 
chassis, or the lower pau^N^^gpct^si th diassis 
by a metal strap. 



The gas, wa- 
;rounded if they 


(E) Gas, Water, and Waste Pipe Bon< 

ter, and waste pipes shall b^^psider§ 
are bonded to the chassis. 


(F) Furnace and Metal Air Duct Bonding. Furnace and 
metal circulating air ducts shall be bonded. 


(B) Outside Heating Equipment, Air-Conditioning 
Equipment, or Both. A park tráiler provided with a branch 
circuit designed to energize outside heating equipment or 
air-conditioning equipment, or both, located outside the 
park tráiler, other than room air conditioners, shall have 
such branch-circuit conductors termínate in a listed outlet 
box or disconnecting means located on the outside of the 
park tráiler. A label shall be permanently affixed within 
150 mm (6 in.) from the listed box or disconnecting means 
and shall contain the following information: 

THIS CONNECTION IS FOR HEATING 
AND/OR AIR-CONDITIONING EQUIPMENT. 

THE BRANCH CIRCUIT IS RATED AT NOT MORE 

THAN _AMPERES, AT _ VOLTS, 60 HZ, 

_ COAUCTOR AMPACITY. 

A DISCOjJreCTING MEANS SHALL BE 
LOC.^PO^THIN SIGHT OF THE EQUIPMENT. 

►he correcf^fcltage and ampere rating shall be given. 
í tag shall not T^Uess than 0.51 mm (0.020 in.) thick 
hedJÉjass, stainless Steel, anodized or alelad aluminum, 
P^alent. The tag shall not be less than 75 mm 
nm (3 in. x 114 in.) mínimum size. 


552.60 Factory Tests (Electrical). Each park tráiler shall 
be subjected to the tests required by 552.60(A) and (B). 

(A) Circuits of 120 Volts or 120/240 Volts. Each park 
tráiler designed with a 120-volt or a 120/240-volt electrical 
system shall withstand the applied potential without electri¬ 
cal breakdown of a 1-minute, 900-volt dielectric strength 
test, or a 1-second, 1080-volt dielectric strength test, with 
all switches closed, between ungrounded and grounded 
conductors and the park tráiler ground. During the test, all 
switches and other Controls shall be in the on position. 
Fixtures, including luminaires, and permanently installed 
appliances shall not be required to withstand this test. 

Each park tráiler shall be subjected to the following: 



552.58 Appliance Accessibility and Fastening. Every ap- 
pliance shall be accessible for inspection, Service, repair, 
and replacement without removal of permanent construc¬ 
tion. Means shall be provided to securely fasten appliances 
in place when the park tráiler is in transit. 

552.59 Outdoor Outlets, Fixtures, Including Lumi¬ 
naires, Air-Cooling Equipment, and So On. 

(A) Listed for Outdoor Use. Outdoor fixtures, including 
luminaires, and equipment shall be listed for outdoor use. 
Outdoor receptacle outlets shall be in accordance with 
406.9(A) and (B). Switches and circuit breakers installed 
outdoors shall comply with 404.4. 


(1) A continuity test to ensure that all metal parts are prop- 
erly bonded 

(2) Operational tests to demónstrate that all equipment is 
properly connected and in working order 

(3) Polarity checks to determine that connections have 
been properly made 

(4) Receptacles requiring GFCI protection shall be tested 
for correct function by the use of a GFCI testing device 

(B) Low-Voltage Circuits. An operational test of low- 

voltage circuits shall be conducted to demónstrate that all 

equipment is connected and in electrical working order. 

This test shall he performed in the final stages of produc- 
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ARTICLE 553 — FLOATING BUILDINGS 


tion after all outer coverings and cabinetry have been se- 
cured. 


ARTICLE 553 
Floating Buildings 


553.1 Scope. This article covers wiring, Services, feeders, 
and grounding for floating buildings. 

553.2 Definition. 

Floating Building. A building unit, as defined in Article 
100, that floats on water, is moored in a permanent location, 
and has a premises wiring system served through connec- 
tion by permanent wiring to an electrical supply system not 
located on the premises. 


table power cable listed for both wet locations and sunlight 
resistance shall be permitted for a feeder to a floating build¬ 
ing where flexibility is required. Other raceways suitable 
for the location shall be permitted to be installed where 
flexibility is not required. 

[ROP 19-100a] 

III. Grounding 

553.8 General Requirements. Grounding at floating 
buildings shall comply with 553.8(A) through (D). 

(A) Grounding of Electrical and Nonelectrical Parts. 

Grounding of both electrical and nonelectrical parts in a 
floating building shall be through connection to a ground¬ 
ing bus in the buildfl| panelboard. 


II. Services and Feeders 

553.4 Location of Service Equipment. The Service equip- 
ment for a floating building shall be located adjacent to, buW 
not in or on, the building or any floating structure. The ' 
main overcurrent protective device that feeds the floating 
structure shall have ground fault protection not^ 

100 mA. Ground fault protection of each ind^Bual br 
or feeder circuit shall be permitted as a suirt|||c alterj^ 

553.5 Service Conductors. One set 

shall be permitted to serve more^ 
equipment. 

553.6 Feeder Conductors. Each^^i shall be 

supplied hy a single set of feeder co^ i its Ser¬ 

vice equipment. 

Exception: Where the floating building has múltiple occu- 
pancy, each occupant shall be permitted to be supplied by a 
single set of feeder conductors extended from the occu¬ 
pant’s Service equipment to the occupant’s panelboard. 

553.7 Installation of Services and Feeders. 

(A) Flexibility. Flexibility of the wiring system shall be 
maintained between floating buildings and the supply con¬ 
ductors. All wiring shall be installed so that motion of the 
water surface and changes in the water level will not result 
in unsafe conditions. 

(B) Wiring Methods. Liquidtight flexible metal conduit or 
liquidtight flexible nonmetallic conduit with approved fit- 
tings shall be permitted for feeders and where flexible con- 
nections are required for Services. Extra-hard usage por- 



lation of Equipment Grounding Conductor. 

&ent grounding conductor shall be an insulated 
|gtor with a continuous outer finish that is ei- 
|leen with one or more yellow stripes. For 
ferger than 6 AWG, or where multiconductor 
s used, re-identification of conductors as allowed 
,119(A)(2)(2) and (A)(2)(3) or 250.119(B)(2) and 
11 be permitted. 

(D) Grounding Electrode Conductor Connection. The 

grounding terminal in the Service equipment shall be 
grounded by connection through an insulated grounding 
electrode conductor to a grounding electrode on shore. 

553.9 Insulated Neutral. The grounded circuit conductor 
(neutral) shall be an insulated conductor identified in com- 
pliance with 200.6. The neutral conductor shall be con- 
nected to the equipment grounding terminal in the Service 
equipment, and, except for that connection, it shall be in¬ 
sulated from the equipment grounding conductors, equip¬ 
ment enclosures, and all other grounded parts. The neutral 
conductor termináis in the panelboard and in ranges, 
clothes dryers, counter-mounted cooking units, and the like 
shall be insulated from the enclosures. 

553.10 Equipment Grounding. 

(A) Electrical Systems. All enclosures and exposed metal 
parts of electrical systems shall be connected to the ground¬ 
ing bus. 

(B) Cord-Connected Appliances. Where required to be 
grounded, cord-connected appliances shall be grounded by 
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means of an equipment grounding conductor in the cord 
and a grounding-type attachment plug. 

553.11 Bonding of Non-Current-Carrying Metal Parts. 

All metal parts in contact with the water, all metal piping, 
and all non-current-carrying metal parts that are likely to 
become energized shall be connected to the grounding bus 
in the panelboard. 


Marine Power Outlet. An enclosed assembly that can in- 
clude equipment such as receptacles, circuit breakers, fused 
switches, fuses, watt-hour meter(s), panelboards, and moni- 
toring means approved for marine use. [ROP 19-102] 

555.3 Ground-Fault Protection. The main overcurrent 
protective device that feeds the marina shall have ground 
fault protection not exceeding 100 mA. Ground-fault pro¬ 
tection of each individual branch or feeder circuit shall be 
permitted as a suitable alternative. 


ARTICLE 555 
Marinas and Boatyards 

555.1 Scope. This article covers the installation of wiring 
and equipment in the areas comprising fixed or floating 
piers, wharves, docks, and other areas in marinas, boat¬ 
yards, boat basins, boathouses, yacht clubs, boat condo- 
miniums, docking facilities associated with residential con- 
dominiums, any múltiple docking facility, or similar < 
occupancies, and facilities that are used, or intended for 
use, for the purpose of repair, berthing, launching, stqrage, 
or fueling of small craft and the moorage of floating^ 
ings. 

Prívate, noncommercial docking facilities constru 
or occupied for the use of the owner or residents of 1 
associated single-family dwelling are u^cove* by thl 
article. 

Informational Note: See NFPA 303- 
Standard for Marinas and Be 
mation. [ROP 19-101a] 

555.2 Deñnitions. 



555.4 Distribution System. Yard and pier distribution Sys¬ 
tems shall not exceed 1000 volts phase to phase. [ROP 
19-104] 

555.5 Tra^pmners. Transformers and enclosures shall be 
specificaJjKmroved for the intended location. The bottom 
of enupRu^kor transformers shall not be located below 

electrical plañe. 

*555.7 Location of SCTvice Equipment. The Service equip- 
W floating docks or marinas shall be located adj acent 
it not on or in, the floating structure. 

ectrical Connections. Electrical connections shall 
►ated at least 305 mm (12 in.) above the deck of a 
floating pier. Conductor splices, within approved junction 
boxes, utilizing sealed wire connector systems listed and 
identified for submersion shall be permitted where located 
above the waterline but below the electrical datum plañe 
for floating piers. 

All electrical connections shall be located at least 
305 mm (12 in.) above the deck of a fixed pier but not 
below the electrical datum plañe. 


Electrical Datum Plañe. The 

fined as follows: 


latum plañe is de- 


(1) In land areas suhject to tidal fluctuation, the electrical 
datum plañe is a horizontal plañe 606 mm (2 ft) above 
the highest tide level for the area occurring under nor¬ 
mal circumstances, that is, highest high tide. 


(2) In land areas not subject to tidal fluctuation, the elec¬ 
trical datum plañe is a horizontal plañe 606 mm (2 ft) 
above the highest water level for the area occurring 
under normal circumstances. 


(3) The electrical datum plañe for floating piers and land- 
ing stages that are (a) installed to permit rise and fall 
response to water level, without lateral movement, and 
(b) that are so equipped that they can rise to the datum 
plañe established for (1) or (2), is a horizontal plañe 
762 mm (30 in.) above the water level at the floating 
pier or landing stage and a minimum of 305 mm 
(12 in.) above the level of the deck. 


555.10 Electrical Equipment Enclosures. 

(A) Securing and Supporting. Electrical equipment en¬ 
closures installed on piers above deck level shall be se- 
curely and substantially supported by structural members, 
independent of any conduit connected to them. If enclo¬ 
sures are not attached to mounting surfaces by means of 
extemal ears or lugs, the internal screw heads shall be 
sealed to prevent seepage of water through mounting holes. 

(B) Location. Electrical equipment enclosures on piers 
shall be located so as not to interfere with mooring lines. 

555.11 Circuit Breakers, Switches, Panelboards, and 
Marine Power Outlets. Circuit breakers and switches in¬ 
stalled in gasketed enclosures shall be arranged to permit 
required manual operation without exposing the interior of 
the enclosure. All such enclosures shall be arranged with a 
weep hole to discharge condensation. 
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555.12 Load Calculations for Service and Feeder Con- 
ductors. General lighting and other loads shall be calcu- 
lated in accordance with Part III of Article 220, and, in 
addition, the demand factors set forth in Table 555.12 shall 
be permitted for each Service and/or feeder circuit supply- 
ing receptacles that provide shore power for boats. These 
calculations shall be permitted to be modified as indicated 
in notes (1) and (2) to Table 555.12. Where demand factors 
of Table 555.12 are applied, the demand factor specified in 
220.61 (B) shall not be permitted. 

Informational Note: These demand factors may be inad- 
equate in areas of extreme hot or coid temperatures with 
loaded circuits for heating, air-conditioning, or refrigerating 
equipment. 


Table 555.12 Demand Factors 


(3) Temporary Wiring. Temporary wiring, except as per¬ 
mitted by Article 590, shall not be used to supply power to 
boats. 

(B) Installation. 

(1) Overhead Wiring. Overhead wiring shall be installed 
to avoid possible contact with masts and other parts of 
boats being moved in the yard. 

Conductors and cables shall be routed to avoid wiring 
closer than 6.0 m (20 ft) from the outer edge or any portion 
of the yard that can be used for moving vessels or stepping 
or unstepping masts. 

(2) Outside Branch Circuits and Feeders. Outside 
branch circuits and feeders shall comply with Article 225 
except that clearanc^for overhead wiring in portions of 
the yard other tl^^those described in 555.13(B)(1) shall 
not be less thjp 5.49.Jm (18 ft) abovegrade. 



Notes: 

1. Where shore power accommodations provide 
cifically for an individual boat slip and these receptí 
ent voltages (for example, one 30 ampcre, 
pere, 125/250 volt), only the receptacle with the largí 
demand shall be required to be calculj 

2. If the facility being installed i ncli^^Pindi vidual kil(^M:-houWab- 

meters for each slip and is being using the crHria listed 

Table 555.12, the total demand amper^^kv be multinBu by 0.9 
achieve the final demand amperes. 


\a) Where portable power cables are permitted by 
Í5.13(A)(2), the installation shall comply with the follow- 

Cables shall be properly supported. 

(2) Cables shall be located on the underside of the pier. 

(3) Cables shall be securely fastened by nonmetallic clips 
to structural members other than the deck planking. 

(4) Cables shall not be installed where subject to physical 
damage. 

(5) Where cables pass through structural members, they 
shall be protected against chafing by a permanently 
installed oversized sleeve of nonmetallic material. 


555.13 Wiring Methods and Installation. 

(A) Wiring Methods. 

(1) General. Wiring methods of Chapter 3 shall be permit¬ 
ted where identified for use in wet locations. 

(2) Portable Power Cables. Extra-hard usage portable 
power cables rated not less than 167°F (75°C), 600 volts; 
listed for both wet locations and sunlight resistance; and 
having an outer jacket rated to be resistant to temperature 
extremes, oil, gasoline, ozone, abrasión, acids, and Chemi¬ 
cals shall be permitted as follows: 


(b) Where portable power cables are used as permitted 
in 555.13(A)(2)(2), there shall be an approved junction box 
of corrosion-resistant construction with permanently in¬ 
stalled terminal blocks on each pier section to which the 
feeder and feeder extensions are to be connected. A listed 
marine power outlet employing terminal blocks/bars shall 
be permitted in lieu of a junction box. Metal junction boxes 
and their covers, and metal screws and parts that are ex- 
posed extemally to the boxes, shall be of corrosion- 
resistant materials or protected by material resistant to 
corrosión. 


(1) As permanent wiring on the underside of piers (floating 
or fixed) 

(2) Where flexibility is necessary as on piers composed of 
floating sections 


(5) Protection. Rigid metal conduit, reinforced thermoset- 
ting resin conduit (RTRC) listed for aboveground use, or 
rigid polyvinyl chloride (PVC) conduit suitable for the lo- 
cation, shall be installed to protect wiring above decks of 
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piers and landing stages and below the enclosure that it 
serves. The conduit shall be connected to the enclosure by 
full standard threads or fittings listed for use in damp or wet 
locations, as applicable. 

555.15 Grounding. Wiring and equipment within the 
scope of this article shall be grounded as specified in Ar- 
ticle 250 and as required by 555.15(A) through (E). 

(A) Equipment to Be Grounded. The following Ítems 
shall be connected to an equipment grounding conductor 
run with the circuit conductors in the same raceway, cable, 
or trench: 

(1) Metal boxes, metal cabinets, and all other metal enclo- 
sures 

(2) Metal frames of utilization equipment 

(3) Grounding termináis of grounding-type receptacles 

(B) Type of Equipment Grounding Conductor. The 

equipment grounding conductor shall be an insulated cop- 
per conductor with a continuous outer finish that is either 
green or green with one or more yellow stripes. The equip- < 
ment grounding conductor of Type MI cable shall be per- 
mitted to be identified at terminations. For conductors 
larger than 6 AWG, or where multiconductor cab*~ 
used, re-identification of conductors as allow'^ 
250.119(A)(2)(b) and (A)(2)(c) or 250.119(B)(2)1 

(B) (3) shall be permitted. 

(C) Size of Equipment Grounding (á^ductogphic insu^ 

lated copper equipment grounding cmfc^tor si 
in accordance with 250.122 bu t not snu^^nan 12 AW 

(D) Branch-Circuit Equipment Grounding Conductor. 

The insulated equipmes^Pounding co^mctorror branch 
circuits shall termínate at^fcmunding teflinal in a remóte 
panelboard or the grounding^mmiinal in the main Service 

(E) Feeder Equipment Grounding Conductors. Where a 
feeder supplies a remóte panelboard, an insulated equip¬ 
ment grounding conductor shall extend from a grounding 
terminal in the Service equipment to a grounding terminal 
in the remóte panelboard. 

555.17 Disconnecting Means for Shore Power Connec- 
tion(s). Disconnecting means shall be provided to isolate 
each boat from its supply connection(s). 


circuit ahead of the receptacle. Circuit breakers or switches 
located in marine power outlets complying with this section 
shall be permitted as the disconnecting means. 

555.19 Receptacles. Receptacles shall be mounted not less 
than 305 mm (12 in.) above the deck surface of the pier and 
not below the electrical datum plañe on a fixed pier. 

(A) Shore Power Receptacles. 

(1) Enclosures. Receptacles intended to supply shore 
power to boats shall be housed in marine power outlets 
listed as marina power outlets or listed for set locations, or 
shall be installed in listed enclosures protected from the 
weather or in listed weatherproof enclosures. The integrity 
of the assemblv shall not be affected when the receptacles 
are in use tG^^Iny type of booted or nonbooted attachment 
plug/cap inserted. 

(2) Sítóin Relief. Means shall be provided where neces¬ 
ito reduce t^kfrain on the plug and receptacle caused 

f the weight and eknary angle of the shore power cord. 

^3 ) Branch Circuits. Each single receptacle that supplies 
e power to boats shall be supplied from a marine power 
u>r panelboard by an individual branch circuit of the 
fc^voltag^klass and rating corresponding to the rating of the 
lacle. 

Informational Note: Supplying receptacles at voltages 
other than the voltages marked on the receptacle may cause 
overheating or malfunctioning of connected equipment, for 
example, supplying single-phase, 120/240-volt, 3-wire 
loads from a 208Y/120-volt, 3-wire source. 

(4) Ratings. Shore power for boats shall be provided by 
single receptacles rated not less than 30 amperes. 

Informational Note: For locking- and grounding-type re¬ 
ceptacles for auxiliary power to boats, see NFPA 303-2011, 
Fire Protection Standard for Marinas and Boatyards. 

(a) Receptacles rated 30 amperes and 50 amperes shall 
be of the locking and grounding type. 

Informational Note: For various configurations and ratings 
of locking and grounding-type receptacles and caps, see 
ANSI/NEMA WD 6-2002 (R2008), National Electrical 
Manufacturers Association’s Standard for Dimensions of 
Attachment Plugs and Receptacles. [ROP 19-107a] 

(b) Receptacles rated 60 amperes and 100 amperes 
shall be of the pin and sleeve type. 


(A) Type. The disconnecting means shall consist of a cir¬ 
cuit breaker, switch, or both, and shall be properly identi¬ 
fied as to which receptacle it Controls. 

(B) Location. The disconnecting means shall be readily 
accessible, located not more than 762 mm (30 in.) from the 
receptacle it Controls, and shall be located in the supply 


Informational Note: For various configurations and ratings 
of pin and sleeve receptacles, see ANSI/UL 1686, UL Stan¬ 
dard for Safety Pin and Sleeve Configurations. 

(B) Other Than Shore Power. 

(1) Ground-Fault Circuit-Interrupter (GFCI) Protec¬ 
tion for Personnel. Fifteen- and 20-ampere, single-phase, 
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125-volt receptacles installed outdoors, in boathouses, in 
buildings or structures used for storage, maintenance, or 
repair where portable electrical hand tools, electrical diag- 
nostic equipment, or portable lighting equipment are to be 
used shall be provided with GFCI protection for personnel. 
Receptacles in other locations shall be protected in accor- 
dance with 210.8(B). 

(2) Marking. Receptacles other than those supplying shore 
power to boats shall be permitted to be housed in marine 
power outlets with the receptacles that provide shore power 
to boats, provided they are marked to clearly indicate that 
they are not to be used to supply power to boats. 


(B) 90 Days. Temporary electric power and lighting instal- 
lations shall be permitted for a period not to exceed 90 days 
for holiday decorative lighting and similar purposes. 

(C) Emergencies and Tests. Temporary electric power 
and lighting installations shall be permitted during emer¬ 
gencies and for tests, experiments, and developmental 
work. 

(D) Removal. Temporary wiring shall be removed imme- 
diately upon completion of construction or purpose for 
which the wiring was installed. 

590.4 General. 


555.22 Repair Facilities — Hazardous (Classified) Lo¬ 
cations. Electrical wiring and equipment located at facili¬ 
ties for the repair of marine craft containing flammable or 
combustible liquids or gases shall comply with Article 511 
in addition to the requirements of this article. 

555.23 Marine Hoists, Railways, Cranes, and Mono- 
rails. Motors and Controls for marine hoists, railways, 
cranes, and monorails shall not be located below the elec¬ 
trical datum plañe. Where it is necessary to provide electric 
power to a mobile crane or hoist in the yard and a trailinj 
cable is utilized, it shall be a listed portable power cable 
rated for the conditions of use and be provided with an 
outer jacket of distinctive color for safety. 


ARTICLE 
Temporary Ii 


590.1 Scope. The provisions of tm 
porary electric power and lighting i 



590.2 All Wiring Installations. 


(A) Other Articles. Except as specifically modified in this 
article, all other requirements of this Code for permanent 
wiring shall apply to temporary wiring installations. 


(A) Services. Services shall be installed in conformance 
with Parts I througjj^III of Article 230, as applicable. 

protection shall be provided in 
240.100, and 240.101. Con- 
hin cable assemblies or within 
\s of a type identified in Table 
■hard usage. For the purpose 
i, Type NM and Type NMC cables shall be 
be used in any dwelling, building, or structure 
|eight limitation or limitation by building con- 
¡9^td without concealment within walls, floors, 

ion: Single insulated conductors shall be permitted 
installed for the purpose(s) specified in 590.3(C), 
accessible only to qualified persons. 

(C) Branch Circuits. All branch circuits shall origínate in 
an approved power outlet, metal-enclosed power switch- 
gear, switchboard or panelboard, motor control center, or 
fused switch enclosure. Conductors shall be permitted 
within cable assemblies or within multiconductor cord or 
cable of a type identified in Table 400.4 for hard usage or 
extra-hard usage. Conductors shall be protected from over- 
current as provided in 240.4, 240.5, and 240.100. For the 
purposes of this section, Type NM and Type NMC cables 
shall be permitted to be used in any dwelling, building, or 
structure without any height limitation or limitation by 
building construction type and without concealment within 
walls, floors, or ceilings. [ROP 3-100] 



(B) Approval. Temporary wiring methods shall be accept- 
able only if approved based on the conditions of use and 
any special requirements of the temporary installation. 

590.3 Time Constraints. 

(A) During the Period of Construction. Temporary elec¬ 
tric power and lighting installations shall be permitted dur¬ 
ing the period of construction, remodeling, maintenance, 
repair, or demolition of buildings, structures, equipment, or 
similar activities. 


Exception: Branch circuits installed for the purposes 
specified in 590.3(B) or 590.3(C) shall be permitted to be 
run as single insulated conductors. Where the wiring is 
installed in accordance with 590.3(B), the voltage to 
ground shall not exceed 150 volts, the wiring shall not be 
subject to physical damage, and the conductors shall be 
supported on insulators at intervals of not more than 3.0 m 
(10 ft); or, for festoon lighting, the conductors shall be so 
arranged that excessive strain is not transmitted to the 
lampholders. 
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(D) Receptacles. 

(1) All Receptacles. All receptacles shall be of the ground- 
ing type. Unless installed in a continuous metal raceway 
that qualifies as an equipment grounding conductor in ac- 
cordance with 250.118 or a continuous metal-covered cable 
that qualifies as an equipment grounding conductor in ac- 
cordance with 250.118, all branch circuits shall inelude a 
sepárate equipment grounding conductor, and all recep¬ 
tacles shall be electrically connected to the equipment 
grounding conductor(s). Receptacles on construction sites 
shall not be installed on any branch circuit that supplies 
temporary lighting. 

(2) Receptacles in Wet Locations. All 15- and 20-ampere, 
125- and 250-volt receptacles installed in a wet location 
shall comply with 406.9(B)(1). The requirement shall also 
pertain to temporary installations at one- and two-family 
dwellings. [ROP 3-102] 

(E) Disconnecting Means. Suitable disconnecting 
switches or plug connectors shall be installed to permit the 
disconnection of all ungrounded conductors of each tempo- * 
rary circuit. Multiwire branch circuits shall be provided 
with a means to disconnect simultaneously all ungromded 
conductors at the power outlet or panelboard whel 
branch circuit originated. Identified handle fies shall b< 
mitted. 

(F) Lamp Protection. All lamps fi 
shall be protected from accidental c< 
suitable luminaire or lampholder wi 

Brass shell, paper-lined so¡ 
sockets shall not be used mS 

(G) Splices. On constrt^wi sites, a bc^shall not be re- 
quired for splices or juncd^^k)nnection*'here the circuit 
conductors are multiconducfilkordable assemblies, 
provided that the equipment grot^pg continuity is main- 
tained with or without the box. SeeTl0.14(B) and 400.9. A 
box, conduit body, or terminal fitting having a separately 
bushed hole for each conductor shall be used wherever a 
change is made to a conduit or tubing system or a metal- 
sheathed cable system. 

(H) Protection from Accidental Damage. Flexible cords 
and cables shall be protected from accidental damage. 
Sharp comers and projections shall be avoided. Where 
passing through doorways or other pinch points, protection 
shall be provided to avoid damage. 

(I) Termination(s) at Devices. Flexible cords and cables 
entering enclosures containing devices requiring termina- 
tion shall be secured to the box with fittings listed for con- 
necting flexible cords and cables to boxes designed for the 
purpose. [ROP 3-104] 



(J) Support. Cable assemblies and flexible cords and 
cables shall be supported in place at intervals that ensure 
that they will be protected from physical damage. Support 
shall be in the form of Staples, cable ties, straps, or similar 
type fittings installed so as not to cause damage. Vegetation 
shall not be used for support of overhead spans of branch 
circuits or feeders. 

Exception: For holiday lighting in accordance with 
590.3(B), where the conductors or cables are arranged 
with strain relief devices, tensión take-up devices, or other 
approved means to avoid damage from the movement of the 
live vegetation, trees shall be permitted to be used for sup¬ 
port of overhead spans of branch-circuit conductors or 
cables. 

590.5 Listing of Decorative Lighting. Decorative lighting 
used foj^Kday lighting and similar purposes, in accor- 
danc^^Rh 3^^(B), shall be listed. 

ro Ground-FauitProtection for Personnel. Ground- 
mlt protection for plrsonnel for all temporary wiring fil¬ 
is shall be provided to comply with 590.6(A) and 
ús section shall apply only to temporary wiring in- 
ions used to supply temporary power to equipment 
lersonnel during construction, remodeling, main- 
^ repair, or demolition of buildings, structures, 
ment, or similar activities. This section shall apply to 
power derived from an electric utility company or from an 
on-site-generated power source. 

(A) Receptacle Outlets. Temporary receptacle installa¬ 
tions used to supply temporary power to equipment used by 
personnel during construction, remodeling, maintenance, 
repair, or demolition of buildings, structures, equipment, or 
similar activities shall comply with the requirements of 
590.6(A)(1) through (A)(3), as applicable. 

Exception: In industrial establishments only, where condi- 
tions of maintenance and supervisión ensure that only 
qualified personnel are involved, an assured equipment 
grounding conductor program as specified in 590.6(B)(2) 
shall be permitted for only those receptacle outlets used to 
supply equipment that would create a greater hazard if 
power were interrupted or having a design that is not com¬ 
patible with GFCI protection. 

(1) Receptacle Outlets Not Part of Permanent Wiring. 

All 125-volt, single-phase, 15-, 20-, and 30-ampere recep¬ 
tacle outlets that are not a part of the permanent wiring of 
the building or structure and that are in use by personnel 
shall have ground-fault circuit-interrupter protection for 
personnel. 

(2) Receptacle Outlets Existing or Installed as Perma¬ 
nent Wiring. Ground-fault circuit-interrupter protection for 
personnel shall be provided for all 125-volt, single-phase, 
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15-, 20-, and 30-ampere receptacle outlets installed or ex- 
isting as part of the permanent wiring of the building or 
structure and used for temporary electric power. Listed cord 
sets or devices incorporating listed ground-fault circuit- 
interrupter protection for personnel identified for portable 
use shall be permitted. 

(3) Receptacles on 15-kW or less Portable Generators. 

All 125-volt and 125/250-volt, single-phase, 15-, 20-, and 
30-ampere receptacle outlets that are a part of a 15-kW or 
smaller portable generator shall have listed ground-fault 
circuit-interrupter protection for personnel. All 15- and 20- 
ampere, 125- and 250-volt receptacles, including those that 
are part of a portable generator, used in a damp or wet 
location shall comply with 406.9(A) and (B). Listed cord 
sets or devices incorporating listed ground-fault circuit- 
interrupter protection for personnel identified for portable 
use shall be permitted for use with 15-kW or less portable 
generators manufactured or remanufactured prior to Janu- 
ary 1, 2011. 

(B) Use of Other Outlets. For temporary wiring installa- 
tions, receptacles, other than those covered by 590.6(A)(1) 
through (A)(3) used to supply temporary power to equip- 
ment used by personnel during construction, remodeling, 
maintenance, repair, or demolition of buildings, structures,^ 
or equipment, or similar activities, shall have protection in ™ 
accordance with (B)(l) or the assured equipment grounding 
conductor program in accordance with (B)(2). 

(1) GFCI Protection. Ground-fault circuit-ij 
tection for personnel. 

(2) Assured Equipment Groundi ng C ontB 
gram. A written assured equipmeui 


program continuously enforced at the site by one or more 
designated persons to ensure that equipment grounding 
conductors for all cord sets, receptacles that are not a part 
of the permanent wiring of the building or structure, and 
equipment connected by cord and plug are installed and 
maintained in accordance with the applicable requirements 
of 250.114, 250.138, 406.4(C), and 590.4(D). 

(a) The following tests shall be performed on all cord 
sets, receptacles that are not part of the permanent wiring of 
the building or structure, and cord-and-plug-connected 
equipment required to be connected to an equipment 
grounding conductor: 

(1) All equipment grounding conductors shall be tested for 
continuity and shall be electrically continuous. 

(2) Each receptade^^d attachment plug shall be tested for 

corred attacb^Kit of the equipment grounding conduc¬ 
tor. The grounding conductor shall be con¬ 

nected ll^ts proper terminal. 

(3) Afijppiired tests ^fcLbe performed as follows: 

W- Befq^e first use o^site 

’ there is evidence of damage 
fore equipment is retumed to Service follow- 
any repairs 

itervals not exceeding 3 months 
,tests required in item (2)(a) shall be recorded 
W madeTvailable to the authority having jurisdiction. 

I>0.7 Guarding. For wiring over 600 volts, nominal, suit- 
rne fencing, barriers, or other efíective means shall be 
^provided to limit access only to authorized and qualified 
personnel. 
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Chapter 6 Special Equipment 


ARTICLE 600 

Electric Signs and Outline Lighting 


I. General 

600.1 Scope. This article covers the installation of conduc- 
tors, equipment, and field wiring for electric signs and out¬ 
line lighting, regardless of voltage. All installations and 
equipment using neón tubing, such as signs, decorative el- 
ements, skeleton tubing, or art forms, are covered by this 
article. 

Informational Note: Sign and outline lighting illumination 
Systems inelude, but are not limited to, coid cathode neón 
tubing, high-intensity discharge lamps (HID), fluorescent 
incandescent lamps, light-emitting diodes (LEDs), ai 
electroluminescent and inductance lighting. 

600.2 Definitions. 

[ROP 18-3] 

LED Sign Illumination System. A complete lightii 
tem for use in signs and outline lighting consisting o 
emitting diode (LED) light sources, power 
and connectors to complete the installatic 

Neón Tubing. Electric-discharge luj 
ing coid cathode luminous tubing, th; 
shapes to ihuminate signs, fot 
skeleton tubing, outline ligl 
or art forms and filled wia 
89a] 

Section Sign. A sign or outli^fchghtinj^Ktem, shipped a: 
subassemblies, that requires fif^ky^ped wiring between 
the subassemblies to complete theTwerall sign. The subas- 
semblies are either physically joined to form a single sign 
unit or are installed as sepárate remóte parts of an overall 
sign. 



(A) Field-Installed Skeleton Tubing. Field-instahed skel¬ 
eton tubing shall not be required to be listed where installed 
in conformance with this Code. 

(B) Outline Lighting. Outline lighting shall not be re¬ 
quired to be listed as a system when it consists of hsted 
luminaires wired in accordance with Chapter 3. 

600.4 Markings. 

(A) Signs and Outline Lighting Systems. Signs and out¬ 
line lighting systems shall be marked with the manufactur- 

name, tnAmark, or other means of identification; and 
input volt^^ind current rating. 

(B) Signs with Lampliolders for Incandescent Lamps. 

S i A; and outB^^ighting systems with lampholders for 
mdescent lam^fcball be marked to indicate the maxi- 
¡wable IamjTwattage per lampholder. The mark- 
[1 be permanently instahed, in letters at least 6 mm 
.) high, and shah be located where visible during 

Úng- 

^igbility. The markings required in 600.4(A) and list- 
>els shah not be required to be visible after installa¬ 
tion but shall he permanently applied in a location visible 
during servicing. 

(D) Durability. Marking labels shall be permanent, du¬ 
rable and, when in wet locations, shall be weatherproof. 

(E) Installation Instructions. All signs, outline lighting, 
skeleton tubing systems and retrofit kits shah be marked to 
indicate that field-wiring and installation instructions are 
required. [ROP 18-93] 

Exception: Portable, cord-connected signs are not re¬ 
quired to be marked. [ROP 18-93] 

600.5 Branch Circuits. 


Sign Body. A portion of a sign that may provide protection 
from the weather but is not an electrical enclosure. 

Skeleton Tubing. Neón tubing that is itself the sign or 
outline lighting and is not attached to an enclosure or sign 
body. 

600.3 Listing. Fixed, mobile, or portable electric signs, 
section signs, outline lighting, and retrofit kits, regardless 
of voltage, shall be hsted, provided with installation in¬ 
structions, and instahed in conformance with that listing, 
unless otherwise approved by special permission. [ROP 
18-90, ROP 18-91] 


(A) Required Branch Circuit. Each commercial building 
and each commercial occupancy accessible to pedestrians 
shall be provided with at least one outlet in an accessible 
location at each entrance to each tenant space for sign or 
outline lighting system use. The outlet(s) shall be supplied 
by a branch circuit rated at least 20 amperes that supplies 
no other load. Service hallways or corridors shall not be 
considered accessible to pedestrians. 

(B) Rating. Branch circuits that supply signs shall be rated 
in accordance with 600.5(B)(1) or (B)(2) and shall be con¬ 
sidered to be continuous loads for the purposes of calcula- 
tions. 
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(1) Neón Signs. Branch circuits that supply neón tubing 
installations shall not be rated in excess of 30 amperes. 

(2) All Other Signs. Branch circuits that supply all other 
signs and outline lighting systems shall be rated not to 
exceed 20 amperes. 

(C) Wiring Methods. Wiring methods used to supply 
signs shall comply with 600.5(C)(1), (C)(2), and (C)(3). 

(1) Supply. The wiring method used to supply signs and 
outline lighting systems shall termínate within a sign, an 
outline lighting system enclosure, a suitable box, or a con- 
duit body. 

(2) Enclosures as Pulí Boxes. Signs and transformer en- 
closures shall be permitted to be used as pulí or junction 
boxes for conductors supplying other adjacent signs, out¬ 
line lighting systems, or floodlights that are part of a sign 
and shall be permitted to contain both branch and second- 
ary circuit conductors. 

(3) Metal or Nonmetallic Poles. Metal or nonmetallic 
poles used to support signs shall be permitted to endose 
supply conductors, provided the poles and conductors are 
installed in accordance with 410.30(B). 

600.6 Disconnects. Each sign and outhne hghting system, ^ 
feeder circuit or branch circuit supplying a sign, ou thne 
hghting system, or skeleton tubing shall be contra 
extemally operable switch or circuit breaker Üh opení 
ungrounded conductors and Controls no ^Er load^ 
switch or circuit breaker shall open ah ungrorS 
tors simultaneously on multi-wire h raaabad rci 
dance with 210.4(B). Signs and^ 
located within fountains shall jip*f 
in accordance with 680.12. 

Exception No. 1: A disconnecting n^vis s hallnot be re- 
quiredfor an exit directional sign locata^Jnn a building. 
Exception No. 2: A disconnecting means shall not be re- 
quired for cord-connected signs with an attachment plug. 



the line of sight from any section that is able to be ener- 
gized, the disconnecting means shall be lockable in accor¬ 
dance with 110.25. [ROP 18-97] 

(3) Within Sight of the Controller. The following shall 
apply for signs or outhne hghting systems operated by elec- 
tronic or electromechanical controllers located external to 
the sign or outhne lighüng system: 

(1) The disconnecting means shall be located within sight 
of the controller or in the same enclosure with the con¬ 
troller. [ROP 18-101] 

(2) The disconnecting means shall disconnect the sign or 
outhne hghting system and the controller from all un¬ 
grounded supply conductors. 

(3) The disconnecting means shall be designed such that 
no pole can l^^erated independently and shall be 
lockable in^^Mrdance with 110.25. [ROP 18-102] 

(B) ContjpWSwitcn^ating. Switches, flashers, and simi¬ 
lar dew^B control ling^fc^formers and electronic power 
5 shall he rated fo^ontrolling inductive loads or 
Rating not less than twice the current rating 
of thl®|MÉp?>rmer. 

[ROP 18-102a] 

mnding and Bonding. 


Equipment Grounding. Metal equipment of signs, 
ítline hghting, and skeleton tubing systems shall be 
grounded by connection to the equipment grounding con¬ 
ductor of the supply branch circuit(s) or feeder using the 
types of equipment grounding conductors specified in 
250.118. [ROP 18-103] 

Exception: Portable cord-connected signs shall not be re- 
quired to be connected to the equipment grounding conduc¬ 
tor where protected by a system of double insulation or its 
equivalent. Double insulated equipment shall be distinc- 
tively marked. 


(A) Location. 

(1) At Point of Entry to a Sign Enclosure. The discon¬ 
nect shall be located at the point the feeder circuit or branch 
circuit(s) supplying a sign or outhne hghting system enters 
a sign enclosure and shall disconnect ah wiring where it 
enters the enclosure of the sign. [ROP 18-99] 

Exception: A disconnect is not required for branch or 
feeder circuits passing through the sign where enclosed in a 
Chapter 3 Usted raceway. [ROP 18-99] 

(2) Within Sight of the Sign. The disconnecting means 
shall be within sight of the sign or outhne hghting system 
that it Controls. Where the disconnecting means is out of 


(2) Size of Equipment Grounding Conductor. The 

equipment grounding conductor size shall be in accordance 
with 250.122 based on the rating of the overcurrent device 
protecting the branch circuit or feeder conductors supplying 
the sign or equipment. 

(3) Connections. Equipment grounding conductor connec- 
tions shall be made in accordance with 250.130 and in a 
method specified in 250.8. 

(4) Auxiliary Grounding Electrode. Auxiliary grounding 
electrode(s) shall be permitted for electric signs and outhne 
hghting systems covered by this article and shall meet the 
requirements of 250.54. 
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(5) Metal Building Parts. Metal parts of a building shall 
not be permitted as a secondary return conductor or an 
equipment grounding conductor. 

(B) Bonding. 


equipment grounding conductor of the branch circuit for 
the fountain recirculating system. The bonding connection 
shall be as near as practicable to the fountain and shall be 
permitted to be made to metal piping systems that are 
bonded in accordance with 680.53. 


(1) Bonding of Metal Parts. Metal parts and equipment of 
signs and outline lighting systems shall be bonded together 
and to the associated transformer or power-supply equip¬ 
ment grounding conductor of the branch circuit or feeder 
supplying the sign or outline lighting system and shall meet 
the requirements of 250.90. 

Exception: Remóte metal parts of a section sign or outline 
lighting system only supplied by a remóte Class 2 power 
supply shall not be required to be bonded to an equipment 
grounding conductor. 

(2) Bonding Connections. Bonding connections shall be 
made in accordance with 250.8. 

(3) Metal Building Parts. Metal parts of a building shall 
not be permitted to be used as a means for bonding metal 
parts and equipment of signs or outline lighting systems 
together or to the transformer or power-supply equipment 
grounding conductor of the supply circuit. 

(4) Flexible Metal Conduit Length. Listed flexible^ 
conduit or listed liquidtight flexible metal conduit thal 
closes the secondary circuit conductor from a transfon 
or power supply for use with neón tubinawaílbMerrnittí 
as a bonding means if the total accujwative lgggth of th 
conduit in the secondary circuit do 
(100 ft). 

(5) Small Metal Parts 

50 mm (2 in.) in any dh 
and spaced at least 19 r 
not require bonding. 

(6) Nonmetallic Conduit. WheSBWed nonmetallic con¬ 
duit is used to endose the secondary circuit conductor from 
a transformer or power supply and a bonding conductor is 
required, the bonding conductor shall be installed sepárate 
and remóte from the nonmetallic conduit and be spaced at 
least 38 mm (lVá in.) from the conduit when the circuit is 
operated at 100 Hz or less or 45 mm (1 3 A in.) when the 
circuit is operated at over 100 Hz. 


Informational Note: Refer to 600.32(J) for restrictions on 
length of high-voltage secondary conductors. 

600.8 Enclosures. Live parts, other than lamps, and neón 
tubing shall be enclosed. Transformers and power supplies 
provided with an integral enclosure, including a primary 
and secondary circuit splice enclosure, shall not require an 
additional enclosure. 

(A) Strengtlu. Enclosures shall have ampie structural 
strength an^fgidity. 

.Sign and outline lighting system enclosures 
feed of metal or shall be listed. 




itection of Metal. Metal parts of equipment shall 
ted from corrosión. 


(A) Yehicles. Sign or outline lighting system equipment 
shall be at least 4.3 m (14 ft) above areas accessible to 
vehicles unless protected from physical damage. 

(B) Pedestrians. Neón tubing, other than listed dry- 
location portable signs, readily accessible to pedestrians 
shall be protected from physical damage. [ROP 18-107] 


Informational Note: 
requirements. 


See 600.41(D) for additional 


(C) Adjacent to Combustible Materials. Signs and out¬ 
line lighting systems shall be installed so that adjacent 
combustible materials are not subjected to temperatures in 
excess of 90°C (194°F). 

The spacing between wood or other combustible mate¬ 
rials and an incandescent or HID lamp or lampholder shall 
not be less than 50 mm (2 in.). 


(7) Bonding Conductors. Bonding conductors shall com- 
ply with (1) and (2). 

(1) Bonding conductors shall be copper and not smaller 
than 14 AWG. 

(2) Bonding conductors installed extemally of a sign or 
raceway shall be protected from physical damage. 

(8) Signs in Fountains. Signs or outline lighting installed 
inside a fountain shall have all metal parts bonded to the 


(D) Wet Location. Signs and outline lighting system 
equipment for wet location use, other than listed watertight 
type, shall be weatherproof and have drain holes, as neces- 
sary, in accordance with the following: 

(1) Drain holes shall not be larger than 13 mm (Vi in.) or 
smaller than 6 mm (14 in.). 

(2) Every low point or isolated section of the equipment 
shall have at least one drain hole. 
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(3) Drain holes shall be positioned such that there will be 
no external obstructions. 

600.10 Portable or Mobile Signs. 

(A) Support. Portable or mobile signs shall be adequately 
supported and readily movable without the use of tools. 

(B) Attachment Plug. An attachment plug shall be pro- 
vided for each portable or mobile sign. 

(C) Wet or Damp Location. Portable or mobile signs in 
wet or damp locations shall comply with 600.10(C)(1) and 

(C) (2). 

(1) Cords. All cords shall be júnior hard-service or hard- 
service types as designated in Table 400.4 and have an 
equipment grounding conductor. 

(2) Ground-Fault Circuit Interrupter. The manufacturer 
of portable or mobile signs shall provide ground-fault 
circuit-interrupter protection for personnel. The ground- 
fault circuit interrupter shall be an integral part of the at¬ 
tachment plug or shall be located in the power-supply cord 
within 300 mm (12 in.) of the attachment plug. [ROP 18- 
108] 

(D) Dry Location. Portable or mobile signs in dry loca- 1 
tions shall meet the following: 

(1) Cords shall be SP-2, SPE-2, SPT-2, or heavjj 
ignated in Table 400.4. 

(2) The cord shall not exceed 4.5 m (15 ft]^C length 

600.12 Field-Installed Secondary Wirjn&Fi^^Kstal led 

secondary circuit wiring for electj^^^ns^knfitl^^iut- 
line lighting systems, and skeld^ntubing $y»s shl! 
in accordance with their in^fckition instruBjons and 
600.12(A), (B), or (C). [ROP 18-^U M 

(A) 1000 Volts or Less. Secondary cirak^rang of 1000 
volts or less shall comply with 600.31. ~ 

(B) Over 1000 Volts. Neón secondary circuit wiring of 
over 1000 volts shall comply with 600.32. [ROP 18-110] 

(C) Class 2. Where the installation complies with 600.33 
and the power source provides a Class 2 output that com¬ 
plies with 600.24, either of the following wiring methods 
shall be permitted as determined by the installation instruc- 
tions and conditions. [ROP 18-112] 

(1) Wiring methods identified in Chapter 3 

(2) Class 2 cables complying with Part III of Article 725 

600.21 Ballasts, Transformers, Electronic Power Sup- 
plies, and Class 2 Power Sources. Ballasts, transformers, 
electronic power supplies, and Class 2 Power Sources shall 
be of the self contained type or be enclosed by placement in 


a listed sign body or listed sepárate enclosure. [ROP 18- 
113] 

(A) Accessibility. Ballasts, transformers, electronic power 
supplies, and Class 2 Power Sources shall be located where 
accessible and shall be securely fastened in place. [ROP 
18-114] 

(B) Location. Ballasts, transformers, electronic power sup¬ 
plies, and Class 2 Power Sources shall be installed as near 
to the lamps or neón tubing as practicable to keep the sec¬ 
ondary conductors as short as possible. [ROP 18-114] 

(C) Wet Location. Ballasts, transformers, electronic 
power supplies, and Class 2 Power Sources used in wet 
locations shall be of the weatherproof type or be of the 
outdoor type and pr^ected from the weather hy placement 
in a sign body o^p^ate enclosure. [ROP 18-114] 

(D) Working Space. A working space at least 900 mm 
(3 ft) high, 9(fjai m^Bjüw i de, by 900 mm (3 ft) deep shall 
he pro^^rct at each bS^^ transformer, electronic power 
sup^^Pmd Class 2 Powe^^urce or at its enclosure where 
no^Ktalled^hi sign. [ROP 18-114] 

(E) Attic and Soffit Locations. Ballasts, transformers, 
^electróní^^wer supplies, and Class 2 Power Sources shall 

be located in attics and soffits, provided 
^access door at least 900 mm by 562.5 mm 
i. by22V2 in.) and a passageway of at least 900 mm 
3 ft) high by 600 mm (2 ft) wide with a suitable permanent 
Vlkway at least 300 mm (12 in.) wide extending from the 
Jmnt of entry to each component. At least one lighting 
^outlet containing a switch or controlled by a wall switch 
shall be installed in such spaces. At least one point of con¬ 
trol shall be at the usual point of entry to these spaces. The 
lighting outlet shall be provided at or near the equipment 
requiring servicing. [ROP 18-114] 

(F) Suspended Ceilings. Ballasts, transformers, electronic 
power supplies, and Class 2 Power Sources shall be permit¬ 
ted to be located above suspended ceilings, provided their 
enclosures are securely fastened in place and not dependent 
on the suspended ceiling grid for support. Ballasts, trans¬ 
formers, and electronic power supplies installed in sus¬ 
pended ceilings shall not be connected to the branch circuit 
by flexible cord. [ROP 18-114] 

600.22 Ballasts. 

(A) Type. Ballasts shall be identified for the use and shall 
he listed. 

(B) Thermal Protection. Ballasts shall be thermally pro- 
tected. 

600.23 Transformers and Electronic Power Supplies. 
(A) Type. Transformers and electronic power supplies 
shall be identified for the use and shall be listed. 
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(B) Secondary-Circuit Ground-Fault Protection. Trans- 
formers and electronic power supplies other than the fol- 
lowing shall have secondary-circuit ground-fault protec¬ 
tion: 


(3) Outline lighting 

These requirements are in addition to the requirements 
of Part I. 


(1) Transformers with isolated ungrounded secondaries 
and with a máximum open circuit voltage of 7500 volts 
or less 

(2) Transformers with integral porcelain or glass secondary 
housing for the neón tubing and requiring no field wir- 
ing of the secondary circuit 


600.31 Neón Secondary-Circuit Wiring, 1000 Volts or 
Less, Nominal. 

(A) Wiring Method. Conductors shall be installed using 
any wiring method included in Chapter 3 suitable for the 
conditions. 


(C) Voltage. Secondary-circuit voltage shall not exceed 
15,000 volts, nominal, under any load condition. The volt- 
age to ground of any output termináis of the secondary 
circuit shall not exceed 7500 volts, under any load condi¬ 
tion. 

(D) Rating. Transformers and electronic power supplies 
shall have a secondary-circuit current rating of not more 
th a n 300 mA. 

(E) Secondary Connections. Secondary circuit outputs 
shall not be connected in parallel or in series. 

(F) Marking. Transformers and electronic power s malíes 
that are equipped with secondary-circuit ground-fau" 
tection shall be so marked. 


(B) Grounding. Metal parts 1 
systems shall be grounded an 
600.7. 



(B) Insulation and Size. Conductors shall be listed, insu- 
lated, and not smaller than 18 AWG. 

(C) Number of Conductors in Raceway. The number of 
conductors in a raceway shall be in accordance with Table 
1 of Chaptol 


they are 


600.24 Class 2 Power Sources. Signs ai 
systems supplied by Class 2 transforn^ÉT pe 
and power sources shall comply wit^^ie reí 
Class 2 circuits and 600.24(A), (B), (( 

(A) Listing. Class 2 power supplies and^™ver sources 
shall be Usted for use wjjÉelectric sig^kund^^ine light¬ 
ing systems or shall be a^fcaponent in a ■ted electric sign. 



(D) Installation. Conductors shall be installed s 
fect to^^sical damage. 

Protection of L^fls. Bushings shall be used to protect 
wires j^sing througn an opening in metal. 

>2 Neón Secondary-Circuit Wiring, over 1000 
íominal. 

íng Methods. 


outline lighting 
accordance with 


(1) Installation. Conductors shall be installed in rigid 
metal conduit, intermedíate metal conduit, liquidtight flex¬ 
ible nonmetallic conduit, flexible metal conduit, liquidtight 
flexible metal conduit, electrical metallic tubing, metal en- 
closures, on insulators in metal raceways, or other equip- 
ment listed for use with neón secondary circuits over 1000 
volts. [ROP 8-117a] 

(2) Number of Conductors. Conduit or tubing shall con- 
tain only one conductor. 

(3) Size. Conduit or tubing shall be a minimum of metric 
designator 16 (trade size Vi). 


(C) Wiring Methods on the Supply Side of the Class 2 
Power Supply. Conductors and equipment on the supply 
side of the power source shall be installed in accordance 
with the appropriate requirements of Chapter 3. 

(D) Secondary Wiring. Secondary wiring from Class 2 
power sources shall comply with 600.12(C) and 600.33. 

II. Field-Installed Skeleton Tubing, Outline Lighting, 
and Secondary Wiring 

600.30 Applicability. Part II of this article shall apply to 
all of the following: 

(1) Field-installed skeleton tubing 

(2) Field-installed secondary circuits 


(4) Spacing from Grounded Parts. Other than at the lo- 
cation of connection to a metal enclosure or sign body, 
nonmetallic conduit or flexible nonmetallic conduit shall be 
spaced no less than 38 mm (\'á in.) from grounded or 
bonded parts when the conduit contains a conductor oper- 
ating at 100 Hz or less, and shall be spaced no less than 
45 mm (1 3 A in.) from grounded or bonded parts when the 
conduit contains a conductor operating at more than 100 
Hz. 

(5) Metal Building Parts. Metal parts of a building shall 
not he permitted as a secondary retum conductor or an 
equipment grounding conductor. 

(B) Insulation and Size. Conductors shall be insulated, 
listed as gas tube sign and ignition cable type GTO, rated 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-553 



600.33 


ARTICLE 600 — ELECTRIC SIGNS AND OUTLINE LIGHTING 


for 5, 10, or 15 kV, not smaller than 18 AWG, and have a ter 3 and the requirements for Class 2 circuits contained in 
míni mum temperature rating of 105°C (221 °F). Part III of Article 725, as applicable. [ROP 18-124] 


(C) Installation. Conductors shall be so installed that they 
are not subject to physical damage. 

(D) Bends in Conductors. Sharp bends in insulated con¬ 
ductors shall be avoided. 


(A) Insulation and Sizing of Class 2 Conductors. Listed 
Class 2 cable that complies with Table shall be installed on 
the load side of the Class 2 power source. The conductors 
shall have an ampacity not less than the load to be supplied 
and shall not be sized smaller than 22 AWG. 


(E) Spacing. Secondary conductors shall be separated 
from each other and from all objects other than insulators 
or neón tubing by a spacing of not less than 38 mm (IV 2 
in.). GTO cable installed in metal conduit or tubing re- 
quires no spacing between the cable insulation and the con¬ 
duit or tubing. 


(1) Wet Locations. Class 2 cable used in a wet location 
shall be identified for use in wet locations or have a 
moisture-impervious metal sheath. 

(2) Other Locations. In other locations, any applicable 
cable permitted in Table 725-154(G) shall be permitted to 
be used. 


(F) Insulators and Bushings. Insulators and bushings for 
conductors shall be Usted for use with neón secondary cir¬ 
cuits over 1000 volts. 

(G) Conductors in Raceways. The insulation on all con¬ 
ductors shall extend not less than 65 mm (2% in.) beyond 
the metal conduit or tubing. 

(H) Between Neón Tubing and Midpoint Return. Con¬ 
ductors shall be permitted to run between the ends of neoru~ 
tubing or to the secondary circuit midpoint return of listed 1 
transformers or listed electronic power supplies and pro- 
vided with termináis or leads at the midpoint. 

(I) Dwelling Occupancies. Equipment havh 
cuit voltage exceeding 1000 volts shall noi 
or on dwelling occupancies. 

(J) Length of Secondary Circuj 

(1) Secondary Conductor t( 

length of secondary circuit condul 
terminal or lead of a transformer or 
to the first neón tube electrode 
ing: 

(1) 6 m (20 ft) where installed in metal conduit or tubing 


(B) Installation. 

cordance witl 



The 
í-voltage 
■er supply 
follow- 


:ondary wiring shall be installed in ac- 
and (B)(2). 

(1) Support^iring'^kll be installed in a neat and work- 
manner. and conductors installed ex- 

Tá on the surface okeilings and sidewalls shall be 
tportaAy the building structure in such a manner 
:able is not be damaged by normal building 
h cables shall be supported by straps, Staples, 
ible ties, or similar fittings designed and in- 
not to damage the cable. The installation 
comply with 300.4(D). 

Connections in cable and conductors shall be made 
with listed insulating devices and be accessible after 
installation. Where made in a wall, connections shall be 
enclosed in a listed box. 

(C) Protection Against Physical Damage. Where subject 
to physical damage, the conductors shall be protected and 
installed in accordance with 300.4. 

(D) Grounding and Bonding. Grounding and bonding 
shall be in accordance with 600.7. 

600.41 Neón Tubing. 


(2) 15 m (50 ft) where installed in nonmetallic conduit 

(2) Other Secondary Circuit Conductors. All other sec- 
tions of secondary circuit conductor in a neón tube circuit 
shall be as short as practicable. 

(K) Splices. Splices in high-voltage secondary circuit con¬ 
ductors shall be made in listed enclosures rated over 1000 
volts. Splice enclosures shall be accessible after installation 
and listed for the location where they are installed. 

600.33 LED Sign Illumination Systems, Secondary Wir¬ 
ing. The wiring methods and materials shall be installed in 
accordance with the sign manufacturer’s installation in- 
structions using any applicable wiring methods from Chap- 


(A) Design. The length and design of the tubing shall not 
cause a continuous overcurrent beyond the design loading 
of the transformer or electronic power supply. 

(B) Support. Tubing shall be supported by Usted tube sup- 
ports. The neón tubing shall be supported within 150 mm 
(6 in.) from the electrode connection. 

(C) Spacing. A spacing of not less than 6 mm (14 in.) shall 
be maintained between the tubing and the nearest surface, 
other than its support. 

(D) Protection. Field-installed skeleton tubing shall not be 
subject to physical damage. Where the tubing is readily 
accessible to other than qualified persons, field-installed 
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skeleton tubing shall be provided with suitable guards or 
protected by other approved means. 

600.42 Electrode Connections. 

(A) Points of Transition. Where the high-voltage second- 
ary circuit conductors emerge from the wiring methods 
specified in 600.32(A), they shall be enclosed in a listed 
assembly. 

(B) Accessibility. Termináis of the electrode shall not be 
accessible to unqualified persons. 

(C) Electrode Connections. Connections shall be made 
by use of a connection device, twisting of the wires to- 
gether, or use of an electrode receptacle. Connections shall 
be electrically and mechanically secure and shall be in an 
enclosure Usted for the purpose. 

(D) Support. Neón secondary conductor(s) shall be sup- 
ported not more than 150 mm (6 in.) from the electrode 
connection to the tubing. 

(E) Receptacles. Electrode receptacles shall be listed. 


(F) Bushings. Where electrodes penétrate an encl 
bushings listed for the purpose shall be used unless 
tacles are provided. 



for branch circuits, remote-control circuits, signaling cir- 
cuits, and Communications circuits in accessible areas. 

604.2 Definition. 

Manufactured Wiring System. A system containing com- 
ponent parts that are assembled in the process of manufac¬ 
ture and cannot be inspected at the building site without 
damage or destruction to the assembly and used for the 
connection of luminaires, utilization equipment, continuous 
plug-in type busways, and other devices. 

604.4 Uses Permitted. Manufactured wiring systems shall 
be permitted in accessible and dry locations and in ducts, 
plenums, and other air-handling spaces where listed for this 
application and installed in accordance with 300.22. 

1: In concealed spaces, one end oftapped 
permitted to extend into hollow walls for 
at switch and outlet points. 

Tption No. f^toanufactured wiring system assemblies 
talled outdoors H 'flkill be listed for use in outdoor 
locatjA 

Uses Not Permitted. Manufactured wiring system 
ill not be permitted where limited by the applicable 
Chapter 3 for the wiring method used in its con- 


(G) Wet Locations. A listed cap shall 
opening between neón tubing and 
receptacle penetrates a building. W1 
tubing penetrates a building, the openii 
ing and the bushing shall be 

(H) Electrode Enclosuj 

listed. 

(I) Dry Locations. Electrodl^dosm^fhat are listed for 
use in dry, damp, or wet locatiot^fcMn be permitted to be 
installed and used in such locations: 

(2) Damp and Wet Locations. Electrode enclosures in¬ 
stalled in damp and wet locations shall be specifically listed 
and identified for use in such locations. 

Informational Note: See 110.3(B) covering installation 
and use of electrical equipment. 


ARTICLE 604 

Manufactured Wiring Systems 


604.1 Scope. The provisions of this article apply to field- 
installed wiring using off-site manufactured subassemblies 


604.6 Construction. 

(A) Cable or Conduit TyP es - 

(1) Cables. Cable shall be one of the following: 

(1) Listed Type AC cable containing nominal 600-volt, 8 to 
12 AWG insulated copper conductors with a bare or 
insulated copper equipment grounding conductor 
equivalent in size to the ungrounded conductor. 

(2) Listed Type MC cable containing nominal 600-volt, 8 
to 12 AWG insulated copper conductors with a bare or 
insulated copper equipment grounding conductor 
equivalent in size to the ungrounded conductor. 

(3) Listed Type MC cable containing nominal 600-volt, 8 
to 12 AWG insulated copper conductors with a ground¬ 
ing conductor and armor assembly listed and identified 
for grounding in accordance with 250.118(10). The 
combined metallic sheath and grounding conductor 
shall have a current-carrying capacity equivalent to that 
of the ungrounded copper conductor. 

Other cables as listed in 725.154, 800.113, 820.113, and 
830.179 shall be permitted in manufactured wiring systems 
for wiring of equipment within the scope of their respective 
articles. 

(2) Conduits. Conduit shall be listed flexible metal conduit 
or listed liquidtight flexible conduit containing nominal 
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600-volt, 8 to 12 AWG insulated copper conductors with a 
bare or insulated copper equipment grounding conductor 
equivalent in size to the ungrounded conductor. 

Exception No. 1 to (1) and (2): A luminaire tap, no longer 
than 1.8 m (6 ft) and intended for connection to a single 
luminaire, shall be permitted to contain conductors smaller 
than 12 AWG but not smaller than 18 AWG. 

Exception No. 2 to (1) and (2): Listed manufactured wiring 
assemblies containing conductors smaller than 12 AWG 
shall be permitted for remote-control, signaling, or commu- 
nication circuits. 


(D) Other Component Parts. Other component parts 
shall be listed for the appropriate system. 

604.7 Installation. Manufactured wiring systems shall be 
secured and supported in accordance with the applicable 
cable or conduit article for the cable or conduit type em- 
ployed. 


ARTICLE 605 
Office Furnishings 


Exception No. 3 to (2): Listed manufactured wiring systems 
containing unlisted flexible metal conduit of noncircular 
cross section or trade sizes smaller than permitted by 
348.20(A), or both, shall be permitted when the wiring sys¬ 
tems are supplied with fittings and conductors at the time of 
manufacture. [ROP 19-114] 

(3) Flexible Cord. Flexible cord suitable for hard usage, 
with minimum 12 AWG conductors, shall be permitted as 
part of a hsted factory-made assembly not exceeding 1.8 m 
(6 ft) in length when making a transition between compo- 
nents of a manufactured wiring system and utilization 
equipment not permanently secured to the building struc-1 
ture. The cord shall he visible for the entire length, shall not 
be subject to physical damage, and shall he provi ded w ith 
identified strain relief. 

Exception: Listed electric-discharge lumi 
ply with 410.62(C) shall be permitted 
smaller than 12 AWG. 

(4) Busways. Busways shall 
type containing factory-mount 
tors, which shall be copper 
tubes. The busway shall be 
ground. The busway shall be 
30, or 40 amperes. Busways 
dance with 368.12, 368.17(D), and 368.30. 

(5) Raceway. Prewired, modular, surface-mounted race- 
ways shall be listed for the use, rated nominal 600 volts, 20 
amperes, and installed in accordance with 386.12, 386.30, 
386.60, and 386.100. 

(B) Marking. Each section shall be marked to identify the 
type of cable, flexible cord, or conduit. 

(C) Receptacles and Connectors. Receptacles and con- 
nectors shall be of the locking type, uniquely polarized and 
identified for the purpose, and shall be part of a listed 
assembly for the appropriate system. All connector open- 
ings shall be designed to prevent inadvertent contad with 
live parts or capped to efifectively cióse the connector open- 
ings. 


rods, or 
Iquipment 
volts, 20, 


605.1 Scop e covers electrical equipment, 

lighting acc iring systems used to connect, or 

contain^pl ied on office furnishings. 




Offic^^Mishing. Cubicle panels, partitions, study carrels, 
^ work sfin^^, desks, shelving systems, and storage units 
may b^^^hanically and electrically interconnected to 
jcerurnishing system. 

Í5.3 General. Wiring systems shall be identified as suit- 
le for providing power for lighting accessories and utili- 
ion equipment used within office furnishings. A wired 
lartition shall not extend from floor to ceiling. 

Exception: Where permitted by the authority having juris- 
diction, these relocatable wired partitions shall be permit¬ 
ted to extend to, but shall not penetróte, the ceiling. 

(A) Use. These assemblies shall be installed and used only 
as provided for by fifis article. 

(B) Hazardous (Classified) Locations. Where used in 
hazardous (classified) locations, these assemblies shall 
comply with Articles 500 through 517 in addition to this 
article. 

605.4 Wireways. All conductors and connections shall be 
contained within wiring channels of metal or other material 
identified as suitable for the conditions of use. Wiring chan¬ 
nels shall be free of projections or other conditions that 
might damage conductor insulation. 

605.5 Office Furnishing Interconnections. The electrical 
connection between office furnishings shall be a flexible 
assembly identified for use with office furnishings or shall 
be permitted to be installed using flexible cord, provided all 
the following conditions are met: 
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(1) The cord is extra-hard usage type with 12 AWG or 
larger conductors, with an insulated equipment ground- 
ing conductor. 

(2) The office fumishings are mechanically contiguous. 

(3) The cord is not longer than necessary for máximum 
positioning of the office fumishing but is in no case to 
exceed 600 mm (2 ft). 

(4) The cord is terminated at an attachment plug-and-cord 
connector with strain rehef. 

605.6 Lighting Accessories. Lighting equipment shall be 
listed and identified for use with office fumishings and shall 
comply with 605.6(A), (B), and (C). 


be permitted to be connected to the building electrical Sys¬ 
tem by a single flexible cord and plug, provided all of the 
conditions of 605.9(A) through (D) are met. 

(A) Flexible Power-Supply Cord. The flexible power 
supply cord shall be extra-hard usage type with 12 AWG or 
larger conductors with an insulated equipment grounding 
conductor and shall not exceed 600 mm (2 ft) in length. 

(B) Receptacle Supplying Power. The receptacle(s) sup- 
plying power shall be on a sepárate Circuit serving only the 
office fumishing and no other loads and shall be located not 
more than 300 mm (12 in.) from the office fumishing that is 
connected to it. 


(A) Support. A means for secure attachment or support 

shall be provided. 

(B) Connection. Where cord-and-plug connection is pro¬ 
vided it shall comply with all of the following: 

(1) The cord length shall be suitable for the intended ap- 
plication but shall not exceed 2.7 m (9 ft) in length. 

(2) The cord shall not be smaller than 18 AWG 

(3) The cord shall contain an equipment grounding con¬ 
ductor, except as specified in (4) 

(4) Cords on the load side of a listed Class 2 power ^ 
are not required to contain an equipment groui 
conductor. 

(5) The cord shall be of the hard 
specified in (6). 

(6) A cord provided on the load sicfl 

power source shall be of tl^^yne WMjftded 
listed luminaire a sse m t^|^pe 

Section 725.130. 

(7) Connection by othei^k entified as suit¬ 

able for the conditions O 


(C) Receptacle Outlet. 

in lighting accessories. 



11 not be permitted 


Outlets, Máximum. Individual office fur- 
mps of interconnected individual office fur- 
not contain more than thirteen 15-ampere, 
le outlets. 

Multiwire Circuits, Not Permitted. Individual office 
;s or groups of interconnected office fumishings 
contain multiwire circuits. 


ARTICLE 610 
Cranes and Hoists 


610.1 Scope. This article covers the installation of electri¬ 
cal equipment and wiring used in connection with cranes, 
monorail hoists, hoists, and all runways. 

Informational Note: For further information, see ANSI 
B30, Safety Code for Cranes, Derricks, Hoists, Jacks, and 


605.7 Fixed-Type Office Fumishings. Office fumishings 
that are fixed (secured to building surfaces) shall be perma- 
nently connected to the building electrical system by one of 
the wiring methods of Chapter 3. 

605.8 Freestanding-Type Office Fumishings. Office fur- 
nishings of the freestanding type (not fixed) shall be per¬ 
mitted to be connected to the building electrical system by 
one of the wiring methods of Chapter 3. 


610.2 Definition. 

Festoon Cable. Single- and multiple-conductor cable in¬ 
tended for use and installation in accordance with Article 
610 where flexibility is required. 

Informational Note: Festoon cable consists of one or more 
insulated conductors cabled together with an overall jacket. 

It is rated 60°C (140°F), 75°C (167°F), 90°C (194°F), or 
105°C (221°F) and 600 V. 


605.9 Freestanding-Type Office Fumishings, Cord-and- 
Plug-Connected. Individual office fumishings of the free¬ 
standing type, or groups of individual office fumishings 
that are electrically connected, are mechanically contigu¬ 
ous, and do not exceed 9.0 m (30 ft) when assembled, shall 


610.3 Special Requirements for Particular Locations. 

(A) Hazardous (Classified) Locations. All equipment that 
operates in a hazardous (classified) location shall conform 
to Article 500. 
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(1) Class I Locations. Equipment used in locations that 
are hazardous because of the presence of flammable gases 
or vapors shall conform to Article 501. 

(2) Class II Locations. Equipment used in locations that 
are hazardous because of combustible dust shall conform to 
Article 502. 

(3) Class III Locations. Equipment used in locations that 
are hazardous because of the presence of easily ignitible 
fibers or flyings shall conform to Article 503. 

(B) Combustible Materials. Where a crane, hoist, or 
monorail hoist operates over readily combustible material, 
the resistors shall be located as permitted in the following: 

(1) A well ventilated cabinet composed of noncombustible 
material constructed so that it does not emit ñames or 
molten metal 

(2) A cage or cab constructed of noncombustible material 
that endoses the sides of the cage or cab from the floor 
to a point at least 150 mm (6 in.) above the top of the 
resistors 

(C) Electrolytic Cell Lines. See 668.32. 

II. Wiring 

610.11 Wiring Method. Conductors shall be enclosed in 
raceways or be Type AC cable with insulated 
conductor, Type MC cable, or Type MI cable 
wise permitted or required in 610.11(A) ti 

(A) Contact Conductor. Contad conduct 
required to be enclosed in racewaw 

(B) Exposed Conductors. Slj^Pengths of ^^ised'Win- 
ductors at resistors, collectors, í^Lother equiMent shall 
not be required to be enclosed in 

(C) Flexible Connections to Motors áHÉÉpimilar Equip¬ 
ment. Where flexible connections are necessary, flexible 
stranded conductors shall be used. Conductors shall be in 
flexible metal conduit, liquidtight flexible metal conduit, 
liquidtight flexible nonmetallic conduit, multiconductor 
cable, or an approved nonmetallic flexible raceway. 

(D) Pushbutton Station Multiconductor Cable. Where 
multiconductor cable is used with a suspended pushbutton 
station, the station shall be supported in some satisfactory 
manner that protects the electrical conductors against strain. 

(E) Flexibility to Moving Parts. Where flexibility is re¬ 
quired for power or control to moving parts, listed festoon 
cable or a cord suitable for the purpose shall be permitted, 
provided the following apply: 

(1) Suitable strain relief and protection from physical dam- 
age is provided. 



(2) In Class I, División 2 locations, the cord is approved 
for extra-hard usage. 

610.12 Raceway or Cable Terminal Fittings. Conductors 
leaving raceways or cables shall comply with either 
610.12(A) or (B). 

(A) Separately Bushed Hole. A box or terminal fitting 
that has a separately bushed hole for each conductor shall 
he used wherever a change is made from a raceway or 
cable to exposed wiring. A fitting used for this purpose 
shall not contain taps or splices and shall not be used at 
luminaire outlets. 

(B) Bushing in Lieu of a Box. A bushing shall be permit¬ 
ted to be used in lieu of a box at the end of a rigid metal 
conduit, intermedia^Pmetal conduit, or electrical metallic 
tubing where thj^rceway terminates at unenclosed Controls 
or similar ea^WS^Lincluding contact conductors, collec- 
tors, resisto^brake^^awer-circuit limit switches, and de 
split-fm^cmotors. 

if Conductors. Conductors shall comply 
with^Table 310.104(A) unless otherwise permitted in 
610.130^K?rough (D). 

External Heat or Connected to Resis- 

ictor(s) exposed to external heat or connected 
! ésistors shall have a flame-resistant outer covering or be 
ivered with flame-resistant tape individually or as a 
^up. 

r (B) Contact Conductors. Contact conductors along run- 
ways, crane bridges, and monorails shall be permitted to be 
bare and shall be copper, aluminum, Steel, or other alloys or 
combinations thereof in the form of hard-drawn wire, tees, 
angles, tee rails, or other stiff shapes. 

(C) Flexibility. Where flexibility is required, listed flexible 
cord or cable, or listed festoon cable, shall be permitted to 
be used and, where necessary, cable reels or take-up de- 
vices shall be used. 

(D) Class 1, Class 2, and Class 3 Circuits. Conductors 
for Class 1, Class 2, and Class 3 remote-control, signaling, 
and power-limited circuits, installed in accordance with Ar¬ 
ticle 725, shall be permitted. 

610.14 Rating and Size of Conductors. 

(A) Ampacity. The allowable ampacities of conductors 
shall be as shown in Table 610.14(A). 
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Table 610.14(A) Ampacities of Insulated Copper Conductors Used with Short-Time Rated Crane and Hoist Motors. Based on 
Ambient Temperature of 30°C (86°F). 


Máximum 

Operating 

Temperature 

Up to Four Simultaneously Energized Conductors in 
Raceway or Cable 1 

Up to Three ac 2 or Four de 1 
Simultaneously Energized 
Conductors in Raceway 
or Cable 

Máximum 

Operating 

Temperature 

75°C (167°F) 

90°C (194°F) 

125°C (257°F) 

Size (AWG 

Types MTW, RHW, THW, 
THWN, XHHW, USE, ZW 

Types TA, TBS, SA, SIS, 
PFA, FEP, FEPB, RHH, 
THHN, XHHW, Z, ZW 

Types FEP, FEPB, PFA, PFAH, 
SA, TFE, Z, ZW 

Size (AWG 
or kemil) 

60 Min 

30 Min 

60 Min 

30 Min 

60 Min 

30 Min 

16 

10 

12 

_ 

_ 

_ 

_ 

16 

14 

25 

26 

31 

32 

. 38 

40 

14 

12 

30 

33 

36 

40 

J 45 

50 

12 

10 

40 

43 

49 

52 a 

W 60 

65 

10 

8 

55 

60 

63 

69 A 

73 

80 

8 

6 

76 

86 

83 



119 

6 

5 

85 

95 

95 

106 


134 

5 

4 

100 

117 

111 

^^130 

13^ 

157 

4 

3 

120 

141 

131 A 

Y 153^ 

153 

183 

3 

2 

137 

160 

148 

173 

178 

214 

2 

1 

143 

175 

158 


210 

253 

1 

1/0 

190 

233 



253 

304 

1/0 

2/0 

222 

267 



303 

369 

2/0 

3/0 

280 

341 

3% A 


370 

452 

3/0 

4/0 

300 

369^1 

^ 319 J 

399 

451 

555 

4/0 

250 

364 


■ 400 

461 

510 

635 

250 

300 

455 

<lü A 


636 

587 

737 

300 

350 

486 



716 

663 

837 

350 

400 

538 


593 

760 

742 

941 

400 

450 

600 ^ 

i^K65^^ 

660 

836 

818 

1042 

450 

500 

660^^r 


^ 726 

914 

896 

1143 

500 


lMPACITY CORRECTION FACTORS 


Ambient 

Temperature 

(°C) 

For ambient i( 

smperatures other than 30°C (86°F), multiply the ampacities shown above by 
the appropriate factor shown below. 

Ambient 

Temperature 

(°F) 

21-25 

1.05 

1.05 

1.04 

1.04 

1.02 

1.02 

70-77 

26-30 

1.00 

1.00 

1.00 

1.00 

1.00 

1.00 

79-86 

31-35 

0.94 

0.94 

0.96 

0.96 

0.97 

0.97 

88-95 

36-40 

0.88 

0.88 

0.91 

0.91 

0.95 

0.95 

97-104 

41-45 

0.82 

0.82 

0.87 

0.87 

0.92 

0.92 

106-113 

46-50 

0.75 

0.75 

0.82 

0.82 

0.89 

0.89 

115-122 

51-55 

0.67 

0.67 

0.76 

0.76 

0.86 

0.86 

124-131 

56-60 

0.58 

0.58 

0.71 

0.71 

0.83 

0.83 

133-140 

61-70 

0.33 

0.33 

0.58 

0.58 

0.76 

0.76 

142-158 

71-80 

— 

— 

0.41 

0.41 

0.69 

0.69 

160-176 

81-90 

— 

— 

— 

— 

0.61 

0.61 

177-194 

91-100 

— 

— 

— 

— 

0.51 

0.51 

195-212 

101-120 

- 

- 

- 

- 

0.40 

0.40 

213-248 


Note: Other insulations shown in Table 310.13(A) and approved for the temperature and location shall be permitted to be substituted for those 
shown in Table 610.14(A). The allowable ampacities of conductors used with 15-minute motors shall be the 30-minute ratings increased by 
12 percent. 

1 For 5 to 8 simultaneously energized power conductors in raceway or cable, the ampacity of each power conductor shall be reduced to a valué of 
80 percent of that shown in this table. 

2 For 4 to 6 simultaneously energized 125°C (257°F) ac power conductors in raceway or cable, the ampacity of each power conductor shall be 
reduced to a valué of 80 percent of that shown in this table. 
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(B) Secondary Resistor Conductors. Where the second- 
ary resistor is sepárate from the controller, the mínimum 
size of the conductors between controller and resistor shall 
be calculated by multiplying the motor secondary current 
by the appropriate factor from Table 610.14(B) and select- 
ing a wire from Table 610.14(A). 

Table 610.14(B) Secondary Conductor Rating Factors 


motor or group of motors, using that column of Table 
610.14(A) that apphes to the longest time-rated motor. 

(3) Múltiple Cranes or Hoists on a Common Conductor 
System. For múltiple cranes, hoists, or both, supplied by a 
common conductor system, calcúlate the motor mínimum 
ampacity for each crane as defined in 610.14(E), add them 
together, and multiply the sum hy the appropriate demand 
factor from Table 610.14(E). 



Time in Seconds 

Ampacity of Wire in 

On 

Off 

Percent of Full-Load 
Secondary Current 

5 

75 

35 

10 

70 

45 

15 

75 

55 

15 

45 

65 

15 

30 

75 

15 

15 

85 


Continuous Duty 

110 


Table 610.14(E) Demand Factors 


(C) Mínimum Size. Conductors extemal to motors and 
Controls shall be not smaller than 16 AWG unless otherwise 
permitted in (1) or (2): 

(1) 18 AWG wire in multiconductor cord shall be permit¬ 
ted for control circuits not exceeding 7 amperes. 

(2) Wires not smaller than 20 AWG shall be permitted fo 
electronic circuits. 


(D) Contact Conductors. Contad wires si 
pacity not less than that required by Tablt 
75°C (167°F) wire, and in no case shall 
than as shown in Table 610.14(D). 


Table 610.14(D) Mínimum Con 
Distance Between Supports 

Máximum Distance Between End 
Mínimum Size of Strain Insulators^ff Clamp-Type 
Wire (AWG) Intermedíate Supports 



9.0 m (30 ft) or less 
18 m (60 ñ) or less 
Over 18 m (60 ft) 


0.95 

0.91 

0.87 

0.84 

0.81 

0.78 


Additional loads, such as heating, light- 
inditioning, shall be provided for by applica- 
¿ippropriate sections of this Code. 

Each crane, monorail, or hoist shall be 
"a visible nameplate marked with the manu- 
lame, rating in volts, frequency, number of 
Circuit amperes as calculated in 610.14(E) and 

>10.15 Common Return. Where a crane or hoist is oper- 
ated by more than one motor, a common-return conductor 
of proper ampacity shall be permitted. 

III. Contact Conductors 

610.21 Installation of Contact Conductors. Contact con¬ 
ductors shall comply with 610.21(A) through (H). 

(A) Locating or Guarding Contact Conductors. Runway 
contact conductors shall be guarded, and bridge contact 
conductors shall be located or guarded in such a manner 
that persons cannot inadvertently touch energized current- 
carrying parts. 


(E) Calculation of Motor Load. 

(1) Single Motor. For one motor, 100 percent of motor 
nameplate full-load ampere rating shall be used. 

(2) Múltiple Motors on Single Crane or Hoist. For múl¬ 
tiple motors on a single crane or hoist, the mínimum am¬ 
pacity of the power supply conductors shall be the name¬ 
plate full-load ampere rating of the largest motor or group 
of motors for any single crane motion, plus 50 percent of 
the nameplate full-load ampere rating of the next largest 


(B) Contact Wires. Wires that are used as contact conduc¬ 
tors shall be secured at the ends by means of approved 
strain insulators and shall be mounted on approved insula- 
tors so that the extreme limit of displacement of the wire 
does not bring the latter within less than 38 mm (1 Vi in.) 
from the surface wired over. 
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(C) Supports Along Runways. Main contact conductors 
carried along runways shall be supported on insulating sup¬ 
ports placed at intervals not exceeding 6.0 m (20 ft) unless 
otherwise permitted in 610.21(F). 

Such conductors shall be separated at not less than 
150 mm (6 in.), other than for monorail hoists where a 
spacing of not less than 75 mm (3 in.) shall be permitted. 
Where necessary, intervals between insulating supports 
shall be permitted to be increased up to 12 m (40 ft), the 
separation between conductors being increased proportion- 
ately. 

(D) Supports on Bridges. Bridge wire contact conductors 
shall be kept at least 65 mm (2Vi in.) apart, and, where the 
span exceeds 25 m (80 ft), insulating saddles shall be 
placed at intervals not exceeding 15 m (50 ft). 

(E) Supports for Rigid Conductors. Conductors along 
runways and crane bridges, that are of the rigid type speci- 
fied in 610.13(B) and not contained within an approved 
enclosed assembly, shall be carried on insulating supports 
spaced at intervals of not more than 80 times the vertical 
dimensión of the conductor, but in no case greater than 4.5 
m (15 ft), and spaced apart sufficiently to give a clear elec- 
trical separation of conductors or adjacent collectors* 
less than 25 mm (1 in.). 

(F) Track as Circuit Conductor. Monorai^h-am rail! 
crane runway tracks shall be permitted a^l^^fcductor^^ 
current for one phase of a 3-phase. ^J^stem HrnishinM 
power to the carrier, crane, or trolldUjrovidj 
foliowing conditions are met: 

(1) The conductors supplyina^f^^j^cr t^^jhases of the 
power supply are insidia. 

(2) The power for all pHKs is obtained^un arTinsulating 

transformen m 

(3) The voltage does not exc^^300 

(4) The rail serving as a conducraMnalI be bonded to the 
equipment grounding conductor at the transformer and 
also shall be permitted to be grounded by the fittings 
used for the suspensión or attachment of the rail to a 
building or structure. 

(G) Electrical Continuity of Contact Conductors. All 

sections of contact conductors shall be mechanically joined 
to provide a continuous electrical connection. 


storage of easily ignitible combustible fibers and materials, 
they shall comply with 503.155. 

IV. Disconnecting Means 

610.31 Runway Conductor Disconnecting Means. A dis¬ 
connecting means that has a continuous ampere rating not 
less than that calculated in 610.14(E) and (F) shall be pro- 
vided between the runway contact conductors and the 
power supply. Such disconnecting means shall consist of a 
motor-circuit switch, circuit breaker, or molded-case 
switch. This disconnecting means shall be as follows: 

(1) Readily accessible and operable from the ground or 
floor level 

(2) LockabteApen in accordance with 110.25 [ROP 

(3) at^fcyuounded conductors simultaneously 
(^^laced witffl^fciew of the runway contact conductors 

The runway conductor disconnecting means 
rolytic cell lines shall be permitted to be placed out 
v of the runway contact conductors where either of 
Úhiwing conditions are met: 

Ja^Pvhere a location in view of the contact conductors 
practicable or introduces additional or increased haz- 
ards to persons or property 

(b) In industrial installations, with written safety pro- 
cedures, where conditions of maintenance and supervisión 
ensure that only qualified persons Service the equipment 
[ROP 12-12a] 

610.32 Disconnecting Means for Cranes and Monorail 
Hoists. A disconnecting means in compliance with 430.109 
shall be provided in the leads from the runway contact 
conductors or other power supply on all cranes and mono- 
rail hoists. The disconnecting means shall be lockable open 
in accordance with 110.25. [ROP 12-12b, ROP 12-13] 

Where a monorail hoist or hand-propelled crane bridge 
installation meets all of the following, the disconnecting 
means shall be permitted to be omitted: 

(1) The unit is controlled from the ground or floor level. 

(2) The unit is within view of the power supply discon¬ 
necting means. 


(H) Not to Supply Other Equipment. Contact conductors 
shall not be used as feeders for any equipment other than 
the crane(s) or hoist(s) that they are primarily designed to 
serve. 

610.22 Collectors. Collectors shall be designed so as to 
reduce to a minimum sparking between them and the con¬ 
tact conductor; and, where operated in rooms used for the 


(3) No fixed work platform has been provided for servicing 
the unit. 

Where the disconnecting means is not readily acces¬ 
sible from the crane or monorail hoist operating station, 
means shall be provided at the operating station to open the 
power circuit to all motors of the crane or monorail hoist. 
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610.33 Rating of Disconnecting Means. The continuous 
ampere rating of the switch or circuit breaker required by 
610.32 shall not be less than 50 percent of the combined 
short-time ampere rating of the motors or less than 75 per- 
cent of the sum of the short-time ampere rating of the 
motors required for any single motion. 

V. Overcurrent Protection 

610.41 Feeders, Runway Conductors. 

(A) Single Feeder. The runway supply conductors and 
main contad conductors of a crane or monorail shall be 
protected by an overcurrent device(s) that shall not be 
greater than the largest rating or setting of any branch- 
circuit protective device plus the sum of the nameplate 
ratings of all the other loads with application of the demand 
factors from Table 610.14(E). 

(B) More Than One Feeder Circuit. Where more than 
one feeder circuit is installed to supply runway conductors, 
each feeder circuit shall be sized and protected in compli- 
ance with 610.41 (A). 

610.42 Branch-Circuit Short-Circuit and Ground-Fault 
Protection. Branch circuits shall be protected in accor-^ 
dance with 610.42(A). Branch-circuit taps, where made, 
shall comply with 610.42(B). 

(A) Fuse or Circuit Breaker Rating. Cran^Koist,3 

monorail hoist motor branch circuits shall l^rorotect^ 
fuses or inverse-time circuit breakers that nal 
accordance with Table 430.52. WhereJ. 
opérate a single motion, the sum oíá 
ratings shall be considered as th^^r 

(B) Taps. 

(1) Múltiple Motors. Where two or^fcre injjKSrs are con- 
nected to the same branch circuit, each raBKnductor to an 
individual motor shall have an ampacity not less than one- 
third that of the branch circuit. Each motor shall be pro¬ 
tected from overload according to 610.43. 

(2) Control Circuits. Where taps to control circuits origí¬ 
nate on the load side of a branch-circuit protective device, 
each tap and piece of equipment shall be protected in ac¬ 
cordance with 430.72. 

(3) Brake Coils. Taps without sepárate overcurrent protec¬ 
tion shall be permitted to brake coils. 

610.43 Overload Protection. 

(A) Motor and Branch-Circuit Overload Protection. 

Each motor, motor controller, and branch-circuit conductor 
shall be protected from overload by one of the following 



(1) A single motor shall be considered as protected where 
the branch-circuit overcurrent device meets the rating 
requirements of 610.42. 

(2) Overload relay elements in each ungrounded circuit 
conductor, with all relay elements protected from short 
circuit by the branch-circuit protection. 

(3) Thermal sensing devices, sensitive to motor tempera- 
ture or to temperature and current, that are thermally in 
contact with the motor winding(s). A hoist or trolley 
shall be considered to be protected if the sensing device 
is connected in the hoist’s upper limit switch circuit so 
as to prevent further hoisting during an overload con- 
dition of either motor. 

(B) Manually Controlled Motor. If the motor is manually 
controlled, with srai#return Controls, the overload protec¬ 
tive device sh^^mot be required to protect the motor 
against stalled rotor conditions. 

(C) Multimotor. Whe^^wo or more motors drive a single 
trolla^mck, or bridge l^^are controlled as a unit and 
pr^Ked bj^Aingle set of overload devices with a rating 
equal to the sum of their rated full-load currents, a hoist or 
trolley be considered to he protected if the sensing 
Jgvice is^^rected in the hoist’s upper limit switch circuit 

further hoisting during an overtemperature 
^either motor. 

>) Hoists and Monorail Hoists. Hoists and monorail 
jsts and their trolleys that are not used as part of an 
r erhead traveling crane shall not require individual motor 
overload protection, provided the largest motor does not 
exceed IVi hp and all motors are under manual control of 
the operator. 


610.51 Sepárate Controllers. Each motor shall be pro¬ 
vided with an individual controller unless otherwise permit¬ 
ted in 610.51(A) or (B). 

(A) Motions with More Than One Motor. Where two or 
more motors drive a single hoist, carriage, truck, or bridge, 
they shall be permitted to be controlled by a single control¬ 
ler. 

(B) Múltiple Motion Controller. One controller shall be 
permitted to be switched between motors, under the follow¬ 
ing condi tions: 

(1) The controller has a horsepower rating that is not lower 
than the horsepower rating of the largest motor. 

(2) Only one motor is operated at one time. 

610.53 Overcurrent Protection. Conductors of control 
circuits shall be protected against overcurrent. Control cir- 
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cuits shall be considered as protected by overcurrent de- 
vices that are rated or set at not more than 300 percent of 
the ampacity of the control conductors, unless otherwise 
permitted in 610.53(A) or (B). 

(A) Taps to Control Transformers. Taps to control trans- 
formers shall be considered as protected where the second- 
ary circuit is protected by a device rated or set at not more 
than 200 percent of the rated secondary current of the trans- 
former and not more than 200 percent of the ampacity of 
the control circuit conductors. 

(B) Continuity of Power. Where the opening of the con¬ 
trol circuit would create a hazard, as for example, the con¬ 
trol circuit of a hot metal crane, the control circuit conduc¬ 
tors shall be considered as being properly protected by the 
branch-circuit overcurrent devices. 

610.55 Limit Switch. A limit switch or other device shall 
be provided to prevent the load block from passing the safe 
upper limit of travel of all hoisting mechanisms. 

610.57 Clearance. The dimensión of the working space in 
the direction of access to live parts that are likely to 
examination, adjustment, servicing, or maintenance 
energized shall be a minimum of 750 mm (2Vi ft). 
Controls are enclosed in cabinets, the d oajÜBifaa l] 
open at least 90 degrees or be removal 

VII. Grounding 

610.61 Grounding. All^^^osecT^^n-cUJ^^-carrying 

metal parts of cranes, m^Krail hoists, HKts, am accesso- 
ries, including pendant co^*ds, shall beBonded either by 
mechanical connections or h®kng jujjBrs, where appli- 
cable, so that the entire craneVaí is a ground-fault 
current path as required or permitt&I by Article 250, Parts 
V and VII. 

Moving parts, other than removable accessories, or at- 
tachments that have metal-to-metal bearing surfaces, shall 
be considered to be electrically bonded to each other 
through bearing surfaces for grounding purposes. The trol- 
ley frame and bridge frame shall not be considered as elec¬ 
trically grounded through the bridge and trolley wheels and 
its respective tracks. A sepárate bonding conductor shall be 
provided. 


ARTICLE 620 

Elevators, Dumbwaiters, Escalators, 
Moving Walks, Platform Lifts, and 
Stairway Chairlifts 



I. General 

620.1 Scope. This article covers the installation of electri- 
cal equipment and wiring used in connection with eleva¬ 
tors, dumbwaiters, escalators, moving walks, platform lifts, 
and stairway chairlifts. 

Informational Note No. 1: For further information, see 
ASME A17^010/CSA B44-10, Safety Codefor Elevators 
and Escojas. [ROP 12-13a] 

[I Note No. 2: For further information, : 
SME-A17.5-2011, Elevator and Escalator 
’xtrical j^lj í/am ent Certification Standard. [ROP 
13a] 

InfraAational NoteTio. 3: The temí wheelchair lift has 
Pchanged to platform lift. For further information, si 
ME A18.1-2008, Safety Standard for Platform Lifts and 
I ¡irway Lifts. 


Informational Note No. 1: The motor controller, motion 
controller, and operation controller are located in a single 
enclosure or a combination of enclosures. [ROP 12-15a] 

Informational Note No. 2: Informational Note Figure 
620.2 is for information only.[ROP 12-15a] 

Control Room (for Elevator, Dumbwaiter). An enclosed 
control space outside the hoistway, intended for full bodily 
entry, that contains the elevator motor controller. The room 
could also contain electrical and/or mechanical equipment 
used directly in connection with the elevator or dumbwaiter 
but not the electric driving machine or the hydraulic ma¬ 
chine. 

Control Space (for Elevator, Dumbwaiter). A space in- 
side or outside the hoistway, intended to be accessed with 
or without full bodily entry, that contains the elevator motor 
controller. This space could also contain electrical and/or 
mechanical equipment used directly in connection with the 
elevator or dumbwaiter but not the electrical driving ma¬ 
chine or the hydraulic machine. 

Control System. The overall system governing the start- 
ing, stopping, direction of motion, acceleration, speed, and 
retardation of the moving member. 

Controller, Motion. The electrical device(s) for that part of 
the control system that govems the acceleration, speed, re¬ 
tardation, and stopping of the moving member. 
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Informational Note Figure 620.2 Control System. [ROP 12—lí 

Controller, Motor. The operative units of the control 
tem comprised of the starter device(s) and 
sion equipment used to drive an electric 
pumping unit used to power hydraulic coi 

Controller, Operation. The electrical devii 
part of the control system that inil 
ping, and direction of motion injgRtíonse 
an operating device. 


Machine Room (for Elevator, Dumbwaiter). Mi enclosed 
machinery space outside the hoistw^kint|^red for full 
bodily entry, that contains the electrical cBffig machine or 
the hydraulic machine. The room could also contain elec¬ 
trical and/or mechanical equipment used directly in connec- 
tion with the elevator or dumbwaiter. 


to the outside perimeter or surface of the walls, 
¡, or floor of the hoistway. 


■mote Machinery Space and Control Space (for Eleva- 
*, Dumbwaiter). A machinery space or control space that 
is not within the hoistway, machine room, or control room 
and that is not attached to the outside perimeter or surface 
of the walls, ceiling, or floor of the hoistway. 

Signal Equipment. Ineludes audible and visual equipment 
such as chimes, gongs, lights, and displays that convey 
information to the user. [ROP 12-15a] 

620.3 Voltage Limitations. The supply voltage shall not 
exceed 300 volts between conductors unless otherwise per- 
mitted in 620.3(A) through (C). 


Machinery Space (for Elevator, Dumbwaiter). A space 
inside or outside the hoistway, intended to be accessed with 
or without full bodily entry, that contains elevator or dumb¬ 
waiter mechanical equipment, and could also contain elec¬ 
trical equipment used directly in connection with the eleva¬ 
tor or dumbwaiter. This space could also contain the 
electrical driving machine or the hydraulic machine. 

Operating Device. The car switch, pushbuttons, key or 
toggle switch(s), or other devices used to actívate the op¬ 
eration controller. 

Remóte Machine Room and Control Room (for Eleva¬ 
tor, Dumbwaiter). A machine room or control room that is 


(A) Power Circuits. Branch circuits to door operator con- 
trollers and door motors and branch circuits and feeders to 
motor controllers, driving machine motors, machine brakes, 
and motor-generator sets shall not have a circuit voltage in 
excess of 1000 volts. Internal voltages of power conversión 
equipment and functionally associated equipment, and the 
operating voltages of wiring interconnecting the equipment, 
shall be permitted to be higher, provided that all such 
equipment and wiring shall be listed for the higher volt- 
ages. Where the voltage exceeds 600 volts, waming labels 
or signs that read “DANGER — HIGH VOLTAGE” shall 
be attached to the equipment and shall be plainly visible. 
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The danger sign(s) or label(s) shall comply with 110.21(B). (D) Low Voltage. Uninsulated parts are at a voltage not 

[ROP 12-17, ROP 12-16] greater than 30 volts rms, 42 volts peak, or 60 volts de. 


(B) Lighting Circuits. Lighting circuits shall comply with 

the requirements of Article 410. II- Conductors 


(C) Heating and Air-Conditioning Circuits. Branch cir¬ 
cuits for heating and air-conditioning equipment located on 
the elevator car shall not have a Circuit voltage in excess of 
1000 volts. [ROP 12-17] 

620.4 Live Parts Enclosed. All live parts of electrical ap- 
paratus in the hoistways, at the landings, in or on the cars of 
elevators and dumbwaiters, in the wellways or the landings 
of escalators or moving walks, or in the runways and ma- 
chinery spaces of platform lifts and stairway chairlifts shall 
be enclosed to protect against accidental contact. 

Informational Note: See 110.28 for guarding of live parts 
(1000 volts, nominal, or less). [ROP 12-18] 

620.5 Working Clearances. Working space shall be pro- 
vided about controllers, disconnecting means, and other 
electrical equipment. The minimum working space shall be < 
not less than that specified in 110.27(A). 

Where conditions of maintenance and supervisión en- 
sure that only qualified persons examine, adjust, : 
and maintain the equipment, the clearance requireme^ 
110.27(A) shall be waived as permitted in 620 
through (D). 

(A) Flexible Connections to 

equipment in (A)(l) through (A)(4) á! 
provided with flexible leads to all ext£ 
that it can be repositioned to meet the c 
requirements of 110.27(Aj^r 

(1) Controllers and disd^Kecting mean*pr dumbwaiters, 
escalators, moving wS^kplatform Hb, and stairway 
chairlifts installed in the^küe sp^^with the driving 
machine 

(2) Controllers and disconnecting means for elevators in¬ 
stalled in the hoistway or on the car 



620.11 Insulation of Conductors. The insulation of con¬ 
ductors shall comply with 620.11 (A) through (D). 

Informational Note: One method of determining that con¬ 
ductors are llame retardant is by testing the conductors to 
the VW-1 (Vertical-Wire) Fíame Test in ANSI/UL 1581- 
2011, Reference Standard for Electrical Wires, Cables, and 
Flexible Cords. [ROP 12-19] 

(A) Hoistway Door Interlock Wiring. The conductors to 
the hoistway door interlocks from the hoistway riser shall 
be fíame retará&nt and suitable for a temperature of not less 
than 200^^^92°F). Conductors shall be Type SF or 

(^É^Traveling^Uiles. Traveling cables used as flexible 
^^nnections bet\w^^the elevator or dumbwaiter car or 
Kounten»ípight and t^ raceway shall be of the types of 
fcele^^rcable listed in Table 400.4 or other approved types. 

(owQther Wiring. All conductors in raceways shall have 
__ flaml^kardant insulation. 

¿orffuctors shall be Type MTW, TF, TFF, TFN, TFFN, 
1, THW, THWN, TW, XHHW, hoistway cable, or any 
other conductor with insulation designated as fíame retar¬ 
dant. Shielded conductors shall be permitted if such con¬ 
ductors are insulated for the máximum nominal circuit volt- 
age applied to any conductor within the cable or raceway 
system. 

(D) Insulation. All conductors shall have an insulation 
voltage rating equal to at least the máximum nominal Cir¬ 
cuit voltage applied to any conductor within the enclosure, 
cable, or raceway. Insulations and outer coverings that are 
marked for limited smoke and are so listed shall be permit¬ 
ted. 


(3) Controllers for door operators 

(4) Other electrical equipment installed in the hoistway or 
on the car 

(B) Guards. Exposed live parts of the electrical equipment 
are suitably guarded, isolated, or insulated, and the equip¬ 
ment can be examined, adjusted, serviced, or maintained 
while energized without removal of this protection. [ROP 
12-18a] 

Informational Note: See definition of Exposed in Article 
100. 

(C) Examination, Adjusting, and Servicing. Electrical 
equipment is not required to be examined, adjusted, ser¬ 
viced, or maintained while energized. 


620.12 Minimum Size of Conductors. The minimum size 
of conductors, other than conductors that form an integral 
part of control equipment, shall be in accordance with 
620.12(A) and (B). 

(A) Traveling Cables. 

(1) Lighting Circuits. For lighting circuits, 14 AWG cop- 
per, 20 AWG copper or larger conductors shall be permitted 
in parallel, provided the ampacity is equivalent to at least 
that of 14 AWG copper. 

(2) Other Circuits. For other circuits, 20 AWG copper. 

(B) Other Wiring. 24 AWG copper. Smaller size listed 
conductors shall be permitted. 
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620.13 Feeder and Branch-Circuit Conductors. Con¬ 
ductora shall have an ampacity in accordance with 
620.13(A) through (D). With generator field control, the 
conductor ampacity shall be based on the nameplate current 
rating of the driving motor of the motor-generator set that 
supplies power to the elevator motor. 

Informational Note No. 1: The heating of conductors de- 
pends on root-mean-square current valúes, which, with 
generator field control, are reflected by the nameplate cur¬ 
rent rating of the motor-generator driving motor rather than 
by the rating of the elevator motor, which represents actual 
but short-time and intermittent full-load current valúes. 
Informational Note No. 2: See Figure 620.13. 


Common feeder 
Feeder demand factor 


duty cycle Service a 

12-19a] 


shown in Table 430.22(E). [ROP 



Motor conductors 


(B) Conductors Supplying a Single Motor Controller. 

Conductora supplying a single motor controller shall have 
an ampacity not less than the motor controller nameplate 
current rating, plus all other connected loads. Motor con¬ 
troller nameplate current rating shall be permitted to be 
derived based on the rms valué of the motor current using 
an intermittent duty cycle and other control system loads, if 
present. [ROP 12-19a] 

(C) Conductors Supplying a Single Power Transformen 

Conductors supplying a single power transformer shall 
have an ampacity not less than the nameplate current rating 
of the power transfonuer plus all other connected loads. 

Informational Na^^Jo. 1: The nameplate current rating of 
power tranylKer supplying a motor controller reflects 
namep^^cu^^U rating of the motor controller at fine 
voltageitnmsforme^fcynary). 

: Informative Annex D, Ex- 


(D) Conductors Supplying More Than One Motor, Mo¬ 
tor Controller, or Power Transformer. Conductors sup- 
ing mo^ktíian one motor, motor controller, or power 
have an ampacity not less than the sum of 
:e current ratings of the equipment plus all 
ler connected loads. The ampere ratings of motora to be 
the summation shall be determined from Table 
,22(E), 430.24 and 430.24, Exception No. 1. 
Informational Note: See Informative Annex D, Example 
Nos. D9 and DIO. 

620.14 Feeder Demand Factor. Feeder conductors of less 
ampacity than required by 620.13 shall be permitted, sub- 
ject to the requirements of Table 620.14. 

[ROP 12-19b] 

Table 620.14 Feeder Demand Factors for Elevators 


Thermal protection 
Figure 620.13 Single-Line Diagram. 



Artide 430, Part I 
Artide 430, Part III 


(A) Conductors Supplying Single Motor. Conductors 
supplying a single motor shall have an ampacity not less 
than the percentage of motor nameplate current determined 
from 430.22(A) and (E). 

Informational Note: Some elevator motor currents, or 
those of similar functions, exceed the nameplate valué, but 
because they are inherently intermittent duty and the heat¬ 
ing of the motor and conductors is dependent on the root- 
mean-square (rms) current valué, conductors are sized for 


Number of Elevators on a 
Single Feeder 

Demand Factor* [ROP 
12-19b] 

1 

1.00 

2 

0.95 

3 

0.90 

4 

0.85 

5 

0.82 

6 

0.79 

7 

0.77 

8 

0.75 

9 

0.73 

10 or more 

0.72 


* Demand factors are based on 50 percent duty cycle (i.e., half time 
on and half time off). [ROP 12-19b] 
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620.15 Motor Controller Rating. The motor controller 
rating shall comply with 430.83. The rating shall be permit- 
ted to be less than the nominal rating of the elevator motor, 
when the controller inherently limits the available power to 
the motor and is marked as power limited. 

Informational Note: For controller markings, see 430.8. 


(d) A sump pump or oil recovery pump located in the 
pit shall be permitted to be cord connected. The cord shall 
be a hard usage oil-resistant type, of a length not to exceed 
1.8 m (6 ft), and shall be located to be protected from 
physical damage. 

(2) Cars. 


III. Wiring 

620.21 Wiring Methods. Conductors and optical fibers lo¬ 
cated in hoistways, in escalator and moving walk wellways, 
in platform lifts, stairway chairlift runways, machinery 
spaces, control spaces, in or on cars, in machine rooms and 
control rooms, not including the traveling cables connect- 
ing the car or counterweight and hoistway wiring, shall be 
installed in rigid metal conduit, intermedíate metal conduit, 
electrical metallic tubing, rigid nonmetallic conduit, or 
wireways, or shall be Type MC, MI, or AC cable unless 
otherwise permitted in 620.21(A) through (C). 

Exception: Listed cord and plug connected equipment. 

[ROP 12-28] 


(1) Hoistways. 

(a) Cables used in Class 2 power-limited circuits \ 
be permitted to be installed between mers ‘iuid si^ 
equipment and operating devices, prow^Kl thembles a 
supported and protected from physic^Jamagej ^H are of 3 
jacketed and flame-retardant type. 

(b) Flexible cords and cal^^Jhat UBKmponents of 
listed equipment and used bi circuits opera^^kat 30 volts 
rms or less or 42 volts^^or less sl^L be p^ímitted in 
lengths not to exceed l^^k(6 ft), prov«d the cords and 
cables are supported and p^^ted frot^Bhysical damage 
and are of a jacketed and flan^krtai^^rtype. 

(c) The following wiring me!®^shall be permitted in 
the hoistway in lengths not to exceed 1.8 m (6 ft): 

(1) Flexible metal conduit 

(2) Liquidtight flexible metal conduit 

(3) Liquidtight flexible nonmetalhc conduit 

(4) Flexible cords and cables, or conductors grouped to- 
gether and taped or corded, shall be permitted to be 
installed without a raceway. They shall be located to be 
protected from physical damage and shall be of a 
flame-retardant type and shall be part of the following: 

a. Listed equipment 

b. A driving machine, or 

c. A driving machine brake 

Exception to 620.2l(A)(l)(c)(l), (2), and (3): The conduit 
length shall not be required to be limited between risers 
and limit switches, interlocks, operating buttons, and simi¬ 
lar devices. 


(a) Flexible metal conduit, liquidtight flexible metal 
conduit, or bquidtight flexible nonmetallic conduit of met- 
ric designator 12 (trade size %), or larger, not exceeding 1.8 
m (6 ft) in length, shall be permitted on cars where so 
located as to be free from oil and if securely fastened in 
place. 

Exception: Liquidtight flexible nonmetallic conduit ofmet- 
ric designatojÉL2 (trade size 3 /s), or larger, as defined by 
356.2(2), dfl be permitted in lengths in excess of 1.8 m 

' Haro^k^ice cords and júnior hard-service cords 
Fconform to^^t requirements of Article 400 (Table 
0.4) diall be per^fted as flexible connections between 
r wiring on the car and devices on the car doors or 
ífard-service cords only shall be permitted as flexible 
|rctions for the top-of-car operating device or the car¬ 
ie light. Devices or luminaires shall be grounded by 
of an equipment grounding conductor run with the 
t conductors. Cables with smaller conductors and 
other types and thicknesses of insulation and jackets shall 
be permitted as flexible connections between the fixed wir¬ 
ing on the car and devices on the car doors or gates, if listed 
for this use. 

(c) Flexible cords and cables that are components of 
bsted equipment and used in circuits operating at 30 volts 
rms or less or 42 volts de or less shall be permitted in 
lengths not to exceed 1.8 m (6 ft), provided the cords and 
cables are supported and protected from physical damage 
and are of a jacketed and flame-retardant type. 

(d) The following wiring methods shall be permitted 
on the car assembly in lengths not to exceed 1.8 m (6 ft): 

(1) Flexible metal conduit 

(2) Liquidtight flexible metal conduit 

(3) Liquidtight flexible nonmetallic conduit 

(4) Flexible cords and cables, or conductors grouped to- 
gether and taped or corded, shall be permitted to be 
installed without a raceway. They shall be located to be 
protected from physical damage and shall be of a 
flame-retardant type and shall be part of the following: 

a. Listed equipment 

b. A driving machine, or 

c. A driving machine brake 

(3) Within Machine Rooms, Control Rooms, and Ma¬ 
chinery Spaces and Control Spaces. 
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(a) Flexible metal conduit, liquidtight flexible metal 
conduit, or liquidtight flexible nonmetallic conduit of met- 
ric designator 12 (trade size %), or larger, not exceeding 1.8 
m (6 ft) in length, shall be permitted between control panels 
and machine motors, machine brakes, motor-generator sets, 
disconnecting means, and pumping unit motors and valves. 
Exception: Liquidtight flexible nonmetallic conduit metric 
designator 12 (trade size Zs) or larger, as defined in 
356.2(2), shall be permitted to be installed in lengths in 
excess of 1.8 m (6ft). 


b. A driving machine, or 

c. A driving machine brake 

(B) Escalators. 

(1) Wiring Methods. Flexible metal conduit, liquidtight 
flexible metal conduit, or liquidtight flexible nonmetallic 
conduit shall be permitted in escalator and moving walk 
wellways. Flexible metal conduit or liquidtight flexible 
conduit of metric designator 12 (trade size Vi) shall be 
permitted in lengths not in excess of 1.8 m (6 ft). 


(b) Where motor-generators, machine motors, or 
pumping unit motors and valves are located adj acent to or 
underneath control equipment and are provided with extra- 
length terminal leads not exceeding 1.8 m (6 ft) in length, 
such leads shall be permitted to be extended to connect 
directly to controller terminal studs without regard to the 
carrying-capacity requirements of Articles 430 and 445. 
Auxiliary gutters shall be permitted in machine and control 
rooms between controllers, starters, and similar apparatus. 

(c) Flexible cords and cables that are components of 
listed equipment and used in circuits operating at 30 volts 
rms or less or 42 volts de or less shall be permitted in 
lengths not to exceed 1.8 m (6 ft), provided the cords and 
cables are supported and protected from physical damage 
and are of a jacketed and flame-retardant type. 

(d) On existing or listed equipment, conductoj^hall 
also be permitted to be grouped together 
corded without being installed in a racew; 
groups shall be supported at intervals nol 
(3 ft) and located so as to be protected fron 
age. 

(e) Flexible cords and cal 
1.8 m (6 ft) that are of a flame : 
be protected from physical dam 
these rooms and spaces without 
way. They shall be part of the fo 

(1) Listed equipment 

(2) A driving machine, or 

(3) A driving machine brake 



Exception: Metric designator 12 (trade size Vs), nominal, 
or larger liquidtight flexible nonmetallic conduit, as defined 
in 356.2(2), shall be permitted to be installed in lengths in 
excess of 1.8 m (6 ft). 

(2) Class 2 Ci PCables. Cables used in Class 2 power- 
limited circuit MI be permitted to be installed within 
escalators aa fl^Mwalkways, provided the cables are 
supportedAnd ;ct^Bjmm physical damage and are of a 
jacketed,.and fl -retardant type. 

fords. Hard-service cords that conform to the 
f of Article 400 (Table 400.4) shall be permit¬ 
as ffS üfaJe connections on escalators and moving walk 
Jxol pa^^Land disconnecting means where the enüre 
mel cind disconnecting means are arranged for 
a machine spaces as permitted in 620.5. 

!) Platform Lifts and Stairway Chairlift Raceways. 

) Wiring Methods. Flexible metal conduit or liquidtight 
^flexible metal conduit shall be permitted in platform lifts 
and stairway chairlift runways and machinery spaces. Flex¬ 
ible metal conduit or liquidtight flexible conduit of metric 
designator 12 (trade size Vi) shall be permitted in lengths 
not in excess of 1.8 m (6 ft). 

Exception: Metric designator 12 (trade size Vs) or larger 
liquidtight flexible nonmetallic conduit, as defined in 
356.2(2), shall be permitted to be installed in lengths in 
excess of 1.8 m (6 ft). 



(4) Counterweight. The following wiring methods shall 
be permitted on the counterweight assembly in lengths not 
to exceed 1.8 m (6 ft): 

(1) Flexible metal conduit 

(2) Liquidtight flexible metal conduit 


(2) Class 2 Circuit Cables. Cables used in Class 2 power- 
limited circuits shall be permitted to be installed within 
platform lifts and stairway chairlift runways and machinery 
spaces, provided the cables are supported and protected 
from physical damage and are of a jacketed and flame- 
retardant type. 


(3) Liquidtight flexible nonmetallic conduit 

(4) Flexible cords and cables, or conductors grouped to¬ 
gether and taped or corded, shall be permitted to be 
installed without a raceway. They shall be located to be 
protected from physical damage, shall be of a flame- 
retardant type, and shall be part of the following: 

a. Listed equipment 


(3) Flexible Cords and Cables. Flexible cords and cables 
that are components of listed equipment and used in cir¬ 
cuits operating at 30 volts rms or less or 42 volts de or less 
shall be permitted in lengths not to exceed 1.8 m (6 ft), 
provided the cords and cables are supported and protected 
from physical damage and are of a jacketed and flame- 
retardant type. 
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620.22 Branch Circuits for Car Lighting, Receptacle(s), 
Yentilation, Heating, and Air-Conditioning. 


Informational Note: See ASME A17.1-2010/CSA B44-10, 
Safety Code for Elevators and Escalators, for illumination 

levels. [ROP 12-13a] 


(A) Car Light Source. A sepárate branch circuit shall sup- 
ply the car lights, receptacle(s), auxiliary lighting power 
source, and ventilation on each elevator car. The overcur- 
rent device protecting the branch circuit shall be located in 
the elevator machine room or control room/machinery 
space or control space. 

Required lighting shall not be connected to the load 
side of a ground-fault circuit interrupter. 


620.25 Branch Circuits for Other Utilization 
Equipment. 

(A) Additional Branch Circuits. Additional branch cir- 
cuit(s) shall supply utilization equipment not identified in 
620.22, 620.23, and 620.24. Other utilization equipment 
shall be restricted to that equipment identified in 620.1. 


(B) Air-Conditioning and Heating Source. A sepárate 
branch circuit shall supply the air-conditioning and heating 
units on each elevator car. The overcurrent device protect¬ 
ing the branch circuit shall be located in the elevator ma¬ 
chine room or control room/machinery space or control 
space. [ROP 12-30a] 

620.23 Branch Circuits for Machine Room or Control 
Room/Machinery Space or Control Space Lighting and 
Receptacle(s). 

(A) Sepárate Branch Circuit. A sepárate branch circuit 
shall supply the machine room or control room/madl 
space or control space lighting and receptacle(s). 

Required lighting shall not he connected to the^ 
side of a ground-fault circuit interrupter. 

(B) Lighting Switch. The machij^PFoon 
room/machinery space or control 9§¡|ge li| 
shall be located at the point of entry. 

(C) Dúplex Receptacle-j ^ t lcast one I25^fch, single- 
phase, 15- or 20-ampei^Buplex recepl^e shall be pro- 
vided in each machine roo^^>r control 9)m and machin- 
ery space or control space. 

Informational Note: See ASMI¡^W,Í-20I()/CSA B44-10, 
Safety Code for Elevators and Esccuators, for illumination 

levels. [ROP 12-13a] 

620.24 Branch Circuit for Hoistway Pit Lighting and 
Receptacle(s). 



(B) Overcurrent Devices. The overcurrent devices pro¬ 
tecting the branch circuit(s) shall be located in the elevator 
machinery room or control room/machinery space or con¬ 
trol space. 


j^ireways and Nonmetallic Wireways. 

Rum of the ofc^-sectional area of the individual con- 
PGctors in a wirew^^hall not be more than 50 percent of 
ior cross-sectional area of the wireway. 
rtical runs of wireways shall be securely supported at 
wals not exceeding 4.5 m (15 ft) and shall have not 
ran one joint between supports. Adjoining wireway 
Jshall be securely fastened together to provide a 
Pjfoint. 

620.33 Number of Conductors in Raceways. The sum of 

the cross-sectional area of the individual conductors in 
raceways shall not exceed 40 percent of the interior cross- 
sectional area of the raceway, except as permitted in 620.32 
for wireways. 

620.34 Supports. Supports for cables or raceways in a 
hoistway or in an escalator or moving walk wellway or 
platform lift and stairway chairlift runway shall be securely 
fastened to the guide rail; escalator or moving walk truss; 
or to the hoistway, wellway, or runway construction. 

620.35 Auxiliary Gutters. Auxiliary gutters shall not be 
subject to the restrictions of 366.12(2) covering length or of 
366.22 covering number of conductors. 


(A) Sepárate Branch Circuit. A sepárate branch circuit 
shall supply the hoistway pit lighting and receptacle(s). 

Required lighting shall not be connected to the load 
side of a ground-fault circuit interrupter. 

(B) Lighting Switch. The lighting switch shall be so lo¬ 
cated as to be readily accessible from the pit access door. 

(C) Dúplex Receptacle. At least one 125-volt, single- 
phase, 15- or 20-ampere dúplex receptacle shall be pro- 
vided in the hoistway pit. 


620.36 Different Systems in One Raceway or Traveling 
Cable. Optical fiber cables and conductors for operating 
devices, operation and motion control, power, signaling, 
tire alarm, lighting, heating, and air-conditioning circuits of 
1000 volts or less shall be permitted to be run in the same 
traveling cable or raceway system if all conductors are in- 
sulated for the máximum voltage applied to any conductor 
within the cables or raceway system and if all live parts of 
the equipment are insulated from ground for this máximum 
voltage. Such a traveling cable or raceway shall also be 
permitted to inelude shielded conductors and/or one or 
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more coaxial cables if such conductors are insulated for the 
máximum voltage applied to any conductor within the 
cable or raceway system. Conductors shall be permitted to 
be covered with suitable shielding for telephone, audio, 
video, or higher frequency Communications circuits. [ROP 
12-32] 

620.37 Wiring in Hoistways, Machine Rooms, Control 
Rooms, Machinery Spaces, and Control Spaces. 

(A) Uses Permitted. Only such electrical wiring, race- 
ways, and cables used directly in connection with the el- 
evator or dumbwaiter, including wiring for signáis, for 
communication with the car, for lighting, heating, air con- 
ditioning, and ventilating the elevator car, for fire detecting 
Systems, for pit sump pumps, and for heating, lighting, and 
ventilating the hoistway, shall be permitted inside the hoist- 
way, machine rooms, control rooms, machinery spaces, and 
control spaces. 

(B) Lightning Protection. Bonding of elevator rails (car 
and/or counterweight) to a lightning protection system 
grounding down conductor(s) shall be permitted. The light¬ 
ning protection system grounding down conductor(s) shall 
not be located within the hoistway. Elevator rails or other^ 
hoistway equipment shall not be used as the grounding^ 
down conductor for lightning protection systems. 

Informational Note: See 250.106 for bonding^ 
ments. For further information, see NFPA 
dardfor the Installation of Lightning Protecd^FSystemsÁ 

(C) Main Feeders. Main feeders fo r supp lyfflf 
elevators and dumbwaiters shall b^ 
hoistway unless as follows: 

(1) By special permission, féefcK for elevat^ shall be 
permitted within an existing J^k^ay if nJbnductors 
are spliced within the hoistway/^^k 

(2) Feeders shall be permitted inside tlWÉmstway for el¬ 
evators with driving machine motors located in the 
hoistway or on the car or counterweight. 

620.38 Electrical Equipment in Garages and Similar 
Occupancies. Electrical equipment and wiring used for el¬ 
evators, dumbwaiters, escalators, moving walks, and plat- 
form lifts and stairway chairlifts in garages shall comply 
with the requirements of Article 511. 

Informational Note: Garages used for parking or storage 
and where no repair work is done in accordance with 
511.3(A) are not classified. [ROP 12-32a] 


terweight end where applicable, so as to reduce the strain 
on the individual copper conductors to a mínimum. 

Traveling cables shall be supported by one of the fol¬ 
io wing means: 

(1) By their Steel supporting member(s) 

(2) By looping the cables around supports for unsupported 
lengths less than 30 m (100 ft) 

(3) By suspending from the supports by a means that au- 
tomatically tightens around the cable when tensión is 
increased for unsupported lengths up to 60 m (200 ft) 
Unsupported length for the hoistway suspensión means 

shall be that length of cable measured from the point of 
suspensión in the hoistway to the bottom of the loop, with 
the elevator car located at the bottom landing. Unsupported 
length for the car suAsnsion means shall be that length of 
cable measured the point of suspensión on the car to 
the bottom with the elevator car located at the 

top landing^KOP 12-32b] 

620.42 Hazardous (Classified) Locations. In hazardous 
(cB^^ed) lqAtions, travenng cables shall be of a type 
app^fc^lJ^r hazardous (classified) locations and shall 
compíyi|gh 501.140, 502.140, or 503.140, as applicable. 

a of and Protection for Cables. Traveling 
rts shall be located so as to reduce to a mini- 
n the pCssibility of damage due to the cables coming in 
Pmtact with the hoistway construction or equipment in the 
\istway. Where necessary, suitable guards shall be pro¬ 
raed to protect the cables against damage. 

620.44 Installation of Traveling Cables. Traveling cables 
that are suitably supported and protected from physical 
damage shall be permitted to be run without the use of a 
raceway in either or both of the following: 

(a) When used inside the hoistway, on the elevator car, 
hoistway wall, counterweight, or controllers and machinery 
that are located inside the hoistway, provided the cables are 
in the original sheath. 

(b) From inside the hoistway, to elevator controller 
enclosures and to elevator car and machine room, control 
room, machinery space, and control space connections that 
are located outside the hoistway for a distance not exceed- 
ing 1.8 m (6 ft) in length as measured from the first point of 
support on the elevator car or hoistway wall, or counter¬ 
weight where applicable, provided the conductors are 
grouped together and taped or corded, or in the original 
sheath. These traveling cables shall be permitted to be con- 
tinued to this equipment. 


V. Traveling Cables 

620.41 Suspensión of Traveling Cables. Traveling cables 
shall be suspended at the car and hoistways’ ends, or coun- 


VI. Disconnecting Means and Control 
620.51 Disconnecting Means. A single means for discon¬ 
necting all ungrounded main power supply conductors for 
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each unit shall be provided and be designed so that no pole 
can be operated independently. Where múltiple driving ma¬ 
chines are connected to a single elevator, escalator, moving 
walk, or pumping unit, there shall be one disconnecting 
means to disconnect the motor(s) and control valve operat- 
ing magnets. 

The disconnecting means for the main power supply 
conductors shall not disconnect the branch circuit required 
in 620.22, 620.23, and 620.24. 

(A) Type. The disconnecting means shall be an enclosed 
externally operable fused motor circuit switch or circuit 
breaker that is lockable open in accordance with 110.25. 

[ROP 12-33] 

The disconnecting means shall be a listed device. 

Informational Note: For additional information, see 

ASME A17.1-2010/CSA B44-10, Safety Code for Elevators 

and Escalators. [ROP 12-13a] 

Exception No. 1: Where an individual branch circuit sup- 
plies a platform lift, the disconnecting means required by 
620.51(C)(4) shall be permitted to comply with 430.109(C). 
This disconnecting means shall be listed and shall be lock¬ 
able open in accordance with 110.25. [ROP 12-35] 
Exception No. 2: Where an individual branch circiÉ 
plies a stairway chairlift, the stairway chairlift shl I 
permitted to be cord-and-plug-connected, p rovid ed it o 
plies with 422.16(A) and the cord does r. 

(6ft) in length. 

(B) Operation. No provisión shall 1 
cióse this disconnecting mean^mm an^^r part of the 
premises. If sprinklers are b«Hled in hoisi^vs, machine 
rooms, control rooms, ma^mery space^or c^^el spaces, 
the disconnecting means^^l be permittMto automatically 
open the power supply tot^^dfected |W/ator(s) prior to 
the application of water. No^^^isa11 be made to 
automatically cióse this disconnSfcÉPmeans. Power shall 
only be restored by manual means. 



power-supply conductors shall be located within sight of 
the motor controller. The additional switch shall be a listed 
device and shall comply with 620.91(C). [ROP 12-39], 
ROP 12-37] 

[ROP 12-37] 

Driving machines or motion and operation controllers 
not within sight of the disconnecting means shall be pro¬ 
vided with a manually operated switch installed in the con¬ 
trol circuit to prevent starting. The manually operated 
switch(es) shall be installed adjacent to this equipment. 

Where the driving machine of an electric elevator or the 
hydraulic machine of a hydraulic elevator is located in a 
remóte machine room or remóte machinery space, a single 
means for disconnecting all ungrounded main power- 
supply conductors shall be provided and be lockable open 
in accordan^Kth 110.25. [ROP 12-37] 

(2) On Elevators with Generator Field Control. On el- 

evataj^^im^tenerator field control, the disconnecting 
tos shall be^fcated within sight of the motor controller 
rthe driving rrmfctof the motor-generator set. Driving 
machinA, motor-geirerator sets, or motion and operation 
rers not within sight of the disconnecting means 
’be provided with a manually operated switch installed 
^ontrol circuit to prevent starting. The manually op- 
fc^erated^kdtchtesl shall be installed adjacent to this equip- 

^here the driving machine or the motor-generator set is 
located in a remóte machine room or remóte machinery 
space, a single means for disconnecting all ungrounded 
main power-supply conductors shall be provided and be 
lockable open in accordance with 110.25. [ROP 12-40] 

(3) On Escalators and Moving Walks. On escalators and 
moving walks, the disconnecting means shall be installed in 
the space where the controller is located. 

(4) On Platform Lifts and Stairway Chairlifts. On plat¬ 
form lifts and stairway chairlifts, the disconnecting means 
shall be located within sight of the motor controller. 


Informational Note: To reduce hazards associated with 
water on live elevator electrical equipment. 

(C) Location. The disconnecting means shall be located 
where it is readily accessible to qualified persons. 

(1) On Elevators Without Generator Field Control. On 

elevators without generator field control, the disconnecting 
means shall be located within sight of the motor field con¬ 
troller. Where the motor controller is located in the elevator 
hoistway, the disconnecting means required by 620.51(A) 
shall be located in a machinery space, machine room, con¬ 
trol space, or control room outside the hoistway; and an 
additional, fused or non-fused, enclosed, externally oper¬ 
able motor circuit switch that is lockable open in accor¬ 
dance with 110.25 to disconnect all ungrounded main 


(D) Identification and Signs. Where there is more than 
one driving machine in a machine room, the disconnecting 
means shall be numbered to correspond to the identifying 
number of the driving machine that they control. 

The disconnecting means shall be provided with a sign 
to identify the location of the supply side overcurrent pro- 
tective device. 

620.52 Power from More Than One Source. 

(A) Single-Car and Multicar Installations. On single-car 
and multicar installations, equipment receiving electrical 
power from more than one source shall be provided with a 
disconnecting means for each source of electrical power. 
The disconnecting means shall be within sight of the equip¬ 
ment served. 
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(B) Warning Sign for Múltiple Disconnecting Means. 

Where múltiple disconnecting means are used and parts of 
the controllers remain energized from a source other than 
the one disconnected, a warning sign shall be mounted on 
or next to the disconnecting means. The sign shall be 
clearly legible and shall read as follows: 

WARNING 

PARTS OF THE CONTROLLER ARE NOT 
DE-ENERGIZED BY THIS SWITCH. 

The warning sign(s) or label(s) shall comply with 
110.21(B). [ROP 12-41] 

(C) Interconnection Multicar Controllers. Where inter- 
connections between controllers are necessary for the op- 
eration of the system on multicar installations that remain 
energized from a source other than the one disconnected, a 
warning sign in accordance with 620.52(B) shall be 
mounted on or next to the disconnecting means. 

620.53 Car Light, Receptacle(s), and Ventilation Dis¬ 
connecting Means. Elevators shall have a single means for 
disconnecting all ungrounded car light, receptacle(s), and 
ventilation power-supply conductors for that elevator car. 

The disconnecting means shall be an enclosed exter- . 
nally operable fused motor circuit switch or circuit breaket^" 
that is lockable open in accordance with 110.25 and shall i 
be located in the machine room or control room for that 
elevator car. Where there is no machine room^^ifctol 
room, the disconnecting means shall be Iocmt in a] 
chinery space or control space outside the l^Ktway ti 
readily accessible to only qualified persons. 1 

Disconnecting means shall be to correspond 

to the identifying number of the^^wato^^^whfflkhght 
source they control. 

The disconnecting means sffl^je provided^th a sign 
to identify the location of the sup^fcwde overwrent pro- 
tective device. 

Exception: Where a sepárate branch ciWuit supplies car 
lighting, a receptacle(s), and a ventilation motor not ex- 
ceeding 2 hp, the disconnecting means required by 620.53 
shall be permitted to comply with 430.109(C). This discon¬ 
necting means shall be Usted and shall be lockable open in 
accordance with 110.25. [ROP 12-45, ROP 12-44] 

620.54 Heating and Air-Conditioning Disconnecting 
Means. Elevators shall have a single means for disconnect¬ 
ing all ungrounded car heating and air-conditioning power- 
supply conductors for that elevator car. 

The disconnecting means shall be an enclosed exter- 
nally operable fused motor circuit switch or circuit breaker 
that is lockable open in accordance with 110.25 and shall 
be located in the machine room or control room for that 
elevator car. Where there is no machine room or control 
room, the disconnecting means shall be located in a ma- 


chinery space or control space outside the hoistway that is 
readily accessible to only qualified persons. [ROP 12-46] 
Where there is equipment for more than one elevator 
car in the machine room, the disconnecting means shall be 
numbered to correspond to the identifying number of the 
elevator car whose heating and air-conditioning source they 
control. 

The disconnecting means shall be provided with a sign 
to identify the location of the supply side overcurrent pro- 
tective device. 

620.55 Utilization Equipment Disconnecting Means. 

Each branch circuit for other utilization equipment shall 
have a single means for disconnecting all ungrounded con¬ 
ductors. The disconnecting means shall be lockable open in 
accordance with [ROP 12-48] 

Where there is more than one branch circuit for other 
utilization ec«pm^L the disconnecting means shall be 
n u m berec^o^corresi^fcL to the identifying number of the 
equipn^rserved. The^kwinnecting means shall be pro- 
vid^^mh a sign to identi^phe location of the supply side 
lirreny^Kective device. 

tanrent Protection 

rcurrent Protection. Overcurrent protection 
í be provided in accordance with 620.61 (A) through 


) Operating Devices and Control and Signaling Cir- 

^cuits. Operating devices and control and signaling circuits 
shall be protected against overcurrent in accordance with 
the requirements of 725.43 and 725.45. 

Class 2 power-limited circuits shall be protected against 
overcurrent in accordance with the requirements of Chapter 
9, Notes to Tables 11(A) and 11(B). 

(B) Overload Protection for Motors. Motor and branch- 
circuit overload protection shall conform to Article 430, 
Part III, and (B)(l) through (B)(4). 

(1) Duty Rating on Elevator, Dumbwaiter, and Motor- 
Generator Sets Driving Motors. Duty on elevator and 
dumbwaiter driving machine motors and driving motors of 
motor-generators used with generator field control shall be 
rated as intermittent. Such motors shall be permitted to be 
protected against overload in accordance with 430.33. 

(2) Duty Rating on Escalator Motors. Duty on escalator 
and moving walk driving machine motors shall be rated as 
continuous. Such motors shall be protected against over¬ 
load in accordance with 430.32. 

(3) Overload Protection. Escalator and moving walk driv¬ 
ing machine motors and driving motors of motor-generator 


70-572 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 620 — ELEVATORS, DUMBWAITERS, ESCALATORS, MOVING WALKS, PLATFORM & STAIRWAY CHAIRLIFTS 620.91 


sets shall be protected against running overload as provided 
in Table 430.37. 

(4) Duty Rating and Overload Protection on Platform 
Lift and Stairway Chairlift Motors. Duty on platform lift 
and stairway chairlift driving machine motors shall be rated 
as intermittent. Such motors shall be permitted to be pro¬ 
tected against overload in accordance with 430.33. 


(B) Driving Machines. Elevators with driving machines 
located on the car, on the counterweight, or in the hoistway, 
and driving machines for dumbwaiters, platform lifts, and 
stairway lifts, shall be permitted outside the spaces herein 
specified. 

IX. Grounding 


Informational Note: For further information, see 430.44 
for orderly shutdown. 

(C) Motor Feeder Short-Circuit and Ground-Fault Pro¬ 
tection. Motor feeder short-circuit and ground-fault protec¬ 
tion shall be as required in Arricie 430, Part V. 

(D) Motor Branch-Circuit Short-Circuit and Ground- 
Fault Protection. Motor branch-circuit short-circuit and 
ground-fault protection shall be as required in Arricie 430, 
Part IV. 

620.62 Selective Coordination. Where more than one 
driving machine disconnecting means is supplied by ¡ 
single feeder, the overcurrent protective devices in each 
disconnecting means shall be selectively coordinate^j^ith 
any other supply side overcurrent protective devices^_ 
Selective Coordination shall be selected by a liclmed'' 
professional engineer or other qualiñed pereons engaT 
primarily in the design, installation, or of ela^ 

trical systems. The selection shall be do«nente<^id maq 
available to those authorized to d<T 
maintain, and opérate the system. [RO 

VIII. Machine Rooms, ( 

Spaces, and Conl 

620.71 Guarding E quipm efl^Elev dumbwaiter, es- 

calator, and moving walk machines; motor- 

generator sets; motor controllers; afi disconnecting means 
shall be installed in a room or space set aside for that 
purpose unless otherwise permitted in 620.71(A) or (B). 
The room or space shall be secured against unauthorized 
access. 


620.81 Metal Raceways Attached to Cars. Metal race- 
ways, Type MC cable, Type MI cable, or Type AC cable 
attached to elevator cars shall be bonded to metal parts of 
the car that are bonded to the equipment grounding conduc¬ 
tor. 

620.82 Electric Elevators. For electric elevators, the 
frames of al^fcotors, elevator machines, controllers, and 
the metal^flefosures for all electrical equipment in or on 
the car or in toe hoistway shall be bonded in accordance 

Inicie S^Parts V and VII. 

ÍÜ.83 NonelectrSklevators. For elevators other toan 
felectriMhving any electrical conductors attached to the car, 
ital frame of the car, where normally accessible to 
^ns, shall be bonded in accordance with Arricie 250, 
¿and VII. 

i Escalators, Moving Walks, Platform Lifts, and 
Stairway Chairlifts. Escalators, moving walks, platform 
lifts, and stairway chairlifts shall comply with Arricie 250. 

620.85 Ground-Fault Circuit-Interrupter Protection for 
Personnel. Each 125-volt, single-phase, 15- and 20-ampere 
receptacle installed in pits, in hoistways, on elevator car 
tops, and in escalator and moving walk wellways shall be 
of toe ground-fault circuit-interrupter type. 

All 125-volt, single-phase, 15- and 20-ampere recep- 
tacles installed in machine rooms and machinery spaces 
shall have ground-fault circuit-interrupter protection for 
personnel. 

A single receptacle supplying a permanently installed 
sump pump shall not require ground-fault circuit- 
interrupter protection. 


(A) Motor Controllers. Motor controllers shall be permit¬ 
ted outside the spaces herein specified, provided they are in 
enclosures with doors or removable panels that are capable 
of being locked in the closed position and the disconnecting 
means is located adj acent to or is an integral part of the 
motor controller. Motor controller enclosures for escalator 
or moving walks shall be permitted in the balustrade on toe 
side located away from toe moving steps or moving tread- 
way. If toe disconnecting means is an integral part of the 
motor controller, it shall be operable without opening the 
enclosure. 


X. Emergency and Standby Power Systems 

620.91 Emergency and Standby Power Systems. An el- 

evator(s) shall be permitted to be powered by an emergency 
or standby power system. 

Informational Note: See ASME A17.1-2010/CSA B44-10, 
Safety Code for Elevators and Escalators, 2.27.2, for addi- 
tional information. [ROP 12-13a] 

(A) Regenerative Power. For elevator systems that regen¬ 
érate power back into the power source that is unable to 
absorb toe regenerative power under overhauling elevator 
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load conditions, a means shall be provided to absorb this 
power. 

(B) Other Building Loads. Other building loads, such as 
power and lighting, shall be permitted as the energy absorp- 
tion means required in 620.91 (A), provided that such loads 
are automatically connected to the emergency or standby 
power system operating the elevators and are large enough 
to absorb the elevator regenerative power. 

(C) Disconnecting Means. The disconnecting means re¬ 
quired by 620.51 shall disconnect the elevator from both 
the emergency or standby power system and the normal 
power system. 

Where an additional power source is connected to the 
load side of the disconnecting means, which allows auto- 
matic movement of the car to permit evacuation of passen- 
gers, the disconnecting means required in 620.51 shall be 
provided with an auxiliary contact that is positively opened 
mechanically, and the opening shall not be solely depen- 
dent on springs. This contact shall cause the additional 
power source to be disconnected from its load when the 
disconnecting means is in the open position. 


current from a rechargeable storage battery, fuel cell, pho- 
tovoltaic array, or other source of electric current. Plug-in 
hybrid electric vehicles (PHEV) are considered electric ve- 
hicles. For the purpose of this article, off-road, self- 
propelled electric vehicles, such as industrial trucks, hoists, 
lifts, transports, golf caris, airline ground support equip- 
ment, tractors, boats, and the like, are not included. 

Electric Vehicle Connector. A device that, when electri- 
cally coupled to (conductive or inductive) an electric ve¬ 
hicle inlet, establishes an electrical connection to the elec¬ 
tric vehicle for the purpose of power transfer and 
information exchange. This device is part of the electric 
vehicle coupler. 


Informational Note: A For further information, s 
for interactive sy^l 


ARTICLE 625 
Electric Vehicle Charging S 


I. General 

625.1 Scope. The provisions oi^^article co\® the elec¬ 
trical conductors and equipment e^knal to a^Wectric ve¬ 
hicle that connect an electric vehicle to a suppjfof electric- 
ity by conductive or inductive means, anc^e installation of 
equipment and devices related to electric vehicle charging. 

Informational Note No. 1: For industrial trucks, see 
NFPA 505-2011, Fire Safety Standard for Powered Indus¬ 
trial Trucks Including Type Designations, Areas of Use, 
Conversions, Maintenance, and Operation. 



; 625.48 


Electric Vehid^^mipler. A mating electric vehicle inlet 
and electric^enicle^fcuiector set. 

Electciáffiehicle Inlet. Th^levice on the electric vehicle 
electric vCTide connector is electrically 
(^tffuctive or inductive) for power transfer and 
inforiSB^jexchange. This device is part of the electric 
^ehicle cokter. For the purposes of this Code, the electric 
inlet is considered to he part of the electric vehicle 
í the electric vehicle supply equipment. 

Informational Note: For further information, see 625.48 
for interactive systems. 

lectric Vehicle Storage Battery. A battery, comprised of 
one or more rechargeable electrochemical cells, that has no 
provisión for the release of excessive gas pressure during 
normal charging and operation, or for the addition of water 
or electrolyte, or for extemal measurements of electrolyte 
specific gravity. 

Electric Vehicle Supply Equipment. The conductors, in¬ 
cluding the ungrounded, grounded, and equipment ground- 
ing conductors and the electric vehicle connectors, attach- 
ment plugs, and all other fittings, devices, power outlets, or 
apparatus installed specifically for the purpose of transfer- 
ring energy between the premises wiring and the electric 
vehicle. 


Informational Note No. 2: UL 2594-2011, Standard for 
Electric Vehicle Supply Equipment, is a safety standard for 
Electric Vehicle Supply Equipment. UL 2202-2009, Stan¬ 
dard for Electric Vehicle Charging System Equipment, is a 
safety standard for Electric Vehicle Charging Equipment. 

625.2 Definitions. 


Informational Note No. 1: For further information, see 
625.48 for interactive systems. 

Informational Note No. 2: Within this article, the terms 
Electric Vehicle Supply Equipment and Electric Vehicle 
Charging System Equipment are considered to be 
equivalent. 


Electric Vehicle. An automotive-type vehicle for on-road 
use, such as passenger automobiles, buses, trucks, vans, 
neighborhood electric vehicles, electric motorcycles, and 
the like, primarily powered by an electric motor that draws 


Output Cable to the Electric Vehicle. An assembly con- 
sisting of a length of flexible EV cable and an Electric 
Vehicle Connector (supplying power to the electric ve¬ 
hicle). 
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625.17 


Personnel Protection System. A system of personnel pro- 
tection devices and constructional features that when used 
together provide protection against electric shock of per¬ 
sonnel. 


(F) Grounding Pole Requirements. If a grounding pole is 
provided, the electric vehicle coupler shall be so designed 
that the grounding pole connection is the first to make and 
the last to break contact. 


Plug-In Hybrid Electric Vehicle (PHEV). A type of elec¬ 
tric vehicle intended for on-road use with the ability to 
store and use off-vehicle electrical energy in the recharge- 
able energy storage system, and having a second source of 
motive power. 

Power Supply Cord. An assembly consisting of an attach- 
ment plug cap and length of flexible cord that connects the 
equipment (EVSE) to a receptacle. 


625.14 Rating. Electric vehicle supply equipment shall 
have sufificient rating to supply the load served. Electric 
vehicle charging loads shall be considered to be continuous 
loads for the purposes of this arricie. Where an automatic 
load management system is used, the máximum electric 
vehicle supply equipment load on a Service and feeder shall 
be the máximum load permitted by the automatic load man¬ 
agement system. 


Rechargeable Energy Storage System. Any power source 
that has the capability to be charged and discharged. 

Informational Note: Batteries, capacitors, and electrome- 
chanical flywheels are examples of rechargeable energy 
storage systems. 

625.4 Voltages. Unless other voltages are specified, the 
nominal ac system voltages of 120, 120/240, 208Y/120, 
240, 480Y/277, 480, 600Y/347, and 600 volts and DC sys- ' 
tem voltages of up to 600 volts shall be used to supply 
equipment covered by this arricie. 

625.5 Listed. All electrical materials, devices, fittin 
associated equipment shall be listed. 

II. Equipment Construction 

625.10 Electric Vehicle Coupler. The 1 
pler shall comply with 625.1 (j^ .) thrpi 

(A) Polarization. The e] 

larized unless part of lis 
ment. 

(B) Noninterchangeability. TÜI^^^Síc vehicle coupler 
shall have a configuration that is twninterchangeable with 
wiring devices in other electrical systems. Nongrounding- 
type electric vehicle couplers shall not be interchangeable 
with grounding-type electric vehicle couplers. 



625.15 Markings. The electric vehicle supply equipment 
shall cornplj^Ékh 625.15(A) through (C). 

(A) GenersjL All electric vehicle supply equipment shall 
be msfzá l^fcke manufacturer as follows: 
fR USE^kH ELECTRIC VEHICLES 

1) Ventilation Notmequired. Where marking is required 
iy 62ÍS9(C), the electric vehicle supply equipment shall 
irly marked by the manufacturer as follows: 
ÍNTILATION NOT REQUIRED 

larking shall be located so as to be clearly visible 
n?tallation. 


(C) Ventilation Required. Where marking is required by 
625.52(B), the electric vehicle supply equipment shall be 
clearly marked by the manufacturer, “Ventilation Re¬ 
quired.” The marking shall be located so as to be clearly 
visible after installation. 

625.16 Means of Coupling. The means of coupling to the 
electric vehicle shall be either conductive or inductive. At- 
tachment plugs, electric vehicle connectors, and electric ve¬ 
hicle inlets shall be listed or labeled for the purpose. 

625.17 Cords and Cables. 

(A) Power Supply Cord. The cable for cord-connected 
equipment shall comply with all of the following: 


(C) Construction and Installation. The electric vehicle 
coupler shall be constructed and installed so as to guard 
against inadvertent contact by persons with parts made live 
from the electric vehicle supply equipment or the electric 
vehicle battery. 


(1) Be any of the types specified in (B)(l) or Hard Service 
Cord, Júnior Hard Service Cord and Portable Power 
Cable types in accordance with Table 400.4. Hard Ser¬ 
vice Cord, Júnior Hard Service Cord and Portable 
Power Cable types shall be listed, as applicable, for 
exposure to oil and damp and wet locations. 


(D) Unintentional Disconnection. The electric vehicle 
coupler shall be provided with a positive means to prevent 
unintentional disconnection. 

(E) Grounding Pole. The electric vehicle coupler shall be 
provided with a grounding pole, unless provided as part of 
listed isolated electric vehicle supply equipment system. 


Exception: A power supply cord that is listed as a part of 
the electric vehicle supply equipment. 

(2) Have an ampacity as specified in Table 400.5(A)(1) or, 
for 8 AWG and larger, in the 60 C columns of Table 
400.5(A)(2). 

(3) Have an overall length as specified in (a) or (b): 
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a. When the interrupting device of the personnel pro- 
tection system specified in 625.22 is located within 
the enclosure of the supply equipment or charging 
system, the power supply cord shall be no more 
than 300 mm (12 in.) long, 

b. When the interrupting device of the personnel pro- 
tection system specified in 625.22 is located at the 
attachment plug, or within the first 300 mm (12 in.) 
of the power supply cord, the overall cord length 
shall be a minimum of 1.8 m (6 ft) and shall be no 
greater than 4.6 m (15 ft). 


hination of the equipment shall be provided with an auto- 
matic means to de-energize the cable conductors and 
electric vehicle connector upon exposure to strain that 
could result in either cable rupture or separation of the 
cable from the electric connector and exposure of live parts. 
Automatic means to de-energize the cable conductors and 
electric vehicle connector shall not be required for portable 
cord-and-plug-connected electric vehicle supply equipment 
intended for connection to receptacle outlets rated at 125 
volts, single phase, 15 and 20 amperes. An interlock shall 
not be required for DC supplies less than 50V DC. 


(B) Output Cable to the Electric Vehicle. The output 
cable to the electric vehicle shall comply with all of the 
following: 

(1) Be Type EV, EVJ, EVE, EVJE, EVT, or EVJT flexible 
cable as specified in Table 400.4. 

(2) Have an ampacity as specified in Table 400.5(A)(1) or, 
for 8 AWG and larger, in the 60 C columns of Table 
400.5(A)(2). 

Exception: An output cable to the electric vehicle that is 
Usted as a part of the electric vehicle supply equipment. 

Informational Note: Listed electric vehicle supply equip¬ 
ment may incorpórate output cables having ampacities 
greater than 60°C based on the permissible temperature 
limits for the components and the cable. 

(C) Overall Cord and Cable Length. The ovejj 

length shall not exceed 7.5 m (25 ft) unless jÉipped j 
a cable management system that is part of 11^^ 
vehicle supply equipment. 

(1) Where the electric vehicle sup^^^|ÉMnení^^riiarg- 
ing system is not fixed in pla^^tf 
ahle length shall be mea^Ed fr 
attachment plug to the face (Wte electric 'Miele con¬ 
nector. 

(2) Where the electric vehicle supply ^fc^pent or charg¬ 
ing system is fixed in place, the useanle length of the 
output cable shall be measured from the cable exit of 
the electric vehicle supply equipment or charging sys¬ 
tem to the face of the electric vehicle connector. 

625.18 Interlock. Electric vehicle supply equipment shall 
be provided with an interlock that de-energizes the electric 
vehicle connector whenever the electrical connector is un- 
coupled from the electric vehicle. An interlock shall not be 
required for portable cord-and-plug-connected electric ve¬ 
hicle supply equipment intended for connection to recep¬ 
tacle outlets rated at 125 volts, single phase, 15 and 20 
amperes. An interlock shall not be required for DC supplies 
less than 50V DC. 

625.19 Automatic De-Energization of Cable. The elec¬ 
tric vehicle supply equipment or the cable-connector com- 


625.22 Personnel Protection System. The electric vehicle 
supply equipment shall have a listed system of protection 
against electric shock of personnel. Where cord-and-plug- 
connected electric^Énicle supply equipment is used, the 
interrupting dew^Kf a listed personnel protection system 
shall be pro^Mfafckshall be an integral part of the attach¬ 
ment plus^irohall b^keated in the power supply cord not 
more tbdjF iOO mm (12^fckfrom the attachment plug. 


^625.40 Overcurrent Protection. Overcurrent protection 
igders branch circuits supplying electric vehicle 
mment shall be sized for continuous duty and 
1 have*’a rating of not less than 125 percent of the 
Kaximum load of the electric vehicle supply equipment. 
jhere noncontinuous loads are supplied from the same 
reder or branch circuit, the overcurrent device shall have a 
^rating of not less than the sum of the noncontinuous loads 
plus 125 percent of the continuous loads. 

625.42 Disconnecting Means. For electric vehicle supply 
equipment rated more than 60 amperes or more than 150 
volts to ground, the disconnecting means shall be provided 
and installed in a readily accessible location. The discon¬ 
necting means shall be lockable open in accordance with 
110.25. [ROP 12-72] 

625.44 Electric Vehicle Supply Equipment Connection. 

Electric vehicle supply equipment shall be permitted to be 
cord and plug connected to the premises wiring system in 
accordance with one of the following: 

(A) Connections to 125-Volt, Single Phase, 15 and 20 
Ampere Receptacle Outlets. Electric vehicle supply 
equipment intended for connection to receptacle outlets 
rated at 125 volts, single phase, 15 and 20 amperes or from 
a supply of less than 50V DC. 

(B) Connections to Other Receptacle Outlets. Electric 
vehicle supply equipment that is rated 250 volts máximum 
and complies with all of the following: 
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(1) It is part of a listed system meeting the requirements of 
625.18, 625.19, 625.50 and 625.52. 

(2) It is intended for connection to receptacle outlets rated 
no more than 50 amperes. 

(3) EVSE fastened in place to facilítate any of the follow- 
ing: 

a. Ready removal for interchange 

b. Facilítate maintenance and repair 

c. Repositioning of Portable, movable, or EVSE fas- 
tened in place 

(4) Power supply cord length for electric vehicle supply 
equipment fastened in place is limited to 6 ft (1.8 m). 

(5) Receptacles are located to avoid physical damage to the 
flexible cord. 

All other electric vehicle supply equipment shall be per- 
manently connected to the premises wiring system. The 
electric vehicle supply equipment shall have no exposed 
live parts. 

625.46 Loss of Primary Source. Means shall be provided 
such that, upon loss of voltage from the utility or other 
electrical system(s), energy cannot be back fed through the 
electric vehicle and the supply equipment to the pr| 
wiring system unless permitted by 625.48. 


625.48 Interactive Systems. Electric 
equipment and other parts of a system, 
off-board the vehicle, that are intendej 
to a vehicle and also serve as an optic 
an electric power production sourc 
directional power feed 
able for that purpose. 
system, the requiremen^Kf Article 
when used as an electric ^^er prod 
quirements of Article 

625.50 Location. The electric vemcle supply equipment 
shall be located for direct electrical coupling of the EV 
connector (conductive or inductive) to the electric vehicle. 
Unless specifically listed and marked for the location, the 
coupling means of the electric vehicle supply equipment 
shall be stored or located at a height of not less than 
450 mm (18 in.) above the floor level for indoor locations 
and 600 mm (24 in.) above the grade level for outdoor 
locations. 

625.52 Ventilation. The ventilation requirement for charg- 
ing an electric vehicle in an indoor enclosed space shall be 
determined by one of the following: 

(A) Ventilation Not Required. Where electric vehicle 
storage batteries are used or where the electric vehicle sup¬ 
ply equipment is listed for charging electric vehicles in- 


doors without ventilation and marked in accordance with 
625.15(B), mechanical ventilation shall not be required. 

(B) Ventilation Required. Where the electric vehicle sup¬ 
ply equipment is Usted for charging electric vehicles that 
require ventilation for indoor charging, and is marked in 
accordance with 625.15(C), mechanical ventilation, such as 
a fan, shall be provided. The ventilation shall inelude both 
supply and exhaust equipment and shall be permanently 
installed and located to intake from, and vent directly to, 
the outdoors. Positive pressure ventilation systems shall be 
permitted only in vehicle charging buildings or areas that 
have been specifically designed and approved for that ap- 
plication. Mechanical ventilation requirements shall be de¬ 
termined by one of the methods specified in 625.52(B)(1) 
through (B)(^ 

(1) Ta ues. For supply voltages and currents speci¬ 

fied ia B5.52(B)(1) or Table 625.52(B)(2), the mini- 
*entilati(^«c|uirements shall be as specified in Table 
r 52(B)(l) orTfcte625.52(B)(2) for each of the total 
iber^f electric Ancles that can be charged at one time. 

ler Valúes. For supply voltages and currents other 
specified in Table 625.52(B)(1) or Table 625.52(B)(2), 
fcimum ventilation requirements shall be calculated 
of the following general formulas, as applicable: 
ngle phase alternating current or direct current : Ven- 

¡urrent or direct current í n Cubic 


Ventilation sin g le phase alternatlng CUITent or dlr 
cuhic feet per minute (cfm) = 


(2) Three phase alternating current: Ventilation three phase i 
cubic meters per minute (m 3 /min) = 

1.732 (volts) (amperes) 

1718 

Ventilation three phase in cubic feet per minute (cfm) = 
1.732 (volts) (amperes) 


(3) Engineered Systems. For an electric vehicle supply 
equipment ventilation system designed by a person quali- 
fied to perform such calculations as an integral part of a 
building’s total ventilation system, the minimum ventilation 
requirements shall be permitted to be determined in accor¬ 
dance with calculations specified in the engineering study. 
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Table 625.52(B)(2) Mínimum Ventilation Required in Cubic Feet per Minute (cfm) for Each of the Total Number of Electric 
Yehicles That Can Be Charged at One Time 


Branch-Circuit Voltage 


Single Phase 3 Phase 

Branch- - - 

Circuit 208 Y or 

Ampere DC Less 240 V or 208Y/120 480 V or 600 V or 

Rating Than 50V 120 V 208 V 120/240 V V 240 V 480Y/277 V 600Y/347 V 


30.8 

41.3 

51.3 
61.7 

102.5 


(4) Supply Circuits. The supply circuit to the mechanical 
ventilation equipment shall be electrically interlocked with 
the electric vehicle supply equipment and shall remain en-' 
ergized during the entire electric vehicle charging cycle. 
Electric vehicle supply equipment shall be markí 
cordance with 625.15. Electric vehicle supplv 
receptacles rated at 125 volts, single phase, 
peres shall be marked in accordance with 
be switched, and the mechanical ventilado] 
electrically interlocked through the 




1025 

1708 

2562 

3416 

4270 

5125 

5979 

6832 


1066 

1281 

2135 

3203 

4270 

5338 

6406 

7473 

8541 


He. Electric vehicle supply equipment supplied 
Un 50V DC shall be marked in accordance with 
^1 be switched, and the mechanical ventila- 
. snall be electrically interlocked through the 
Hch supply power to the electric vehicle supply equip- 


Table 625.52(B)(1) Mínimum Ventilation Requii^Kn Cudíc Meters per Minute (m 3 /min) for Each of the Total Number of 
Electric Yehicles That Can Be CharÉftd at One Tin 


Branch-Circuit Voltage 


Branch- - 

Circuit 

Ampere DC Less 

Rating Than 50 V 120 V 


208 V 120/240 V 


208 V or 
208Y/120 


240 V 480Y/277 V 600Y/347 V 


15 0.5 1.1 

20 0.6 1.4 

30 0.9 2.1 

40 1.2 2.8 

50 1.5 3.5 

60 1.8 4.2 

100 2.9 7.0 

150 
200 
250 
300 
350 
400 


1.8 2.1 

2.4 2.8 4.2 

3.6 4.2 6.3 

4.8 5.6 8.4 

6.1 7.0 10 

7.3 8.4 13 

12 14 21 

31 
42 
52 
63 
73 
84 


4.8 9.7 12 

7.2 15 18 

9.7 19 24 

12 24 30 

15 29 36 

24 48 60 

36 73 91 

48 97 120 

60 120 150 

73 145 180 

85 170 210 

97 195 240 
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ARTICLE 626 

Electrified Truck Parking Spaces 


I. General 

626.1 Scope. The provisions of this article cover the elec- 
trical conductors and equipment external to the truck or 
transport refrigerated unit that connect trucks or transport 
refrigerated units to a supply of electricity, and the instal- 
lation of equipment and devices related to electrical instal- 
lations within an electrified truck parking space. 

626.2 Definitions. 

Cable Management System. An apparatus designed to 
control and organize unused lengths of cable or cord at 
electrified truck parking spaces. 

Cord Connector. A device that, by inserting it into a truck 
flanged surface inlet, establishes an electrical connection to 
the truck for the purpose of providing power for the on- 
board electric loads and may provide a means for Informa¬ 
tion exchange. This device is part of the truck coupler. 

Disconnecting Means, Parking Space. The n< 

equipment usually consisting of a Circuit breaker or 
and fuses, and their accessories, located near the p' 
entrance of supply conductors in an 
ing space and intended to constitute 
the supply to that truck. 

Electrified Truck Parking Space. , 

that has been provided with an electr (tém that allows 
truck operators to connec^ÉKr vehic lile^mped and 
to use oíf-board power s^tes in ord perate on-board 
systems such as air condi^Mng, he and appliances, 
without any engine idling. 

Informational Note: An electritW^mjck parking space 
also ineludes dedicated parking areas for heavy-duty trucks 
at travel plazas, warehouses, shipper and consignee yards, 
depot facilities, and border crossings. It does not inelude 
areas such as the shoulders of highway ramps and access 
roads, camping and recreational vehicle sites, residential 
and commercial parking areas used for automotive parking 
or other areas where ac power is provided solely for the 
purpose of connecting automotive and other light electrical 
loads, such as engine block heaters, and at prívate 
residences. 



electrified truck parking spaces, that supports equipment, 
appliances, raceway, and other necessary components for 
the purpose of supplying electrical, HVAC, internet, Com¬ 
munications, and other Services to the spaces. 

Separable Power Supply Cable Assembly. A flexible cord 
or cable, including ungrounded, grounded, and equipment 
grounding conductors, provided with a cord connector, an 
attachment plug, and all other fittings, grommets, or de¬ 
vices installed for the purpose of delivering energy from the 
source of electrical supply to the truck or TRU flanged 
surface inlet. 

Transport Refrigerated Unit (TRU). A tráiler or con¬ 
tainer, with integrated cooling or heating, or both, used for 
the purpose of maintaining the desired environment of 
temperature-^Ésitive goods or producís. 

Truck. A wtor vehicle designed for the transportation of 
goods^^m^t and equipment. 

truck flanged surface inlet and mating 

Flanged Surface Inlet. The device(s) on the truck 
¿ch the connector(s) is inserted to provide electric 
and other Services. This device is part of the truck 
k For the purposes of this article, the truck flanged 
ilet is considered to be part of the truck and not 
the electrified truck parking space supply equip- 

626.3 Other Articles. Wherever the requirements of other 
arríeles of this Code and Article 626 differ, the requirements 
of Article 626 shall apply. Unless electrified truck parking 
space wiring systems are supported or arranged in such a 
manner that they cannot be used in or above locations clas- 
sified in 511.3 or 514.3, or both, they shall comply with 
626.3(A) and (B) in addition to the requirements of this 
article. 

(A) Vehicle Repair and Storage Facilities. Electrified 
truck parking space electrical wiring systems located at fa¬ 
cilities for the repair or storage of self-propelled vehicles 
that use volatile flammable liquids or flammable gases for 
fuel or power shall comply with Article 511. 

(B) Motor Fuel Dispensing Stations. Electrified truck 
parking space electrical wiring systems located at or serv- 
ing motor fuel dispensing stations shall comply with Article 
514. 



Electrified Truck Parking Space Wiring Systems. All of 

the electrical wiring, equipment, and appurtenances related 
to electrical installations within an electrified truck parking 
space, including the electrified parking space supply equip¬ 
ment. 

Overhead Gantry. A structure consisting of horizontal 
framework, supported by vertical columns spanning above 


Informational Note: For additional information, see 
NFPA 88A-2011, Standard for Parking Structures, and 
NFPA 30A-2008, Code for Fuel Dispensing Facilities and 
Repair Garages. 

626.4 General Requirements. 

(A) Not Covered. The provisions of this article shall not 
apply to that portion of other equipment in residential, com- 
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mercial, or industrial facilities that requires electric power 
used to load and unload cargo, opérate conveyors, and for 
other equipment used on the site or truck. 

(B) Distribution System Yoltages. Unless other voltages 
are specified, the nominal ac system voltages of 120, 
120/240, 208Y/120, 240, or 480Y/277 shall be used to sup- 
ply equipment covered hy this arricie. 

(C) Connection to Wiring System. The provisions of this 
arricie shall apply to the electrified truck parking space 
supply equipment intended for connection to a wiring Sys¬ 
tem as defined in 626.4(B). 


(B) Demand Factors. Electrified truck pUWQng space elec- 
trical wiring system demand factors shall be hased upon the 
climatic temperature zone in which the equipment is in- 
stalled. The demand factors set forth in Table 626.11(B) 
shall be the minimum allowable demand factors that shall 
be permitted for calculating load for Service and feeders. 
No demand factor shall be allowed for any other load, ex- 
cept as provided in this arricie. 

Informational Note: The U.S. Department of Agricultura 
(USDA) has developed a coirnnonly used “Plant Hardiness 
Zone” map that is publicly available. The map provides 
guidance for determining the Climatic Temperature Zone. 
Data indícate that the HVAC has the highest power require- 
ment in coid climates, with the heating demand represent- 
ing the greatest load, which in tum is dependent on outside 
temperature. In very warm climates, where no heating load 
is necessary, the cooling load increases as the outdoor tem¬ 
perature rises. 


Table 626.11(B) Demand Factors for Services and Feeders 


Climatic Temperature Zone 

(USDA Flardiness Zone) Demand Factor 

See Note (%) 

1 70% 

2a 67% 

2b 62% 

3a 59% 

3b 57% 

55% 

51% 

47% 

43% 

39% 

34% 

29% 

24% 

21% 

20% 

20% 

20% 

21% 

23% 

24% 

Note: The climatic temperature zones shown in Table 626.11(B) cor- 
relate with those found on the “USDA Plant Hardiness Zone Map,” 
and the climatic temperature zone selected for use with the table shall 
be determined through the use of this map based on the installation 
location. 

(C) Two or More Electrified Truck Parking Spaces. 

Where the electrified truck parking space wiring system is 
in a location that serves two or more electrified truck park¬ 
ing spaces, the equipment for each space shall comply with 
626.11(A), and the calculated load shall be calculated on 
the basis of each parking space. 

(D) Conductor Rating. Truck space branch-circuit sup- 
plied loads shall be considered to be continuous. 


626.5 Electric Vehicle Charging. The equipment located 
in the electrified truck parking spaces shall be permitted to 
be used for charging electric vehicles. Additional electric 
vehicle supply equipment (EVSE) shall be permitted to be 
located in these spaces. [ROP 12-79] 

II. Electrified Truck Parking Space Electrical Wiring 
Systems 

626.10 Branch Circuits. Electrified truck parking space 
single-phase branch circuits shall be derived from 
208Y/120-volt, 3-phase, 4-wire system or a 120/240-voll 
single-phase, 3-wire system. 

Exception: A 120-volt distribution system sht 
ted to supply existing electrified truck parkim 

626.11 Feeder and Service Load Calculan 

(A) Parking Space Load. The 

or Service shall be not less than 
branch circuits. Electrical sei 
culated on the basis of not le 
truck parking space. 
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III. Electrified Truck Parking Space Supply 
Equipment 

626.22 Wiring Methods and Materials. 

(A) Electrified Truck Parking Space Supply Equipment 
Type. The electrified truck parking space supply equipment 
shall be provided in one of the foliowing forms: 

(1) Pedestal 

(2) Overhead gantry 

(3) Raised concrete pad 


extra-hard Service cables or cords. Each connection to the 
equipment shall be by a single separable power supply 
cable assembly. 

(B) Receptacle. All receptacles shall be listed and of the 
grounding type. Every truck parking space with electrical 
supply shall be equipped with (B)(l) and (B)(2). 

(1) A máximum of three receptacles, each 2-pole, 3-wire 
grounding type and rated 20 amperes, 125 volts, and 
two of the three connected to two sepárate branch cir- 
cuits. 


(B) Mounting Height. Post, pedestal, and raised concrete 
pad types of electrified truck parking space supply equip¬ 
ment shall be not less than 600 mm (2 ft) aboveground or 
above the point identified as the prevailing highest water 
level mark or an equivalent benchmark based on seasonal 
or storm-driven flooding from the authority having jurisdic- 
tion. 

(C) Access to Working Space. All electrified truck park¬ 
ing space supply equipment shall be accessible by an un- 
obstructed entrance or passageway not less than 600 mm 
(2 ft) wide and not less than 2.0 m (6 ft 6 in.) high. 

(D) Disconnecting Means. A disconnecting switchi 
cuit breaker shall be provided to disconnect one or^ 
electrified truck parking space supply equipment sites 
a remóte location. The disconnecting me;u}s $M be 
vided and installed in a readily accessib^Kcatu»ind shí 
be lockable open in accordance with^p.25. [ R fflP 12 -8 

626.23 Overhead Gantry 
tem. 


(A) Cable Manageme^^TClectrified í! 
equipment provided fron^^^ier overhe 
management systems shall 
power supply cable in eleci 




mg space 
| gantry or cable 
inently attached 
larking space sup¬ 


ply equipment. Other cable types assemblies listed as 
being suitable for the purpose, including optional hybrid 
Communications, signal, and composite optical fiber cables, 
shall be permitted. 

(B) Strain Relief. Means to prevent strain from being 
transmitted to the wiring termináis shall be provided. Per- 
manently attached power supply cable(s) shall be provided 
with a means to de-energize the cable conductors and 
power Service delivery device upon exposure to strain that 
could result in either cable damage or separation from the 
power Service delivery device and exposure of live parts. 

626.24 Electrified Truck Parking Space Supply Equip¬ 
ment Connection Means. 

(A) General. Each truck shall be supplied from electrified 
truck parking space supply equipment through suitable 


Informational Note: For the nonlocking-type and 
grounding-type 20-ampere receptacle configuration, see 
ANSI/NEMA WD6-2002, Standard for Dimensions of At- 
tachment Plugs and Receptacles, Figure 5-20. 

(2) One sina^receptacle, 3-pole, 4-wire grounding type, 
singl^^tse rated either 30 amperes 208Y/120 volts or 
rnlts. The 125/250-volt receptacle shall be 
e used on a 208Y/120-volt, single-phase 

Circuit. 

Inforgiational NotS^ For various configurations of 30- 
: pin and sleeve receptacles, see ANSI/ULI686, 

P Wdardfor Pin and Sleeve Configurations, Figure C2.9 or 
irtC3. 

Where electrified truck parking space supply 
lent provides the heating, air-conditioning, and 
cov^ort-cooling function without requiring a direct electri¬ 
cal connection at the truck, only two receptacles identified 
in 626.24(B)(1) shall be required. [ROP 12-85] 

(C) Disconnecting Means, Parking Space. The electrified 
tmck parking space supply equipment shall be provided 
with a switch or circuit breaker for disconnecting the power 
supply to the electrified truck parking space. A disconnect¬ 
ing means shall be provided and installed in a readily ac¬ 
cessible location and shall be lockable open in accordance 
with 110.25. [ROP 12-87] 

(D) Ground-Fault Circuit-Interrupter Protection for 
Personnel. The electrified truck parking space equipment 
shall be designed and constructed such that all receptacle 
outlets in 626.24 are provided with ground-fault circuit- 
interrupter protection for personnel. 

626.25 Separable Power-Supply Cable Assembly. A 

separable power-supply cable assembly, consisting of a 
power-supply cord, a cord connector, and an attachment 
plug intended for connection with a truck flanged surface 
inlet, shall be of a listed type. The power-supply cable 
assembly or assemblies shall be identified and be one of the 
types and ratings specified in 626.25(A) and (B). Cords 
with adapters and pigtail ends, extensión cords, and similar 
Ítems shall not be used. 

(A) Rating(s). 
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(1) Twenty-Ampere Power-Supply Cable Assembly. 

Equipment with a 20-ampere, 125-volt receptacle, in accor- 
dance with 626.24(B)(1), shall use a listed 20-ampere 
power-supply cable assembly. 

Exception: It shall be permitted to use a listed separable 
power-supply cable assembly, either hard Service or extra¬ 
ñará Service and rated 15 amperes, 125 volts, for connec- 
tion to an engine block heater for legacy vehicles. 

(2) Thirty-Ampere Power-Supply Cable Assembly. 

Equipment with a 30-ampere, 208Y/120-volt or 125/250- 
volt receptacle, in accordance with 626.24(B)(2), shall use 
a listed 30-ampere main power-supply cable assembly. 

(B) Power-Supply Cord. 

(1) Conductors. The cord shall be a listed type with three 
or four conductors, for single-phase connection, one con¬ 
ductor of which shall be identified in accordance with 
400.23. 

Exception: It shall be permitted to use a sepárate listed 
three-conductor separable power-supply cable assembly, 
one conductor of which shall be identified in accordance 
with 400.23 and rated 15 amperes, 125 volts for connectioi 
to an engine block heater for existing vehicles. 

(2) Cord. Extra-hard usage flexible cords and cal 
not less than 90°C (194°F), 600 volts; listed 
locations and sunlight resistance; and hí 
jacket rated to be resistant to temperatur^^urern¡ 
gasoline, ozone, abrasión, acids, and chemi^k*all be 
permitted where flexibility is neccssary betwcen m^Wectri- 
fied truck parking space supply e^^iment, trcl|pancra ffi»a rd 
and flanged surface inlet(s) nn« truck. 

Exception: Cords for the sepai 
assembly for 15- and 20-ampere 
mitted to be a hard Service type. 

(3) Cord Overall Length. The exposed cord length shall 
be measured from the face of the attachment plug to the 
point of entrance to the truck or the face of the flanged 
surface inlet or to the point where the cord enters the truck. 
The overall length of the cable shall not exceed 7.5 m 
(25 ft) unless equipped with a cable management system 
that is listed as suitable for the purpose. 



(a) Connection to a 20-Ampere Receptacle. A sepa¬ 
rable power-supply cable assembly for connection to a 
truck flanged surface inlet, rated at 20 amperes, shall have a 
nonlocking-type attachment plug that shall be 2-pole, 
3-wire grounding type rated 20 amperes, 125 volts and 
intended for use with the 20-ampere, 125-volt receptacle. 
Exception: A separable power-supply cable assembly, 
rated 15 amperes, providedfor the connection ofan engine 
block heater, only, shall have an attachment plug that shall 
be 2-pole, 3-wire grounding type rated 15 amperes, 125 
volts. 

Informational Note: For nonlocking- and grounding-type 
15- or 20-ampere plug and receptacle configurations, see 
ANSI/NEMA WD6-2002, Standard for Dimensions of At¬ 
tachment Plugs and Receptacles, Figure 5-15 or 5-20. 

(b) Connect^Fto a 30-Ampere Receptacle. A sepa¬ 
rable power-sM^kcable assembly for connection to a 
truck flange^Pirfa^kflet, rated at 30 amperes, shall have 
an attad^fcnt plug tnlkhall be 3-pole, 4-wire grounding 
type jmtcT 30-amperes,^®^/120 volts or 125/250 volts, 

pendedj^f use with the receptacle in accordance with 
'he 125/250-volt attachment plug shall be 
used on a 208Y/120-volt, single-phase cir- 



Note: For various configurations of 30- 
and sleeve plugs, see ANSI/UL1686, Standard 
Pin and Sleeve Configurations, Figure C2.10 or Part C3. 

) Cord Connector. The cord connector for a separable 
|ver-supply cable assembly, as specified in 626.25(A)(1), 
ifiall be a 2-pole, 3-wire grounding type rated 20 amperes, 
125 volts. The cord connector for a separable power-supply 
cable assembly, as specified in 626.25(A)(2), shall be a 
3-pole, 4-wire grounding type rated 30 amperes, 208Y/120 
volts or 125/250 volts. The 125/250-volt cord connector 
shall be permitted to be used on a 208Y/120-volt, single- 
phase circuit. 

Exception: The cord connector for a separable power sup- 
ply cable assembly, rated 15 amperes, providedfor the con¬ 
nection of an engine block heater for existing vehicles, 
shall have an attachment plug that shall be 2-pole, 3-wire 
grounding type rated 15 amperes, 125 volts. 

Informational Note: For various configurations of 30- 
ampere cord connectors, see ANSPUL1686 Standard for 
Pin and Sleeve Configurations, Figure C2.9 or Part C3. 


(4) Attachment Plug. The attachment plug(s) shall be 
listed, by itself or as part of a cord set, for the purpose and 
shall be molded to or installed on the flexible cord so that it 
is secured tightly to the cord at the point where the cord 
enters the attachment plug. If a right-angle cap is used, the 
configuration shall be oriented so that the grounding mem- 
ber is farthest from the cord. Where a flexible cord is pro- 
vided, the attachment plug shall comply with 250.138(A). 


626.26 Loss of Primary Power. Means shall be provided 
such that, upon loss of voltage from the utility or other 
electric supply system(s), energy cannot be back-fed 
through the truck and the truck supply equipment to the 
electrified truck parking space wiring system unless permit¬ 
ted by 626.27. 

626.27 Interactive Systems. Electrified truck parking 
space supply equipment and other parts of a system, either 
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on-board or off-board the vehicle, that are identified for and 
intended to be interconnected to a vehicle and also serve as 
an optional standby system or an electric power production 
source or provide for bi-directional power feed shall be 
listed as suitable for that purpose. When used as an optional 
standby system, the requirements of Article 702 shall apply, 
and when used as an electric power production source, the 
requirements of Article 705 shall apply. 


tions. Figure C2.ll. For various configurations of 60- 
ampere pin and sleeve receptacles, see ANSI/UL1686. 

626.32 Separable Power Supply Cable Assembly. A 

separable power supply cable assembly, consisting of a 
cord with an attachment plug and cord connector, shall be 
one of the types and ratings specified in 626.32(A), (B), 
and (C). Cords with adapters and pigtail ends, extensión 
cords, and similar ítems shall not be used. 


IY. Transport Refrigerated Units (TRUs) 

626.30 Transport Refrigerated Units. Electrified truck 
parking spaces intended to supply transport refrigerated 
units (TRUs) shall inelude an individual branch circuit and 
receptacle for operation of the refrigeration/heating units. 
The receptacle associated with the TRUs shall be provided 
in addition to the receptacles required in 626.24(B). 

(A) Branch Circuits. TRU spaces shall be supplied from 
208-volt, 3-phase or 480-volt, 3-phase branch circuits and 
with an equipment grounding conductor. 

(B) Electrified Truck Parking Space Supply Equip¬ 
ment. The electrified truck parking space supply equip¬ 
ment, or portion thereof, providing electric power 
operation of TRUs shall be independent of the loads 
III of Article 626. 

626.31 Disconnecting Means and 

(A) Disconnecting Means. Discon 
provided to isolate each refrigérate 
connection. A disconnecting means 
installed in a readily accessiJ^^^I 
able open in accordance110.25. 

(B) Location. The disconkcting meanwhall be readily 
accessible, located not more n^^750 m^(30 in.) from the 
receptacle it Controls, and loc!ftl^^the supply circuit 
ahead of the receptacle. Circuit meakers or switches lo¬ 
cated in power outlets complying with this section shall be 
permitted as the disconnecting means. 


(A) Rating(s). The power supply cable assembly shall be 
listed and be rated in accordance with (1) or (2). 

(1) 30 ampere, 480-volt, 3-phase 

(2) 60 ampere, 208-volt, 3-phase 



The cord shall be a listed type with 
-phase connection, one of which shall 
accordance with 400.23 for use as the 
conductor. Extra-hard usage cables 
’C (194°F), 600 volts, listed for both 
iight resistance, and having an outer 
ited to be resistant to temperature extremes, oil, 
ine, ozone, abrasión, acids, and Chemicals, shall be 
ted where flexibility is necessary between the electri- 
ied truck parking space supply equipment and the inlet(s) 
TRU. 

(C) Attachment Plug(s) and Cord Connector(s). Where 
flexible cord is provided with an attachment plug and 
cord connector, they shall comply with 250.138(A). The 
attachment plug(s) and cord connector(s) shall be listed, by 
itself or as part of the power-supply cable assembly, for the 
purpose and shall be molded to or installed on the flexible 
cord so that it is secured tightly to the cord at the point 
where the cord enters the attachment plug or cord connec¬ 
tor. If a right-angle cap is used, the configuration shall be 
oriented so that the grounding member is farthest from the 
cord. An attachment plug and cord connector for the con¬ 
nection of a truck or tráiler shall be rated in accordance 
with (1) or (2) as follows: 


(C) Receptacles. All receptacles shall be listed and of the 
grounding type. Every electrified truck parking space in¬ 
tended to provide an electrical supply for transport refrig¬ 
erated units shall be equipped with one or both of the fol¬ 
io wing: 

(1) A 30-ampere, 480-volt, 3-phase, 3-pole, 4-wire recep¬ 
tacle 

(2) A 60-ampere, 208-volt, 3-phase, 3-pole, 4-wire 
receptacle 

Informational Note: Complete details of the 30-ampere 
pin and sleeve receptacle configuration for refrigerated con- 
tainers (transport refrigerated units) can be found in 
ANSI/UL1686, Standard for Pin and Sleeve Configura- 


(1) 30-ampere, 480-volt, 3-phase, 3-pole, 4-wire and in¬ 
tended for use with a 30-ampere 480-volt, 3-phase, 
3-pole, 4-wire receptacles and inlets, respectively, or 

(2) 60-ampere, 208-volt, 3-phase, 3-pole, 4-wire and in¬ 
tended for use with a 60-ampere, 208-volt, 3-phase, 
3-pole, 4-wire receptacles and inlets, respectively. 

Informational Note: Complete details of the 30-ampere 
pin and sleeve attachment plug and cord connector configu¬ 
rations for refrigerated containers (transport refrigerated 
units) can be found in ANSI/UL1686, Standard for Pin and 
Sleeve Configurations, Figures C2.12 and C2.ll. For vari¬ 
ous configurations of 60-ampere pin and sleeve attachment 
plugs and cord connectors, see ANSI/UL1686. 
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ARTICLE 630 
Electric Welders 


I. General 

630.1 Scope. This article covers apparatus for electric are 
welding, resistance welding, plasma cutting, and other 
similar welding and cutting process equipment that is con- 
nected to an electrical supply system. 

II. Are Welders 


Informational Note: Duty eyele considers welder loading 
based on the use to be made of each welder and the number 
of welders supplied by the conductors that will be in use at 
the same time. The load valué used for each welder consid¬ 
ers both the magnitude and the duration of the load while 
the welder is in use. 

630.12 Overcurrent Protection. Overcurrent protection 
for are welders shall be as provided in 630.12(A) and (B). 
Where the valúes as determined by this section do not cor- 
respond to the standard ampere ratings provided in 240.6 or 
where the rating or setting specified results in unnecessary 
opening of the overcurrent device, the next higher standard 
rating or setting shall be permitted. 


630.11 Ampacity of Supply Conductors. The ampacity of 
conductors for are welders shall be in accordance with 
630.11 (A) and (B). 

(A) Individual Welders. The ampacity of the supply con¬ 
ductors shall be not less than the 7 leff valué on the rating 
píate. Alternatively, if the / leff is not given, the ampacity of 
the supply conductors shall not be less than the current 
valué determined by multiplying the rated primary current 
in amperes given on the welder rating píate by the factor 
shown in Table 630.11 (A) based on the duty eyele of the^ 
welder. 



(A) For Welders. Each welder shall have overcurrent pro¬ 
tection rated or set a^not more than 200 percent of / lmax . 
Alternatively, if ’ s not g> vet b the overcurrent pro¬ 

tection shall ba^Bd or set at not more than 200 percent of 
the rated pri^fry ont of the welder. 

An ojAcurrent devi|^hall not be required for a welder 
that to«upply conducto^fcrotected by an overcurrent de- 
fted or sák at not morcthan 200 percent of 7 lmax or at 
the rajed prfflary current of the welder. 

ípply conductors for a welder are protected by 
overci MÉut device rated or set at not more than 200 per- 
it the rated primary current of the welder, a 
'current device shall not be required. 

Conductors. Conductors that supply one or more 
be protected by an overcurrent device rated or 
more than 200 percent of the conductor ampacity. 


Informational Note: /, max is the máximum valué of the 
rated supply current at máximum rated output. / Ieff is the 
máximum valué of the effective supply current, calculated 
from the rated supply current (7j), the corresponding duty 
eyele (duty factor) (X), and the supply current at no-load 
(7 q) by the following equation: 


/ leff =^// 1 2 X + / 0 2 ( 1 -X) 


(B) Group of Welders. Minimum conductor ampacity 
shall be based on the individual currents determined in 
630.11(A) as the sum of 100 percent of the two largest 
welders, plus 85 percent of the third largest welder, plus 
70 percent of the fourth largest welder, plus 60 percent of 
all remaining welders. 

Exception: Percentage valúes lower than those given in 
630.11(B) shall be permitted in cases where the work is 
such that a high-operating duty eyele for individual welders 
is impossible. 


630.13 Disconnecting Means. A disconnecting means 
shall be provided in the supply circuit for each are welder 
that is not equipped with a disconnect mounted as an inte¬ 
gral part of the welder and be marked to identify what it 
disconnects. [ROP 12-93] 

The disconnecting means shall be a switch or circuit 
breaker, and its rating shall be not less than that necessary 
to accommodate overcurrent protection as specified under 
630.12. 

630.14 Marking. A rating píate shall be provided for are 
welders giving the following information: 

(1) Ñame of manufacturer 

(2) Frequency 

(3) Number of phases 
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(4) Primary voltage 

(5) 7 lmax and / leff , or rated primary current 

(6) Máximum open-circuit voltage 

(7) Rated secondary current 

(8) Basis of rating, such as the duty cycle 

630.15 Grounding of Welder Secondary Circuit. The 

secondary circuit conductors of an are welder, consisting of 
the electrode conductor and the work conductor, shall not 
be considered as premises wiring for the purpose of apply- 
ing Arricie 250. 

Informational Note: Connecting welder secondary circuits 
to grounded objeets can create parallel paths and can cause 
objectionable current over equipment grounding 
conductors. 


III. Resistance Welders 

630.31 Ampacity of Supply Conductors. The ampacity 
of the supply conductors for resistance welders necessary to 
limit the voltage drop to a valué permissible for the saris- < 
factory performance of the welder is usually greater than 
that required to prevent overheating as covered 
630.31 (A) and (B). 

(A) Individual Welders. The rated ampacity for coil 
tors for individual welders shall comply wit^^follow^ 

(1) The ampacity of the supply condui 
that may be operated at different 
ues of primary current or duty 
than 70 percent of the rated 
and automatically fed 
rated primary current^ 
matic welders. 

(2) The ampacity of the 
wired for a specific opei 
mary current and duty 
unchanged shall not be 
actual primary current and the multiplier specified in 
Table 630.31(A)(2) for the duty cycle at which the 
welder will be operated. 



Duty Cycle 

(%) 

Multiplier 

50 

0.71 

40 

0.63 

30 

0.55 

25 

0.50 

20 

0.45 

15 

0.39 

10 

0.32 

7.5 

0.27 

5 or less 

0.22 


for a welder 
the actual pri- 
iown and remain 
product of the 


(3) The duü^pycle is the percentage of the time during 
B welder is loaded. For instance, a spot welder 
0-Hz system (216,000 eyeles per hour) 

3 15-cycle welds per hour would have a 
8 percent (400 multiplied by 15, di- 
3, multiplied by 100). A seam welder 
operating 2 c^Bte “on” and 2 eyeles “off” would have 
percent. 

I Overcurrent Protection. Overcurrent protection 
Igistance welders shall be as provided in 630.32(A) 
^Where the valúes as determined by this section do 
irrespond with the standard ampere rarings provided 
Pü.6 or where the rating or setting specified results in 
unnecessary opening of the overcurrent device, a higher 
rating or setting that does not exceed the next higher stan¬ 
dard ampere rating shall be permitted. 

(A) For Welders. Each welder shall have an overcurrent 
device rated or set at not more than 300 percent of the rated 
primary current of the welder. If the supply conductors for 
a welder are protected by an overcurrent device rated or set 
at not more than 200 percent of the rated primary current of 
the welder, a sepárate overcurrent device shall not be re¬ 
quired. 

(B) For Conductors. Conductors that supply one or more 
welders shall be protected by an overcurrent device rated or 
set at not more than 300 percent of the conductor ampacity. 


(B) Groups of Welders. The ampacity of conductors that 
supply two or more welders shall not be less than the sum 
of the valué obtained in accordance with 630.31(A) for the 
largest welder supplied and 60 percent of the valúes oh- 
tained for all the other welders supplied. 

Informational Note: Explanation of Terms 

(1) The rated primary current is the rated kilovolt-amperes 
(kVA) multiplied by 1000 and divided by the rated 
primary voltage, using valúes given on the nameplate. 

(2) The actual primary current is the current drawn from 
the supply circuit during each welder operation at the 
particular heat tap and control setting used. 


630.33 Disconnecting Means. A switch or circuit breaker 
shall be provided by which each resistance welder and its 
control equipment can be disconnected from the supply 
circuit. The ampere rating of this disconnecting means shall 
not be less than the supply conductor ampacity determined 
in accordance with 630.31. The supply circuit switch shall 
be permitted as the welder disconnecting means where the 
circuit supplies only one welder. 

630.34 Marking. A nameplate shall be provided for each 
resistance welder, giving the following information: 

(1) Ñame of manufacturer 
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(2) Frequency 

(3) Primary voltage 

(4) Rated kilovolt-amperes (kVA) at 50 percent duty cycle 

(5) Máximum and mínimum open-circuit secondary volt- 
age 

(6) Short-circuit secondary current at máximum secondary 
voltage 

(7) Specified throat and gap setting 

IV. Welding Cable 

630.41 Conductors. Insulation of conductors intended for 
use in the secondary circuit of electric welders shall be 
fíame retardant. 

630.42 Installation. Cables shall be permitted to be in- 
stalled in a dedicated cable tray as provided in 630.42(A), 
(B), and (C). 

(A) Cable Support. The cable tray shall provide support 
at not greater than 150-mm (6-in.) intervals. 

(B) Spread of Fire and Products of Combustión. The 

installation shall comply with 300.21. 

(C) Signs. A permanent sign shall be attached to the cable 1 
tray at intervals not greater than 6.0 m (20 ft). The sign 
shall read as follows: 

CABLE TRAY FOR WELDING CAB] 



ARTIC] 

Audio Signal Procesí 
and Reproduction 

I. General 
640.1 Scope. 

(A) Covered. This article covers equipment and wiring for 
audio signal generation, recording, processing, amplifica- 
tion, and reproduction; distribution of sound; public ad- 
dress; speech input systems; temporary audio system instal- 
lations; and electronic organs or other electronic musical 
instruments. This also ineludes audio systems subject to 
Article 517, Part VI, and Articles 518, 520, 525, and 530. 
[ROP 12-93a] 

Informational Note: Examples of permanently installed 
distributed audio system locations inelude, but are not lim- 
ited to, restaurant, hotel, business office, commercial and 
retad sales environments, churches, and schools. Both por¬ 
table and permanently installed equipment locations in- 
clude, but are not limited to, residences, auditoriums, the- 


aters, stadiums, and movie and televisión studios. 
Temporary installations inelude, but are not limited to, au¬ 
ditoriums, theaters, stadiums (which use both temporary 
and permanently installed systems), and outdoor events 
such as fairs, festivals, circuses, public events, and 
concerts. 

[ROP 12-93a] 

(B) Not Covered. . This article does not cover the instal¬ 
lation and wiring of fire and burglary alarm signaling de- 
vices. [ROP 12-93a] 

640.2 Definitions. For purposes of this article, the follow- 
ing definitions apply. 

Abandoned Audio Distribution Cable. Installed audio 
distribution cable tlu^is not terminated at equipment and 
not identified foyffre use with a tag. 

Audio Amplifler or Pre-Amplifier. Electronic equipment 
that increaierthe cm^fckor voltage potential, or both, of an 
audio intended n^^se by another piece of audio 

equú^^nt. Anwlifier is trajterm used to denote an audio 
|¿er wüM this article. [ROP 12-94] 

Kotransformer. A transformer with a single 
múltiple taps intended for use with an ampli- 
► signal output. 

tal Processing Equipment. Electrically oper- 
equipment that produces, processes, or both, electronic 
when appropriately amplified and reproduced 
loudspeaker, produce an acoustic signal within the 
r ange of normal human hearing (typically 20-20 kHz). 
Within this article, the terms equipment and audio equip¬ 
ment are assumed to be equivalent to audio signal process¬ 
ing equipment. 

Informational Note: This equipment ineludes, but is not 
limited to, loudspeakers; headphones; pre-amplifiers; mi- 
crophones and their power supplies; mixers; MIDI (musical 
instrument digital interface) equipment or other digital con¬ 
trol systems; equalizers, compressors, and other audio sig¬ 
nal processing equipment; and audio media recording and 
playback equipment, including tumtables, tape decks and 
disk players (audio and multimedia), synthesizers, tone 
generators, and electronic organs. Electronic organs and 
synthesizers may have integral or sepárate amplification 
and loudspeakers. With the exception of amplifler outputs, 
virtually all such equipment is used to process signáis (uti- 
lizing analog or digital techniques) that have nonhazardous 
levels of voltage or current potential. 

Audio System. Within this article, the totality of all equip¬ 
ment and interconnecting wiring used to fabrícate a fully 
functional audio signal processing, amplification, and re¬ 
production system. 

Audio Transformer. A transformer with two or more elec¬ 
trically isolated windings and múltiple taps intended for use 
with an amplifler loudspeaker signal output. 
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Equipment Rack. A framework for the support, enclosure, 
or both, of equipment; may be portable or stationary. . 

Informational Note: See ANSI/EIA/310-D-1992, Cabi- 
nets, Racks, Panels and Associated Equipment. [ROP 
12-97] 

Loudspeaker. Equipment that converts an ac electric signal 
into an acoustic signal. The term speaker is commonly used 
to mean loudspeaker. 

Máximum Output Power. The máximum power delivered 
by an amplifier into its rated load as determined under 
specified test conditions. [ROP 12-99] 

Informational Note: The máximum output power c i 
ceed the manufacturer’s rated output power for the 
amplifier. [ROP 12-99] 

Mixer. Equipment used to combine and level match a mul- 
tiplicity of electronic signáis, such as from microphones, 
electronic instruments, and recorded audio. 

[ROP 12-100] 

Portable Equipment. Equipment fed with portable cords 
or cables intended to be moved from one place to another. 

[ROP 12-102, ROP 12-103] 

Rated Output Power. The amplifier manufacturer’ 
or marked output power capability into its rated loé 

[ROP 12-105] 

Technical Power System. An electrical 
with grounding in accordance with ^^i46(D^ 
equipment grounding conductor is 
mises grounded conductor exc ept at a snBj^^rounded ter- 
mination point within a braajfh-eircuit panel board, at the 
originating (main bre ak ed^r ánch-ci rc^í^panS^jard. or 
the premises groundi n g wüct rode. 


Temporary Equipment. 

intended for use with events 
nature where all equipment is pn 
the conclusión of the event. 


>le wirj^ and equipment 
hent or temporary 
RTed to be removed at 


640.3 Locations and Other Articles. Circuits and equip¬ 
ment shall comply with 640.3(A) through (M), as appli- 
cable. 

(A) Spread of Fire or Products of Combustión. Section 
300.21 shall apply. 


Discrete Products and Their Accessories lnstalled in Air- 
Handling Spaces, to be installed in other spaces used for 
environmental air (ceiling cavity plenums). [ROP 12-19] 

(C) Cable Trays. Cable trays shall be used in accordance 
with Article 392. 

Informational Note: See 725.154(C) for the use of Class 2, 
Class 3, and Type PLTC cable in cable trays. 

(D) Hazardous (Classified) Locations. Equipment used in 
hazardous (classified) locations shall comply with the ap- 
plicable requirements of Chapter 5. 

(E) Assembly Occupancies. Equipment used in assembly 
occupancies shall comply with Article 518. 

Theaters, Audience Areas of Motion Picture and 
fisión Studios, and Similar Locations. Equipment 
i|^m.’ audience areas of motion picture and tele- 
*tudios^^l similar locations shall comply with Ar- 

¿Aiivals, Circuses, Fairs, and Similar Events. 
ment used in carnivals, circuses, fairs, and similar 
> shall comply with Article 525. 

otion Picture and Televisión Studios. Equipment 
a motion picture and televisión studios shall comply 
witiTArticle 530. 

(I) Swimming Pools, Fountains, and Similar Locations. 

Audio equipment used in or near swimming pools, foun¬ 
tains, and similar locations shall comply with Article 680. 

(J) Combination Systems. Where the authority having ju- 
risdiction permits audio Systems for paging or music, or 
both, to be combined with fire alarm systems, the wiring 
shall comply with Article 760. 

Informational Note: For installation requirements for such 
combination systems, refer to NFPA 72- 2010, National Fire 
Alarm and Signaling Code, and NFPA 101-2009, Life 
Safety Code. 

(K) Antennas. Equipment used in audio systems that con- 
tain an audio or video tuner and an antenna input shall 
comply with Article 810. Wiring other than antenna wiring 
that connects such equipment to other audio equipment 
shall comply with this article. 



(B) Ducts, Plenums, and Other Air-Handling Spaces. 

See 300.22 for circuits and equipment installed in ducts or 
plenums or other space used for environmental air. 

Informational Note: NFPA 90A-2009, Standard for the 
Installation of Air Conditioning and Ventilation Systems, 
4.3.10.2.6.5, permits loudspeakers, loudspeaker assemblies, 
and their accessories listed in accordance with UL 2043- 
2008, Fire Test for Heat and Visible Smoke Release for 


(L) Generators. Generators shall be installed in accor¬ 
dance with 445.10 through 445.12, 445.14 through 445.16, 
and 445.18. Grounding of portable and vehicle-mounted 
generators shall be in accordance with 250.34. 

(M) Organ Pipes. Additions of pipe organ pipes to an 
electronic organ shall be in accordance with 650.4 through 
650.8. 
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640.4 Protection of Electrical Equipment. Amplifiers, 
loudspeakers, and other equipment shall be so located or 
protected as to guard against environmental exposure or 
physical damage, such as might result in fire, shock, or 
personal hazard. 

640.5 Access to Electrical Equipment Behind Panels 
Designed to Allow Access. Access to equipment shall not 
be denied by an accumulation of wires and cables that 
prevents removal of panels, including suspended ceiling 
panels. 

640.6 Mechanical Execution of Work. 


(B) Separately Derived Systems with 60 Volts to 
Ground. Grounding of separately derived systems with 60 
volts to ground shall be in accordance with 647.6. 

(C) Isolated Ground Receptacles. Isolated grounding- 
type receptacles shall be permitted as described in 
250.146(D), and for the implementation of other technical 
power systems in compliance with Ardele 250. For sepa¬ 
rately derived systems with 60 volts to ground, the branch- 
circuit equipment grounding conductor shall be terminated 
as required in 647.6(B). 

Informational Note: See 406.3(D) for grounding-type re¬ 
ceptacles and required identification. 


(A) Neat and Workmanlike Manner. Audio signal Pro¬ 
cessing, amplification, and reproduction equipment, cables, 
and circuits shall be installed in a neat workmanlike man- 


(B) Installation of Audio Distribution Cables. Cables in¬ 
stalled exposed on the surface of ceilings and sidewalls 
shall be supported in such a manner that the audio distribu¬ 
tion cables will not be damaged by normal building use. 
Such cables shall be secured by straps, Staples, cable ties, 
hangers, or similar fittings designed and installed s< 
to damage the cable. The installation shall conform t< 
300.4 and 300.11(A). 

(C) Abandoned Audio Distribution Cables. 2 

sible portion of abandoned audio distributioj^R 
be removed. 

(D) Installed Audio Distribution 
Future Use. 

(1) Cables identified for futui 
tag of sufficient durability ti 
involved. 

(2) Cable tags shall have the following üPrmation: 

(1) Date cable was identified for future use 

(2) Date of intended use 

(3) Information related to the intended future use of cable 

640.7 Grounding. 

(A) General. Wireways and auxiliary gutters shall be con- 
nected to an equipment grounding conductor(s), to an 
equipment bonding jumper, or to the grounded conductor 
where permitted or required by 250.92(B)(1) or 250.142. 
Where the wireway or auxiliary gutter does not contain 
power-supply wires, the equipment grounding conductor 
shall not be required to be larger than 14 AWG copper or its 
equivalent. Where the wireway or auxiliary gutter contains 
power-supply wires, the equipment grounding conductor 
shall not be smaller than specified in 250.122. 




640.8 Grouping of Conductors. Insulated conductors of 
different systems g¡A)ed or bundled so as to be in cióse 
physical contac^^Rh each other in the same raceway or 
other endosare, .or in portable cords or cables, shall comply 
with 300.3(dKl). 


and Between Audio Equipment. 

AViring. Wiring and equipment from source of 
dpetween devices connected to the premises 
shall comply with the requirements of 
irough 4, except as modified by this article. 

!) Separately Derived Power Systems. Separately de- 
¡ed systems shall comply with the applicable articles of 
I Code, except as modified by this article. Separately 
^derived systems with 60 volts to ground shall be permitted 
for use in audio system installations as specified in Article 
647. 

(3) Other Wiring. All wiring not connected to the pre¬ 
mises wiring system or to a wiring system separately de¬ 
rived from the premises wiring system shall comply with 
Article 725. 

(B) Auxiliary Power Supply Wiring. Equipment that has 
a sepárate input for an auxiliary power supply shall be 
wired in compliance with Article 725. Battery installation 
shall be in accordance with Article 480. This section shall 
not apply to the use of uninterruptible power supply (UPS) 
equipment, or other sources of supply, that are intended to 
act as a direct replacement for the primary circuit power 
source and are connected to the primary circuit input. 

Informational Note: Refer to NFPA 72- 2010, National 
Fire Alanti and Signaling Code, where equipment is used 
for a fire alarm system. 

(C) Output Wiring and Listing of Amplifiers. Amplifiers 
with output circuits carrying audio program signáis shall be 
permitted to employ Class 1, Class 2, or Class 3 wiring 
where the amplifier is listed and marked for use with the 
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specific class of wiring method. Such listing shall ensure 
the energy output is equivalent to the shock and fire risk of 
the same class as stated in Article 725. Overcurrent protec- 
tion shall be provided and shall be permitted to be inherent 
in the amplifier. 

Audio amplifier output circuits wired using Class 1 wir¬ 
ing methods shall be considered equivalent to Class 1 cir¬ 
cuits and shall be installed in accordance with 725.46, 
where applicable. 

Audio amplifier output circuits wired using Class 2 or 
Class 3 wiring methods shall be considered equivalent to 
Class 2 or Class 3 circuits, respectively. They shall use 
conductors insulated at not less than the requirements of 
725.179 and shall be installed in accordance with 725.133 
and 725.154. 


tected by a ground-fault circuit interrupter where required 
by other articles. [ROP 12-107] 

(B) Equipment Not Supplied by Branch-Circuit Power. 

Audio system equipment powered by a listed Class 2 power 
supply or by the output of an amplifier listed as permitting 
the use of Class 2 wiring shall be restricted in placement 
only hy the manufacturer’s recommendations. 

Informational Note: See 640.10(A) for placement of the 
power supply or amplifier, if supplied by branch-circuit 
power. [ROP 12-107a] 

II. Permanent Audio System Installations 
640.21 Use of Flexible Cords and Cables. 


Informational Note No. 1: ANSI/UL 1711-2006, Amplifi¬ 
er s for Fire Protective Signaling Systems, contains require¬ 
ments for the listing of amplifiers used for fire alarm Sys¬ 
tems in compliance with NFPA 72- 2010, National Fire 
Alarm and Signaling Code. [ROP 12-19] 

Informational Note No. 2: Examples of requirements for 
listing amplifiers used in residential, commercial, and pro- 
fessional use are found in ANSI/UL 813-1996, Commercial 
Audio Equipment', ANSI/UL 1419-2011, Professional Video 
and Audio Equipment', ANSI/UL 1492-2010, Audio-V& 
Products and Accessories', and ANSI/UL 6500-2(1 
Audio/Video and Musical Instrument Apparatus for HouM 
hold, Commercial, and Similar Use. [ROP 12-19] 


(D) Use of Audio Transformers 

Audio transformers and autotransfoi 
for audio signáis in a manner so as r 
facturer’s stated input or ou tput 
power limitations. The inpt 
transformer or autotransfo^Kr shall 
directly to the amplifier^Kloudspeaker 
trical terminal or lead shaH^k required 
bonded. 



audio 
connect 
únals. No elec- 
be grounded or 


640.10 Audio Systems Near Bodies of Water. Audio Sys¬ 
tems near bodies of water, either natural or artificial, shall 
be subject to the restrictions specified in 640.10(A) and (B). 

Exception: This section does not inelude audio Systems 
intended for use on boats, yachts, or other forms ofland or 
water transportation used near bodies of water, whether or 
not supplied by branch-circuit power. 


(A) Between Equipment and Branch-Circuit Power. 

Power sm^p cords for audio equipment shall be suitable 
for the uscát^l shall be permitted to he used where the 
range, r^ktfenance, or repair of such equipment is 
Pítated througWke use of a power-supply cord. 

/(B) Between Loudspeakers and Amplifiers or Between 
>eakers. Cables used to connect loudspeakers to 
tother or to an amplifier shall comply with Article 725. 
¿sted cable types and assemblies, including optional 
mmunications, signal, and composite optical fiber 
r, shall be permitted. 

(C) Between Equipment. Cables used for the distribution 
of audio signáis between equipment shall comply with Ar¬ 
ticle 725. Other listed cable types and assemblies, including 
optional hybrid Communications, signal, and composite op¬ 
tical fiber cables, shall be permitted. Other cable types and 
assemblies specified by the equipment manufacturer as ac- 
ceptable for the use shall be permitted in accordance with 
110.3(B). 

(D) Between Equipment and Power Supplies Other 
Than Branch-Circuit Power. The following power sup¬ 
plies, other than branch-circuit power supplies, shall be in¬ 
stalled and wired between equipment in accordance with 
the requirements of this Code for the voltage and power 
delivered: 

(1) Storage batteries 

(2) Transformers 

(3) Transformer rectifiers 


Informational Note: See 680.27(A) for installation of un- 
derwater audio equipment. 

(A) Equipment Supplied by Branch-Circuit Power. Au¬ 
dio system equipment supplied by branch-circuit power 
shall not be placed horizontally within 1.5 m (5 ft) of the 
inside wall of a pool, spa, hot tub, or fountain, or within 1.5 
m (5 ft) of the prevailing or tidal high water mark. The 
equipment shall be provided with branch-circuit power pro- 


(4) Other ac or de power supplies 

Informational Note: For some equipment, these sources 
such as in Ítems (1) and (2) serve as the only source of 
power. These could, in tum, be supplied with intermittent 
or continuous branch-circuit power. 

(E) Between Equipment Racks and Premises Wiring 
System. Flexible cords and cables shall be permitted for the 
electrical connection of permanently installed equipment 
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racks to the premises wiring system to facilítate access to 
equipment or for the purpose of isolating the technical 
power system of the rack from the premises ground. Con- 
nection shall be made either by using approved plugs and 
receptacles or by direct connection within an approved en- 
closure. Flexible cords and cables shall not be subjected to 
physical manipulation or abuse while the rack is in use. 

640.22 Wiring of Equipment Racks and Enclosures. 

Metal equipment racks and enclosures shall be grounded. 
Bonding shall not be required if the rack is connected to a 
technical power ground. 

Equipment racks shall be wired in a neat and workman- 
like manner. Wires, cables, structural components, or other 
equipment shall not be placed in such a manner as to pre- 
vent reasonable access to equipment power switches and 
resettable or replaceable circuit overcurrent protection de- 
vices. 

Supply cords or cables, if used, shall termínate within 
the equipment rack enclosure in an identified connector 
assembly. The supply cords or cable (and connector assem- 
bly if used) shall have sufficient ampacity to carry the total 
load connected to the equipment rack and shall be protected 
by overcurrent devices. 

640.23 Conduit or Tubing. 

(A) Number of Conductors. The number o£^5nduE| 
permitted in a single conduit or tubing shal^á^ exceej 
percentage fill specified in Table 1, Chapte^l 

(B) Nonmetallic Conduit or ’ 

Bushings. The use of nonmetaJjfl^’conduit^ 
insulating bushings shall be j^fcaitted wher technical 
power system is employed and^^ü compl; th appli- 
cable arricies. 

640.24 Wireways, Gutters, and Auxiliary Gutters. The 

use of metallic and nonmetallic wireways, gutters, and aux¬ 
iliary gutters shall be permitted for use with audio signal 
conductors and shall comply with applicable arricies with 
respect to permitted locations, construction, and fill. 

640.25 Loudspeaker Installation in Fire Resistance- 
Rated Partitions, Walls, and Ceilings. Loudspeakers in- 
stalled in a fire resistance-rated partition, wall, or ceiling 
shall be Usted for that purpose or installed in an enclosure 
or recess that maintains the fire resistance rating. 

Informational Note: Fire-rated construction is the fire- 
resistive classification used in building codes. One method 
of determining fire rating is testing in accordance with 
NFPA 256-2003, Standard Methods of Fire Tests of Roof 
Coverings. 



III. Portable and Temporary Audio System 
Installations 

640.41 Multipole Branch-Circuit Cable Connectors. 

Multipole branch-circuit cable connectors, male and fe- 
male, for power-supply cords and cables shall be so con- 
structed that tensión on the cord or cable is not transmitted 
to the connections. The female half shall be attached to the 
load end of the power supply cord or cable. The connector 
shall be rated in amperes and designed so that differently 
rated devices cannot be connected together. Alternating- 
current multipole connectors shall be polarized and comply 
with 406.7(A) and (B) and 406.10. Altemating-current or 
direct-current multipole connectors utilized for connection 
between loudspeakers and amplifiers, or between loud¬ 
speakers, shall not Incompatible with nonlocking 15- or 
20-ampere rated^^mnectors intended for branch-circuit 
power or with^^tectors rated 250 volts or greater and of 
either the lq^Kg sfcwnlocking type. Signal cabhng not 
intendedJfcr such loi^^eaker and amplifier interconnec- 
tion sb^rnot be permitt^fci be compatible with multipole 
^circuitnble connectors of any accepted configura- 


ional Note: See 400.10 for pulí at termináis. 

•Flexible Cords and Cables. 

T Betvví^n Equipment and Branch-Circuit Power. 
Power supply cords for audio equipment shall be Usted and 
^Eill be permitted to be used where the interchange, main- 
mance, or repair of such equipment is facilitated through 
^the use of a power-supply cord. 

(B) Between Loudspeakers and Amplifiers, or Between 
Loudspeakers. Flexible cords and cables used to connect 
loudspeakers to each other or to an amplifier shall comply 
with Arricie 400 and Arricie 725, respectively. Cords and 
cables listed for portable use, either hard or extra-hard us- 
age as defined by Arricie 400, shall also be permitted. Other 
listed cable types and assemblies, including optional hybrid 
Communications, signal, and optical fiber cables, shall be 
permitted. 

(C) Between Equipment and/or Between Equipment 
Racks. Flexible cords and cables used for the distribution 
of audio signáis between equipment shall comply with Ar¬ 
ricie 400 and Arricie 725, respectively. Cords and cables 
Usted for portable use, either hard or extra-hard Service as 
defined by Arricie 400, shall also be permitted. Other listed 
cable types and assemblies, including optional hybrid Com¬ 
munications, signal, and optical fiber cables, shall be per¬ 
mitted. 

(D) Between Equipment, Equipment Racks, and Power 
Supplies Other Than Branch-Circuit Power. Wiring be¬ 
tween the following power supplies, other than branch- 
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circuit power supplies, shall be installed, connected, or 
wired in accordance with the requirements of this Code for 
the voltage and power required: 

(1) Storage batteries 

(2) Transformers 


640.46 Equipment Access. Equipment likely to present a 
risk of fire, electric shock, or physical injury to the public 
shall be protected by barriers or supervised by qualified 
personnel so as to prevent public access. 


(3) Transformer rectifiers 

(4) Other ac or de power supplies 

(E) Between Equipment Racks and Branch-Circuit 
Power. The supply to a portable equipment rack shall be by 
means of listed extra-hard usage cords or cables, as defined 
in Table 400.4. For outdoor portable or temporary use, the 
cords or cables shall be further listed as being suitable for 
wet locations and sunlight resistant. Sections 520.5, 520.10, 
and 525.3 shall apply as appropriate when the following 
conditions exist: 

(1) Where equipment racks inelude audio and lighting 
and/or power equipment 

(2) When using or constructing cable extensions, adapters, 
and breakout assemblies 

640.43 Wiring of Equipment Racks. Equipment racks 
fabricated of metal 1 be grounded. Nonmetallic racks with 
covers (if provided) removed shall not allow ac( 

Class 1, Class 3, or primary circuit power without 
moval of covers over termináis or the use of tools. 

Equipment racks shall be wired 
like manner. Wires, cables, structural ; 

equipment shall not be placed in suel 
vent reasonable access to equipmem 
resettable or replaceable circu it oven 
vices. 

Wiring that exits the eÉPTpment rl 
other equipment or to á^^wer supply 
strain or otherwise su itabinated 
the flexible cord or cable will 
age to the cable or connected eqi 



ARTICLE 645 

Information Technology Equipment 


Informational Note: Text that is followed by a reference in 
brackets has been extracted from NFPA 75-2009, Standard 
for the Protection of Information Technology Equipment. 
Only editorial changes were made to the extracted text to 
make it consistent with this Code. 




lection to 
be relieved of 
that a pulí on 
the risk of dam- 
r such as to cause an 


[R(^TO2-109, ROP 12-110a, ROP 12-111, ROP 12-112, 
12-114, ROP 12-138, ROP 12-139, ROP 12-143, 
ip 12-142, ROP%2-27, ROP 12-128, ROP 12-131, 
ROP 1^19, ROP 12-134, ROP 12-132, ROP 12-137, 
[2-147] 

5>cope. This article covers equipment, power-supply 
wirin|«quipment interconnecting wiring, and grounding 
irmation technology equipment and systems in an 
infoTmation technology equipment room. 

Informational Note: For further information, see 
NFPA 75-2009, Standard for the Protection of Information 
Technology Equipment, which covers the requirements for 
the protection of information technology equipment and 
information technology equipment areas. 

645.2 Definitions. 

Abandoned Supply Circuits and Interconnecting 
Cables. Installed supply circuits and interconnecting cables 
that are not terminated at equipment and not identified for 
future use with a tag. 


640.44 Environmental Protection of Equipment. Por¬ 
table equipment not listed for outdoor use shall be permit- 
ted only where appropriate protection of such equipment 
from adverse weather conditions is provided to prevent risk 
of fire or electric shock. Where the system is intended to 
remain operable during adverse weather, arrangements 
shall be made for maintaining operation and ventilation of 
heat-dissipating equipment. 

640.45 Protection of Wiring. Where accessible to the 
public, flexible cords and cables laid or run on the ground 
or on the floor shall be covered with approved nonconduc- 
tive mats. Cables and mats shall be arranged so as not to 
present a tripping hazard. The cover requirements of 300.5 
shall not apply to wiring protected by burial. 


Critical Operations Data System. An information tech¬ 
nology equipment system that requires continuous opera¬ 
tion for reasons of public safety, emergeney management, 
national security, or business continuity. 

Information Technology Equipment (ITE). Equipment 
and systems rated 600 volts or less, normally found in of¬ 
fices or other business establishments and similar environ- 
ments classified as ordinary locations, that are used for 
creation and manipulation of data, voice, video, and similar 
signáis that are not Communications equipment as defined 
in Part I of Article 100 and do not process Communications 
circuits as defined in 800.2. 

Information Technology Equipment Room. A room 
within the information technology equipment area that con- 
tains the information technology equipment. [75:3.3.9] 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-591 





645.3 


ARTICLE 645 — INFORMATION TECHNOLOGY EQUIPMENT 


Remóte Disconnect Control. An electric device and Cir¬ 
cuit that Controls a disconnecting means through a relay or 
equivalent device. 

Zone. A physically identifiable area (such as barriers or 
separation by distance) within an information technology 
equipment room, with dedicated power and cooling Sys¬ 
tems for the information technology equipment or systems. 

645.3 Other Articles. Circuits and equipment shall com- 
ply with 645.3(A) through (H), as applicable. 

(A) Spread of Fire or Products of Combustión. The pro- 
visions of 300.21, 770.26, 800.26, and 820.26 shall apply to 
penetrations of the fire-resistant room boundary. 

(B) Plenums. The provisions of 300.22(C)(1), 725.154(A), 
760.53(B)(2), 760.154(A), 770.113(C), 800.113(C), and 
820.113(C) and Table 770.154(a), Table 800.154(a), and 
Table 820.154(a) shall apply to wiring and cabling in a 
plenum (other space used for environmental air) above an 
information technology equipment room. 

(C) Grounding. The non-current-carrying conductive 
members of optical fiber cables in an information technol¬ 
ogy equipment room shall be grounded in accordance witl 
770.114. 

(D) Electrical Classification of Data Circuits. 

sions of 725.121(A)(4) shall apply to the elec 
fication of Usted information technology equAííenl ] 
ing circuits. The provisions of 725.nfcff))( 
800.133(A)(l)(b) shall apply to the electrical ok^Tcation 
of Class 2 and Class 3 circuits ca aík. with 

Communications circuits. 


(E) Fire Alarm Equipment. Parts 1, II, and II f Article 
760 shall apply to fire alarm system^kmipmeia .tal led ii 
an information technology equipment 1 




(H) Cables Not in Information Technology Equipment 
Room. Cables extending beyond the information technol¬ 
ogy equipment room shall be subject to the applicable re- 
quirements of this Code. 

645.4 Special Requirements for Information Technol¬ 
ogy Equipment Room. This article shall be permitted to 
provide altérnate wiring methods to the provisions of Chap- 
ters 1 through 4 for power wiring, Parts I and III of Article 
725 for signaling wiring and Parts I and V of Article 770 
for optical fiber cabling when all of the following condi- 
tions are met: 

(I) Disconnecting means complying with 645.30 are pro- 
vided. 

(2) A heating/ventilating/air-conditioning (HVAC) system 
is provided h*one of the methods identified in 
645.4(2)(a)^P). 


) serves the information technology equip- 
lent room; and 

|^¡des fire/smoke dampers at the point of pen- 
)»n of the room boundary; and 
fctivates the damper operation upon initiation by 
smoke detector alarms, by operation of the dis¬ 
connecting means required by 645.30, or both 

'.eption: Where information technology equipment is in- 
¡talled in a critical operations data system in compliance 
with 645.10(B), a procedure shall be permitted that Con¬ 
trols the cessation of the air circulation within the room or 


Informational Note: For further information, see 
NFPA 75-2009, Standard for the Protection of Information 
Technology Equipment, Chapter 10, 10.1, 10.1.1, 10.1.2, 
and 10.1.3. 



(F) Communications Equipment. Parts I, II, III, IV, and 
V of Article 800 shall apply to Communications equipment 
installed in an information technology equipment room. Ar¬ 
ticle 645 shall apply to the powering of Communications 
equipment in an information technology equipment room. 

Informational Note: See Part I of Article 100, Definitions, 

for a definition of Communications equipment. 

(G) Community Antenna Televisión and Radio Distri- 
bution Systems Equipment. Parts I, II, III, IV, and V of 
Article 820 shall apply to community antenna televisión 
and radio distribution systems equipment installed in an 
information technology equipment room. Article 645 shall 
apply to the powering of community antenna televisión and 
radio distribution systems equipment installed in an infor¬ 
mation technology equipment room. 


(3) All information technology and Communications equip¬ 
ment installed in the room is listed. 

(4) The room is occupied by, and accessible to, only those 
personnel needed for the maintenance and functional 
operation of the installed information technology 
equipment. 

(5) The room is separated from other occupancies by fire- 
resistant-rated walls, floors, and ceilings with protected 
openings. 

Informational Note: For further information on room con- 
struction requirements, see NFPA 75-2009, Standard for the 
Protection of Information Technology Equipment, Chapter 

5. 

(6) Only electrical equipment and wiring associated with 
the operation of the information technology room is 
installed in the room. 
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Informational Note: HVAC systems, Communications Sys¬ 
tems, and monitoring systems such as telephone, fire alarm 
systems, security systems, water detection systems, and 
other related protective equipment are examples of equip- 
ment associated with the operation of the information tech- 
nology room. 

(7) If a raised floor is present, the raised floor is of ap- 
proved construction, and the area under the floor is 
accessible. 

(8) If a raised floor is present, ventilation in the underfloor 
area is used for the information technology equipment 
room only, except as provided in 645.4(2). The venti¬ 
lation system shall also be so arranged, with approved 
smoke detection devices, that upon the detection of fire 
or producís of combustión in the underfloor space, the 
circulation of air will cease. 

(9) If a raised floor is present, openings for cords and 
cables protect cords and cables against abrasión and 
minimize the entrance of debris beneath the floor. 

645.13 Physical Protection. Where exposed to physical 
damage, supply circuits and interconnecting cables shall be 
protected. 

645.14 Securing in Place. Power cables; communic^ons 
cables; connecting cables; interconnecting cables; aní 
ciated boxes, connectors, plugs, and receptacles thí 
listed as part of, or for, information technology equij 
shall not be required to be secured in pl¡ 

645.15 Grounding. All exposed^ 

metal parts of an information technol 
bonded to the equipment pro nndiap c iall be 


double insulated. Where s ij 
stalled, they shall be btg^KÍ to the e? 
conductor provided for nkinformation 
ment. Any auxiliary ground^kglectrodÉ 
formation technology equipmei 
dance with Section 250.54. 



(1) Supply circuits and interconnecting cables identified 
for future use shall be marked with a tag of sufficient 
durability to withstand the environment involved. 

(2) Supply circuit tags and interconnecting cable tags shall 
have the foliowing information: 

(1) Date identified for future use 

(2) Date of intended use 

(3) Information relating to the intended future use 

II. Power Circuits 

645.20 Uninterruptible Power Supplies (UPSs). Except 
for installations and constructions covered in 645.20(1) or 
(2), UPS systems installed within the information technol¬ 
ogy equipmaAroom, and their supply and output circuits, 
shall comi|^rwith 645.30. The disconnecting means shall 
also dij4^kt the battery from its load. 
(l)^imallatio^flualifying under the provisions of Article 
.85 

) o\^gr sources iTOited to 750 volt-amperes or less de- 
either from UPS equipment or from battery cir- 
s integral to electronic equipment 



Tes are m- 
rounding 
:hnology equip- 
installed for in- 
installed in accor- 


’ower Distribution Units. Power distribution 
ít are used for information technology equipment 
permitted to have múltiple panelboards within a 
single cabinet, if the power distribution unit is utilization 
equipment listed for information technology application. 

645.22 Power Systems Grounding. Power systems de- 
rived within listed information technology equipment that 
supply information technology systems through receptacles 
or cable assemblies supplied as part of this equipment shall 
not be considered separately derived for the purpose of 
applying 250.30. 

Informational Note: Where isolated grounding-type recep¬ 
tacles are used, see 250.146(D) and 406.3(D). 


Informational Note: The bonding requirements in the 
product standards goveming this listed equipment ensure 
that it complies with Article 250. 

645.16 Marking. Each unit of an information technology 
system supplied by a branch circuit shall be provided with 
a manufacturera nameplate, which shall also inelude the 
input power requirements for voltage, frequeney, and máxi¬ 
mum rated load in amperes. 

645.18 Abandoned Supply Circuits and Interconnecting 
Cables. The accessible portion of abandoned supply cir¬ 
cuits and interconnecting cables shall be removed unless 
contained in a raceway. 

645.19 Installed Supply Circuits and Interconnecting 
Cables Identified for Future Use. 


645.23 Selective Coordination. Critical operations data 
system(s) overcurrent devices shall be selectively coordi- 
nated with all supply side overcurrent protective devices. 

645.25 Engineering Supervisión. As an altemative to the 
feeder and Service load calculations required by Parts III 
and IV of Article 220, feeder and Service load calculations 
for new or existing loads shall be permitted to be used if 
provided by qualified persons under engineering supervi¬ 
sión. 

645.26 Branch-Circuit Conductors. The branch-circuit 
conductors supplying one or more units of information 
technology equipment shall have an ampacity not less than 
125 percent of the total connected load. 
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645.27 Power-Supply Cords. Information technology 
equipment shall be permitted to be connected to a branch 
Circuit by a power-supply cord. 

(1) Power-supply cords shall not exceed 4.5 m (15 ft). 

(2) Power cords shall be Usted and a type permitted for use 
on listed information technology equipment or shall be 
constructed of listed flexible cord and Usted attachment 
plugs and cord connectors of a type permitted for in¬ 
formation technology equipment. 

Informational Note: One method of determining if cords 
are of a type permitted for the purpose is found in UL 
60950-1-2007, Safety of Information Technology Equip¬ 
ment - Safety - Parí 1: General Requirements. 


(A) Remóte Disconnect Controls. 

(1) Remóte disconnect means shall be located at approved 
locations readily accessible in case of fire to authorized 
personnel and emergency responders. 

(2) The remóte disconnect means for the control of elec- 
tronic equipment power and HVAC systems shall be 
grouped and identified. A single means to control both 
systems shall be permitted. 

(3) Where múltiple zones are created, each zone shall have 
an approved means to confine fire or producís of com¬ 
bustión to within the zone. 

(4) Additional means to prevent unintentional operation of 
remóte disconnect Controls shall be permitted. 


645.28 Interconnecting Cables. Sepárate information 
technology equipment units shall be permitted to be inter- 
connected by means of listed cables and cable assemblies. 
The 4.5 m (15 ft) limitation in 645.27(1) shall not apply to 
interconnecting cables. 

645.29 Under Raised Floors. Power cables, connecting 
cables, interconnecting cables, cord-and-plug connections, 
and receptacles associated with the information technology 
equipment installed under a raised floor shall comply with 
(1) through (4): 

(1) The branch-circuit supply conductors to receptacles or 1 
field-wired equipment are in rigid metal conduit, rigid 
nonmetallic conduit, intermediate metal c 
trical metallic tubing electrical nonmet 
metal wireway, nonmetallic wireway^r 
raceway with metal cover, surface non 
way, flexible metal conduit, 1 
conduit, or liquidtight flexih 
Type MI cable, Type MCj 
TC cable and associatec 
boxes or enclosures. These suppl 
installed in accordance with^ 

300.11. 

(2) Supply cords of listed information technology equip¬ 
ment in accordance with 645.27 shall he permitted. 

(3) Interconnecting cables shall be enclosed in a raceway. 

(4) Equipment grounding conductors. 

645.30 Disconnecting Means. An approved means shall 
be provided to disconnect power to all electronic equipment 
in the information technology equipment room or in desig- 
nated zones within the room. There shall also be a similar 
approved means to disconnect the power to all dedicated 
HVAC systems serving the room or designated zones and 
shall cause all required fire/smoke dampers to cióse. The 
installation of remóte disconnect Controls shall be in accor¬ 
dance with (A) through (B). 

Exception: Installations qualifying under the provisions of 
Article 685. 



Informational Note: For further information, see 
NFPA 75-2009, S^Jtard for the Protection of Information 
Technology Equ^Jnenl. 

(B) Critical Operations Data Systems. Remóte discon¬ 
necting aáltrols shall^^Uie required for critical operations 
tms when all o^^kfollowing conditions are met: 

(1)JK apprtuAd procedure ñas been established and main- 
removing power and air movement within 
or zone. 

Qualif^^¡)ersonnel are continuously available to meet 
¡sponders and to advise them of discon- 
tethods. 

A smoke-sensing fire detection system is in place. 
Informational Note: For further information, see 
IFPA 72- 2010, National Fire Alarm and Signaling Code. 

'4) An approved fire suppression system suitable for the 
application is in place. 

(5) Signal wiring under a raised floor is in compliance with 
645.32. 

III. Signaling Circuits. 

645.31 Under Raised Floors—General. The following 

wiring cables shall be permitted: 

(1) Cable type designations shown in Table 645.31. 

(2) Type DP cable having adequate fire-resistant character- 
istics suitable for use under raised floors of an informa¬ 
tion technology equipment room. 

Informational Note No. 1: One method of defining fire 
resistance is by establishing that the cables do not spread 
fire to the top of the tray in the “UL Fíame Exposure, 
Vertical Tray Fíame Test” in UL 1685-2011, Standard for 
Safety for Vertical-Tray Fire-Propagation and Smoke- 
Release Test for Electrical and Optical-Fiber Cables. The 
smoke measurements in the test method are not applicable. 

Another method of defining fire resistance is for the 
damage (char length) not to exceed 1.5 m (4 ft 11 in.) when 
performing the CSA “Vertical Fíame Test — Cables in 
Cable Trays,” as described in CSA C22.2 No. 0.3-M- 2001, 
Test Methods for Electrical Wires and Cables. 
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Informational Note No. 2: For information on listing re- 
quirements for Communications raceways and cable routing 
assemblies, see UL 2024-2011, Signaling, Optical Fiber 
and Communications Raceways and Cable Routing 
Assemblies. 

(3) Listed interconnecting cables, enclosed in a raceway, 
that interconnect sepárate information technology 
equipment units. 

645.32 Under Raised Floors in a Critical Operations 

Table 645.31 Cable Types Permitted Under Raised Floors 


Article 

Plenum 

Riser 

General Purpose 

336 



TC 

725 

CL2P 
& CL3P 

CL2R & CL3R 

CL2, CL3 & PLTC 

727 



ITC 

760 

NPLFP 
& FPLP 

NPLFR & FPLR 

NPLF & FPL 

770 

OFNP 
& OFCP 

OFNR & OFCR 

OFN & OFC 

800 

CMP 

CMR 

CM & 

820 

CATVP 

CATVR 

_CATV 




Data System. Signal wiring under ¿ut jl ^cd flo<^ 
cal operations data system shall be^ 

300.22(C), 725.154(A), 770.113ÍC1 ancfOTe 770.154(a), 
800.113(0 and Table XOO.^Sift o É^O .iWkb and Table 
820.154(a). 


ARTICLEl 
Modular Data Centers [ROP 12-147] 


for the Protection of Information Technology Equipment. 
Only editorial changes were made to the extracted text to 
make it consistent with this Code. 


I. General 

646.1 Scope. This article covers modular data centers. 

Informational Note No. 1: Modular data centers inelude 
the installed IT and support equipment, electrical supply 
and distribution, wiring and protection, working space, 
grounding, HVAC and the like, located in or associated 
with a modular data center. 


Informational Note No. 2: For further information, see 
NFPA 75-2009, Standard for the Protection of Information 
Technology Equipment, which covers the requirements for 
the protection of information technology equipment and 
information technology equipment areas. 

646.2 Definitions. See Article 100. The definitions in 

645.2 shall apply. For the purposes of this article, the fol- 
lowing additional definition applies. 

Modular Data Center (MDC). Prefabricated units rated 
600 volts or less, consisting of an outer enclosure housing 
information technology equipment (ITE) and various sup¬ 
port equipment such as electrical Service and distribution 
equipment, HVAC systems and the like. Some configura- 
tions may have the support equipment housed in a sepárate 
enclosure. 

Tjal Note No. 1: A typical construction may u¡ 

_) shipping container or other structure ai 
sr enclol^^racks or cabinets of ITE, Service entrance 
[uipment anc^^fcer distribution components, power st 
^áge such as a Ül^^nd an air or liquid cooling system. 

ir data cent^y iré intended for fixed installation ei- 
mdoors or outdoors based on their construction and 
JTstance to environmental conditions. 

¡rmational Note No. 2: For information on listing re- 
for both information technology equipment and 
inications equipment, see UL 60950-1-2007, Infor- 
Technology Equipment - Safety - Parí 1: General 
Requirements. 

646.3 Other Articles. Circuits and equipment shall also 
comply with the following, as applicable. 

(A) Spread of Fire or Products of Combustión. Sections 
300.21, 770.26, 800.26, and 820.26 shall apply to penetra- 
tions of a fire-resistant room boundary, if provided. 

(B) Plenums. Sections 300.22(0(1), 725.154(A), 

760.53(B)(2), 760.154(A), 770.113(0, 800.113(0, and 
820.113(C) and Table 725.154, Table 760.154, Table 
770.154(a), Table 800.154(a) and Table 820.154(a) shall 
apply to wiring and cabling in a plenum (other space used 
for environmental air). Environmentally controlled working 
space, aisles and equipment areas in a MDC are not con¬ 
siderad a plenum. 

(C) Grounding. Grounding and bonding of a modular data 
center shall comply with Article 250. The non-current- 
carrying conductive members of optical fiber cables in an 
MDC shall be grounded in accordance with 770.114. 
Grounding and bonding of Communications protectors, 
cable shields and non-current-carrying metallic members 
of cable shall comply with Part IV of Article 800. 

(D) Electrical Classification of Data Circuits. Section 
725.121(A)(4) shall apply to the electrical classification of 
listed information technology equipment signaling circuits. 
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Section D(725.139)(l) and A(800.133)(l)(b) shall apply to 
the electrical classification of Class 2 and Class 3 circuits in 
the same cable with Communications circuits. 

(E) Fire Alarm Equipment. Parts I, II, and III of Article 
760 shall apply to fire alarm systems equipment installed in 
a MDC, when provided. 

(F) Communications Equipment. Parts I, II, III, IV, and 
V of Article 800 shall apply to Communications equipment 
installed in a MDC. 

Informational Note: See Part I of Article 100, Definitions, 
for a definition of Communications equipment. 


scribed in 645.5(E) shall be permitted to use the wiring 
methods described in 645.5(E). 

(4) Installation of wiring for remote-control, signaling, and 
power-limited circuits shall comply with Part III Article 
725. 

(5) Installation of optical fiber cables shall comply with 
Part V of Article 770. 

(6) Installation of wiring for fire alarm systems shall com¬ 
ply with Parts II and III of Article 760. 

(7) Installation of Communications wires and cables, race- 
ways, and cable routing assemblies shall comply with 
Part V of Article 800. 


(G) Community Antenna Televisión and Radio Distri- 
bution Systems Equipment. Parts I, II, III, IV, and V of 

Article 820 shall apply to community antenna televisión 
and radio distribution systems equipment installed in a 
MDC. 

(H) Storage Batteries. Installation of storage batteries 
shall comply with Article 480. 

Exception: Batteries that are part of Usted and labeled 
equipment and installed in accordance with the listing 
requirements. 

(I) Surge-Protective Devices (SPDs). Where provided, 
surge protective devices shall be listed and lab áriüÉfca nd 
installed in accordance with Article 285. 

(J) Lighting. Lighting shall be instalh 
with Article 410. 



(K) Power Distribution Wiring and Pi 

distribution wiring and wirinjj^ffotection wil 
shall comply with Article 210 fi Wbra nch circuit 

(L) Wiring Methods and Material^! 

(1) Unless modified elsewhere in this articl? wiring meth¬ 
ods and materials for power distribution shall comply 
with Chapter 3. Wiring shall be suitable for its use and 
installation and shall be listed and labeled 

Exception: This requirement shall not apply to wiring that 
is part of listed and labeled equipment. 

(2) The following wiring methods shall not be permitted: 

a. Integrated Gas Spacer Cable: Type IGS (Article 
326) 

b. Concealed Knob-and-Tube Wiring (Article 394) 

c. Messenger-Supported Wiring (Article 396) 

d. Open Wiring on Insulators (Article 398) 

e. Outdoor Overhead Conductors o ver 600 Volts (Ar¬ 
ticle 399) 

(3) Wiring under raised floors. Areas under a raised floor 
that are constructed and used for ventilation as de- 


(8) Altérnate wiring methods as permitted by 645.4 are 
permitted for l^DCs provided all of the conditions 
stated in 6A5J0& met. 

(M) Service Equipment. For a MDC that is designed such 
that it mjtoe powe^kfrom a sepárate electrical Service, 
the ser^e equipment fm^^itrol and protection of Services 
and^Éeir inst^ation shalURmply with Article 230. The 
senfce eqm^nent and their arrangement and installation 
shall pk*rthe installation of the Service entrance conduc- 
^ tors in a^^dance with Article 230. Service equipment 
LLb e lisra^kpd labeled and marked as being suitable for 
icecquipment. 

) Disconnecting Means. An approved means shall be 
ivided to disconnect power to all electronic equipment in 
MDC in accordance with Section 645.10. There shall 
[lso be a similar approved means to disconnect the power 
to all dedicated HVAC systems serving the MDC and shall 
cause all required fire/smoke dampers to cióse. 

646.4 Applicable Requirements. All modular data centers 
shall: (A) Be listed and labeled and comply with 646.3(N) 
and 646.5 through 646.9, or (B) Comply with the provi- 
sions of this article. 

646.5 Nameplate Data. A permanent nameplate shall be 
attached to the MDC and shall be plainly visible after in¬ 
stallation. The nameplate shall inelude the following Infor¬ 
mation: 

(1) Supply voltage, number of phases, frequeney, and full 
load current 

The full-load current shown on the nameplate shall not 
be less than the sum of the full-load currents required 
for all motors and other equipment that may be in op- 
eration at the same time under normal conditions of 
use. Where unusual type loads, duty eyeles, and so 
forth require oversized conductors or permit reduced- 
size conductors, the required capacity shall be included 
in the marked “full-load current.” Where more than one 
incoming supply circuit is to be provided, the name- 
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píate shall State the preceding information for each Cir¬ 
cuit. 

Informational Note: See 430.22(E) and 430.26 for duty 
cycle requirements. 

(2) Short-circuit current rating of the Service equipment 
provided as part of the MDC 

Informational Note: This rating may be part of the Service 
equipment marking. 

(3) For MDCs powered by a sepárate Service, if the re- 
quired Service as determined by Article 220 is less than 
the rating of the Service panel used, the required Service 
shall be included on the nameplate. Branch circuits 
supplying ITE loads are assumed to be loaded no less 
than 80% of the branch circuit rating with a 100% duty 
cycle. As an alternative to the feeder and Service load 
calculations required by Parts III and IV of Article 220, 
feeder and Service load calculations for new, future or 
existing loads shall be permitted to be used if per- 
formed by qualified persons under engineering supervi¬ 
sión. 

(4) Electrical diagram number(s) or the number of the in- i 
dex to the electrical drawings. 

646.6 Supply Conductors and Overcurrent Protel 

(A) Size. The size of the supply conductor shall be si 
to have an ampacity not less than 1 
load current rating of all resistance 
125 percent of the full-load current^ 
rated motor plus the sum of the full-li 
all other connected motors a ndaflnpa i their 

duty cycle, that may be in a 

Informational Note No. 
tables of Article 310 fo 
volts and below. 


Informational Note No. 2: 
duty cycle requirements. 



ITE) and 430.26 for 


(B) Overcurrent Protection. Where fumished as part of 
the MDC, overcurrent protection for each supply circuit 
shall consist of a single circuit breaker or set of fuses, the 
MDC shall be marked “overcurrent protection provided at 
MDC supply termináis” and the supply conductors shall be 
considered either as feeders or as taps as covered by 
240.21. 

The rating or setting of the overcurrent protective de- 
vice for the circuit supplying the MDC shall not be greater 
than the sum of the largest rating or setting of the branch- 
circuit short-circuit and ground-fault protective device pro¬ 
vided with the machine, plus 125 percent of the full-load 
current rating of all resistance heating loads, plus the sum 
of the full-load currents of all other motors and apparatus 
that could be in operation at the same time. 


Exception: Where one or more instantaneous trip circuit 
breakers or motor short-circuit protectors are used for mo¬ 
tor branch-circuit short-circuit and ground-fault protection 
as permitted by 430.52(C), the procedure specified in 
670.4(C) for determining the máximum rating of the pro¬ 
tective device for the circuit supplying the machine shall 
apply with the following provisión: For the purpose of the 
calculation, each instantaneous trip circuit breaker or mo¬ 
tor short-circuit protector shall be assumed to have a rat¬ 
ing not exceeding the máximum percentage of motor full 
load current permitted by Table 430.52 for the type of ma¬ 
chine supply circuit protective device employed. 

Where no branch-circuit short-circuit and ground-fault 
protective device is provided with the MDC, the rating or 
setting of th|^F'ercurrent protective device shall be based 
on 430.5j^pl 430.53, as applicable. 

Ihort-Circuit Current Rating. Modular data cen- 
r shall not be n^ulled where the available fault current 
fxceeds^its short-ciSmt current rating as marked on the 
tv ice equipment. 

Tield Wiring Compartments. .A field-wiring com- 
in which Service or branch circuit connections are 
¡áde shall: 

(1) Permit the connection of the supply wires after the 
MDC is installed 

(2) Permit the connection to be introduced and connected 
easily; and 

(3) Be located so that the connections may be readily in- 
spected after the MDC is installed 

646.9 Flexible Power Cable. 

(A) Flexible cable shall be permitted to be used for connec¬ 
tions between enclosures of a MDC system. Flexible cords 
or cables shall not be used for connection to the branch 
circuit or electrical Service. 

Informational Note: For example, flexible cords may be 
used between an MDC enclosure containing only servers 
and one containing power distribution equipment. 

(B) Where flexible cords or cables are used, they shall be 
listed as suitable for extra-hard usage. Where used out- 
doors, flexible cords and cables shall also be listed as suit¬ 
able for wet locations and shall be sunlight resistant. Extra- 
hard usage flexible cords or cables shall be permitted for 
use as permanent wiring between MDC enclosures only 
where not subject to physical damage. 

(C) Single-conductor cable shall be permitted only in sizes 
2 AWG or larger. 
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II. Equipment 

646.10 Electrical Supply and Distribution. Equipment 
used for the electrical supply and distribution in a modular 
data center including fittings, devices, luminaires, appara- 
tus, machinery, and the like shall comply with the appro- 
priate requirements for its use and installation and shall be 
listed and labeled. 

646.11 Premises Transformers. Premise transformers in- 
stalled in the MDC area shall be of the dry type or type 
filled with a noncombustible dielectric médium. 


gency use, shall be supplied by emergency lighting circuits. 
These branch circuits supplying emergency lighting shall 
be installed to provide Service from storage batteries, gen- 
erator set, UPS, sepárate Service, fuel cell or unit equip¬ 
ment. No other equipment shall be connected to these cir¬ 
cuits, unless the emergency lighting system ineludes a 
back-up system, where only the lighting is supplied by bat- 
tery circuits under power failure conditions. All boxes and 
enclosures (including transfer switches, generators, and 
power panels) for emergency circuits shall be marked to 
identify them as components of an emergency circuit or 
system. 


646.12 Service Entrance Transformers. Service entrance 

transformers shall not be permitted in an MDC. IV. Work Space 


Exception: Service entrance transformers shall be permit¬ 
ted in a sepárate module or structure intended to house 
only Service entrance equipment and power distribution 
and control equipment for the MDC. 

646.13 Receptacles. At least one 125 volt AC, 15 or 20- 
ampere rated dúplex convenience outlet shall be provided 
in each work area of the MDC to facilitate the connection 
of test and measurement equipment that may be required 
during routine maintenance and servicing. 

646.14 Other Electrical Equipment. Electrical equipment 

that is an integral part of the MDC including light_ 

trol, power, HVAC (heating, ventilatioi^ÍBnd"^ 
conditioning), emergency lighting, alarm ^*its, and 
like shall comply with the appropriate requ^krent^ 
use and installation and shall be listedand labl 

646.15 Installation and Use. I^^d and^^w d^ffljtp- 

ment shall be installed and rrf^Lin accordanB with any 
instructions or limitations includ^fcki the listín* 


III. Lighting. 

646.16 General Illumination. Illumination shall be pro¬ 
vided for all workspaces. Areas that are used for exit access 
and exit discharge shall be illuminated to valúes of at least 
1 ft.-candle (10.8 lux), measured at the floor. The illumina¬ 
tion shall be arranged so that the failure of any single light¬ 
ing unit does not result in an illumination level of less than 
0.2 ft.-candle (2.2 lux). 




646.19 General. ^Ass and working space shall be pro¬ 
vided and mainü^ra about all electrical equipment to per- 
mit ready and s w- operation and maintenance of such 
equipment Space al^BLelectrical equipment shall comply 
with lJJ^ro. The egreS^^uirements for large equipment 
in y^K6(C)(2) and pa^nnel door requirements in 
ll^K(C)(3f*all apply to an MDC even if the rating of 
the l^fc^Émot 1200 amperes or more or if the MDC does 
not con^^overcurrent devices, switching devices or con- 
ll devic^^kareas that Service personnel may occupy. 

,The depth of the workspace shall not be re- 
comply with Table 110.26(A)(1) if the equipment 
marked “WARNING” and “De-energize Equipment be- 
Servicing” or the equivalent. 

*(>46.20 Working Space for ITE. 

(A) The working space depth in front of ITE where any live 
parts that may be exposed during routine servicing opérate 
at not greater than 30 volts rms, 42 volts peak, or 60 volts 
de shall not be required to comply with 646.19. 

(B) Any areas of ITE that require servicing of parts that are 
greater than 30 volts rms, 42 volts peak, or 60 volts de shall 
comply with the workspace requirements of 646.19. 

Informational Note No. 1: For example, field wiring com- 
partments for ac mains connections, power distribution 
units, and the like. 

Informational Note No. 2: It is assumed that ITE operates 
at voltages not exceeding 600 V. 


646.17 Emergency Lighting. Areas that are used for exit 
access and exit discharge shall be provided with emergency 
lighting. Emergency lighting systems shall be Usted and 
labeled equipment, installed in accordance with the manu- 
facturer’s instructions. 

646.18 Emergency Lighting Circuits. No appliances and 
no lamps, other than those specified as required for emer- 


646.21 Work Areas and Working Space Around Batter¬ 
ies. Working space around a battery system shall comply 
with paragraph 110.26. Working clearance shall be mea¬ 
sured from the edge of the battery rack. 

646.22 Work Space for Routine Service and Mainte¬ 
nance. Adequate work space shall be provided for routine 
servicing and maintenance (those tasks involving opera- 
tions which can be safely accomplished by employees and 
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where extensive disassembly of equipment is not required). 
Routine servicing and maintenance shall be able to be per- 
formed without exposing the worker to a risk of electric 
shock or personal injury. 


(D) Yoltage Drop. The voltage drop on any branch circuit 
shall not exceed 1.5 percent. The combined voltage drop of 
feeder and branch-circuit conductors shall not exceed 
2.5 percent. 


Informational Note: An example of such routine mainte¬ 
nance is cleaning or replacing an air filter. 


ARTICLE 647 

Sensitive Electronic Equipment 

647.1 Scope. This article covers the installation and wiring 
of separately derived systems operating at 120 volts line- 
to-line and 60 volts to ground for sensitive electronic 
equipment. 

647.3 General. Use of a separately derived 120-volt 
single-phase 3-wire system with 60 volts on each of two 
ungrounded conductors to a grounded neutral conductor 
shall be permitted for the purpose of reducing objectionable 
noise in sensitive electronic equipment locations, provided 
the following conditions apply: 

(1) The system is installed only in commercial or inc 
occupancies. 

(2) The system’s use is restricted to 
pervision by qualified personnel. 

(3) All of the requirements in 647.41 

647.4 Wiring Methods. 

(A) Panelboards and Overcurrent IktectH^. Use of 

standard single-phase p^fcboards and ■tribution equip¬ 
ment with a higher voltag^^üng shall^K permitted. The 
system shall be clearly markec^^tha^Re of the panel or 
on the inside of the panel door^ÉÉmunon trip two-pole 
circuit breakers or a combination two-pole fused discon- 
necting means that are identified for use at the system volt- 
age shall be provided for both ungrounded conductors in all 
feeders and branch circuits. Branch circuits and feeders 
shall be provided with a means to simultaneously discon- 
nect all ungrounded conductors. 

(B) Junction Boxes. All junction box covers shall be 
clearly marked to indicate the distribution panel and the 
system voltage. 

(C) Conductor Identification. All feeders and branch- 
circuit conductors installed under this section shall be iden¬ 
tified as to system at all splices and terminations by color, 
marking, tagging, or equally effective means. The means of 
Identification shall be posted at each branch-circuit panel- 
board and at the disconnecting means for the building. 



(1) Fixed Equipment. The voltage drop on branch circuits 
supplying equipment connected using wiring methods in 
Chapter 3 shall not exceed 1.5 percent. The combined volt- 
age drop of feeder and branch-circuit conductors shall not 
exceed 2.5 percent. 

(2) Cord-Connected Equipment. The voltage drop on 
branch circuits supplying receptacles shall not exceed 
1 percent. For the purposes of making this calculation, the 
load connected to the receptacle outlet shall be considered 
to be 50 percent of the branch-circuit rating. The combined 
voltage droi|^K feeder and branch-circuit conductors shall 
not excqi^KO percent. 

The purpose of this provisión is to 
1.5 percent where portable cords may 
connecting equipment. 

■Phase Systems. Where 3-phase power is sup- 
a separately derived 6-phase “wye” system with 60 
ground installed under this article shall be config- 
:e separately derived 120-volt single-phase sys- 
laving a combined total of no more than six discon- 


(A) General. The transformer secondary center tap of the 
60/120 volt, 3-wire system shall be grounded as provided in 
250.30. [ROP 12-148] 

(B) Grounding Conductors Required. Permanently 
wired utilization equipment and receptacles shall be 
grounded by means of an equipment grounding conductor 
run with the circuit conductors to an equipment grounding 
bus prominently marked “Technical Equipment Ground” in 
the originating branch-circuit panelboard. The grounding 
bus shall be connected to the grounded conductor on the 
fine side of the separately derived system’s disconnecting 
means. The grounding conductor shall not be smaller than 
that specified in Table 250.122 and run with the feeder 
conductors. The technical equipment grounding bus need 
not be bonded to the panelboard enclosure. Other ground- 
ing methods authorized elsewhere in this Code shall be 
permitted where the impedance of the grounding retum 
path does not exceed the impedance of equipment ground- 
ing conductors sized and installed in accordance with this 
article. 

Informational Note No. 1: See 250.122 for equipment 
grounding conductor sizing requirements where circuit con¬ 
ductors are adjusted in size to compénsate for voltage drop. 
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Informational Note No. 2: These requirements limit the 
impedance of the ground fault path where only 60 volts 
apply to a fault condition instead of the usual 120 volts. 

647.7 Receptacles. 

(A) General. Where receptacles are used as a means of 

connecting equipment, the following conditions shall be 

met: 

(1) All 15- and 20-ampere receptacles shall he GFCI pro- 
tected. 

(2) All receptacle outlet strips, adapters, receptacle covers, 
and faceplates shall be marked with the following 
words or equivalent: 

WARNING — TECHNICAL POWER 
Do not connect to lighting equipment. 

For electronic equipment use only. 

60/120 V. l(]>ac 
GFCI protected 

The waming sign(s) or label(s) shall comply with 
110.21(B). [ROP 12-149] 

(3) A 125-volt, single-phase, 15- or 20-ampere-rated recep¬ 
tacle having one of its current-carrying poles connected 
to a grounded circuit conductor shall be located within^ 
1.8 m (6 ft) of all permanently installed 15- or 20-^ 
ampere-rated 60/120-volt technical power-system re- 1 
ceptacles. 

(4) All 125-volt receptacles used for 60/120-vr 
power shall have a unique configuration^ 
fied for use with this class of system. ” 




Exception: Receptacles and attachm, 
volt, single-phase, 15- or 20-atnpjá 
fied for use with grounded circugconductors^ 
mitted in machine rooms, contrv^ooms, equiplMpt rooms, 
equipment racks, and other simua^L)cations ¿ 
stricted to use by qualified personne 

(B) Isolated Ground Receptacles. Isolaücí ground recep¬ 
tacles shall be permitted as described in 250.146(D); how- 
ever, the branch-circuit equipment grounding conductor 
shall be terminated as required in 647.6(B). 

647.8 Lighting Equipment. Lighting equipment installed 
under this article for the purpose of reducing electrical 
noise originating from lighting equipment shall meet the 
conditions of 647.8(A) through (C). 

(A) Disconnecting Means. All luminaires connected to 
separately derived systems operating at 60 volts to ground, 
and associated control equipment if provided, shall have a 
disconnecting means that simultaneously opens all un- 
grounded conductors. The disconnecting means shall be lo¬ 
cated within sight of the luminaire or be lockable open in 
accordance with 110.25. [ROP 12-150] 


(B) Luminaires. All luminaires shall be permanently in¬ 
stalled and listed for connection to a separately derived 
system at 120 volts line-to-line and 60 volts to ground. 

(C) Screw Shell. Luminaires installed under this section 
shall not have an exposed lamp screw shell. 


ARTICLE 650 
Pipe Organs 


650.1 Scope. This article covers those electrical circuits 
and parts of electrically operated pipe organs that are em- 
ployed for the com^ff of the sounding apparatus and key- 
boards. 


ronic Organ Equipment. Installations of 
? analo^Éampled sound production technology and 
no signal processing, amplification, reproduc- 
tion eqWAbent, and wiring installed as part of a pipe organ 
lall be ¡r^kcordance with Article 640. 


IB] Optica]. Fiber Cable. Installations of optical líber 
[es shafl be in accordance with Parts I and V of Article 


1.4 Source of Energy. The source of power shall be a 
F transformer-type rectifier, the de potential of which shall 
not exceed 30 volts de. 

650.5 Grounding. The rectifier shall be bonded to the 
equipment grounding conductor according to the provisions 
in Article 250, Parts V, VI, VII, and VIII. 

650.6 Conductors. Conductors shall comply with 
650.6(A) through (D). 

(A) Size. Conductors shall be not less than 28 AWG for 
electronic signal circuits and not less than 26 AWG for 
electromagnetic valve supply and the like. A main 
common-return conductor in the electromagnetic supply 
shall not be less than 14 AWG. 

(B) Insulation. Conductors shall have thermoplastic or 
thermosetting insulation. 

(C) Conductors to Be Cabled. Except for the common- 
return conductor and conductors inside the organ proper, 
the organ sections and the organ consolé conductors shall 
be cabled. The common-return conductors shall be permit¬ 
ted under an additional covering enclosing both cable and 
return conductor, or they shall be permitted as a sepárate 
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conductor and shall be permitted to be in contact with the 
cable. 


tions, 7910 Woodmont Ave., Suite 1016, Bethesda, MD 
20814. 


(D) Cable Covering. Each cable shall be provided with an 
outer covering, either overall or on each of any subassem- 
blies of grouped conductors. Tape shall be permitted in 
place of a covering. Where not installed in metal raceway, 
the covering shall be resistant to ñame spread, or the cable 
or each cable subassembly shall be covered with a closely 
wound listed fireproof tape. 


660.2 Definitions. 

Long-Time Rating. A rating based on an operating interval 
of 5 minutes or longer. 

Mobile. X-ray equipment mounted on a permanent base 
with wheels and/or casters for moving while completely 
assembled. 


Informational Note: One method of determining that cable 
is resistant to fíame spread is by testing the cable to the 
VW-1 (vertical-wire) ñame test in the ANSI/UL 1581-2011, 
Reference Standard for Electrical Wires, Cables and Flex¬ 
ible Cords. [ROP 12-19] 

650.7 Installation of Conductors. Cables shall be se- 
curely fastened in place and shall be permitted to be at- 
tached directly to the organ structure without insulating 
supports. Cables shall not be placed in contact with other 
conductors. Abandoned cables that are not terminated at 
equipment shall be identified with a tag. 

650.8 Overcurrent Protection. Circuits shall be so ar- 
ranged that 26 AWG and 28 AWG conductors 
protected by an overcurrent device rated at not more 
amperes. Other conductor sizes shall be protected in a} 
dance with their ampacity. A common reimwwc ondi 
shall not require overcurrent protection. 



Momentary Rating. A rating based on an operating inter¬ 
val that does not exceed 5 seconds. 

Portable. X-ray equipment designed to be hand-carried. 

Transportabl&X-ray equipment that is to be installed in a 
vehicle or tb^^nay be readily disassembled for transport in 
a vehicl^ 

Hazardous (Classified) Locations. Unless identi- 
SFfor the locatii^^C-ray and related equipment shall not 
instahed or opcnftpl in hazardous (classified) locations. 

See Article 517, Part IV. 



660.1 Scope. This article covers alra-ray equipment oper¬ 
ating at any frequency or voltage for industrial or other 
nonmedical or nondental use. 


Nothing in this article shall be construed as specifying 
safeguards against the useful beam or stray X-ray radiation. 


hnnection to Supply Circuit. 

Fixed and Stationary Equipment. Fixed and station- 
W-niy equipment shall be connected to the power sup¬ 
ply by means of a wiring method meeting the general re- 
quirements of this Code. Equipment properly supplied by a 
branch circuit rated at not over 30 amperes shall be permit¬ 
ted to be supplied through a suitable attachment plug cap 
and hard-service cable or cord. 

(B) Portable, Mobile, and Transportable Equipment. 

Individual branch circuits shall not be required for portable, 
mobile, and transportable X-ray equipment requiring a ca- 
pacity of not over 60 amperes. Portable and mobile types of 
X-ray equipment of any capacity shall be supplied through 
a suitable hard-service cable or cord. Transportable X-ray 
equipment of any capacity shall be permitted to be con¬ 
nected to its power supply by suitable connections and 
hard-service cable or cord. 

(C) Over 1000 Volts, Nominal. Circuits and equipment 
operated at more than 1000 volts, nominal, shall comply 
with Article 490. [ROP 12-152] 


Informational Note No. 1: Radiation safety and perfor¬ 
mance requirements of several classes of X-ray equipment 
are regulated under Public Law 90-602 and are enforced by 
the Department of Health and Human Services. 

Informational Note No. 2: In addition, information on ra¬ 
diation protection by the National Council on Radiation 
Protection and Measurements is published as Reports ofthe 
National Council on Radiation Protection and Measure- 
ment. These reports can be obtained from NCRP Publica- 


660.5 Disconnecting Means. A disconnecting means of 
adequate capacity for at least 50 percent of the input re¬ 
quired for the momentary rating, or 100 percent of the input 
required for the long-time rating, of the X-ray equipment, 
whichever is greater, shall be provided in the supply circuit. 
The disconnecting means shall be operable from a location 
readily accessible from the X-ray control. For equipment 
connected to a 120-volt, nominal, branch circuit of 30 am- 
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peres or less, a grounding-type attachment plug cap and 
receptacle of proper rating shall be permitted to serve as a 
disconnecting means. 

660.6 Rating of Supply Conductors and Overcurrent 
Protection. 

(A) Branch-Circuit Conductors. The ampacity of supply 
branch-circuit conductors and the overcurrent protective 
devices shall not be less than 50 percent of the momentary 
rating or 100 percent of the long-time rating, whichever is 
greater. 

(B) Feeder Conductors. The rated ampacity of conductors 
and overcurrent devices of a feeder for two or more branch 
circuits supplying X-ray units shall not be less than 
100 percent of the momentary demand rating [as deter- 
mined by 660.6(A)] of the two largest X-ray apparatus plus 
20 percent of the momentary ratings of other X-ray appa¬ 
ratus. 

Informational Note: The mínimum conductor size for 
branch and feeder circuits is also govemed by voltage regu- 
lation requirements. For a specific installation, the manu- 
facturer usually specifies mínimum distribution transformer 
and conductor sizes, rating of disconnect means, and o 
current protection. 

660.7 Wiring Termináis. X-ray equipment not provided ' 
with a permanently attached cord or cord set shalL 
vided with suitable wiring termináis or leads fi 
nection of power-supply conductors of the s^R-equireJ 
the rating of the branch circuit for the equip| 

660.9 Mínimum Size of ConductQgg¡ 

AWG fixture wires, as specifi^^n 725 
cords shall be permitted for tl^Kmtrol and o®rating*cir- 
cuits of X-ray and auxiliary equi^fcent where pjtected by 
not larger than 20-ampere o ve re u rr^fcde v i c 

660.10 Equipment Installations. All eq^ment for new 

X-ray installations and all used or reconditioned X-ray 
equipment moved to and reinstalled at a new location shall 
be of an approved type. 


vice, shall be provided to control the load resulting from 
failures in the high-voltage circuit. 

660.21 Portable and Mobile Equipment. Portable and 
mobile equipment shall comply with 660.20, but the manu- 
ally controlled device shall be located in or on the equip¬ 
ment. 

660.23 Industrial and Commercial Laboratory Equip¬ 
ment. 

(A) Radiographic and Fluoroscopic Types. All 

radiographic- and fluoroscopic-type equipment shall be ef- 
fectively enclosed or shall have interlocks that de-energize 
the equipment automatically to prevent ready access to live 
current-carrying partw 

(B) Diffraction and Irradiation Types. Diffraction- and 
irradiation-tw^^qfcwnent or installations not effectively 
enclosed ar mt pro^^d with interlocks to prevent access 
to uniq^Red live part^knng operation shall be provided 

Sositivameans to i flétate when they are energized. 
fcdicato^Riall be a pilot light, readable meter deflec- 
tion, rl||¡|glSValent means. 

mdent Control. Where more than one piece 
s operated from the same high-voltage cir- 
P?ece or each group of equipment as a unit shall 
e provided with a high-voltage switch or equivalent dis- 
knnecting means. This disconnecting means shall be con- 
Rcted, enclosed, or located so as to avoid contact by 
^ersons with its live parts. 

III. Transformers and Capacitors 

660.35 General. Transformers and capacitors that are part 
of an X-ray equipment shall not be required to comply with 
Articles 450 and 460. 

660.36 Capacitors. Capacitors shall be mounted within 
enclosures of insulating material or grounded metal. 

IV. Guarding and Grounding 
660.47 General. 


660.20 Fixed and Stationary Equipment. 

(A) Sepárate Control Device. A sepárate control device, 
in addition to the disconnecting means, shall be incorpo- 
rated in the X-ray control supply or in the primary circuit to 
the high-voltage transformer. This device shall be a part of 
the X-ray equipment but shall be permitted in a sepárate 
enclosure immediately adjacent to the X-ray control unit. 


(A) High-Voltage Parts. All high-voltage parts, including 
X-ray tubes, shall be mounted within grounded enclosures. 
Air, oil, gas, or other suitable insulating media shall be used 
to insulate the high voltage from the grounded enclosure. 
The connection from the high-voltage equipment to X-ray 
tubes and other high-voltage components shall be made 
with high-voltage shielded cables. 


(B) Protective Device. A protective device, which shall be (B) Low-Voltage Cables. Low-voltage cables connecting 

permitted to be incorporated into the sepárate control de- to oil-filled units that are not completely sealed, such as 
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transformers, condensers, oil coolers, and high-voltage 
switches, shall have insulation of the oil-resistant type. 

660.48 Grounding. Non-current-carrying metal parts of 
X-ray and associated equipment (Controls, tables, X-ray 
tube supports, transformer tanks, shielded cables, X-ray 
tube heads, and so forth) shall be grounded in the manner 
specified in Article 250. Portable and mobile equipment 
shall be provided with an approved grounding-type attach- 
ment plug cap. 

Exception: Battery-operated equipment. 


ARTICLE 665 

Induction and Dielectric Heating 
Equipment 

I. General 

665.1 Scope. This article covers the construction and in- 
stallation of dielectric heating, induction heating, induction 
melting, and induction welding equipment and accs 
for industrial and scientific applications. Medical or' 
applications, appliances, or line frequency pipeline an 
sel heating are not covered in this article. 

Informational Note: See Article 427, J 
quency induction heating of pipeline» 

665.2 Deñnitions. 

Applicator. The device r^^rtween the 

output circuit and the o í helSed. [ROP 

12-154] 

Converting Device. That pa^^rf th^l&ating equipment 
that converts input mechanical or electrical energy to the 
voltage, current, and frequency usea for the heating appli¬ 
cator. A converting device consists of equipment using 
mains frequency, all static multipliers, oscillator-type units 
using vacuum tubes, inverters using solid-state devices, or 
motor generator equipment. [ROP 12-153] 

Dielectric Heating. Heating of a nominally insulating ma¬ 
terial due to its own dielectric losses when the material is 
placed in a varying electric field. 

Heating Equipment. As used in this article, any equipment 
that is used for heating purposes and whose heat is gener- 
ated by induction or dielectric methods. 

Induction Heating, Melting, and Welding. The heating, 
melting, or welding of a nominally conductive material due 
to its own I 2 R losses when the material is placed in a 
varying electromagnetic field. 



665.4 Hazardous (Classified) Locations. Heating equip¬ 
ment shall not be installed in hazardous (classified) loca¬ 
tions as defined in Article 500 unless the equipment and 
wiring are designed and approved for the hazardous (clas¬ 
sified) locations. 

665.5 Output Circuit. The output circuit shall inelude all 
output components external to the converting device, in- 
cluding contactors, switches, busbars, and other conductors. 
The current flow from the output circuit to ground under 
operating and ground-fault conditions shall be limited to a 
valué that does not cause 50 volts or more to ground to 
appear on any accessible part of the heating equipment and 
its load. The output circuit shall be permitted to be isolated 
from ground. 


ntipl^BKpntrol Points. Where múltiple control 
’s are used n^jnplicator energization, a means shall be 
Ffjvided and intera^ted so that the applicator can be en- 
rgized^om only one control point at a time. A means for 
^gizing the applicator shall be provided at each con- 
Gioint. 

Foot Switches. Switches operated by foot pressure 
ibe provided with a shield over the contact button to 
avoid accidental closing of a foot switch. 

665.10 Ampacity of Supply Conductors. The ampacity 
of supply conductors shall be determined by 665.10(A) or 
(B). 

(A) Nameplate Rating. The ampacity of conductors sup- 
plying one or more pieces of equipment shall be not less 
than the sum of the nameplate ratings for the largest group 
of machines capable of simultaneous operation, plus 
100 percent of the standby currents of the remaining ma¬ 
chines. Where standby currents are not given on the name¬ 
plate, the nameplate rating shall be used as the standby 
current. 

(B) Motor-Generator Equipment. The ampacity of sup¬ 
ply conductors for motor-generator equipment shall be de¬ 
termined in accordance with Article 430, Part II. 

665.11 Overcurrent Protection. Overcurrent protection 
for the heating equipment shall be provided as specified in 
Article 240. This overcurrent protection shall be permitted 
to be provided separately or as a part of the equipment. 

665.12 Disconnecting Means. A readily accessible dis- 
connecting means shall be provided to disconnect each 
heating equipment from its supply circuit. The disconnect¬ 
ing means shall be located within sight from the controller 
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or be lockable open in accordance with 110.25. [ROP 12- 
155] 

The rating of this disconnecting means shall not be less 
than the nameplate rating of the heating equipment. Motor- 
generator equipment shall comply with Article 430, Part 
IX. The supply circuit disconnecting means shall be permit- 
ted to serve as the heating equipment disconnecting means 
where only one heating equipment is supplied. 

II. Guarding, Grounding, and Labeling 

665.19 Component Interconnection. The interconnection 
components required for a complete heating equipment in- 
stallation shall be guarded. 

665.20 Enclosures. The converting device (excluding the 
component interconnections) shall be completely contained 
within an enclosure(s) of noncombustible material. 

665.21 Control Panels. All control panels shall be of 
dead-front construction. 

665.22 Access to Internal Equipment. Access doors or 
detachable access panels shall be employed for internal ac- 
cess to heating equipment. Access doors to internal com-, 
partments containing equipment employing voltages from 
150 volts to 1000 volts ac or de shall be capable of being 
locked closed or shall be interlocked to prevent tj^fjjj^ply 
circuit from being energized while the door(s)^wpen^fce 
provisión for locking or adding a lock to th«ccess t^Brs 
shall be installed on or at the access door and shall remain 
in place with or without the lock ins talled. 

Access doors to internal containing 

equipment employing voltages a^^eding l(^» r olt^^or 
de shall be provided with a di^Kmecting mea»equipped 
with mechanical lockouts to preTO^access whjB the heat¬ 
ing equipment is energized, or the^^tess ^^rs shall be 
capable of being locked closed and inrak^red to prevent 
the supply circuit from being energized wmle the door(s) is 
open. Detachable panels not normally used for access to 
such parts shall be fastened in a manner that makes them 
inconvenient to remo ve. 

665.23 Warning Labels or Signs. Warning labels or signs 
that read “DANGER — HIGH VOLTAGE — KEEP OUT” 
shall be attached to the equipment and shall be plainly 
visible where persons might come in contact with energized 
parts when doors are open or closed or when panels are 
removed from compartments containing over 150 volts ac 
or de. The warning sign(s) or label(s) shall comply with 
110.21(B). [ROP 12-158] 

665.24 Capacitors. The time and means of discharge shall 
be in accordance with 460.6 for capacitors rated 600 volts, 
nominal, and under. The time and means of discharge shall 


be in accordance with 460.28 for capacitors rated over 600 
volts, nominal. Capacitor internal pressure switches con- 
nected to a circuit-interrupter device shall be permitted for 
capacitor overcurrent protection. 

665.25 Dielectric Heating Applicator Shielding. Protec- 
tive cages or adequate shielding shall be used to guard 
dielectric heating applicators. Interlock switches shall be 
used on all hinged access doors, sliding panels, or other 
easy means of access to the applicator. All interlock 
switches shall be connected in such a manner as to remove 
all power from the applicator when any one of the access 
doors or panels is open. 

665.26 Grounding and Bonding. Bonding to the equip¬ 
ment grounding coráuctor or inter-unit bonding, or both, 
shall be used wh|^wer required for circuit operation, and 
for limiting to a safe valué radio frequeney voltages be- 
tween all ex^^ed n^^current-carrying parts of the equip¬ 
ment and^arth groumkjaetween all equipment parts and 
surroi^mg objeets, anc^^^veen such objeets and earth 
gn^fff SuchAmnection ttrthe equipment grounding con- 
duc^^n^wnding shall be installed in accordance with 
Articl^fc^r Parts II and V. 


P565.27 Marking. Each heating equipment shall be pro¬ 
vided with a nameplate giving the manufacturer’s ñame and 
model identification and the following input data: line 
volts, frequeney, number of phases, máximum current, full- 
load kilovolt-amperes (kVA), and full-load power factor. 
Additional data shall be permitted. 


ARTICLE 668 
Electrolytic Cells 


668.1 Scope. The provisions of this article apply to the 
installation of the electrical components and accessory 
equipment of electrolytic cells, electrolytic cell lines, and 
process power supply for the production of aluminum, cad- 
mium, chlorine, copper, fluorine, hydrogen peroxide, mag- 
nesium, sodium, sodium chlorate, and zinc. 

Not covered by this article are cells used as a source of 
electric energy and for electroplating processes and cells 
used for the production of hydrogen. 

Informational Note No. 1: In general, any cell line or 
group of cell lines operated as a unit for the production of a 



¿Note: Under certain conditions, contact be- 
;t being heated and the applicator results in 
Icondition, such as eruption of heated materials. 
Grounding of the object being heated and ground detection 
i be used to prevent this unsafe condition. [ROP 
kl2-158a] 
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particular metal, gas, or Chemical compound may differ 
from any other cell lines producing the same product be- 
cause of variations in the particular raw materials used, 
output capacity, use of proprietary methods or process prac- 
tices, or other modifying factors to the extent that detailed 
Code requirements become overly restrictive and do not 
accomplish the stated purpose of this Code. 

Informational Note No. 2: For further information, see 
IEEE 463-1993, Standard for Electrical Safety Practices in 
Electrolytic Cell Line Working Zones. 

668.2 Definitions. 


(C) Electrolytic Cell Lines. Electrolytic cell lines shall 
comply with the provisions of Chapters 1 through 4 except 
as amended in 668.3(C)(1) through (C)(4). 

(1) Conductors. The electrolytic cell line conductors shall 
not be required to comply with the provisions of Articles 
110, 210, 215, 220, and 225. See 668.11. 

(2) Overcurrent Protection. Overcurrent protection of 
electrolytic cell de process power circuits shall not be re¬ 
quired to comply with the requirements of Article 240. 


Cell Line. An assembly of electrically interconnected elec¬ 
trolytic cells supplied by a source of direct-current power. 

Cell Line Attachments and Auxiliary Equipment. As ap- 

plied to this article, a term that ineludes, but is not limited 
to, auxiliary tanks; process piping; ductwork; structural 
supports; exposed cell line conductors; conduits and other 
raceways; pumps, positioning equipment, and cell cutout or 
bypass electrical devices. Auxiliary equipment ineludes 
tools, welding machines, crucibles, and other portable 
equipment used for operation and maintenance within the 
electrolytic cell line working zone. 

In the cell line working zone, auxiliary equipmatfin- 
cludes the exposed conductive surfaces of ungre 
cranes and crane-mounted cell-servicing equipment. 

Electrically Connected. A connection ca 
current as distinguished from connectú 
magnetic induction. 

Electrolytic Cell. A tank or vat in 
reactions are caused by api 
purpose of refining or proí 

Electrolytic Cell Line wfóking i space envelope 

wherein operation or main^Mic ally performed 

on or in the vicinity of exposea® trfaces of elec¬ 

trolytic cell lines or their attachm 




(3) Grounding. Equipment located or used within the 
electrolytic cell line working zone or associated with the 
cell line direct-current power circuits shall not be required 
to comply with the provisions of Article 250. 

The electrolytic cells, cell line attach- 
ng of auxiliary equipment and devices 
working zone shall not be required to 
•visions of Articles 110, 210, 215, 220, 


nátional Note: See 668.15 for equipment, apparatus, 
ructural component grounding. 


Area Covered. The space envelope of the cell line 
working zone shall encompass spaces that meet any of the 
following conditions: 

(1) Is within 2.5 m (96 in.) above energized surfaces of 
electrolytic cell lines or their energized attachments 

(2) Is below energized surfaces of electrolytic cell Unes or 
their energized attachments, provided the headroom in 
the space beneath is less than 2.5 m (96 in.) 

(3) Is within 1.0 m (42 in.) horizontally from energized 
surfaces of electrolytic cell Unes or their energized at¬ 
tachments or from the space envelope described in 
668.10(A)(1) or (A)(2) 



668.3 Other Articles. 

(A) Lighting, Yentilating, Material Handling. Chapters 1 
through 4 shall apply to Services, feeders, branch circuits, 
and apparatus for supplying lighting, ventilating, material 
handling, and the like that are outside the electrolytic cell 
line working zone. 

(B) Systems Not Electrically Connected. Those elements 
of a cell line power-supply system that are not electrically 
connected to the cell supply system, such as the primary 
winding of a two-winding transformer, the motor of a 
motor-generator set, feeders, branch circuits, disconnecting 
means, motor controllers, and overload protective equip¬ 
ment, shall be required to comply with all applicable pro¬ 
visions of this Code. 


(B) Area Not Covered. The cell line working zone shall 
not be required to extend through or beyond walls, floors, 
roofs, partitions, barriere, or the like. 

668.11 Direct-Current Cell Line Process Power Supply. 

(A) Not Grounded. The direct-current cell line process 
power-supply conductors shall not he required to be 
grounded. 

(B) Metal Enclosures Grounded. All metal enclosures of 
power-supply apparatus for the direct-current cell line pro¬ 
cess operating at a power-supply potential between termi¬ 
náis of over 50 volts shall be grounded by either of the 
following means: 

(1) Through protective relaying equipment 
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(2) By a minimum 2/0 AWG copper grounding conductor 
or a conductor of equal or greater conductance 

(C) Grounding Requirements. The grounding connec- 
tions required by 668.11(B) shall be installed in accordance 
with 250.8, 250.10, 250.12, 250.68, and 250.70. 


Exception No. 1: Where the cell line voltage does not 
exceed 200 volts de, these frames and enclosures shall be 
permitted to be grounded. 

Exception No. 2: These frames and enclosures shall be 
permitted to be grounded where guarded. 


(A) Insulation and Material. Cell line conductors shall be 
either bare, covered, or insulated and of copper, aluminum, 
copper-clad aluminum, Steel, or other suitable material. 

(B) Size. Cell line conductors shall be of such cross- 
sectional area that the temperature rise under máximum 
load conditions and at máximum ambient shall not exceed 
the safe operating temperature of the conductor insulation 
or the material of the conductor supports. 

(C) Connections. Cell line conductors shall be joined by 
bolted, welded, clamped, or compression connectors. 

668.13 Disconnecting Means. 

(A) More Than One Process Power Supply. Where more 
than one direct-current cell line process power supply^ 
serves the same cell line, a disconnecting means shall be^ 
provided on the cell line circuit side of each power supply 1 
to disconnect it from the cell line circuit. 

(B) Removable Links or Conductors. Ren^^ffde T 

or removable conductors shall he permitted^n be usj| 
the disconnecting means. 

668.14 Shunting Means. 

(A) Partial or Total Shuntinj 

cell line circuit current arounc 
permitted. 

(B) Shunting One or More Cells. conductors, 

switches, or combination of conductors and switches used 
for shunting one or more cells shall comply with the appli- 
cable requirements of 668.12. 


(B) Isolating Transformers. Electrically powered, hand- 
held, cord-connected portable equipment with ungrounded 
frames or enclosures used within the cell line working zone 
shall be connected to receptacle circuits that have only un¬ 
grounded conductors such as a branch circuit supplied by 
an isolating transformer with an ungrounded secondary. 

(C) Marking. Ungrounded portable electrical equipment 
shall be distinctively marked and shall employ plugs and 
receptacles of a coj^Éguration that prevenís connection of 
this equipment tc^Wmnding receptacles and that prevenís 
inadvertent interchaiige of ungrounded and grounded por¬ 
table electri* 




(A) Circuits. Circuits supplying power to un- 
ground^Brceptacles for hand-held, cord-connected equip- 

shalÍT^dectrically isolated from any distribution sys- 
treas other than the cell line working zone 
ungrounded. Power for these circuits shall be 
[pplied through isolating transformers. Primaries of such 
msformers shall opérate at not more than 1000 volts be- 
;en conductors and shall be provided with proper over- 
'urrent protection. The secondary voltage of such trans¬ 
formers shall not exceed 300 volts between conductors, and 
all circuits supplied from such secondaries shall be un¬ 
grounded and shall have an approved overcurrent device of 
proper rating in each conductor. [ROP 12-160] 

(B) Noninterchangeability. Receptacles and their mating 
plugs for ungrounded equipment shall not have provisión 
for a grounding conductor and shall be of a configuration 
that prevenís their use for equipment required to be 
grounded. 


668.15 Grounding. For equipment, apparatus, and struc- 
tural components that are required to be grounded by pro- 
visions of Article 668, the provisions of Article 250 shall 
apply, except a water pipe electrode shall not be required to 
be used. Any electrode or combination of electrodes de- 
scribed in 250.52 shall be permitted. 

668.20 Portable Electrical Equipment. 

(A) Portable Electrical Equipment Not to Be 
Grounded. The frames and enclosures of portable electri¬ 
cal equipment used within the cell line working zone shall 
not be grounded. 


(C) Marking. Receptacles on circuits supplied by an iso¬ 
lating transformer with an ungrounded secondary shall be a 
distinctive configuration, shall be distinctively marked, and 
shall not be used in any other location in the plant. 

668.30 Fixed and Portable Electrical Equipment. 

(A) Electrical Equipment Not Required to Be 
Grounded. Alternating-current systems supplying fixed 
and portable electrical equipment within the cell line work¬ 
ing zone shall not be required to be grounded. 

(B) Exposed Conductive Surfaces Not Required to Be 
Grounded. Exposed conductive surfaces, such as electrical 
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equipment housings, cabinets, boxes, motors, raceways, 
and the like, that are within the cell line working zone shall 
not be required to be grounded. 

(C) Wiring Methods. Auxiliary electrical equipment such 
as motors, transducers, sensors, control devices, and 
alarms, mounted on an electrolytic cell or other energized 
surface, shall be connected to premises wiring systems by 
any of the following means: 

(1) Multiconductor hard usage cord. 

(2) Wire or cable in suitable raceways or metal or nonme- 
tallic cable trays. If metal conduit, cable tray, armored 
cable, or similar metallic systems are used, they shall 
be installed with insulating breaks such that they do not 
cause a potentially hazardous electrical condition. 


ARTICLE 669 
Electroplating 


669.1 Scope. The provisions of this article apply to the 
installation of the electrical components and accessory 
equipment that supply the power and Controls for electro¬ 
plating, anodizing, electropolishing, and electrostripping. 
For purposes of this article, the term electroplating shall be 
used to identify any or all of these processes. 

669.3 General. Equipment for use in electroplating pro¬ 
cesses shall be identified for such Service. 


(D) Circuit Protection. Circuit protection shall not be re¬ 
quired for control and instrumentation that are totally 
within the cell line working zone. 

(E) Bonding. Bonding of fixed electrical equipment to the 
energized conductive surfaces of the cell line, its attach- 
ments, or auxiliaries shall be permitted. Where fixed elec- < 
trical equipment is mounted on an energized conductive 
surface, it shall be bonded to that surface. 

668.31 Auxiliary Nonelectrical Connections. AuS^ 

nonelectrical connections, such as air hoses, water hm 
and the like, to an electrolytic cell, its attacj^ghs, or I 
iliary equipment shall not have continua^^o^^ptive 3 
inforcing wire, armor, braids, and tha^Rc. Hos^y shall b^ 
of a nonconductive material. 

668.32 Cranes and Hoists. 


(A) Conductive Surfacejs |o Be Insi 

The conductive surface^^cranes and 
cell line working zone shal^^tfbe requ 
The portion of an overhead 
energized electrolytic cell or 
insulated from ground. 



¡d from Ground. 

its that enter the 
fio be grounded. 
that contacts an 
ittachments shall be 


669.5 Branch-Circuit Conductors. Branch-circuit con- 
ductors^pKlving one or more units of equipment shall 
have ^^un^fctv of not less than 125 percent of the total 

kected loáoste ampacities for busbars shall be in ac- 
Praance with 

669.6 Wiring Methods. Conductors connecting the elec- 
^Ke tank equipment to the conversión equipment shall be 
in afcw-dance with 669.6(A) and (B). 

Systems Not Exceeding 50 Volts Direct Current. In- 

sulatéd conductors shall be permitted to be run without 
insulated support, provided they are protected from physi- 
cal damage. Bare copper or aluminum conductors shall be 
permitted where supported on insulators. 

(B) Systems Exceeding 50 Volts Direct Current. Insu- 
lated conductors shall be permitted to be run on insulated 
supports, provided they are protected from physical dam¬ 
age. Bare copper or aluminum conductors shall be permit¬ 
ted where supported on insulators and guarded against ac¬ 
cidental contact up to the point of termination in 
accordance with 110.28. 


(B) Hazardous Electrical Conditions. Remóte crane or 
hoist Controls that could introduce hazardous electrical con¬ 
ditions into the cell fine working zone shall employ one or 
more of the following systems: 

(1) Isolated and ungrounded control circuit in accordance 
with 668.21 (A) 

(2) Nonconductive rope operator 

(3) Pendant pushbutton with nonconductive supporting 
means and having nonconductive surfaces or un¬ 
grounded exposed conductive surfaces 

(4) Radio 


669.7 Warning Signs. Waming signs shall be posted to 
indicate the presence of bare conductors. The waming 
sign(s) or label(s) shall comply with 110.21(B). [ROP 12- 
165] 

669.8 Disconnecting Means. 

(A) More Than One Power Supply. Where more than 
one power supply serves the same de system, a disconnect¬ 
ing means shall be provided on the de side of each power 
supply. 


668.40 Enclosures. General-purpose electrical equipment 
enclosures shall be permitted where a natural draft ventila- 
tion system prevents the accumulation of gases. 


(B) Removable Links or Conductors. Removable links 
or removable conductors shall be permitted to be used as 
the disconnecting means. 
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ARTICLE 670 — INDUSTRIAL MACHINERY 


669.9 Overcurrent Protection. Direct-current conductors 
shall be protected from overcurrent by one or more of the 
following: 

(1) Fuses or circuit breakers 

(2) A current-sensing device that operates a disconnecting 
means 


(4) Short-circuit current rating of the machine industrial 
control panel based on one of the following: 

a. Short-circuit current rating of a listed and labeled 
machine control enclosure or assembly 

b. Short-circuit current rating established utilizing an 
approved method 


(3) Other approved means 


ARTICLE 670 
Industrial Machinery 


670.1 Scope. This arricie covers the definition of, the 
nameplate data for, and the size and overcurrent protection 
of supply conductors to industrial machinery. 

Informational Note No. 1: For further information, see 
NFPA 79-2007, Electrical Standard for Industrial 
Machinery. 

Informational Note No. 2: For information on the work- 
space requirements for equipment containing supply con¬ 
ductor termináis, see 110.27. For information on the work- 
space requirements for machine power and control 
equipment, see NFPA 79-2007, Electrical Standard for In¬ 
dustrial Machinery. 

670.2 Definition. 

Industrial Machinery (Machine). A po^fcdrivei 

chine (or a group of machines working toget^fcú^rcoor- 
dinated manner), not portable by haadl WJhÜe w orlfbg. that 
is used to process material by a^pig; forafc 
electrical, thermal, or optical I^mniques; lamí 
combination of these processes^^^an includ«ssociated 
equipment used to transfer matern^kr toolin^including 
fixtures, to assemble/disassemble, to test, or to 

package. [The associated electrical equipment, including 
the logic controller(s) and associated software or logic to- 
gether with the machine actuators and sensors, are consid- 
ered as part of the industrial machine.] 

670.3 Machine Nameplate Data. 


Informational Note: UL 508A-2001, Supplement SB, is an 
example of an approved method. 

(5) Electrical diagram number(s) or the number of the Ín¬ 
dex to the electrical drawings 

The full-load current shown on the nameplate shall not 
be less than the sum of the full-load currents required for 
all motors and other equipment that may be in operation at 
the same time underjiormal conditions of use. Where un- 
usual type loads, i^^^ycles, and so forth require oversized 
conductors or j^Kt reduced-size conductors, the required 
capacity sh^ÉBe^khided in the marked “full-load cur¬ 
rent.” Wlw^more t^^^me incoming supply circuit is to 
be prosea, the namepl^^hall State the preceding infor- 
rfor cada circuit. 



it Protection. Where overcurrent protec- 
in accordance with 670.4(C), the machine 
ked “overcurrent protection provided at ma- 


1.4 Supply Conductors and Overcurrent Protection. 

(A) Size. The size of the supply conductor shall be such as 
to have an ampacity not less than 125 percent of the full- 
load current rating of all resistance heating loads plus 
125 percent of the full-load current rating of the highest 
rated motor plus the sum of the full-load current ratings of 
all other connected motors and apparatus, based on their 
duty cycle, that may be in operation at the same time. 

Informational Note No. 1: See the 0-2000-volt ampacity 
tables of Arricie 310 for ampacity of conductors rated 1000 
volts and below. [ROP 12-167] 

Informational Note No. 2: See 430.22(E) and 430.26 for 
duty cycle requirements. 


(A) Permanent Nameplate. A permanent nameplate shall 
be attached to the control equipment enclosure or machine 
and shall be plainly visible after installation. The nameplate 
shall inelude the following information: 

(1) Supply voltage, number of phases, frequeney, and full- 
load current 

(2) Máximum ampere rating of the short-circuit and 
ground-fault protective device 

(3) Ampere rating of largest motor, from the motor name¬ 
plate, orload 


(B) Disconnecting Means. A machine shall be considered 
as an individual unit and therefore shall be provided with 
disconnecting means. The disconnecting means shall be 
permitted to be supplied by branch circuits protected by 
either fuses or circuit breakers. The disconnecting means 
shall not be required to incorpórate overcurrent protection. 

(C) Overcurrent Protection. Where furnished as part of 
the machine, overcurrent protection for each supply circuit 
shall consist of a single circuit breaker or set of fuses, the 
machine shall bear the marking required in 670.3, and the 
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675.7 


supply conductors shall be considered either as feeders or 
as taps as covered by 240.21. 

The rating or setting of the overcurrent protective de- 
vice for the circuit supplying the machine shall not be 
greater than the sum of the largest rating or setting of the 
branch-circuit short-circuit and ground-fault protective de- 
vice provided with the machine, plus 125 percent of the 
full-load current rating of all resistance heating loads, plus 
the sum of the full-load currents of all other motors and 
apparatus that could be in operation at the same time. 

Exception: Where one or more instantaneous trip circuit 
breakers or motor short-circuit protectors are used for mo¬ 
tor branch-circuit short-circuit and ground-fault protection 
as permitted by 430.52(C), the procedure specified in 
670.4(C) for determining the máximum rating of the pro¬ 
tective device for the circuit supplying the machine shall 
apply with the following provisión: For the purpose of the 
calculation, each instantaneous trip circuit breaker or mo¬ 
tor short-circuit protector shall be assumed to have a rat¬ 
ing not exceeding the máximum percentage of motor full- 
load current permitted by Table 430.52 for the type of 
machine supply circuit protective device employed. 

Where no branch-circuit short-circuit and groundjfault 
protective device is provided with the machine, thel 
or setting of the overcurrent protective device sh 
based on 430.52 and 430.53, as applicable. 

670.5 Short-Circuit Current Rating^^usti 

ery shall not be installed where the lab le i 

exceeds its short-circuit current rating^ 
dance with 670.3(A)(4). 



Irrigation Machine. An electrically driven or controlled 
machine, with one or more motors, not hand-portable, and 
used primarily to transport and distribute water for agricul- 
tural purposes. 

675.4 Irrigation Cable. 

(A) Construction. The cable used to interconnect enclo- 
sures on the structure of an irrigation machine shall be an 
assembly of stranded, insulated conductors with nonhygro- 
scopic and nonwicking filler in a core of moisture- and 
flame-resistant nonmetallic material overlaid with a metal- 
he covering and jacketed with a moisture-, corrosión-, and 
sunlight-resistant nonmetallic material. 

The conductor insulation shall be of a type listed i 


Table 

(167‘ 

mate: 



an operating temperature of 75°C 
wet locations. The core insulating 
not be less than 0.76 mm (30 mils), 
overlay thickness shall be not less than 
jacketing material thickness shall be 
(50 mils). 

iposite of jWwer, control, and grounding condue¬ 
le cable shall be permitted. 


Altérnate Wiring Methods. Installation of other listed 
cabra^K>mplying with the construction requirements of 
¿,4( y shall be permitted. 

(C) Supports. Irrigation cable shall be secured by straps, 
hangers, or similar fittings identified for the purpose and so 
installed as not to damage the cable. Cable shall be sup- 
ported at intervals not exceeding 1.2 m (4 ft). 

(D) Fittings. Fittings shall be used at all points where irri¬ 
gation cable terminates. The fittings shall be designed for 
use with the cable and shall be suitable for the conditions of 


675.5 More Than Three Conductors in a Raceway or 
Cable. The signal and control conductors of a raceway or 
cable shall not be counted for the purpose of ampacity 
adjustment as required in 310.15(B)(3)(a). 


I. General 

675.1 Scope. The provisions of this arricie apply to elec¬ 
trically driven or controlled irrigation machines, and to the 
branch circuits and controllers for such equipment. 

675.2 Definitions. 

Center Pivot Irrigation Machine. A multimotored irriga¬ 
tion machine that revolves around a central pivot and em- 
ploys alignment switches or similar devices to control in¬ 
dividual motors. 

Collector Rings. An assembly of slip rings for transferring 
electric energy from a stationary to a rotating member. 


675.6 Marking on Main Control Panel. The main control 
panel shall be provided with a nameplate that shall give the 
following information: 

(1) The manufacturer’s ñame, the rated voltage, the phase, 
and the frequeney 

(2) The current rating of the machine 

(3) The rating of the main disconnecting means and size of 
overcurrent protection required 

675.7 Equivalent Current Ratings. Where intermittent 
duty is not involved, the provisions of Arricie 430 shall be 
used for determining ratings for controllers, disconnecting 
means, conductors, and the like. Where irrigation machines 
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have inherent intermittent duty, the determinations of 
equivalent current ratings in 675.7(A) and (B) shall be 
used. 


675.9 Branch-Circuit Conductors. The branch-circuit 
conductors shall have an ampacity not less than specified in 
675.7(A) or 675.22(A). 


(A) Continuous-Current Rating. The equivalent 
continuous-current rating for the selection of branch-circuit 
conductors and overcurrent protection shall be equal to 
125 percent of the motor nameplate full-load current rating 
of the largest motor, plus a quantity equal to the sum of 
each of the motor nameplate full-load current ratings of all 
remaining motors on the Circuit, multiplied by the máxi¬ 
mum percent duty cycle at which they can continuously 
opérate. 


675.10 Several Motors on One Branch Circuit. 

(A) Protection Required. Several motors, each not ex- 
ceeding 2 hp rating, shall be permitted to be used on an 
irrigation machine Circuit protected at not more than 30 
amperes at 1000 volts, nominal, or less, provided all of the 
following conditions are met: [ROP 19-120] 

(1) The full-load rating of any motor in the Circuit shall not 
exceed 6 amperes. 


(B) Locked-Rotor Current. The equivalent locked-rotor 
current rating shall be equal to the numerical sum of the 
locked-rotor current of the two largest motors plus 100 
percent of the sum of the motor nameplate full-load current 
ratings of all the remaining motors on the Circuit. 

675.8 Disconnecting Means. 

(A) Main Controller. A controller that is used to start and 
stop the complete machine shall meet all of the following 
requirements: 

(1) An equivalent continuous current rating not less than^ 
specified in 675.7(A) or 675.22(A) 

(2) A horsepower rating not less than the valué fn 
430.251 (A) and Table 430.251(B), bas 
equivalent locked-rotor current specifiedií 
675.22(B) 

Exception: A Usted molded c 
horsepower rating. 

(B) Main Disconnecting Meü^^The main di^pnnecting 

means for the machine shall provio^^ercurreiwrotection, 
shall be at the point of connection oWkctrio^Bwer to the 
machine, or shall be in sight from the and shall be 

readily accessible and lockable in accordance with 110.25. 
This disconnecting means shall have a horsepower and cur¬ 
rent rating not less than required for the main controller. 
[ROP 19-119, ROP 19-118, ROP 19-117] 


(2) Each motor in the circuit shall have individual overload 
protection in accordance with 430.32. 

(3) Taps to indivi^^motors shall not be smaller than 14 
AWG coppaj^Kl not more than 7.5 m (25 ft) in length. 

(B) Individual P^^^tion Not Required. Individual 
branch-dAiit short-ci^ÉRprotection for motors and motor 
contra^ws shall not be r^fcked where the requirements of 



[ Transmitting Current for Power Purposes. Collec- 
¿balPnave a current rating not less than 125 per- 
rfull-load current of the largest device served 
|Tíis the full-load current of all other devices served, or as 
«termined from 675.7(A) or 675.22(A). 

B) Control and Signal Purposes. Collector rings for con¬ 
trol and signal purposes shall have a current rating not less 
than 125 percent of the full-load current of the largest de¬ 
vice served plus the full-load current of all other devices 
served. 

(C) Grounding. The collector ring used for grounding 
shall have a current rating not less than that sized in accor¬ 
dance with 675.11(A). 

(D) Protection. Collector rings shall be protected from the 
expected environment and from accidental contad by 
means of a suitable enclosure. 


Exception No. 1: Circuit breakers without marked horse¬ 
power ratings shall be permitted in accordance with 
430.109. 

Exception No. 2: A Usted molded case switch without 
marked horsepower ratings shall be permitted. 

(C) Disconnecting Means for Individual Motors and 
Controllers. A disconnecting means shall be provided to 
simultaneously disconnect all ungrounded conductors for 
each motor and controller and shall be located as required 
by Article 430, Part IX. The disconnecting means shall not 
be required to be readily accessible. 


675.12 Grounding. The following equipment shall be 
grounded: 

(1) All electrical equipment on the irrigation machine 

(2) All electrical equipment associated with the irrigation 
machine 

(3) Metal junction boxes and enclosures 

(4) Control panels or control equipment that supplies or 
Controls electrical equipment to the irrigation machine 

Exception: Grounding shall not be required on machines 
where all of the following provisions are met: 
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(a) The machine is electrically controlled but not elec- 
trically driven. 

(b) The control voltage is 30 volts or less. 

(c) The control or signal circuits are current limited as 
specified in Chapter 9, Tables 11(A) and 11(B). 

675.13 Methods of Grounding. Machines that require 
grounding shall have a non-current-carrying equipment 
grounding conductor provided as an integral part of each 
cord, cable, or raceway. This grounding conductor shall be 
sized not less than the largest supply conductor in each 
cord, cable, or raceway. Feeder circuits supplying power to 
irrigation machines shall have an equipment grounding 
conductor sized according to Table 250.122. 


(A) Continuous-Current Rating. The equivalent 
continuous-current rating for the selection of branch-circuit 
conductors and branch-circuit devices shall be equal to 
125 percent of the motor nameplate full-load current rating 
of the largest motor plus 60 percent of the sum of the motor 
nameplate full-load current ratings of all remaining motors 
on the Circuit. 

(B) Locked-Rotor Current. The equivalent locked-rotor 
current rating shall be equal to the numerical sum of two 
times the locked-rotor current of the largest motor plus 
80 percent of the sum of the motor nameplate full-load 
current ratings of all the remaining motors on the Circuit. 



675.14 Bonding. Where electrical grounding is required 
on an irrigation machine, the metallic structure of the ma¬ 
chine, metallic conduit, or metallic sheath of cable shall be 
connected to the grounding conductor. Metal-to-metal con¬ 
tad with a part that is connected to the grounding conduc¬ 
tor and the non-current-carrying parts of the machine shall 
be considered as an acceptable bonding path. 

675.15 Lightning Protection. If an irrigation madúralas 
a stationary point, a grounding electrode system in'l^ 
dance with Article 250, Part III, shall be connected 
machine at the stationary point for lightnin g pro tectioi^ 

675.16 Energy from More Than On< 

within an enclosure receiving elect 
than one source shall not he required 
ing means for the additional 
age is 30 volts or less and 
III of Article 725. 

675.17 Connectors. ExternU^pgs an^Emnectors on the 
equipment shall be of the weaffl 

Unless provided solely for tfSJKinnection of circuits 
meeting the requirements of Part III of Article 725, extemal 
plugs and connectors shall be constructed as specified in 
250.124(A). 


ARTICLE 680 

Pools, Fountains, and Similar 
Installations 


Scope. The provisions of this article apply to the 
iction and installation of electrical wiring for, and 
luipfl^it in or adjacent to, all swimming, wading, thera- 
and decorative pools; fountains; hot tubs; spas; and 
hydrbmassage bathtubs, whether permanently installed or 
storable, and to metallic auxiliary equipment, such as 
pumps, filters, and similar equipment. The term body of 
water used throughout Part I applies to all bodies of water 
covered in this scope unless otherwise amended. 

680.2 Definitions. 

Cord-and-Plug-Connected Lighting Assembly. A light- 
ing assembly consisting of a luminaire intended for instal¬ 
lation in the wall of a spa, hot tub, or storable pool, and a 
cord-and-plug-connected transformen 

Dry-Niche Luminaire. A luminaire intended for installa¬ 
tion in the floor or wall of a pool, spa, or fountain in a niche 
that is sealed against the entry of water. 


II. Center Pivot Irrigation Machines 

675.21 General. The provisions of Part II are intended to 
cover additional special requirements that are peculiar to 
center pivot irrigation machines. See 675.2 for the defini- 
tion of Center Pivot Irrigation Machine. 


Fixed (as applied to equipment). Equipment that is fas- 
tened or otherwise secured at a specific location. [ROP 
17-83a] 

Forming Shell. A structure designed to support a wet-niche 
luminaire assembly and intended for mounting in a pool or 
fountain structure. 


675.22 Equivalent Current Ratings. To establish ratings 
of controllers, disconnecting means, conductors, and the 
like, for the inherent intermittent duty of center pivot irri¬ 
gation machines, the determinations in 675.22(A) and (B) 
shall be used. 


Fountain. Fountains, ornamental pools, display pools, and 
reflection pools. The definition does not inelude drinking 
fountains. 

Hydromassage Bathtub. A permanently installed bathtub 
equipped with a recirculating piping system, pump, and 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-611 




ARTICLE 680 — SWIMMING POOLS, FOUNTAINS, AND SIMILAR TNST ALT. ATTONS 


associated equipment. It is designed so it can accept, circu¬ 
íate, and discharge water upon each use. 

Low Yoltage Contact Limit. A voltage not exceeding the 
following valúes: 

(1) 15 volts (RMS) for sinusoidal ac 

(2) 21.2 volts peak for nonsinusoidal ac 

(3) 30 volts for continuous de 

(4) 12.4 volts peak for de that is interrupted at a rate of 10 
to 200 Hz 

Máximum Water Level. The highest level that water can 
reach before it spills out. 

No-Niche Luminaire. A luminaire intended for installation 
above or helow the water without a niche. 

Packaged Spa or Hot Tub Equipment Assembly. A 
factory-fabricated unit consisting of water-circulating, heat- 
ing, and control equipment mounted on a common base, 
intended to opérate a spa or hot tub. Equipment can inelude 
pumps, air blowers, heaters, lights, Controls, sanitizer gen- 
erators, and so forth. 

Packaged Therapeutic Tub or Hydrotherapeutic Tank 
Equipment Assembly. A factory-fabricated unit consisting 
of water-circulating, heating, and control equipment^ 
mounted on a common base, intended to opérate a thera-^ 
peutic tub or hydrotherapeutic tank. Equipment can inelude ' 
pumps, air blowers, heaters, lights, Controls, s 
erators, and so forth. 

Permanently Installed Decorative Fountiú 
tion Pools. Those that are constructed in the g 
ground, or in a building in such a mar 
cannot be readily disassembled foj»! 
served by electrical circuits of^py nature. r 
primarily constructed for theirvktiietic valué Md are not 
intended for swimming or wading^^k M 

Permanently Installed Swimming, Wading, Immersion, 
and Therapeutic Pools. Those that are ojnstructed in the 
ground or partially in the ground, and all others capable of 
holding water in a depth greater than 1.0 m (42 in.), and all 
pools installed inside of a building, regardless of water 
depth, whether or not served by electrical circuits of any 
nature. 

Pool. Manufactured or field-constructed equipment de¬ 
signed to contain water on a permanent or semipermanent 
basis and used for swimming, wading, immersion, or thera¬ 
peutic purposes. 

Pool Cover, Electrically Operated. Motor-driven equip¬ 
ment designed to cover and uncover the water surface of a 
pool by means of a flexible sheet or rigid frame. 

Portable (as applied to equipment). Equipment that is 
actually moved or can easily be moved from one place to 
another in normal use. [ROP 17-83a] 


Self-Contained Spa or Hot Tub. Factory-fabricated unit 
consisting of a spa or hot tub vessel with all water- 
circulating, heating, and control equipment integral to the 
unit. Equipment can inelude pumps, air blowers, heaters, 
lights, Controls, sanitizer generators, and so forth. 

Self-Contained Therapeutic Tubs or Hydrotherapeutic 
Tanks. A factory-fabricated unit consisting of a therapeutic 
tub or hydrotherapeutic tank with all water-circulating, 
heating, and control equipment integral to the unit. Equip¬ 
ment may inelude pumps, air blowers, heaters, light Con¬ 
trols, sanitizer generators, and so forth. 

Spa or Hot Tub. A hydromassage pool, or tub for recre- 
ational or therapeutic use, not located in health care facili- 
ties, designed for immersion of users, and usually having a 
filter, heater, and na^Br-driven blower. It may be installed 
indoors or outdu^Kon the ground or supporting structure, 
or in the grou^Po^Mporting structure. Generally, a spa or 
hot tub i^not desig^fckor intended to have its contents 
draincd^yaischarged a^^^ach use. 

Tnary (as applied to equipment). Equipment that is 
Tcm one place to another in normal use. [ROP 

ming, Wading, or Immersion Pools, or 
Stol pfl^o rlahle Spas and Hot T\ibs. Those that are 
Ktructecr on or above the ground and are capable of 
Kilding water to a máximum depth of 1.0 m (42 in.), or a 
, spa, or hot tub with nonmetallic, molded polymeric 
!uls or inflatable fabric walls regardless of dimensión. 
^ROP 17-90] 

Through-Wall Lighting Assembly. A lighting assembly 
intended for installation ahove grade, on or through the 
wall of a pool, consisting of two interconnected groups of 
components separated by the pool wall. 

Wet-Niche Luminaire. A luminaire intended for installa¬ 
tion in a forming shell mounted in a pool or fountain struc¬ 
ture where the luminaire will he completely surrounded by 
water. 

680.3 Other Articles. Except as modified by this article, 
wiring and equipment in or adj acent to pools and fountains 
shall comply with other applicable provisions of this Code, 
including those provisions identified in Table 680.3. 

680.4 Approval of Equipment. All electrical equipment 
installed in the water, walls, or decks of pools, fountains, 
and similar installations shall comply with the provisions of 
this article. 

680.5 Ground-Fault Circuit Interrupters. Ground-fault 
circuit interrupters (GFCIs) shall be self-contained units, 
circuit-breaker or receptacle types, or other listed types. 
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Table 680.3 Other Articles 


Topic 

Section or Article 

Site lighting systems 

411.4(B) 

operating at 30 volts or less 


Audio equipment 

Article 640, Parts I and II 

Adj acent to pools and 

640.10 

fountains 


Underwater speakers* 



*Underwater loudspeakers shall be installed in accordance with 
680.27(A). 


given, the measurement shall be taken from the máximum 
water level of the specified body of water. 

(A) Power. With respect to Service drop conductors, over- 
head Service conductors, and open overhead wiring, swim- 
ming pool and similar installations shall comply with the 
mínimum clearances given in Table 680.8 and illustrated in 
Figure 680.8. [ROP 17-92] 

Informational Note: Open overhead wiring as used in this 
article typically refers to conductor(s) not in an enclosed 
raceway. 


680.6 Grounding. Electrical equipment shall be grounded 
in accordance with Parts V, VI, and VII of Article 250 and 
connected by wiring methods of Chapter 3, except as modi- 
fied by this article. The following equipment shall be 
grounded: 

(1) Through-wall lighting assemblies and underwater lumi- 
naires, other than those low-voltage lighting products 
listed for the application without a grounding conduc¬ 
tor 

(2) All electrical equipment located within 1.5 m (5 ft) of 
the inside wall of the specified body of water 

(3) All electrical equipment associated with the rec: 
ing system of the specified body of water 

(4) Junction boxes 

(5) Transformer and power supply e 

(6) Ground-fault Circuit interrupters 

(7) Panelboards that are not part of 

and that supply any electrical ciated 

with the specified bod)^tfl 

680.7 Cord-and-Plug-Connected Equ^¡jfaientT Fixed or 

stationary equipment, othe^Mi underwaB- luminaires, for 
a permanently installed pool bej*mitted to be con¬ 

nected with a flexible cord ancWjj^^o facilítate the re- 
moval or disconnection for mainterrance or repair. 




mmunications Systems. Communications, radio, 
Revisión coaxial cables within the scope of Articles 
800 through 820 shall be permitted at a height of not less 
than 3.0 m (10 ft) above swimming and wading pools, 
diving structures, and observation stands, towers, or plat- 
forms. 

(C) Network-Powered Broadband Communications 
Systems. The minimum clearances for overhead network- 
powered broadband Communications systems conductors 
from pools or fountains shall comply with the provisions in 
Table 680.8 for conductors operating at 0 to 750 volts to 
ground. 


(A) Length. For other than storable pools, the flexible cord 
shall not exceed 900 mm (3 ft) in length. 

(B) Equipment Grounding. The flexible cord shall have a 
copper equipment grounding conductor sized in accordance 
with 250.122 but not smaller than 12 AWG. The cord shall 
terminate in a grounding-type attachment plug. 


680.9 Electric Pool Water Heaters. All electric pool wa¬ 
ter heaters shall have the heating elements subdivided into 
loads not exceeding 48 amperes and protected at not over 
60 amperes. The ampacity of the branch-circuit conductors 
and the rating or setting of overcurrent protective devices 
shall not be less than 125 percent of the total nameplate- 
rated load. 


(C) Construction. The equipment grounding conductors 
shall be connected to a fixed metal part of the assembly. 
The removable part shall be mounted on or bonded to the 
fixed metal part. 

680.8 Overhead Conductor Clearances. Overhead con¬ 
ductors shall meet the clearance requirements in this sec- 
tion. Where a minimum clearance from the water level is 


680.10 Underground Wiring Location. Underground 
wiring shall not be permitted under the pool or within the 
area extending 1.5 m (5 ft) horizontally from the inside 
wall of the pool unless this wiring is necessary to supply 
pool equipment permitted by this article. Where space limi- 
tations prevent wiring from being routed a distance 1.5 m 
(5 ft) or more from the pool, such wiring shall be permitted 
where installed in complete raceway systems of rigid metal 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-613 













ARTICLE 680 — SWIMMING POOLS, FOUNTAINS, AND SIMILAR TNST ALT. ATTONS 


Table 680.8 Overhead Conductor Clearances 



Insulated Cables, 0-750 

Volts to Ground, 

Supported on and 

Cabled Together with a 

All Other Conductors Voltage to Ground 




Solidly Grounded Bare 
Messenger or Solidly 
Grounded Neutral 
Conductor 

0 through 15 kV 

Over 15 through 50 kV 


Clearance Parameters 

m ft 

m ft 

m 

ft 

A. 

Clearance in any direction 
to the water level, edge of 
water surface, base of 
diving platform, or 
permanently anchored raft 

6.9 22.5 

7.5 25 

8.0 

27 

B. 

Clearance in any direction 
to the observation stand, 
tower, or diving platform 

4.4 14.5 

5-2 

5.5 

18 

C. 

Horizontal limit of 
clearance measured from 
inside wall of the pool 

This Umit shall extend to the out 
less than 3 m (10 ñ). 

[ROP17-93] 

er eda^m the structures^fc 

< / 

|d in A and B of this table but not 


conduit, intermedíate metal conduit, or a nonmetallic race-^ 
way system. All metal conduit shall be corrosión resistant 1 
and suitable for the location. The mínimum cover depth 
shall be as given in Table 680.10. 



Rigid metal conduit 
Intermedíate metal 
conduit 

Nonmetallic raceways 
listed for direct 
burial under 
mínimum of 
102 mm (4 in.) thick 
concrete exterior 
slab and extending 
not less than 
162 mm (6 in.) 
beyond the 
underground 
installation 

Nonmetallic raceways 
Usted for direct 
burial without 
concrete encasement 
Other approved 
raceways* 


*Raceways approved for burial only where concrete encased shall 
require a concrete envelope not less than 50 mm (2 in.) thick. 


ient Rooms and Pits. Electrical equipment 
italled in rooms or pits that do not have 
prevenís water accumulation during normal 
¡ration or filter maintenance. [ROP 17-2] 

1.12 Maintenance Disconnecting Means. One or more 
feans to simultaneously disconnect all ungrounded con- 
ductors shall be provided for all utilization equipment other 
than lighting. Each means shall be readily accessible and 
within sight from its equipment and shall be located at least 

I. 5 m (5 ft) horizontally from the inside walls of a pool, 
spa, fountain, or hot tub unless separated from the open 
water by a permanently installed barrier that provides a 1.5 
m (5 ft) reach path or greater. This horizontal distance is to 
he measured from the water’s edge along the shortest path 
required to reach the disconnect. [ROP 17-96] 

II. Permanently Installed Pools 

680.20 General. Electrical installations at permanently in¬ 
stalled pools shall comply with the provisions of Part I and 
Part II of this article. 

680.21 Motors. 

(A) Wiring Methods. The wiring to a pool motor shall 
comply with (A)(l) unless modified for specific circum- 
stances by (A)(2), (A)(3), (A)(4), or (A)(5). 

(1) General. The branch circuits for pool-associated mo- 
tors shall be installed in rigid metal conduit, intermedíate 
metal conduit, rigid polyvinyl chloride conduit, reinforced 
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thermosetting resin conduit, or Type MC cable Usted for the 
location. Other wiring methods and materials shall be per- 
mitted in specific locations or applications as covered in 
this section. Any wiring method employed shall contain an 
insulated copper equipment grounding conductor sized in 
accordance with 250.122 but not smaller than 12 AWG. 


inside walls of the pool if they meet all of the following 
conditions: 

(1) Consist of single receptacles 

(2) Are of the grounding type 

(3) Have GFCI protection 


(2) On or Within Buildings. Where installed on or within 
buildings, electrical metallic tubing shall be permitted. 

(3) Flexible Connections. Where necessary to employ 
flexible connections at or adjacent to the motor, liquidtight 
flexible metal or liquidtight flexible nonmetallic conduit 
with approved fittings shall be permitted. 

(4) One-Family Dwellings. In the interior of dwelling 
units, or in the interior of accessory buildings associated 
with a dwelling unit, any of the wiring methods recognized 
in Chapter 3 of this Cade that comply with the provisions 
of this section shall be permitted. Where run in a cable 
assembly, the equipment grounding conductor shall be per¬ 
mitted to be uninsulated, but it shall be enclosed within the 
outer sheath of the cable assembly. 

(5) Cord-and-Plug Connections. Pool-associated motors 
shall be permitted to employ cord-and-plug conne^ons. 
The flexible cord shall not exceed 900 mm (3 ft) in 
The flexible cord shall inelude a copper equipment gr«nd-^ 
ing conductor sized in accordance with 2 50.12 2 butW 
smaller than 12 AWG. The cord shalj^ 
grounding-type attachment plug. 

(B) Double Insulated Pool PumpSS 

plug-connected pool pump i ncomorati proved Sys¬ 

tem of double insulation that provides a meaj^or ground¬ 
ing only the internal nonaccel«Ie, n^-current- 
carrying metal parts of Awmp shall bAonnected to any 
wiring method recognized^kjhapter 3 Ua is suitable for 
the location. Where the bonu^^gri^^rconnected to the 
equipment grounding conductor afcprmotor circuit in ac¬ 
cordance with the second sentence of 680.26(B)(6)(a), the 
branch-circuit wiring shall comply with 680.21(A). 


[ROP 17-101, ROP 17-104, ROP 17-105] 

(2) Other Receptacles, Location. Other receptacles shall 
be not less than 1.83 m (6 ft) from the inside walls of a 
pool. 

(3) . Where a permanently installed pool is installed, no 

fewer than one 125-volt, 15- or 20-ampere receptacle on a 
general-purpose branch circuit shall be located not less than 
1.83 m (6 ft) from, and not more than 6.0 m (20 ft) from, 
the inside the pool. This receptacle shall be located 

not moriyj^n 2.0 m (6 ft 6 in.) above the floor, platform, or 
gradeJ^^^^fcng the pool. [ROP 17-106] 

felFCI Protection. All 15- and 20-ampere, single- 
UTase, 125-volt re^Mcles located within 6.0 m (20 ft) of 
fthe inside walls of a pool shall be protected by a ground- 
prcuit interrupter. 

(5^^feasurements. In determining the dimensions in this 
^sectim^kidressing receptacle spacings, the distance to be 
ured shall be the shortest path the supply cord of an 
applTance connected to the receptacle would follow without 
piercing a floor, wall, ceiling, doorway with hinged or slid- 
ing door, window opening, or other elfective permanent 
barrier. 

(B) Luminaires, Lighting Outlets, and Ceiling- 
Suspended (Paddle) Fans. 

(1) New Outdoor Installation Clearances. In outdoor 
pool areas, luminaires, lighting outlets, and ceiling- 
suspended (paddle) fans installed above the pool or the area 
extending 1.5 m (5 ft) horizontahy from the inside wahs of 
the pool shah be installed at a height not less than 3.7 m 
(12 ft) above the máximum water level of the pool. 


(C) GFCI Protection. Outlets supplying pool pump mo¬ 
tors connected to single-phase, 120 volt through 240 volt 
branch circuits, whether by receptacle or by direct connec- 
tion, shall be provided with ground-fault circuit-interrupter 
protection for personnel. [ROP 17-100] 

680.22 Lighting, Receptacles, and Equipment. 

(A) Receptacles. 

(1) Circulation and Sanitation System, Location. Recep¬ 
tacles that provide power for water-pump motors or for 
other loads directly related to the circulation and sanitation 
system shall be located at least 3.0 m (10 ft) from the inside 
walls of the pool, or not less than 1.83 m (6 ft) from the 


(2) Indoor Clearances. For installations in indoor pool 
areas, the clearances shall be the same as for outdoor areas 
unless modified as provided in this paragraph. If the branch 
circuit supplying the equipment is protected by a ground- 
fault circuit interrupter, the following equipment shall be 
permitted at a height not less than 2.3 m (7 ft 6 in.) above 
the máximum pool water level: 

(1) Totally enclosed luminaires 

(2) Ceiling-suspended (paddle) fans identified for use be- 
neath ceiling structures such as provided on porches or 
patios 

(3) Existing Installations. Existing luminaires and light¬ 
ing outlets located less than 1.5 m (5 ft) measured horizon- 
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tally from the inside walls of a pool shall be not less than 
1.5 m (5 ft) above the surface of the máximum water level, 
shall be rigidly attached to the existing structure, and shall 
be protected by a ground-fault circuit interrupter. 

(4) GFCI Protection in Adjacent Areas. Luminaires, 
lighting outlets, and ceihng-suspended (paddle) fans in- 
stalled in the area extending between 1.5 m (5 ft) and 3.0 m 
(10 ft) horizontally from the inside walls of a pool shall be 
protected by a ground-fault circuit interrupter unless in- 
stalled not less than 1.5 m (5 ft) above the máximum water 
level and rigidly attached to the structure adjacent to or 
enclosing the pool. 

(5) Cord-and-Plug-Connected Luminaires. Cord-and- 
plug-connected luminaires shall comply with the require- 
ments of 680.7 where installed within 4.9 m (16 ft) of any 
point on the water surface, measured radially. 

(C) Switching Devices. Switching devices shall be located 
at least 1.5 m (5 ft) horizontally from the inside walls of a 
pool unless separated from the pool by a solid fence, wall, 
or other permanent barrier. Alternatively, a switch that is 
listed as being acceptable for use within 1.5 m (5 ft) shall 
be permitted. 

(D) Other Outlets. Other outlets shall be not less than 3.0 
m (10 ft) from the inside walls of the pool. Measurements 
shall be determined in accordance with 680.22(, 


Informational Note: Other outlets may inclu 
limited to, remote-control, signaling, fire al: 
munications circuits. 


680.23 Underwater Luminaires. 

luminaires installed below the<pji /el oFFhe 

pool. [ROP 17-109] 

(A) General. 

(1) Luminaire Design, Normal Operatioü. The design of 
an underwater luminaire supplied from a branch circuit ei- 
ther directly or by way of a transformer or power supply 
meeting the requirements of this section shall be such that, 
where the luminaire is properly installed without a ground- 
fault circuit interrupter, there is no shock hazard with any 
likely combination of fault conditions during normal use 
(not relamping). 

(2) Transformers and Power Supplies. Transformers and 
power supplies used for the supply of underwater lumi¬ 
naires, together with the transformer or power supply en- 
closure, shall be listed for swimming pool and spa use. The 
transformer or power supply shall incorpórate either a 
transformer of the isolated winding type, with an un- 
grounded secondary that has a grounded metal barrier be¬ 
tween the primary and secondary windings, or one that 


incorporales an approved system of double insulation be¬ 
tween the primary and secondary windings. 

(3) GFCI Protection, Relamping. A ground-fault circuit 
interrupter shall be installed in the branch circuit supplying 
luminaires operating at more than the low voltage contad 
limit such that there is no shock hazard during relamping. 
The installation of the ground-fault circuit interrupter shall 
he such that there is no shock hazard with any hkely fault- 
condition combination that involves a person in a conduc- 
tive path from any ungrounded part of the branch circuit or 
the luminaire to ground. 

(4) Voltage Limitation. No luminaires shall be installed 
for operation on supply circuits o ver 150 volts between 
conductors. 

ed Luminaires. Luminaires 
installed with the top of the 
450 mm (18 in.) helow the 
, unless the luminaire is listed 
depths. No luminaire shall be 
in.) below the normal water 




(6) Bottom-Mounted Luminaires. A luminaire facing up- 
shallokroly with either (1) or (2): 

(l^Have tire lens guarded to prevent contad by any person 
RO^n-2] 

!) Be listed for use without a guard 

Dependence on Submersion. Luminaires that depend 
¡n submersion for safe operation shall be inherently pro¬ 
tected against the hazards of overheating when not sub- 
merged. 

(8) Compliance. Compliance with these requirements 
shall be obtained by the use of a listed underwater lumi¬ 
naire and by installation of a listed ground-fault circuit 
interrupter in the branch circuit or a listed transformer or 
power supply for luminaires operating at not more than the 
low voltage contad limit. 

(B) Wet-Niche Luminaires. 

(1) Forming Shells. Forming shells shall be installed for 
the mounting of all wet-niche underwater luminaires and 
shall be equipped with provisions for conduit entries. Metal 
parts of the luminaire and forming shell in contad with the 
pool water shall he of brass or other approved corrosion- 
resistant metal. All forming shells used with nonmetallic 
conduit systems, other than those that are part of a listed 
low-voltage lighting system not requiring grounding, shall 
inelude provisions for terminating an 8 AWG copper con¬ 
ductor. 

(2) Wiring Extending Directly to the Forming Shell. 

Conduit shall be installed from the forming shell to a junc- 
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tion box or other enclosure conforming to the requirements 
in 680.24. Conduit shall be rigid metal, intermedíate metal, 
liquidtight flexible nonmetallic, or rigid nonmetallic. 

(a) Metal Conduit. Metal conduit shall be approved 
and shall be of brass or other approved corrosion-resistant 
metal. 

(b) Nonmetallic Conduit. Where a nonmetallic conduit 
is used, an 8 AWG insulated solid or stranded copper bond- 
ing jumper shall be installed in this conduit unless a listed 
low-voltage lighting system not requiring grounding is 
used. The bonding jumper shall be terminated in the form- 
ing shell, junction box or transformer enclosure, or ground- 
fault circuit-interrupter enclosure. The termination of the 8 
AWG bonding jumper in the forming shell shall be covered 
with, or encapsulated in, a listed potting compound to pro- 
tect the connection from the possihle deteriorating effect of 
pool water. 

(3) Equipment Grounding Provisions for Cords. Other 
than listed low-voltages lighting systems not requiring 
grounding wet-niche luminaires that are supplied by a flex¬ 
ible cord or cable shall have all exposed non-current- 
carrying metal parts grounded by an insulated copper 
equipment grounding conductor that is an integral c 
the cord or cable. This grounding conductor shall bB 
nected to a grounding terminal in the supply junctionB 
transformer enclosure, or other enclosure.^^grounal 
conductor shall not be smaller than the sáHHWÉmductci 
and not smaller than 16 AWG. 


(4) Luminaire Grounding Terminal 

flexible-cord jacket and the f lexible--c 
nations within a luminaire 
sulated in, a suitable compoum 

of water into the iumina r^Mrough the 
tors. If present, the grouna^^connecl 
naire shall be similarly treatec 



[ductor termi- 
or encap- 
the entry 
or its conduc- 
within a lumi- 
such connection 
r ater in the event of 


from the deteriorating effect of pe 
water entry into the luminaire. 

(5) Luminaire Bonding. The luminaire shall be bonded 
to, and secured to, the forming shell by a positive locking 
device that ensures a low-resistance contact and requires a 
tool to remo ve the luminaire from the forming shell. Bond¬ 
ing shall not be required for luminaires that are listed for 
the application and have no non-current-carrying metal 
parts. 

(6) Servicing. All wet-niche luminaires shall be removable 
from the water for inspection, relamping, or other mainte- 
nance. The forming shell location and length of cord in the 
forming shell shall permit personnel to place the removed 
luminaire on the deck or other dry location for such main- 
tenance. The luminaire maintenance location shall be ac- 
cessible without entering or going in the pool water. 


(C) Dry-Niche Luminaires. 

(1) Construction. A dry-niche luminaire shall have provi¬ 
sión for drainage of water. Other than listed low voltage 
luminaires not requiring grounding, a dry-niche luminaire 
shall have means for accommodating one equipment 
grounding conductor for each conduit entry. 

(2) Junction Box. A junction box shall not be required but, 
if used, shall not be required to be elevated or located as 
specified in 680.24(A)(2) if the luminaire is specifically 
identified for the purpose. 

(D) No-Niche Luminaires. A no-niche luminaire shall 
meet the construction requirements of 680.23(B)(3) and be 
installed in accordance with the requirements of 680.23(B). 
Where conn|^K)n to a forming shell is specified, the con¬ 
nection sh^pie to the mounting bracket. 

(E) Through-Wall Lighting Assembly. A through-wall 
png assemb^khall be equipped with a threaded entry 

r hub, or a nonm^fcc hub, for the purpose of accommo- 
fdathq^K termination of the supply conduit. A through- 
^hting assembly shall meet the construction require- 
s of 680.23(B)(3) and be installed in accordance with 
the^Buirements of 680.23. Where connection to a forming 
jgll i^pecified, the connection shall be to the conduit 
►ation point. 

(F) Branch-Circuit Wiring. 

(1) Wiring Methods. Branch-circuit wiring on the supply 
side of enclosures and junction boxes connected to conduits 
run to wet-niche and no-niche luminaires, and the field 
wiring compartments of dry-niche luminaires, shall be in¬ 
stalled using rigid metal conduit, intermediate metal con¬ 
duit, liquidtight flexible nonmetallic conduit, rigid polyvi- 
nyl chloride conduit, or reinforced thermosetting resin 
conduit. Where installed on buildings, electrical metallic 
tubing shall be permitted, and where installed within build¬ 
ings, electrical nonmetallic tubing, Type MC cable, electri¬ 
cal metallic tubing, or Type AC cable shall be permitted. In 
all cases, an insulated equipment grounding conductor 
sized in accordance with Table 250.122 but not less than 12 
AWG shall be required. 

Exception: Where connecting to transformers for pool 
lights, liquidtight flexible metal conduit shall be permitted. 
The length shall not exceed 1.8 m (6 ft) for any one length 
or exceed 3.0 m (10 ft) in total length used. 

(2) Equipment Grounding. Other than listed low-voltage 
luminaires not requiring grounding, all through-wall light¬ 
ing assemblies, wet-niche, dry-niche, or no-niche lumi¬ 
naires shall be connected to an insulated copper equipment 
grounding conductor installed with the Circuit conductors. 
The equipment grounding conductor shall be installed with- 
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out joint or splice except as permitted in (F)(2)(a) and 
(F)(2)(b). The equipment grounding conductor shall be 
sized in accordance with Table 250.122 but shall not be 
smaller than 12 AWG. 

Exception: An equipment grounding conductor between 
the wiring chamber of the secondary winding of a trans- 
former and a junction box shall be sized in accordance with 
the overcurrent device in this Circuit. 

(a) If more than one underwater luminaire is supplied 
by the same branch circuit, the equipment grounding con¬ 
ductor, installed between the junction boxes, transformer 
enclosures, or other enclosures in the supply circuit to wet- 
niche luminaires, or between the field-wiring compartments 
of dry-niche luminaires, shall be permitted to be terminated 
on grounding termináis. 

(b) If the underwater luminaire is supplied from a 
transformer, ground-fault circuit interrupter, clock-operated 
switch, or a manual snap switch that is located between the 
panelboard and a junction box connected to the conduit that 
extends directly to the underwater luminaire, the equipment 
grounding conductor shall be permitted to terminate on 
grounding termináis on the transformer, ground-fault circuit 
interrupter, clock-operated switch enclosure, or an outlet 
box used to endose a snap switch. 

(3) Conductors. Conductors on the load side of a ground- ' 
fault circuit interrupter or of a transformer, i 
with the provisions of 680.23(A)(8), shall n 
ways, boxes, or enclosures containing other a 
less one of the following conditions appliel^ 

(1) The other conductors are protecte d by 
cuit interrupters. 

(2) The other conductors are gi^Waing cona| 

(3) The other conductors are conducto^Éo a feed- 

through-type ground-fault cirS^^nterrupt^B 

(4) Ground-fault circuit interrupters ^■Lb^^mnitted in a 
panelboard that contains circuits pH^ted by other 
than ground-fault circuit interrupters. 


(3) Be provided with electrical continuity between every 
connected metal conduit and the grounding termináis 
by means of copper, brass, or other approved 
corrosion-resistant metal that is integral with the box 

(2) Installation. Where the luminaire operates over the 
low voltage contad limit, the junction box location shall 
comply with (A)(2)(a) and (A)(2)(b). Where the luminaire 
operates at the low voltage contad limit or less, the junc¬ 
tion box location shall be permitted to comply with 
(A)(2)(c). 

(a) Vertical Spacing. The junction box shall be located 
not less than 100 mm (4 in.), measured from the inside of 
the bottom of the box, above the ground level, or pool deck, 
or not less than 200jmm (8 in.) above the máximum pool 
water level, whicl^w provides the greater elevation. 

(b) Horiz^É^^pacing. The junction box shall be lo¬ 
cated not le^ffan^^m (4 ft) from the inside wall of the 
pool, un less separatec^Mn the pool by a solid fence, wall, 
or oth^permanent barni^k 

(cr FlusIuDeck Box. ÍWsed on a lighting system op- 
era^^at tjaProw voltage contad limit or less, a flush deck 
box permitted if both of the following conditions 

e meti^^k 

1 potting compound is used to fill the box 
(nt the entrance of moisture. 
rThe flush deck box is located not less than 1.2 m (4 ft) 
from the inside wall of the pool. 

) Other Enclosures. An enclosure for a transformer, 
ground-fault circuit interrupter, or a similar device con¬ 
nected to a conduit that extends directly to a forming shell 
or mounting bracket of a no-niche luminaire shall meet the 
requirements of this section. 

(1) Construction. The enclosure shall be listed and labeled 
for the purpose and meet the following requirements: 

(1) Equipped with threaded entries or hubs or a nonmetal- 
lic hub 


680.24 Junction Boxes and Electrical Enclosures for 
Transformers or Ground-Fault Circuit Interrupters. 

(A) Junction Boxes. A junction box connected to a con¬ 
duit that extends directly to a forming shell or mounting 
bracket of a no-niche luminaire shall meet the requirements 
of this section. 

(1) Construction. The junction box shall be listed as a 
swimming pool junction box and shall comply with the 
following conditions: 

(1) Be equipped with threaded entries or hubs or a nonme- 
tallic hub 

(2) Be comprised of copper, brass, suitable plástic, or other 
approved corrosion-resistant material 


(2) Comprised of copper, brass, suitable plástic, or other 
approved corrosion-resistant material 

(3) Provided with an approved seal, such as duct seal at the 
conduit connection, that prevenís circulation of air be¬ 
tween the conduit and the enclosures 

(4) Provided with electrical continuity between every con¬ 
nected metal conduit and the grounding termináis by 
means of copper, brass, or other approved corrosion- 
resistant metal that is integral with the box 

(2) Installation. 

(a) Vertical Spacing. The enclosure shall be located 
not less than 100 mm (4 in.), measured from the inside of 
the bottom of the box, above the ground level, or pool deck. 
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or not less than 200 mm (8 in.) above the máximum pool 
water level, whichever provides the greater elevation. 

(b) Horizontal Spacing. The enclosure shall be located 
not less than 1.2 m (4 ft) from the inside wall of the pool, 
unless separated from the pool by a solid fence, wall, or 
other permanent barrier. 

(C) Protection. Junction boxes and enclosures mounted 
above the grade of the finished walkway around the pool 
shall not be located in the walkway unless afforded addi- 
tional protection, such as by location under diving boards, 
adj acent to fixed structures, and the like. 

(D) Grounding Termináis. Junction boxes, transformer 
and power-supply enclosures, and ground-fault circuit- 
interrupter enclosures connected to a conduit that extends 
directly to a forming shell or mounting bracket of a no- 
niche luminaire shall be provided with a number of ground¬ 
ing termináis that shall be no fewer than one more than the 
number of conduit entries. 

(E) Strain Relief. The termination of a flexible cord of an 
underwater luminaire within a junction box, transformer or 
power-supply enclosure, ground-fault Circuit interrupter, or 
other enclosure shall be provided with a strain reliefj 

(F) Grounding. The equipment grounding conducb 

mináis of a junction box, transformer enclosure, or 
enclosure in the supply circuit to a 
luminaire and the field-wiring cham n 

minaire shall be connected to the eqi 
minal of the panelboard. This tem 
connected to the panelboard ei 

680.25 Feeders. These nM ly S^ftiy feeder 

on the supply side of pamft branch circuits 

for pool equipment coverea s article and on 

the load side of the Service he source of a 

separately derived system. 

(A) Wiring Methods. 

(1) Feeders. Feeders shall be installed in rigid metal con¬ 
duit or intermediate metal conduit. The following wiring 
methods shall be permitted if not subject to physical dam- 




[ROP 17-119, ROP 17-120] 

(2) Aluminum Conduit. Aluminum conduit shall not be 
permitted in the pool area where subject to corrosión. 

(B) Grounding. An equipment grounding conductor shall 
be installed with the feeder conductors between the ground¬ 
ing terminal of the pool equipment panelboard and the 
grounding terminal of the applicable Service equipment or 
source of a separately derived system. For other than (1) 
existing feeders covered in 680.25(A), exception, or (2) 
feeders to sepárate buildings that do not utilize an insulated 
equipment grounding conductor in accordance with 
680.25(B)(2), this equipment grounding conductor shall be 
insulated. 

(1) Size. ThuAonductor shall be sized in accordance with 
250.122 b^^t smaller than 12 AWG. On separately de¬ 
rived 2 ^^^kthis conductor shall be sized in accordance 
but not smaller than 8 AWG. 

Sepárate Buenos. A feeder to a sepárate building or 
ctui^ shall be jWrmitted to supply swimming pool 
!nt branch circuits, or feeders supplying swimming 
Equipment branch circuits, if the grounding arrange- 
in the sepárate building meet the requirements in 
H|). Where installed in other than existing feeders 
in 680.25(A), Exception, a sepárate equipment 
groühding conductor shall be an insulated conductor. 

680.26 Equipotential Bonding. 

(A) Performance. The equipotential bonding required by 
this section shall be installed to reduce voltage gradients in 
the pool area. 

(B) Bonded Parts. The parts specified in 680.26(B)(1) 
through (B)(7) shall be bonded together using solid copper 
conductors, insulated covered, or bare, not smaller than 8 
AWG or with rigid metal conduit of brass or other identi- 
fied corrosion-resistant metal. Connections to bonded parts 
shall be made in accordance with 250.8. An 8 AWG or 
larger solid copper bonding conductor provided to reduce 
voltage gradients in the pool area shall not be required to be 
extended or attached to remóte panelboards, Service equip¬ 
ment, or electrodes. 



age: 

(1) Liquidtight flexible nonmetallic conduit 

(2) Rigid polyvinyl chloride conduit 

(3) Reinforced thermosetting resin conduit 

(4) Electrical metallic tubing where installed on or within a 
building 

(5) Electrical nonmetallic tubing where installed within a 
building 

(6) Type MC cable where installed within a building and if 
not subject to corrosive environment 


(1) Conductive Pool Shells. Bonding to conductive pool 
shells shall be provided as specified in 680.26(B)(l)(a) or 
(B)(l)(b). Poured concrete, pneumatically applied or 
sprayed concrete, and concrete block with painted or plas- 
tered coatings shall all be considered conductive materials 
due to water permeability and porosity. Vinyl liners and 
fiberglass composite shells shall be considered to be non- 
conductive materials. 

(a) Structural Reinforcing Steel. Unencapsulated struc- 
tural reinforcing Steel shall be bonded together by Steel tie 
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wires or the equivalent. Where structural reinforcing Steel is 
encapsulated in a nonconductive compound, a copper con¬ 
ductor grid shall be installed in accordance with 
680.26(B)(l)(b). 

(b) Copper Conductor Grid. A copper conductor grid 
shall be provided and shall comply with (b)(l) through 
(b)(4). 

(1) Be constructed of minimum 8 AWG bare solid copper 
conductors bonded to each other at all points of Cross¬ 
ing. The bonding shall be in accordance with 250.8 or 
other approved means. 

(2) Conform to the contour of the pool 

(3) Be arranged in a 300-mm (12-in.) by 300-mm (12-in.) 
network of conductors in a uniformly spaced perpen¬ 
dicular grid pattem with a tolerance of 100 mm (4 in.) 

(4) Be secured within or under the pool no more than 
150 mm (6 in.) from the outer contour of the pool shell 

(2) Perimeter Surfaces. The perimeter surface shall ex- 
tend for 1 m (3 ft) horizontally beyond the inside walls of 
the pool and shall inelude unpaved surfaces, as well as 
poured concrete surfaces and other types of paving. Perim¬ 
eter surfaces less than 1 m (3 ft) separated by a permanent 
wall or building 1.5 m (5 ft) in height or more shall require^ 
equipotential bonding on the pool side of the permanent^ 
wall or building. Bonding to perimeter surfaces shall be " 
provided as specified in 680.26(B)(2)(a) or ('. 
be attached to the pool reinforcing Steel or c 
tor grid at a minimum of four (4) points uní 
around the perimeter of the pool. For noniS 
shells, bonding at four points shall notbe ri 

(a) Structural Reinforcing St^rs 
Steel shall be bonded in accor^^Ke with 680^ 

(b) Altérnate Means. Wher^kuctural reinwcing Steel 

is not available or is encapsulated m a noncondKtive com¬ 
pound, a copper conductor(s) shall where the 

following requirements are met: 

(1) At least one minimum 8 AWG bare solid copper con¬ 
ductor shall be provided. 

(2) The conductors shall follow the contour of the perim¬ 
eter surface. 

(3) Only listed splices shall be permitted. 

(4) The required conductor shall be 450 mm to 600 mm 
(18 in. to 24 in.) from the inside walls of the pool. 

(5) The required conductor shall be secured within or un¬ 
der the perimeter surface 100 mm to 150 mm (4 in. to 
6 in.) below the subgrade. 

(3) Metallic Components. All metallic parts of the pool 
structure, including reinforcing metal not addressed in 
680.26(B)(l)(a), shall be bonded. Where reinforcing Steel is 
encapsulated with a nonconductive compound, the reinforc¬ 
ing Steel shall not be required to be bonded. 


Warts of listed equipment incorporating 
of double insulation shall not be 



(4) Under water Lighting. All metal forming shells and 
mounting brackets of no-niche luminaires shall be bonded. 

Exception: Listed low-voltage lighting systems with non- 
metallic forming shells shall not require bonding. 

(5) Metal Fittings. All metal fittings within or attached to 
the pool structure shall be bonded. Isolated parts that are 
not over 100 mm (4 in.) in any dimensión and do not 
penétrate into the pool structure more than 25 mm (1 in.) 
shall not require bonding. 

(6) Electrical Equipment. Metal parts of electrical equip¬ 
ment associated with the pool water circulating system, 
including pump motors and metal parts of equipment asso¬ 
ciated with pool covers, including electric motors, shall be 
bonded. 

Exception: Metjd 
t approvedA 
bonded. 

{dh^mfouble-Insulat&UMater Pump Motors. Where a 
unsulaJad water pump motor is installed under the 
ús rule, a solid 8 AWG copper conductor of 
ígth to make a bonding connection to a replace- 
¡hall be extended from the bonding grid to an 
the vicinity of the pool pump motor. 
M no connection between the swimming pool 
íing giTcl and the equipment grounding system for the 
-emises, this bonding conductor shall be connected to the 
lipment grounding conductor of the motor circuit. 

(b) Pool Water Heaters. For pool water heaters rated 
at more than 50 amperes and having specific instructions 
regarding bonding and grounding, only those parts desig- 
nated to be bonded shall be bonded and only those parts 
designated to be grounded shall be grounded. 

(7) Fixed Metal Parts. All fixed metal parts shall be 
bonded including, but not limited to, metal-sheathed cables 
and raceways, metal piping, metal awnings, metal fences, 
and metal door and window frames. 

Exception No. 1: Those separated from the pool by a 
permanent barrier that prevenís contad by a person shall 
not be required to be bonded. 

Exception No. 2: Those greater than 1.5 m (5 ft) horizon¬ 
tally from the inside walls of the pool shall not be required 
to be bonded. [ROP 17-129] 

Exception No. 3: Those greater than 3.7 m (12 ft) mea- 
sured vertically above the máximum water level ofthe pool, 
or as measured vertically above any observation stands, 
towers, or platforms, or any diving structures, shall not be 
required to be bonded. 

(C) Pool Water. Where none of the bonded parts is in 
direct connection with the pool water, the pool water shall 
be in direct contact with an approved corrosion-resistant 
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conductive surface that exposes not less than 5800 mm 2 (9 
in. 2 ) of surface area to the pool water at all times. The 
conductive surface shall be located where it is not exposed 
to physical damage or dislodgement during usual pool ac- 
tivities, and it shall be bonded in accordance with 
680.26(B). [ROP 17-131] 

680.27 Specialized Pool Equipment. 

(A) Underwater Audio Equipment. All underwater audio 
equipment shall be identified. [ROP 17-133] 

(1) Speakers. Each speaker shall be mounted in an ap- 
proved metal forming shell, the front of which is enclosed 
by a captive metal screen, or equivalent, that is bonded to, 
and secured to, the forming shell by a positive locking 
device that ensures a low-resistance contact and requires a 
tool to open for installation or servicing of the speaker. The 
forming shell shall be installed in a recess in the wall or 
floor of the pool. 

(2) Wiring Methods. Rigid metal conduit of brass or other 
identified corrosion-resistant metal, liquidtight flexible non- 
metallic conduit (LFNC-B), rigid polyvinyl chloride con¬ 
duit, or reinforced thermosetting resin conduit shall extend 
from the forming shell to a listed junction box ol 
enclosure as provided in 680.24. Where rigid pol; 
chloride conduit, reinforced thermosetting resin condul 
liquidtight flexible nonmetallic conduit is used, «n 8 A\ 
insulated solid or stranded copper bon<^^unq® shall 
installed in this conduit. The bondiq^Wimper sj ffl be t 
minated in the forming shell and tlMjuncjfl 
termination of the 8 AWG bon^^JumpBm the forming 
shell shall be covered with^^^M^^ulaS^^n, a Usted 
potting compound to proMTsuch connection fr^h the pos- 
sible deteriorating eflec^fcoool water. 

(3) Forming Shell and MetmScreei^Mie forming shell 
and metal screen shall be o^^^^^r other approved 
corrosion-resistant metal. All forrmmg shells shall inelude 
provisions for terminating an 8 AWG copper conductor. 

(B) Electrically Operated Pool Covers. 

(1) Motors and Controllers. The electric motors, control- 
lers, and wiring shall be located not less than 1.5 m (5 ft) 
from the inside wall of the pool unless separated from the 
pool by a wall, cover, or other permanent barrier. Electric 
motors installed below grade level shall be of the totally 
enclosed type. The device that Controls the operation of the 
motor for an electrically operated pool cover shall be lo¬ 
cated such that the operator has full view of the pool. 

Informational Note No. 1: For cabinets installed in damp 

and wet locations, see 312.2. 

Informational Note No. 2: For switches or circuit breakers 

installed in wet locations, see 404.4. 


(2) Protection. The electric motor and controller shall be 
connected to a circuit protected by a ground-fault circuit 
interrupter. 

(C) Deck Area Heating. The provisions of this section 
shall apply to all pool deck areas, including a covered pool, 
where electrically operated comfort heating units are in¬ 
stalled within 6.0 m (20 ft) of the inside wall of the pool. 

(1) Unit Heaters. Unit heaters shall be rigidly mounted to 
the structure and shall be of the totally enclosed or guarded 
type. Unit heaters shall not be mounted over the pool or 
within the area extending 1.5 m (5 ft) horizontally from the 
inside walls ofla pool. 

Wired Radiant Heaters. Radiant elec- 
suitably guarded and securely fastened 
evice(s). Heaters shall not be installed 
the area extending 1.5 m (5 ft) hori- 
Tde walls of the pool and shall be 
at least 3.7 m (12 ft) vertically above the pool 
inless otherwise approved. 

D Hadiant Heating Cables Not Permitted. Radiant 
¡atin^rables embedded in or below the deck shall not be 


I. Storable Pools, Spas, and Hot Tubs 
[ROP 17-137] 

680.30 General. Electrical installations at storable pools, 
spas, or hot tubs shall comply with the provisions of Part I 
and Part III of this article. [ROP 17-137] 

680.31 Pumps. A cord-connected pool filter pump shall 
incorpórate an approved system of double insulation or its 
equivalent and shall be provided with means for grounding 
only the internal and nonaccessible non-current-carrying 
metal parts of the appliance. 

The means for grounding shall be an equipment 
grounding conductor run with the power-supply conductors 
in the flexible cord that is properly terminated in a 
grounding-type attachment plug having a fixed grounding 
contact member. 

Cord-connected pool filter pumps shall be provided 
with a ground-fault circuit interrupter that is an integral part 
of the attachment plug or located in the power supply cord 
within 300 mm (12 in.) of the attachment plug. 

680.32 Ground-Fault Circuit Interrupters Required. 

All electrical equipment, including power-supply cords, 
used with storable pools shall be protected by ground-fault 
circuit interrupters. 
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All 125-volt, 15- and 20-ampere receptacles located 
within 6.0 m (20 ft) of the inside walls of a storable pool, 
spa, or hot tub shall be protected by a ground-fault circuit 
interrupter. In determining these dimensions, the distance to 
be measured shall be the shortest path the supply cord of an 
appliance connected to the receptacle would follow without 
piercing a floor, wall, ceiling, doorway with hinged or slid- 
ing door, window opening, or other effective permanent 
barrier. [ROP 17-137] 

Informational Note: For flexible cord usage, see 400.4. 

680.33 Luminaires. An underwater luminaire, if installed, 
shall be installed in or on the wall of the storable pool, spa, 
or hot tub. It shall comply with either 680.33(A) or (B). 

[ROP 17-137] 

(A) Within the Low Yoltage Contact Limit. A luminaire 
shall be part of a cord-and-plug-connected lighting assem- 
bly. This assembly shall be listed as an assembly for the 
purpose and have the following construction features: 

(1) No exposed metal parts 

(2) A luminaire lamp that is suitable for use at the supplied 
voltage 

(3) An impact-resistant polymeric lens, luminaire body, 
and transformer enclosure 

(4) A transformer or power supply meeting the require- 
ments of 680.23(A)(2) with a primary rating jjg^pver 
150 volts 

(B) Over the Low Voltage Contact Limjj 
150 Volts. A lighting assembly without a 
power supply and with the luminair^^mnls) ofsgati at 
not over 150 volts shall be permiü^ff^^^uh-a^k g- 
connected where the assembly j^psted as an^kemhl 
the purpose. The installat 
680.23(A)(5), and the assemb 
construction features: 

(1) No exposed metal parts 

(2) An impact-resistant polymeric lens and luminaire body 

(3) A ground-fault circuit interrupter with open neutral 
conductor protection as an integral part of the assembly 



IV. Spas and Hot Tubs 

680.40 General. Electrical installations at spas and hot 
tubs shall comply with the provisions of Part I and Part IV 
of this article. 

680.41 Emergency Switch for Spas and Hot Tubs. A 

clearly labeled emergency shutoff or control switch for the 
purpose of stopping the motor(s) that provide power to the 
recirculation system and jet system shall be installed at a 
point readily accessible to the users and not less than 1.5 m 
(5 ft) away, adjacent to, and within sight of the spa or hot 
tub. This requirement shall not apply to single-family 
dwellings. 

680.42 Outdoor Installations. A spa or hot tub installed 
outdoors shall comn^with the provisions of Parts I and II 
of this article, ejMpt as permitted in 680.42(A) and (B), 
that would «tljpflfe apply to pools installed outdoors. 

(A) Flexible ConneetUMis. Listed packaged spa or hot tub 
equipn«rassemblies a^^lf-contained spas or hot tubs 
a factory-instalIec^r assembled control panel or 
>oardbe permitted to use flexible connections as 
covef^tóP80.42(A)(l) and (A)(2). 

londuit. Liquidtight flexible metal conduit or 
>le nonmetallic conduit shall be permitted. 
ROP 17-140] 


1-Plug Connections. Cord-and-plug connec- 
cord not longer than 4.6 m (15 ft) shall be 
where protected by a ground-fault circuit inter- 

(B) Bonding. Bonding by metal-to-metal mounting on a 
common frame or base shall be permitted. The metal bands 
or hoops used to secure wooden staves shall not be required 
to be bonded as required in 680.26. 

Equipotential bonding of perimeter surfaces in accor- 
dance with 680.26(B)(2) shall not be required to be pro- 
vided for spas and hot tubs where all of the following 
conditions apply: 

(1) The spa or hot tub shall be listed as a self-contained spa 
for aboveground use. 


(4) The luminaire lamp permanently connected to the 
ground-fault circuit interrupter with open-neutral pro¬ 
tection 

(5) Compliance with the requirements of 680.23(A) 

680.34 Receptacle Locatíons. Receptacles shall not be lo¬ 
cated less than 1.83 m (6 ft) from the inside walls of a 
storable pool, spa, or hot tub. In determining these dimen¬ 
sions, the distance to be measured shall be the shortest path 
the supply cord of an appliance connected to the receptacle 
would follow without piercing a floor, wall, ceiling, door¬ 
way with hinged or sliding door, window opening, or other 
effective permanent barrier. [ROP 17-137] 


(2) The spa or hot tub shall not be identified as suitable 
only for indoor use. 

(3) The installation shall be in accordance with the manu- 
facturer’s instructions and shall be located on or above 
grade. 

(4) The top rim of the spa or hot tub shall be at least 71 cm 
(28 in.) above all perimeter surfaces that are within 
76 cm (30 in.) measured horizontally from the spa or 
hot tub. The height of nonconductive extemal steps for 
entry to or exit from the self-contained spa shall not be 
used to reduce or increase this rim height measurement. 

[ROP 17-142] 
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Informational Note: For information regarding listing re- 
quirements for self-contained spas and hot tubs, see 
ANSI/UL 1563 - 2010, Standard for Electric Spas, Equip- 
ment Assemblies, and Associated Equipment. [ROP 
17-142] 

(C) Interior Wiring to Outdoor Installations. In the in¬ 
terior of a dwelling unit or in the interior of another build- 
ing or structure associated with a dwelling unit, any of the 
wiring methods recognized or pemútted in Chapter 3 of 
this Code that contains a copper equipment grounding con¬ 
ductor that is insulated or enclosed within the outer sheath 
of the wiring method and not smaller than 12 AWG shall be 
permitted to be used for the connection to motor, heating, 
and control loads that are part of a self-contained spa or hot 
tub or a packaged spa or hot tub equipment assembly. Wir¬ 
ing to an underwater luminaire shall comply with 680.23 or 
680.33. [ROP 17-145] 

680.43 Indoor Installations. A spa or hot tub installed 
indoors shall comply with the provisions of Parts I and II of 
this arricie except as modiñed by this section and shall be < 
connected by the wiring methods of Chapter 3. 

Exception No. 1: Listed spa and hot tub packaged 
rated 20 amperes or less shall be permitted to be cora 
plug-connected to facilítate the removal or disconnecti^^fj 
the unit for maintenance and repair. 

Exception No. 2: The equipotential 
for perimeter surfaces in 680.26(B){ 
listed self-contained spa or hot tub 

Exception No. 3: For dv^ming unitfs^fyv, a listed 

spa or hot tub is installe^mdoors, the^dring method re- 
quirements of 680.42(C) apply. [ ROP 17-146] 

(A) Receptacles. At least one 123^ut, 15- or 20-ampere 
receptacle on a general-purpose branch circuit shall be lo- 
cated not less than 1.83 m (6 ft) from, and not exceeding 
3.0 m (10 ft) from, the inside wall of the spa or hot tub. 



(4) Measurements. In determining the dimensions in this 
section addressing receptacle spacings, the distance to be 
measured shall he the shortest path the supply cord of an 
appliance connected to the receptacle would follow without 
piercing a floor, wall, ceiling, doorway with hinged or slid- 
ing door, window opening, or other effective permanent 
barrier. 

(B) Installation of Luminaires, Lighting Outlets, and 
Ceiling-Suspended (Paddle) Fans. 

(1) Elevation. Luminaires, except as covered in 
680.43(B)(2), lighting outlets, and ceiling-suspended 
(paddle) fans located over the spa or hot tub or within 1.5 
m (5 ft) from the inside walls of the spa or hot tub shall 
comply with .the clearances specified in (B)(l)(a), 

(B) (l)(b), aij^B)(l)(c) above the máximum water level. 

(a) GFCI. Where no GFCI protection is pro- 
hring height shall be not less than 3.7 m 

^(b) With Gf ^BK/here GFCI protection is provided, 
Pthe moAting height shall be permitted to be not less than 
7 ft 6 in.). 

fc) Below 2.3 m (7 ft 6 in.). Luminaires meeting the 
reqn^nents of Ítem (1) or (2) and protected by a ground- 
hiit interrupter shall be permitted to be installed 
)han 2.3 m (7 ft 6 in.) over a spa or hot tub: 

(1) Recessed luminaires with a glass or plástic lens, non- 
metallic or electrically isolated metal trim, and suitable 
for use in damp locations 

(2) Surface-mounted luminaires with a glass or plástic 
globe, a nonmetallic body, or a metallic body isolated 
from contad, and suitable for use in damp locations 

(2) Underwater Applications. Underwater luminaires 
shall comply with the provisions of 680.23 or 680.33. 

(C) Switches. Switches shall be located at least 1.5 m 
(5 ft), measured horizontally, from the inside walls of the 
spa or hot tub. 

(D) Bonding. The following parts shall be bonded to- 
gether: 


(1) Location. Receptacles shall be located at least 1.83 m 
(6 ft) measured horizontally from the inside walls of the spa 
or hot tub. 

(2) Protection, General. Receptacles rated 125 volts and 
30 amperes or less and located within 3.0 m (10 ft) of the 
inside walls of a spa or hot tub shall be protected by a 
ground-fault circuit interrupter. 

(3) Protection, Spa or Hot Tub Supply Receptacle. Re¬ 
ceptacles that provide power for a spa or hot tub shall be 
ground-fault circuit-interrupter protected. 


(1) All metal fittings within or attached to the spa or hot 
tub structure 

(2) Metal parts of electrical equipment associated with the 
spa or hot tub water circulating system, including pump 
motors, unless part of a listed self-contained spa or hot 
tub 

(3) Metal raceway and metal piping that are within 1.5 m 
(5 ft) of the inside walls of the spa or hot tub and that 
are not separated from the spa or hot tub by a perma¬ 
nent barrier 

All metal surfaces that are within 1.5 m (5 ft) of the 
inside walls of the spa or hot tub and that are not 
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separated from the spa or hot tub area by a permanent 
barrier 

Exception: Small conductive surfaces not likely to become 
energized, such as air and water jets and drain fittings, 
where not connected to metallic piping, towel bars, mirror 
frames, and similar nonelectrical equipment, shall not be 
required to be bonded. 

(5) Electrical devices and Controls that are not associated 
with the spas or hot tubs and that are located less than 
1.5 m (5 ft) from such units; otherwise, they shall be 
bonded to the spa or hot tub system 


V. Fountains 

680.50 General. The provisions of Part I and Part V of this 
article shall apply to all permanently installed fountains as 
defined in 680.2. Fountains that have water common to a 
pool shall additionally comply with the requirements in 
Part II of this article. Part V does not cover self-contained, 
portable fountains. Portable fountains shall comply with 
Parts II and III of Article 422. 

680.51 Luminaires, Submersible Pumps, and Other 
Submersible Equipment. 


(E) Methods of Bonding. All metal parts associated with 
the spa or hot tub shall be bonded by any of the following 
methods: 

(1) The interconnection of threaded metal piping and fit¬ 
tings 

(2) Metal-to-metal mounting on a common frame or base 

(3) The provisions of a solid copper bonding jumper, insu- 
lated, covered, or bare, not smaller than 8 AWG 

(F) Grounding. The following equipment shall be 
grounded: 

(1) All electrical equipment located within 1.5 m (5 ft) of^ 
the inside wall of the spa or hot tub 

(2) All electrical equipment associated with the dmj^ting 
system of the spa or hot tub 

(G) Underwater Audio Equipment. UrltEigyater i 

equipment shall comply with the provisions^ 
this article. 

680.44 Protection. Except as^Bierwise pro^Bed inThis 
section, the outlet(s) that supplii^k self-contaftd spa or 
hot tub, a packaged spa or hot tub e^mmen^Kembly, or 
a field-assembled spa or hot tub sha5k|^Ktected by a 
ground-fault Circuit interrupter. 

(A) Listed Units. If so marked, a listed self-contained unit 
or listed packaged equipment assembly that ineludes inte¬ 
gral ground-fault circuit-interrupter protection for all elec¬ 
trical parts within the unit or assembly (pumps, air blowers, 
heaters, lights, Controls, sanitizer generators, wiring, and so 
forth) shall be permitted without additional GFCI protec¬ 
tion. 


(A) Ground-Fault Circuit Interrupter. Luminaires, sub¬ 
mersible pumps, and other submersible equipment, unless 
listed for operation ^Jow voltage contact limit or less and 
supplied by a trajKtner or power supply that complies 
with 680.23(A)(2), shall be protected by a ground-fault Cir¬ 
cuit interrumpr 

(B) Operating Voltag<Sfck> luminaires shall be installed 
for^ppation mi supply 3|euits over 150 volts between 
co^Kctors^ÍHDmersible pumps and other submersible 
equip^M^Riall opérate at 300 volts or less between con- 

__ ductors. - ^ 

i Lenses. Luminaires shall be installed with 
®fe luminaire lens below the normal water level 
Fthe fountain unless listed for above-water locations. A 
minaire facing upward shall comply with either (1) or (2): 
r Have the lens guarded to prevent contact by any person 
[ROP 17-2] 

(2) Be listed for use without a guard 

(D) Overheating Protection. Electrical equipment that de- 
pends on submersion for safe operation shall be protected 
against overheating by a low-water cutoff or other approved 
means when not submerged. 

(E) Wiring. Equipment shall be equipped with provisions 
for threaded conduit entries or be provided with a suitable 
flexible cord. The máximum length of each exposed cord in 
the fountain shall be limited to 3.0 m (10 ft). Cords extend- 
ing beyond the fountain perimeter shall be enclosed in ap¬ 
proved wiring enclosures. Metal parts of equipment in con¬ 
tact with water shall be of brass or other approved 
corrosion-resistant metal. 


(B) Other Units. A field-assembled spa or hot tub rated 3 
phase or rated over 250 volts or with a heater load of more 
than 50 amperes shall not require the supply to be protected 
by a ground-fault circuit interrupter. 

Informational Note: See 680.2 for definitions of self- 
contained spa or hot tub and for packaged spa or hot tub 
equipment assembly. 


(F) Servicing. All equipment shall be removable from the 
water for relamping or normal maintenance. Luminaires 
shall not be permanently embedded into the fountain struc- 
ture such that the water level must be reduced or the foun¬ 
tain drained for relamping, maintenance, or inspection. 

(G) Stability. Equipment shall be inherently stable or be 
securely fastened in place. 
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680.52 Junction Boxes and Other Enclosures. 

(A) General. Junction boxes and other enclosures used for 
other than underwater installation shall comply with 
680.24. 

(B) Underwater Junction Boxes and Other Underwater 
Enclosures. Junction boxes and other underwater enclo¬ 
sures shall meet the requirements of 680.52(B)(1) and 
(B)(2). 

(1) Construction. 


(B) Supplied by a Flexible Cord. Electrical equipment 
that is supplied by a flexible cord shall have all exposed 
non-current-carrying metal parts grounded by an insulated 
copper equipment grounding conductor that is an integral 
part of this cord. The equipment grounding conductor shall 
be connected to an equipment grounding terminal in the 
supply junction box, transformer enclosure, power supply 
enclosure, or other enclosure. 

680.56 Cord-and-Plug-Connected Equipment. 


(a) Underwater enclosures shall be equipped with pro- 
visions for threaded conduit entries or compression glands 
or seáis for cord entry. 

(b) Underwater enclosures shall be submersible and 
made of copper, brass, or other approved corrosion- 
resistant material. 

(2) Installation. Underwater enclosure installations shall 
comply with (a) and (b). 

(a) Underwater enclosures shall be filled with an ap¬ 
proved potting compound to prevent the entry of moisture. < 

(b) Underwater enclosures shall he firmly attached to 
the supports or directly to the fountain surface and bonded 
as required. Where the junction box is supported c 
conduits in accordance with 314.23(E) and (F), the col^its^ 
shall be of copper, brass, stainless Steel, or other approT 
corrosion-resistant metal. Where the box ügfied by nonm 
tallic conduit, it shall have additional swmmts anWastene^ 
of copper, brass, or other approi^^corrosjj 
material. 

680.53 Bonding. All me 

the fountain shall be boj 
conductor of the branch^fccui 

Informational Note: 
conductors. 

680.54 Grounding. The following equipment shall be 
grounded: 

(1) Other than listed low-voltage luminaires not requiring 
grounding, all electrical equipment located within the 
fountain or within 1.5 m (5 ft) of the inside wall of the 
fountain 



(A) Ground-Fault Circuit Interrupter. All electrical 
equipment, including power-supply cords, shall be pro- 
tected by ground-fault Circuit interrupters. 

(B) Cord Tyne. Flexible cord immersed in or exposed to 
water shallJ*nf a type for extra-hard usage, as designated 
n Table J^Pl, and shall be a listed type with a “W” suffix. 


(C) 


iling.^^e end of the flexible cord jacket and the 
>le cord cor^Mor termination within equipment shall 
covered with, o^kapsulated in, a suitable potting com- 
lonnd^Sr prevent the entry of water into the equipment 
the cord or its conductors. In addition, the ground 
íction within equipment shall be similarly treated to 
>uch connections from the deteriorating effect of 
may enter into the equipment. 

(D) Terminations. Connections with flexible cord shall be 
permanent, except that grounding-type attachment plugs 
and receptacles shall be permitted to facilítate removal or 
disconnection for maintenance, repair, or storage of fixed or 
stationary equipment not located in any water-containing 
part of a fountain. 

680.57 Signs. 

(A) General. This section covers electric signs installed 
within a fountain or within 3.0 m (10 ft) of the fountain 
edge. 

(B) Ground-Fault Circuit-Interrupter Protection for 
Personnel. All circuits supplying the sign shall have 
ground-fault circuit-interrupter protection for personnel. 


(2) All electrical equipment associated with the recirculat- 
ing system of the fountain 

(3) Panelboards that are not part of the Service equipment 
and that supply any electrical equipment associated 
with the fountain 

680.55 Methods of Grounding. 

(A) Applied Provisions. The provisions of 680.21 (A), 

680.23(B)(3), 680.23(F)(1) and (F)(2), 680.24(F), and 

680.25 shall apply. 


(1) Fixed or Stationary. A fixed or stationary electric sign 
installed within a fountain shall be not less than 1.5 m (5 ft) 
inside the fountain measured from the outside edges of the 
fountain. 

(2) Portable. A portable electric sign shall not be placed 
within a pool or fountain or within 1.5 m (5 ft) measured 
horizontally from the inside walls of the fountain. 

(D) Disconnect. A sign shall have a local disconnecting 
means in accordance with 600.6 and 680.12. 
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(E) Bonding and Grounding. A sign shall be grounded 
and bonded in accordance with 600.7. 

680.58 GFCI Protection for Adj acent Receptacle Out- 
lets. All 15- or 20-ampere, single-phase 125-volt through 
250-volt receptacles located within 6.0 m (20 ft) of a foun- 
tain edge shall be provided with GFCI protection. 

VI. Pools and Tubs for Therapeutic Use 

680.60 General. The provisions of Part I and Part VI of 
this article shall apply to pools and tubs for therapeutic use 
in health care facilities, gymnasiums, athletic training 
rooms, and similar areas. Portable therapeutic appliances 
shall comply with Parts II and III of Article 422. 


680.61 Permanently Installed Therapeutic Pools. Thera¬ 
peutic pools that are constructed in the ground, on the 
ground, or in a building in such a manner that the pool 
cannot be readily disassembled shall comply with Parts I 
and II of this article. 

Exception: The limitations of 680.22(B)(1) through (C)(4) 
shall not apply where all luminaires are of the totally en- 
closed type. 

680.62 Therapeutic Tubs (Hydrotheraj 

Therapeutic tubs, used for the submersion a 
patients, that are not easily moved f 
other in normal use or that are f 
cured at a specific location, incl* pmjj 

tems, shall conform to Part Ví^ 

(A) Protection. Except as otherwisi^^vú^Wn this sec- 
tion, the outlet(s) that supplies a self-coWíred therapeutic 
tub or hydrotherapeutic tank, a packaged therapeutic tub or 
hydrotherapeutic tank, or a field-assembled therapeutic tub 
or hydrotherapeutic tank shall be protected by a ground- 
fault Circuit interrupter. 

(1) Listed Units. If so marked, a listed self-contained unit 
or listed packaged equipment assembly that ineludes inte¬ 
gral ground-fault circuit-interrupter protection for all elec- 
trical parts within the unit or assembly (pumps, air blowers, 
heaters, lights, Controls, sanitizer generators, wiring, and so 
forth) shall be permitted without additional GFCI protec¬ 
tion. 

(2) Other Units. A therapeutic tub or hydrotherapeutic 
tank rated 3 phase or rated over 250 volts or with a heater 
load of more than 50 amperes shall not require the supply 
to be protected by a ground-fault circuit interrupter. 


(B) Bonding. The following parts shall be bonded to- 
gether: 

(1) All metal fittings within or attached to the tub structure 

(2) Metal parts of electrical equipment associated with the 
tub water circulating system, including pump motors 

(3) Metal-sheathed cables and raceways and metal piping 
that are within 1.5 m (5 ft) of the inside walls of the tub 
and not separated from the tub by a permanent barrier 

(4) All metal surfaces that are within 1.5 m (5 ft) of the 
inside walls of the tub and not separated from the tub 
area by a permanent barrier 

(5) Electrical devices and Controls that are not associated 
with the therapeutic tubs and located within 1.5 m (5 ft) 
from such units.^ 

Except, ductive surfaces not likely to become 

energiz and water jets and drain fittings n 

connec ^toñping, and towel bars, mirror 

frames. nm^tírical equipment not connected 

, shall no^h required to be bonded. 




of Bonding. All metal parts required to be 
lis section shall be bonded by any of the fol- 

rconnection of threaded metal piping and fit- 

¡) Metal-to-metal mounting on a common frame or base 
Connections by suitable metal clamps 
r 4) By the provisions of a solid copper bonding jumper, 
insulated, covered, or bare, not smaller than 8 AWG 

(D) Grounding. 

(1) Fixed or Stationary Equipment. The equipment 
specified in (a) and (b) shall be connected to the equipment 
grounding conductor. 

(a) Location. All electrical equipment located within 
1.5 m (5 ft) of the inside wall of the tub shall be connected 
to the equipment grounding conductor. 

(b) Circulation System. All electrical equipment asso¬ 
ciated with the circulating system of the tub shall be con¬ 
nected to the equipment grounding conductor. 

(2) Portable Equipment. Portable therapeutic appliances 
shall meet the grounding requirements in 250.114. 

(E) Receptacles. All receptacles within 1.83 m (6 ft) of a 
therapeutic tub shall be protected by a ground-fault circuit 
interrupter. 

(F) Uuminaires. All luminaires used in therapeutic tub ar¬ 
eas shall be of the totally enclosed type. 
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YII. Hydromassage Bathtubs 

680.70 General. Hydromassage bathtubs as defined in 
680.2 shall comply with Part VII of this article. They shall 
not be required to comply with other parts of this article. 


ARTICLE 682 

Natural and Artificially Made Bodies of 
Water 


680.71 Protection. Hydromassage bathtubs and their asso- 
ciated electrical components shall be on an individual 
branch circuit(s) and protected by a readily accessible 
ground-fault Circuit interrupter. All 125-volt, single-phase 
receptacles not exceeding 30 amperes and located within 
1.83 m (6 ft) measured horizontally of the inside walls of a 
hydromassage tub shall be protected by a ground-fault Cir¬ 
cuit interrupter. 


I. General 

682.1 Scope. This article applies to the installation of elec¬ 
trical wiring for, and equipment in and adjacent to, natural 
or artificially made bodies of water not covered by other 
articles in this Code, such as but not limited to aeration 
ponds, fish farm ponds, storm retention basins, treatment 
ponds, irrigation (channels) facilities. 


680.72 Other Electrical Equipment. Luminaires, 
switches, receptacles, and other electrical equipment lo¬ 
cated in the same room, and not directly associated with a 
hydromassage bathtub, shall be installed in accordance with 
the requirements of Chapters 1 through 4 in this Code cov- 
ering the installation of that equipment in bathrooms. 

680.73 Accessibility. Hydromassage bathtub electrical 
equipment shall be accessible without damaging th< 
ing structure or building finish. Where the hydromí 
bathtub is cord- and plug-connected with th e sup ply i 
tacle accessible only through a Service aa 
receptacle shall be installed so that itsJ^re is 
view and not more than 300 mm (I tÉLof the, 

680.74 Bonding. Both 
metal parts in contact 
bonded together using a filBl id copper 
sulated, covered, or barc ^Bfot smalle 
bonding jumper shall be 
circulating pump motor 
The bonding jumper shall 
to a double insulated circulating pump motor. The 8 AWG 
or larger solid copper bonding jumper shall be required for 
equipotential bonding in the area of the hydromassage bath¬ 
tub and shall not be required to be extended or attached to 
any remóte panelboard, Service equipment, or any elec- 
trode. The 8 AWG or larger solid copper bonding jumper 
shall be long enough to termínate on a replacement non- 
double-insulated pump motor and shall be terminated to the 
equipment grounding conductor of the branch Circuit of the 
motor when a double-insulated circulating pump motor is 
used. [ROP 17-148] 




imper, m- 
8 AWG. The 
terminal on the 
for this purpose. 
to be connected 


Bodies of Water. Bodies of water that 
¡tructed or modified to fit some decorative or 
such as, but not limited to, aeration 
;, storm retention basins, treatment 
irrigati3!Bkhannel) facilities. Water depths may 
rnally or be controlled. 

Bucal Datum Plañe. The electrical datum plañe as 
a this article is defined as follows: 

Jd ) In land areas subject to tidal fluctuation, the electrical 
tetum plañe is a horizontal plañe 600 mm (2 ft) above 
the highest tide level for the area occurring under nor¬ 
mal circumstances, that is, highest high tide. 

(2) In land areas not subject to tidal fluctuation, the elec¬ 
trical datum plañe is a horizontal plañe 600 mm (2 ft) 
ahove the highest water level for the area occurring 
under normal circumstances. 

(3) In land areas subject to flooding, the electrical datum 
plañe based on (1) or (2) above is a horizontal plañe 
600 mm (2 ft) above the point identified as the prevail- 
ing high water mark or an equivalent benchmark based 
on seasonal or storm-driven flooding from the authority 
having jurisdiction. 

(4) The electrical datum plañe for floating structures and 
landing stages that are (1) installed to permit rise and 
fall response to water level, without lateral movement, 
and (2) that are so equipped that they can rise to the 
datum plañe established for (1) or (2) above, is a hori¬ 
zontal plañe 750 mm (30 in.) above the water level at 
the floating structure or landing stage and a minimum 
of 300 mm (12 in.) above the level of the deck. 

Equipotential Plañe. An area where wire mesh or other 
conductive elements are on, embedded in, or placed under 
the walk surface within 75 mm (3 in.), bonded to all metal 
structures and fixed nonelectrical equipment that may be- 
come energized, and connected to the electrical grounding 
system to prevent a difference in voltage from developing 
within the plañe. 
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Natural Bodies of Water. Bodies of water such as lakes, 
streams, ponds, rivers, and other naturally occurring bodies 
of water, which may vary in depth throughout the year. 

Shoreline. The farthest extent of standing water under the 
applicable conditions that determine the electrical datum 
plañe for the specified body of water. 

682.3 Other Articles. If the water is suhject to boat traffic, 
the wiring shall comply with 555.13(B). 


Exception: Equipment Usted for direct connection and 
equipment anchored in place and incapable of routine 
movement caused by water currents or wind shall be per- 
mitted to be connected using wiring methods covered in 
682.13. 

(A) Type and Marking. The disconnecting means shall 
consist of a Circuit breaker, a switch, or both, or a molded 
case switch, and shall be specifically marked to desígnate 
which receptacle or other outlet it Controls. 


II. Installation 

682.10 Electrical Equipment and Transformers. Electri¬ 
cal equipment and transformers, including their enclosures, 
shall be specifically approved for the intended location. No 
portion of an enclosure for electrical equipment not identi- 
fied for operation while submerged shall be located below 
the electrical datum plañe. 

682.11 Location of Service Equipment. On land, the Ser¬ 
vice equipment for floating structures and submersible elec¬ 
trical equipment shall be located no closer than 1.5 m (5 ft) 
horizontally from the shoreline and live parts shall be el- 
evated a minimum of 300 mm (12 in.) above the electrical 
datum plañe. Service equipment shall disconnect when the 
water level reaches the height of the established electr ical 
datum plañe. 

682.12 Electrical Connections. All electrí 
not intended for operation while submerged 
at least 300 mm (12 in.) above the deck i 
fixed structure, but not below th^^ctrical 

682.13 Wiring Methods and Astallation. Bquidtight 

flexible metal conduit or liquidti^BflexibleBonmetallic 
conduit with approved fittings shall bejBnMra for feeders 
and where flexible connections are reqiÜR for Services. 
Extra-hard usage portable power cable listed for both wet 
locations and sunlight resistance shall be permitted for a 
feeder or a branch circuit where flexibility is required. 
Other wiring methods suitable for the location shall be per¬ 
mitted to be installed where flexibility is not required. Tem- 
porary wiring in accordance with 590.4 shall be permitted. 

682.14 Submersible or Floating Equipment Power Con- 
nection(s). Submersible or floating equipment shall be 
cord- and plug-connected, using extra-hard usage cord, as 
designated in Table 400.4, and listed with a “W” suffix. The 
plug and receptacle combination shall be arranged to be 
suitable for the location while in use. Disconnecting means 
shall be provided to isolate each submersible or floating 
electrical equipment from its supply connection(s) without 
requiring the plug to be removed from the receptacle. 


(B) Location. The disconnecting means shall be readily 
accessible on land, located not more than 750 mm (30 in.) 
from the receptacle it Controls, and shall be located in the 
supply circuit ahead of the receptacle. The disconnecting 
means shall be locat^l within sight of but not closer than 
1.5 m (5 ft) fron^K^ shoreline and shall be elevated not 
less than 300 i^^U2 in.) above the datum plañe. 


682.15 

tectioi 

thrc 



ind-Fault Circuit-Interrupter (GFCI) Pro- 

ifteen- and aBunpere single-phase, 125-volt 
250-valt receptacleWnstalled outdoors and in or on 
fgs or structures within the electrical datum 
íat are used for storage, maintenance, or repair 
>le electric hand tools, electrical diagnostic 
irtable lighting equipment are to be used 
Ted with GFCI protection. The GFCI protec- 
’devicF’shall be located not less than 300 mm (12 in.) 
>ove the established electrical datum plañe. 

I. Grounding and Bonding 

682.30 Grounding. Wiring and equipment within the 
scope of this article shall be grounded as specified in Part 
III of 553, 555.15, and with the requirements in Part III of 
this article. 

682.31 Equipment Grounding Conductors. 

(A) Type. Equipment grounding conductors shall be insu- 
lated copper conductors sized in accordance with 250.122 
hut not smaller than 12 AWG. 

(B) Feeders. Where a feeder supplies a remóte panelboard 
or other distribution equipment, an insulated equipment 
grounding conductor shall extend from a grounding termi¬ 
nal in the Service to a grounding terminal and busbar in the 
remóte panelboard or other distribution equipment. 

(C) Branch Circuits. The insulated equipment grounding 
conductor for branch circuits shall termínate at a grounding 
terminal in a remóte panelboard or other distribution equip¬ 
ment or the grounding terminal in the main Service equip¬ 
ment. 

(D) Cord-and-Plug-Connected Appliances. Where 
grounded, cord-and-plug-connected appliances shall be 
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685.10 


grounded by means of an equipment grounding conductor 
in the cord and a grounding-type attachment plug. 

682.32 Bonding of Non-Current-Carrying Metal Parts. 

All metal parts in contact with the water, all metal piping, 
tanks, and all non-current-carrying metal parts that are 
likely to become energized shall be bonded to the ground¬ 
ing terminal in the distribution equipment. 

682.33 Equipotential Planes and Bonding of Equipoten- 
tial Planes. An equipotential plañe shall be installed where 
required in this section to mitígate step and touch voltages 
at electrical equipment. 

(A) Areas Requiring Equipotential Planes. Equipotential 
planes shall be installed adjacent to all outdoor Service 
equipment or disconnecting means that control equipment 
in or on water, that have a metallic enclosure and Controls 
accessible to personnel, and that are likely to become ener¬ 
gized. The equipotential plañe shall encompass the area 
around the equipment and shall extend from the area di- 
rectly below the equipment out not less than 900 mm * 
(36 in.) in all directions from which a person would be able 
to stand and come in contact with the equipment. 

(B) Areas Not Requiring Equipotential Planes. E 

tential planes shall not be required for the c ontro lled ei 
ment supplied by the Service equipment^^lkennectll 
means. All circuits rated not more thar^P ampls at 1^ 
through 250 volts, single phase, sh^Bave CilaKl-nrote c 
tion. 



(C) Bonding. Equipotentk 
electrical grounding sysMTThe bonc 
be solid copper, insulatemfc^ered or be 
than 8 AWG. Connections^¿j|aJJ be m¿ 
welding or by listed pressure 
labeled as being suitable for the pTBBfe and are of stainless 
Steel, brass, copper, or copper alloy. 


(1) An orderly shutdown is required to minimize personnel 
hazard and equipment damage. 

(2) The conditions of maintenance and supervisión ensure 
that qualified persons Service the system. The name(s) 
of the qualified person(s) shall be kept in a permanent 
record at the office of the establishment in charge of the 
completed installation. 

A person designated as a qualified person shall pos- 
sess the skills and knowledge related to the construc- 
tion and operation of the electrical equipment and in¬ 
stallation and shall have received documented safety 
training on the hazards involved. Documentation of 
their qualifications shall be on file with the office of the 
establishment in charge of the completed installation. 

(3) Effective safeguards acceptable to the authority having 
jurisdiefi^ff are established and maintained. 

685.3 Appll&tion of Other Articles. The articles/sections 
me 685-^^toly to particular cases of installation of 
Ructors and^^jnment, where there are orderly shut- 
(Bown requirements^rat are in addition to those of this 
W are modifications of them. 


55.3 Application of Other Articles 


ided to the 
conT!jfctor shall 
and not smaller 
hy exothermic 
clamps that are 


ARTICLE 685 

Integrated Electrical Systems 


^^fc^onductor/Equipment 

Section 

More than one building or other 

225, Part II 

structure 

Ground-fault protection of 

230.95, Exception 

equipment 

Protection of conductors 

240.4 

Electrical system coordination 

240.12 

Ground-fault protection of 

240.13(1) 

equipment 

Grounding ac systems of 50 volts 

250.21 

to less than 1000 volts 

Equipment protection 

427.22 

Orderly shutdown 

430.44 

Disconnection 

430.74, Exception Nos. 1 
and 2 

Disconnecting means in sight 

430.102(A), Exception No. 2 

from controller 

Energy from more than one 

430.113, Exception Nos. 1 

source 

and 2 

Disconnecting means 

645.10, Exception 

Uninterruptible power supplies 

645.11(1) 

(UPS) 

Point of connection 

705.12(A) 


I. General 

685.1 Scope. This article covers integrated electrical Sys¬ 
tems, other than unit equipment, in which orderly shutdown 
is necessary to ensure safe operation. An integrated electri¬ 
cal system as used in this article is a unitized segment of an 
industrial wiring system where all of the following condi¬ 
tions are met: 


II. Orderly Shutdown 

685.10 Location of Overcurrent Devices in or on Pre¬ 
mises. Location of overcurrent devices that are critical to 
integrated electrical systems shall be permitted to be acces¬ 
sible, with mounting heights permitted to ensure security 
from operation by unqualified personnel. 
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685.12 Direct-Current System Grounding. Two-wire de 
circuits shall be permitted to be ungrounded. 

685.14 Ungrounded Control Circuits. Where operational 
continuity is required, control circuits of 150 volts or less 
from separately derived systems shall be permitted to be 
ungrounded. 


Photovoltaic source circuits 


ARTICLE 690 

Solar Photovoltaic (PV) Systems 



I. General 

690.1 Scope. The provisions of this article apply to solar 
photovoltaic (PV) electrical energy systems, including the 
array circuit(s), inverter(s), and controller(s) for such sys¬ 
tems. [See Figure 690.1(A) and Figure 690.1(B).] Solar 
photovoltaic systems covered by this article may be Ínter- 
active with other electrical power production sources or 
stand-alone, with or without electrical energy storage such 
as batteries. These systems may have ac or de output for 
utilization. 

690.2 Definitions. 

Alternating-Current (ac) Module (Alternatii 
Photovoltaic Module). A complete, envirom^mtally 
tected unit consisting of solar cells, optó 
other components, exclusive of tracker, desigH^ygpgener- 
ate ac power when exposed to sunbaj 

Array. A mechanically integraü^issembly' 
panels with a support s truc ture ifcCf'o u n dati on ,^^c ker, and 
other components, as required, ^^torm a dMCt-current 
power-producing unit. 

Bipolar Photovoltaic Array. A photovol^rc array that has 
two outputs, each having opposite polarity to a common 
reference point or center tap. 

Blocking Diode. A diode used to block reverse flow of 
current into a photovoltaic source Circuit. 

Building Integrated Photovoltaics. Photovoltaic cells, de- 
vices, modules, or modular materials that are integrated 
into the outer surface or structure of a building and serve as 
the outer protective surface of that building. 

Direct Current (de) Combinen A device used in the PV 
Source and PV Output circuits to combine two or more de 
circuit inputs and provide one de circuit output. [ROP 4-4, 
ROP 4-173] 

Diversión Charge Controller. Equipment that regulates 
the charging process of a battery by diverting power from 



Inverter output circuit 
ac module (ineludes inverter) 
Array (of ac modules) 


intended to be a means of identification for 
System components, circuits, and connections. 
(ísconnecfíng means required by Article 690, Part III, are not shown. 
System grounding and equipment grounding are not shown. 

See Article 690, Part V. 


;ure 690.1(A) Identification of Solar Photovoltaic System 
Components. [ROP 4-170] 

energy storage to direct-current or alternating-current loads 
or to an interconnected utility Service. 

Electrical Production and Distribution Network. A 
power production, distribution, and utilization system, such 
as a utility system and connected loads, that is external to 
and not controlled by the photovoltaic power system. 
Hybrid System. A system comprised of múltiple power 
sources. These power sources may inelude photovoltaic, 
wind, micro-hydro generators, engine-driven generators, 
and others, but do not inelude electrical production and 
distribution network systems. Energy storage systems, such 
as batteries, do not constitute a power source for the pur- 
pose of this definition. 

Interactive System. A solar photovoltaic system that oper- 
ates in parallel with and may deliver power to an electrical 
production and distribution network. For the purpose of this 
definition, an energy storage suhsystem of a solar photovol¬ 
taic system, such as a battery, is not another electrical pro¬ 
duction source. 

Inverter. Equipment that is used to change voltage level or 
waveform, or both, of electrical energy. Commonly, an in- 
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690.4 


Phot ovoltaic s ource circuits | nverter ¡ nput circu¡t 

J Inverter output Circuit 


Photovoltaic output 

Interactive System ] 


iut Circuit y 


Electric production 


Wind, engine-generator, 

micro-hydro-electric, and En frgy storage, charge controller, 
other power sources System control 

Inverter input Circuit 



Charge controller 
1 J Inverter input Circuit 

/ Inverter output Circuit 

rQ' 


Stand-alone system | 


3. System grounding and equipment grounding 
See Article 690, Part V. 


Figure 690.1(B) Identification of Jipi 
Components in Common Syst 

verter [also known as 
power conversión system 
de input to an ac output. Im 
battery chargers that use altemal 



I. These diagrams are intended to be a means of ¡dentification for 
photovoltaic system components, circuits, and connections. 

!. Disconnecting means and overcurrent protection required by 
Article 690 are not shown. 


Monopole Subarray. A PV subarray that has two conduc- 
tors in the output circuit, one positive (+) and one nega- 
tive(-). Two monopole PV subarrays are used to form a 
bipolar PV array. 

Multimode Inverter. Equipment having capabilities of 
both the utility-interactive inverter and the stand-alone in¬ 
verter. [ROP 4-181] 

Panel. A collection of modules mechanically fastened to- 
gether, wired, and designed to provide a field-installable 
unit. 

Photovoltaic Output Circuit. Circuit conductors between 
the photovoltaic source circuit(s) and the inverter or de 
utilization equipment. 

Tjwer Source. An array or aggregate of ar- 
¡rates de power at system voltage and current. 

Photovoltaic Source Circuit. Circuits between modules 
■om modullfcu) the common connection point(s) of 
fe de system. 

iltaic System. The total components and sub- 
!ms that, in combination, convert solar energy into 
el^Wfc energy suitable for connection to a utilization load. 

JRoP%184] 


g unit (PCU) or 
pee that changes 
f also function as 
Current from another 


PMrovoltaic System Voltage. The direct current (de) volt- 
age of any photovoltaic source or photovoltaic output Cir¬ 
cuit. For multiwire installations, the photovoltaic system 
voltage is the highest voltage between any two de conduc¬ 
tors. 

Solar Cell. The basic photovoltaic device that generates 
electricity when exposed to light. 

Stand-Alone System. A solar photovoltaic system that sup- 
plies power independently of an electrical production and 
distribution network. 


source and convert it into direct current for charging batter- Subarray. An electrical subset of a PV array. 


Inverter Input Circuit. Conductors between the inverter 
and the battery in stand-alone systems or the conductors 
between the inverter and the photovoltaic output circuits for 
electrical production and distribution network. 

Inverter Output Circuit. Conductors between the inverter 
and an ac panelboard for stand-alone systems or the con¬ 
ductors between the inverter and the Service equipment or 
another electric power production source, such as a utility, 
for electrical production and distribution network. 


690.3 Other Arricies. Wherever the requirements of other 
arricies of this Code and Article 690 differ, the requirements 
of Article 690 shall apply and, if the system is operated in 
parallel with a primary source(s) of electricity, the require¬ 
ments in 705.14, 705.16, 705.32, and 705.143 shall apply. 

Exception: Solar photovoltaic systems, equipment, or wir- 
ing installed in a hazardous (classified) location shall also 
comply with the applicable portions of Ardeles 500 through 
516. 


Module. A complete, environmentally protected unit con- 
sisting of solar cells, optics, and other components, exclu¬ 
sive of tracker, designed to generate de power when ex¬ 
posed to sunlight. 


690.4 General Requirements. [ROP 4-188a] 

(A) Photovoltaic Systems. Photovoltaic systems shall be 
permitted to supply a building or other structure in addition 
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to any other electrical supply system(s). [ROP 4-188a, 
ROP 4-192] 

(B) Equipment. Inverters, motor generators, PV modules, 
PV panels, ac PV modules, de combiners, dc-to-dc convert- 
ers and charge controllers intended for use in PV power 
systems shall be listed for the PV application. [ROP 
4-188a, ROP 4-194] 

(C) Qualified Personnel. The installation of equipment 
and all associated wiring and interconnections shall be per- 
formed only by qualified persons. [ROP 4-188a] 

Informational Note: See Article 100 for the definition of 
qualified person. [ROP 4-188a, ROP 4-195] 


tion meeting the requirements of 690.5(A) through (C) to 
reduce fire hazards. Ungrounded de photovoltaic arrays 
shall comply with 690.35. 

Exception: Ground-mounted or pole-mounted photovol¬ 
taic arrays with not more than two paralleled source cir- 
cuits and with all de source and de output circuits isolated 
from buildings shall be permitted without ground-fault pro- 
tection. [ROP 4-212] 

(A) Ground-Fault Detection and Interruption. The 

ground-fault protection device or system shall: 

(1) Determine the pv input circuit has isolation prior to 
export of current, 


(D) Múltiple Inverters. A PV system shall be permitted to 
have múltiple inverters installed in or on a single building 
or structure. Where the inverters are remotely located from 
each other, a directory in accordance with 705.10 shall be 
installed at each de PV system disconnecting means, at 
each ac disconnecting means, and at the main Service dis¬ 
connecting means showing the location of all ac and de PV 
system disconnecting means in the building. [ROP 4-188a, 
ROP 4-195] 

Exception: A directory shall not be required where allA 
inverters and PV de disconnecting means are grouped a 
the main Service disconnecting means. [ROP 4-188a, ROP 
4-195] 

(E) Circuit Routing. Where circuits are j 
built-up, laminate, or membrane roofing r 
areas not covered by PV modules and a 
ment, the location of circuits shall 
a marking protocol that is appro^ 
continuous exposure to sunliglu^d weather.’l 
ROP 4-204, ROP 4-205] 

(F) Bipolar Photovoltaic Systems^^here tí^^um, with¬ 
out consideration of polarity, of the voltages of 

the two monopole subarrays exceeds the rating of the con- 
ductors and connected equipment, monopole subarrays in a 
bipolar PV system shall be physically separated, and the 
electrical output circuits from each monopole subarray 
shall be installed in sepárate raceways until connected to 
the inverter. The disconnecting means and overcurrent pro- 
tective devices for each monopole subarray output shall be 
in sepárate enclosures. All conductors from each sepárate 
monopole subarray shall be routed in the same raceway. 
Bipolar photovoltaic systems shall he clearly marked with a 
permanent, legible waming notice indicating that the dis- 
connection of the grounded conductor(s) may result in ov- 
ervoltage on the equipment. [ROP 4-190, ROP 4-205, 
ROP 4-208] 


(2) Be capable of detecting a ground-fault 

(3) Interrupt the flo^bf fault current, and 

(4) Provide an i^^ation of the fault. 


rerrupt the ground-fault current path, all con¬ 
che faulted circuit shall be automatically and 
y opened. [ROP 4-214] 
pation of the main PV de disconnect shall 
the ground-fault protection device or result in 
rcunded conductors becoming ungrounded. 

) Isolating Faulted Circuits. The faulted circuits shall 
¥isolated by one of the two following methods: 

) The ungrounded conductors of the faulted circuit shall 
be automatically disconnected. 

(2) The inverter or charge controller fed hy the faulted 
circuit shall automatically cease to supply power to 
output circuits. 

(C) Fabels and Markings. A warning label shall appear 
on the utility-interactive inverter or be applied by the in- 
staller near the ground-fault indicator at a visible location, 
stating the following: 

WARNING 
ELECTRIC SHOCK HAZARD 
IF A GROUND FAULT IS INDICATED, NOR- 
MALLY GROUNDED CONDUCTORS MAY BE 
UNGROUNDED AND ENERGIZED 
When the photovoltaic system also has batteries, the 
same warning shall also he applied hy the installer in a 
visible location at the batteries. The waming sign(s) or la- 
bel(s) shall comply with 110.21(B). [ROP 4-215] 

690.6 Alternating-Current (ac) Modules. 


690.5 Ground-Fault Protection. Grounded de photovol- (A) Photovoltaic Source Circuits. The requirements of 

taic arrays shall be provided with de ground-fault protec- Article 690 pertaining to photovoltaic source circuits shall 
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not apply to ac modules. The photovoltaic source circuit, 
conductors, and inverters shall be considered as intemal 
wiring of an ac module. 

(B) Inverter Output Circuit. The output of an ac module 
shall be considered an inverter output circuit. 

(C) Disconnecting Means. A single disconnecting means, 
in accordance with 690.15 and 690.17, shall be permitted 
for the combined ac output of one or more ac modules. 
Additionally, each ac module in a múltiple ac module Sys¬ 
tem shall be provided with a connector, bolted, or terminal- 
type disconnecting means. [ROP 4-218] 

(D) Overcurrent Protection. The output circuits of ac 
modules shall be permitted to have overcurrent protection 
and conductor sizing in accordance with 240.5(B)(2). 

II. Circuit Requirements 
690.7 Máximum Yoltage. 

(A) Máximum Photovoltaic System Voltage. In a de pho- , 

tovoltaic source circuit or output circuit, the máximum pho¬ 
tovoltaic system voltage for that circuit shall be calculated 
as the sum of the rated open-circuit voltage of the Á 
connected photovoltaic modules corrected for the I 
expected ambient temperature. For crystalline and müi 
rystalline Silicon modules, the rated opciveiíeujt voltag 
shall be multiplied by the correction iWorj^M/ided i 
Table 690.7. This voltage shall be ^^Hto de Jmine thí( 
voltage rating of cables, disconnects^ 
and other equipment. Where t he low es^^JPcted ambient 
temperature is below 40 C (-40°F), or other than 

crystalline or multicrystaMe silicon^™pvoH^modules 
are used, the system adjustmeiwhall be made in 

accordance with the manuS^^rer’s instMtions. 

When open-circuit voltag^kmpera^p: coefficients are 
supplied in the instructions tbi^k^rPV modules, they 
shall be used to calcúlate the máximum photovoltaic sys¬ 
tem voltage as required by 110.3(B) instead of using Table 
690.7. 

Informational Note: One source for statistically valid, 
lowest-expected, ambient temperature design data for vari- 
ous locations is the Extreme Annual Mean Mínimum De¬ 
sign Dry Bulb Temperature found in the ASHRAE Hand- 
book — Fundamentáis. These temperature data can be used 
to calcúlate máximum voltage using the manufacturer’s 
temperature coefficients relative to the rating temperature of 
25°C. 

(B) Direct-Current Utilization Circuits. The voltage of 
de utilization circuits shall conform to 210.6. 

(C) Photovoltaic Source and Output Circuits. In one- 
and two-family dwellings, photovoltaic source circuits and 
photovoltaic output circuits that do not inelude lamphold- 


Table 690.7 Voltage Correction Factors for Crystalline and 
Multicrystalline Silicon Modules 


Correction Factors for Ambient Temperatures Below 25°C 
(77°F). (Multiply the rated open circuit voltage by the 
appropriate correction factor shown below.) 

Ambient 

Temperature (°C) 

Factor 

Ambient 

Temperature (°F) 

24 to 20 

1.02 

76 to 68 

19 to 15 

1.04 

67 to 59 

14 to 10 

1.06 

58 to 50 

9 to 5 

1.08 

49 to 41 

4 to 

1.10 

40 to 32 

-1 to -5 

1.12 

31 to 23 

-6 to -10 

1.14 

22 to 14 

-11 to -15^ 

1.16 

13 to 5 

-16 to 

1.18 

4 to -4 

-21 

1.20 

-5 to -13 


1.21 

-14 to -22 

—:3fio -35 

1.23 

-23 to -31 

^36 to -40^^ 

1.25 

-32 to -40 


Jmires, or receptacles shall be permitted to have a 
ffmum photovoltaic system voltage up to 1000 volts, 
ynstallations with a máximum photovoltaic system 
^olta^yver 1000 volts shall comply with Article 690, Part 

JtOP 4-223] 

(D) Circuits over 150 Volts to Ground. In one- and two- 
family dwellings, live parts in photovoltaic source circuits 
and photovoltaic output circuits over 150 volts to ground 
shall not be accessible to other than qualified persons while 
energized. 

Informational Note: See 110.28 for guarding of live parts, 
and 210.6 for voltage to ground and between conductors. 

(E) Bipolar Source and Output Circuits. For 2-wire cir¬ 
cuits connected to bipolar systems, the máximum system 
voltage shall be the highest voltage between the conductors 
of the 2-wire circuit if all of the following conditions apply: 

(1) One conductor of each circuit of a bipolar subarray is 
solidly grounded. 

Exception: The operation of gmund-fault or arc-fault de- 
vices (abnormal operation) shall be permitted to interrupt 
this connection to ground when the entire bipolar array 
becomes two distinct arrays isolated from each other and 
the utilization equipment. 

(2) Each circuit is connected to a sepárate subarray. 

(3) The equipment is clearly marked with a label as 
follows: 

WARNING 

BIPOLAR PHOTOVOLTAIC ARRAY. DISCON- 
NECTION OF NEUTRAL OR GROUNDED CON- 
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DUCTORS MAY RESULT IN OVERVOLTAGE ON 
ARRAY OR INVERTER. 

The waming sign(s) or label(s) shall comply with 
110.21(B). [ROP 4-225] 

690.8 Circuit Sizing and Current. [ROP 4-225a, ROP 
4-228] 


(D) Sizing of Module Interconnection Conductors. 

Where a single overcurrent device is used to protect a set of 
two or more parallel-connected module circuits, the ampac- 
ity of each of the module interconnection conductors shall 
not be less than the sum of the rating of the single overcur¬ 
rent device plus 125 percent of the short-circuit current 
from the other parallel-connected modules. 


(A) Calculation of Máximum Circuit Current. The 

máximum current for the specific Circuit shall be calculated 
in accordance with 690.8(A)(1) through (A)(5). 

Informational Note: Where the requirements of 
690.8(A)(1) and (B)(l) are both applied, the resulting mul- 
tiplication factor is 156 percent. 

(1) Photovoltaic Source Circuit Currents. The máximum 
current shall be the sum of parallel module rated short- 
circuit currents multiplied by 125 percent. 

(2) Photovoltaic Output Circuit Currents. The máxi¬ 
mum current shall be the sum of parallel source Circuit 
máximum currents as calculated in 690.8(A)(1). 

(3) Inverter Output Circuit Current. The máximum cur¬ 
rent shall be the inverter continuous output current rating. . 

(4) Stand-Alone Inverter Input Circuit Current. The 1 

máximum current shall be the stand-alone continuous in¬ 
verter input current rating when the inverter isyg 
rated power at the lowest input voltage. 

(5) DC-to-DC Converter Output Currefl^^ThaJ 

mum current shall be the de- to-dc conv erter cótp 
output current rating. 



(B) Conductor Ampacity. Pll fe.y stcm curre^k shan be 
considered to be continuous. Cn^h conductcH shall be 
sized to carry not less than the large^^>90.8(B)(l) or (2). 

(1) . One hundred and twenty-five percerSpí the máximum 
currents calculated in 690.8(A) before the application of 
adjustment and correction factors. 

Exception: Circuits containing an assembly, together with 
its overcurrent device(s), that is Usted for continuous op- 
eration at 100 percent of its rating shall be permitted to be 
used at 100 percent of its rating. 


690.9 Overcurrent Protection. [ROP 4-232a, ROP 
4-236, ROP 4-237, ROP 4-242] 

(A) Circuits and Equipment. PV source circuit, PV out¬ 
put circuit, inverter output circuit, and storage battery Cir¬ 
cuit conductors and equipment shall be protected in accor¬ 
dance with the requirements of Article 240. Protection 
devices for PV soum^circuits and PV output circuits shall 
be listed for useJ^PV systems. Circuits, either ac or de, 
connected to a^fcMimited supplies (e.g. PV modules, ac 
output of uti^^inm^tóve inverters) and also connected to 
sources hAng signifi^fc^ higher current availability (e.g. 
parall|Mnngs of modulSkdlity power) shall be protected 
at íj^source Jtem overcurrent. 

Exce^^j^^An overcurrent device shall not be requiredfor 
PV moaa^^r PV source circuit conductors sized in accor- 
iíje ivz'r/nkv <V B) where one of the following applies: 

r e are no external sources such as parallel- 
’.ected source circuits, batteries, or backfeed from in- 
•rters. 

(b) The short-circuit currents from all sources do not 
xeed the ampacity of the conductors and the máximum 
’ercurrent protective device size specified on the PV mod¬ 
ule nameplate. 

(B) Overcurrent Devices. Overcurrent devices, where re- 
quired, shall be rated as required by 690.9(B)(1) through 
(4). 

(1) To carry not less than 125 percent of the máximum 
currents calculated in 690.8(A). 

Exception: Circuits containing an assembly, together with 
its overcurrent device(s), that is listed for continuous op- 
eration at 100 percent of its rating shall be permitted to be 
used at 100 percent of its rating. 

(2) Terminal temperature limits shall be in accordance with 
110.3(B) and 110.14(C). 


(2) . The máximum currents calculated in 690.8(A) after 
the application of adjustment and correction factors. 

(C) Systems with Múltiple Direct-Current Voltages. For 

a PV power source that has múltiple output circuit voltages 
and employs a common-retum conductor, the ampacity of 
the common-return conductor shall not be less than the sum 
of the ampere ratings of the overcurrent devices of the 
individual output circuits. 


(3) Where operated at temperatures greater than 40°C 
(104°F), the manufacturera temperature correction fac¬ 
tors shall apply. 

(4) The rating or setting of overcurrent devices shall be 
permitted in accordance with 240.4(B), (C), and (D). 

(C) Direct-Current Rating. Overcurrent devices, either 
fuses or circuit breakers, used in any de portion of a PV 
power system shall be listed for use in PV systems and 
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shall have the appropriate voltage, current, and interrupt 
ratings. 

(D) Photovoltaic Source and Output Circuits. Listed PV 
overcurrent devices shall be required to provide overcurrent 
protection in photovoltaic source and output circuits. The 
overcurrent devices shall be accessible but shall not be 
required to be readily accessible. 


vice equipment or distribution panels where there are no 
240-volt outlets and where there are no multiwire branch 
circuits. In all installations, the rating of the overcurrent 
device connected to the output of the inverter shall be less 
than the rating of the neutral bus in the Service equipment. 
This equipment shall be marked with the following words 
or equivalent: 


(E) Series Overcurrent Protection. In grounded PV 
source circuits, a single overcurrent protection device, 
where required, shall be permitted to protect the PV mod¬ 
ules and the interconnecting conductors. In ungrounded PV 
source circuits complying with 690.35, an overcurrent pro¬ 
tection device, where required, shall be installed in each 
ungrounded circuit conductor and shall be permitted to pro¬ 
tect the PV modules and the interconnecting cables. 

(F) Power Transformers. Overcurrent protection for a 
transformer with a source(s) on each side shall be provided 
in accordance with 450.3 by considering first one side of 
the transformer, then the other side of the transformer, as 
the primary. 

Exception: A power transformer with a current rating 
the side connected toward the utility-interactive 
output, not less than the rated continuous output c 
the inverter, shall be permitted without overcurrent 
tion from the inverter. 

690.10 Stand-Alone Systems. The 

tem shall be adequate to meet the reí 
for a similar installation connected 
on the supply side of the bul 
ing means shall comply 
707. [ROP 4-243] 

(A) Inverter Output. The^^output jMn a stand-alone 
inverter(s) shall be permitted «ujpf ac power to the 
building or structure disconnectingMreans at current levels 
less than the calculated load connected to that disconnect. 
The inverter output rating or the rating of an altérnate en- 
ergy source shall be equal to or greater than the load posed 
by the largest single utilization equipment connected to the 
system. Calculated general lighting loads shall not be con¬ 
siderad as a single load. 

(B) Sizing and Protection. The circuit conductors be- 
tween the inverter output and the building or structure dis- 
connecting means shall be sized based on the output rating 
of the inverter. These conductors shall be protected from 
overcurrents in accordance with Article 240. The overcur¬ 
rent protection shall be located at the output of the inverter. 



WARNING 

SINGLE 120-VOLT SUPPLY. DO NOT CONNECT 
MULTIWIRE BRANCH CIRCUITS! 

The warning sign(s) or label(s) shall comply with 
110.21(B). [ROP 4-244] 

(D) Energy Storage or Backup Power System Require- 
ments. Energv storage or backup power supplies are not 
required. 

(E) Back-fed Circuit Breakers. Plug-in type back-fed cir¬ 
cuit d^tkers^fcyiected to a stand-alone inverter output ii 

n-alone or n^kúnode inverter systems shall be secured 
raccordance wit™pD8.36(D). Circuit breakers marked 
ine ”jÉ d “load” shall not be backfed. [ROP 4-245, ROP 



k Arc-Fault Circuit Protection (Direct Current). 

¿hotol^taic systems with de source circuits, de output cir- 
r both, operating at a PV system máximum system 
voltage of 80 volts or greater, shall he protected by a listed 
(de) arc-fault circuit interrupter, PV type, or other system 
components listed to provide equivalent protection. The PV 
arc-fault protection means shall comply with the following 
requirements: [ROP 4-251] 

(1) The system shall detect and interrupt arcing faults in de 
PV source and output circuits. 

(2) The system shall require that the disabled or discon- 
nected equipment be manually restarted. 

(3) The system shall have an annunciator that provides a 
visual indication that the circuit interrupter has oper- 
ated. This indication shall not reset automatically. 

690.12 PV Arrays on Buildings Response to Emergency 
Shutdown. . For PV Systems installed on roofs of build¬ 
ings, photovoltaic source circuits shall be deenergized from 
all sources within 10 seconds of when emergency shutdown 
is initiated or when the PV power source disconnecting 
means is opened. When the source circuits are deenergized, 
the máximum voltage at the module and module conductors 
shall be 80 volts. [ROP 4-253] 

III. Disconnecting Means 


(C) Single 120-Volt Supply. The inverter output of a 
stand-alone solar photovoltaic system shall be permitted to 
supply 120 volts to single-phase, 3-wire, 120/240-volt ser- 


[ROP 4-254a] 

690.13 Building or Other Structure Supplied by a Pho¬ 
tovoltaic System. Means shall be provided to disconnect 
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all ungrounded de conductors of a photovoltaic system 
from all other conductors in a building or other structure. 

(A) Location. The photovoltaic disconnecting means shall 
be installed at a readily accessible location either on the 
outside of a building or structure or inside nearest the point 
of entrance of the system conductors. 

Exception: lnstallations that comply with 690.31(F) shall 
be permitted to have the disconnecting means located re- 
mote from the point of entry of the system conductors. 

The photovoltaic system disconnecting means shall not 
be installed in bathrooms. 

(B) Marking. Each photovoltaic system disconnecting 
means shall be permanently marked to identify it as a pho¬ 
tovoltaic system disconnect. 

(C) Suitable for Use. Each photovoltaic system discon¬ 
necting means shall not be required to be suitable as Service 
equipment. 

(D) Máximum Number of Disconnects. The photovoltaic 
system disconnecting means shall consist of not more than 
six switches or six circuit breakers mounted in a single 
enclosure, or in a group of sepárate enclosures. 

(E) Grouping. The photovoltaic system disco nnec ting 
means shall be grouped with other disconnectinj 
the system in accordance with 690.13(D). y^wbtov 
disconnecting means shall not be required ^He phol 
taic module or array location. 

[ROP 4-258] 


ing means for the inverter shall comply with 
690.13(A). 

(4) A plaque shall be installed in accordance with 705.10. 

[ROP 4-274a] 

(B) Equipment. Equipment such as PV source circuit iso- 
lating switches, overcurrent devices, dc-to-dc converters, 
and blocking diodes shall be permitted on the PV side of 
the PV disconnecting means. [ROP 4-274a] 

(C) DC Combiner Disconnects. The direct current (de) 
output of de combiners mounted on roofs of dwellings or 
other buildings shall have a load break disconnecting 
means located in the combiner or within 1.8 m (6 ft) of the 
combiner. The disconnecting means shall be permitted to 
be remotely contraj®!, but shall be manually operable lo- 
cally when cont^K>ower is not available. [ROP 4-274a] 

(D) Máximum Nun^fcc of Disconnects. The photovoltaic 
system^Konnecting ml^^shall consist of not more than 

pches gj; six circuT^^eakers mounted in a single 
i group of a sepárate enclosures. [ROP 




690.15 Disconnection of BKtovoltaic Equipm 

Means shall be provided to dis^krect equipm®, such as 
inverters, batteries, and charge co®üllers, all un¬ 
grounded conductors of all sources^^^hj^fuiprnent is 
energized from more than one source,^disconnecting 
means shall be grouped and identified. [ROP 4-274a] 

A single disconnecting means in accordance with 
690.17 shall be permitted for the combined ac output of one 
or more inverters or ac modules in an interactive system. 

(A) Utility Interactive Inverters Mounted in Not 
Readily Accessible Locations. Utility interactive inverters 
shall be permitted to be mounted on roofs or other exterior 
areas that are not readily accessible and shall comply with 

(1) through (4): 

(1) A direct-current PV disconnecting means shall be 
mounted within sight of or in each inverter. 

(2) An altemating-current disconnecting means shall be 
mounted within sight of or in each inverter. 

(3) The altemating-current output conductors from the in¬ 
verter and an additional alternating-current disconnect- 


(A) Disconnecting Means. Disconnecting means shall be 
ivided to disconnect a fuse from all sources of supply if 

le fuse is energized from both directions. Such a fuse in a 
itovoltaic source circuit shall be capable of being dis- 
>nnected independently of fuses in other photovoltaic 
source circuits. 

(B) Fuse Servicing. Disconnecting means shall be in¬ 
stalled on PV output circuits where overcurrent devices 
(fuses) must be serviced that cannot be isolated from ener¬ 
gized circuits. The disconnecting means shall be within 
sight of, and accessible to, the location of the fuse or inte¬ 
gral with fuse holder and shall comply with 690.17. Where 
the disconnecting means are located more than 1.8 m (6 ft) 
from the overcurrent device, a directory showing the loca¬ 
tion of each disconnect shall be installed at the overcurrent 
device location. 

Non-load-break-rated disconnecting means shall be 
marked “Do not open under load.” 


690.17 Disconnect Type. [ROP 4-278a] 

(A) Manually Operable. The disconnecting means for un¬ 
grounded PV conductors shall consist of a manually oper¬ 
able switch(es) or circuit breaker(s). The disconnecting 
means shall be permitted to be power operable with provi- 
sions for manual operation in the event of a power supply 
failure. The disconnecting means shall be one of the fol- 
lowing devices: 
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(1) A listed PV industrial control switch marked for use in 
PV systems. 

(2) A listed PV molded case circuit breaker marked for use 
in PV systems 

(3) A listed PV molded case switch marked for use in PV 
systems. 

(4) A listed PV enclosed switch marked for use in PV 
systems. 


(E) Interrupting Rating. The building or structure dis- 
connecting means shall have an interrupting rating suffi- 
cient for the máximum circuit voltage and current that is 
available at the line termináis of the equipment. Where all 
termináis of the disconnecting means may be energized in 
the open position, a waming sign shall be mounted on or 
adjacent to the disconnecting means. The sign shall be 
clearly legible and have the foliowing words or equivalent: 


(5) A listed PV open-type switch marked for use in PV 
systems. 

(6) A listed, dc-rated molded case circuit breaker suitable 
for backfeed operation. 

(7) A listed, dc-rated, molded case switch suitable for 
backfeed operation. 

(8) A listed, dc-rated enclosed switch. 

(9) A listed, dc-rated open-type switch. 

Informational Note: Devices marked with “line” and 
“load” are not suitable for backfeed or reverse current. 

(B) Simultaneous Opening of Poles. The PV disconnect¬ 
ing means shall simultaneously disconnect all ungrounded 
supply conductors that it Controls from the building or 
structure wiring system. 

(C) Externally Operable and Indicating. The PV 

necting means shall be externally operable without e: 
ing the operator to contact with live n arto—nd ind 
whether in the open or closed position. 

(D) Disconnection of Grounded ( 

circuit breaker, or other device shal 
grounded conductor if ope rt^ 
breaker, or other device lea»^h^^^j£d, 
ductor in an ungrounded^Pü energize 
Exception No. 1: A switc^^^ircuit breUer that is parí of 
a ground-fault detection syswhi required by 690.5, or that 
is part of an arc-fault detectiawiüffrruption system ¡ 
quired by 690.11, shall be permittc’W to open the grounded 
conductor when that switch or circuit breaker is automati- 
cally opened as a normal function of the device in respond- 
ing to ground faults. 

Exception No. 2: A disconnecting switch shall be permit- 
ted in a grounded conductor if all of the following condi- 
tions are met: 

(1) The switch is used only for PV array maintenance. 

(2) The switch is accessible only by qualified persons. 



WARNING 
ELECTRIC SHOCK HAZARD 
DO NOT TOUCH TERMINALS. 

TERMINALS ON BOTH THE LINE AND LOAD 
SIDES 

MAY BE ENERGIZED IN THE OPEN POSITION. 
The warmtog sign(s) or label(s) shall comply with 
110.21(B)^K)P 4-282] 

Excem0n:^^kconnector shall be permitted to be used as 
for a disconnecting means, provided that it com- 
; with the reqU^ments of 690.33 and is listed and 
tifi^Lfor use wi^rspecific equipment. 



.18 Installation and Service of an Array. Open cir- 
j. short circuiting, or opaque covering shall be used 
^to di mite an array or portions of an array for installation 


Informational Note: Photovoltaic modules are energized 
while exposed to light. Installation, replacement, or servic- 
ing of array components while a module(s) is energized 
may expose persons to electric shock. [ROP 4-283] 


IV. Wiring Methods 

690.31 Methods Permitted. [ROP 4-284a, ROP 4-285, 
ROP 4-287, ROP 4-301. ROP 4-295, ROP 4-296, ROP 
4-300] 

(A) Wiring Systems. All raceway and cable wiring meth¬ 
ods included in this Code, other wiring systems and fittings 
specifically listed for use on PV arrays, and wiring as part 
of a listed system shall be permitted. Where wiring devices 
with integral enclosures are used, sufficient length of cable 
shall be provided to facilitate replacement. 

Where photovoltaic source and output circuits operating 
at máximum system voltages greater than 30 volts are in- 
stalled in readily accessible locations, circuit conductors 
shall be guarded or installed in a raceway. 


(3) The switch is rated for the máximum de voltage and 
current that could be present during any operation, 
including ground-fault conditions. 

Informational Note: The grounded conductor may have a 
bolted or terminal disconnecting means to allow mainte¬ 
nance or troubleshooting by qualified personnel. 


Informational Note: Photovoltaic modules opérate at el- 
evated temperatures when exposed to high ambient tem- 
peratures and to bright sunlight. These temperatures may 
routinely exceed 70°C (158°F) in many locations. Module 
interconnection conductors are available with insulation 
rated for wet locations and a temperature rating of 90°C 
(194°F) or greater. 
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(B) Identification and Grouping. PV source circuits and 
PV output circuits shall not be contained in the same race- 
way, cable tray, cable, outlet box, junction box, or similar 
fitting as conductors, feeders, branch circuits of other 
non-PV systems, or inverter output circuits unless the con¬ 
ductors of the different systems are separated by a partition. 
PV system conductors shall be identified and grouped as 
required by 690.31(B)(1) through (4). The means of Iden¬ 
tification shall be permitted by sepárate color coding, mark- 
ing tape, tagging, or other approved means. 

(1) PV Source Circuits. PV source circuits shall be iden¬ 
tified at all points of termination, connection, and splices. 

(2) PV Output and Inverter Circuits. The conductors of 
PV output circuits and inverter input and output circuits 
shall be identified at all points of termination, connection, 
and splices. 

(3) Conductors of Múltiple Systems. Where the conduc¬ 
tors of more than one PV system occupy the same junction 
box, raceway, or equipment, the conductors of each system 
shall be identified at all termination, connection, and splice 
points. 

Exception: Where the Identification of the conductors is 
evident by spacing or arrangement, further identification 
not required. 

(4) Grouping. Where the conductors of more thar 

system occupy the same junction box or rac< 
removable cover(s), the ac and de conducto] 
tem shall be grouped separately by cable^ 
means at least once, and then shall be grouj 
not to exceed 1.8 m (6 ft). ^ 

Exception: The requirement foi^Kuping slu 
the Circuit enters from a cabfe^í raceway 
Circuit that makes the grouping oo^mis. M 

(C) Single-Conductor Cable. Single^kiáror cable type 
USE-2, and single-conductor cable liste^and labeled as 
photovoltaic (PV) wire shall be permitted in exposed out- 



door locations in PV source circuits for PV module inter- 
connections within the PV array. 

Exception: Raceways shall be used when required by 
690.31(A). 

Informational Note: Photovoltaic (PV) wire [also photo¬ 
voltaic (PV) cable] has a nonstandard outer diameter. Con- 
duit fill may be calculated using Table 1 of Chapter 9. 

(D) Multi-Conductor Cable. Multi-conductor cable type 
TC-ER or USE-2 shall be permitted in outdoor locations in 
PV inverter output circuits when used with utility- 
interactive inverters mounted in not-readily-accessible lo¬ 
cations. The cable shall be secured at intervals not exceed- 
ing 1.8 m (6 ft). Equipment grounding for the utilization 
equipment shall be m:ovided by an equipment grounding 
conductor within ti^^able. 

(E) Flexible Cords and Cables. Flexible cords and cables, 
where us^ro conrra^kthe moving parts of tracking PV 
modul^*mall compl^fch Article 400 and shall be of a 
type^entified as a hard^^vice cord or portable power 

theybe suitable for extra-hard usage, hsted for 
outdc^ky^^vater resistant, and sunlight resistant. Allow- 
able amffchies shall be in accordance with 400.5. For am- 
¡t tempi^ures exceeding 30°C (86°F), the ampacities 
by the appropriate factors given in Table 


’) Small-Conductor Cables. Single-conductor cables 
:d for outdoor use that are sunlight resistant and mois- 
ire resistant in sizes 16 AWG and 18 AWG shall be per¬ 
mitted for module interconnections where such cables meet 
the ampacity requirements of 690.8. Section 310.15 shall 
be used to determine the cable ampacity adjustment and 
correction factors. 

(G) Direct-Current Photovoltaic Source and DC Out¬ 
put Circuits On or Inside a Building. Where de PV 
source or de PV output circuits from a building-integrated 
or other PV systems are run inside a building or structure, 


Table 690.31(E) Correction Factors 


Ambient 

Temperature 

(°C) 


Temperature Rating of Conductor 


Ambient 

Temperature 

<°F) 

60°C (140°F) 

75°C (167°F) 

90°C (194°F) 

105°C (221°F) 

30 

1.00 

1.00 

1.00 

1.00 

86 

31-35 

0.91 

0.94 

0.96 

0.97 

87-95 

36—40 

0.82 

0.88 

0.91 

0.93 

96-104 

41—45 

0.71 

0.82 

0.87 

0.89 

105-113 

46-50 

0.58 

0.75 

0.82 

0.86 

114-122 

51-55 

0.41 

0.67 

0.76 

0.82 

123-131 

56-60 

— 

0.58 

0.71 

0.77 

132-140 

61-70 

— 

0.33 

0.58 

0.68 

141-158 

71-80 

— 

— 

0.41 

0.58 

159-176 
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they shall be contained in metal raceways, Type MC metal- 
ciad cable that compiles with 250.118(10), or metal enclo- 
sures from the point of penetration of the surface of the 
building or structure to the first readily accessible discon- 
necting means. The disconnecting means shall comply with 
690.13(B), (C), and 690.15(A), (B). The wiring methods 
shall comply with the additional installation requirements 
in (1) through (4) 

(1) Embedded in Building Surfaces. Where circuits are 
embedded in built-up, lambíate, or membrane roofing ma- 
terials in roof areas not covered by PV modules and asso- 
ciated equipment, the location of circuits shall be clearly 
marked using a marking protocol that is approved as heing 
suitable for continuous exposure to sunlight and weather. 

(2) Flexible Wiring Methods. Where flexible metal con- 
duit (FMC) smaller than metric designator 21 (trade size 
%) or Type MC cable smaller than 25 mm (1 in.) in diam- 
eter containing PV power circuit conductors is installed 
across ceilings or floor joists, the raceway or cable shall be 
protected by substantial guard strips that are at least as high 
as the raceway or cable. Where run exposed, other than ' 
within 1.8 m (6 ft) of their connection to equipment, these 
wiring methods shall closely follow the building surfa^or 
be protected from physical damage by an approved 1^ 

(3) Marking or Labeling Required. The following w* 
methods and enclosures that contain P 
ductors shall be marked with the \ 

PHOTOVOLTAIC POWER SOURG 
manently afíixed lahels or other appro 
ing: ^ 

(1) Exposed raceways, cab^ÉRys^^^pth^ ng meth¬ 
ods 

(2) Covers or enclosures^^null boxes :¡Rí junction boxes 

(3) Conduit bodies in whic^^^ of tl^Kvailable conduit 
openings are unused 

(4) Marking and Labeling Methods and Locations. The 

labels or markings shall be visible after installation. The 
labels shall be reflective and shall have all letters capital- 
ized with a minimum height of 9.5 mm ( 3 /s in.) white on red 
background. PV power circuit lahels shall appear on every 
section of the wiring system that is separated by enclosures, 
walls, partitions, ceilings, or floors. Spacing between labels 
or markings, or between a label and a marking, shall not be 
more than 3 m (10 ft). Labels required by this section shall 
be suitable for the environment where they are installed. 

(H) Flexible, Fine-Stranded Cables. Flexible, fine- 
stranded cables shall be terminated only with termináis, 
lugs, devices, or connectors in accordance with 110.14. 

(I) Bipolar Photovoltaic Systems. Where the sum, with- 
out consideration of polarity, of the PV system voltages of 



the two monopole subarrays exceeds the rating of the con¬ 
ductors and connected equipment, monopole subarrays in a 
bipolar PV system shall be physically separated, and the 
electrical output circuits from each monopole subarray 
shall be installed in sepárate raceways until connected to 
the inverter. The disconnecting means and overcurrent pro- 
tective devices for each monopole subarray output shall be 
in sepárate enclosures. All conductors from each sepárate 
monopole subarray shall be routed in the same raceway. 
Bipolar PV systems shall be clearly marked with a perma- 
nent, legible warning notice indicating that the disconnec- 
tion of the grounded conductor(s) may result in overvoltage 
on the equipment. 

Exception: Listed switchgear rated for the máximum volt- 
age between^üpcuits and containing a physical barrier 
separating^Ke disconnecting means for each monopole 
subarra^t^ül be permitted to be used instead of discon- 
nectivfnecm^jnseparate enclosures. 

Module Connection Arrangement.. The connection 
a module or paneWiall be arranged so that removal of a 
ir panel from a photovoltaic source circuit does not 
Kípt a grounded conductor to other PV source circuits. 

690.3¡|s(Component Interconnections. Fittings and con- 
Üorsnhat are intended to be concealed at the time of 
ite assembly, where listed for such use, shall be permit- 
ted for on-site interconnection of modules or other array 
components. Such fittings and connectors shall be equal to 
the wiring method employed in insulation, temperature rise, 
and fault-current withstand, and shall be capable of resist- 
ing the effects of the environment in which they are used. 

690.33 Connectors. The connectors permitted by Article 
690 shall comply with 690.33(A) through (E). 

(A) Configuration. The connectors shall be polarized and 
shall have a configuration that is noninterchangeable with 
receptacles in other electrical systems on the premises. 

(B) Guarding. The connectors shall be constructed and 
installed so as to guard against inadvertent contact with live 
parts by persons. 

(C) Type. The connectors shall be of the latching or lock- 
ing type. Connectors that are readily accessible and that are 
used in circuits operating at over 30 volts, nominal, máxi¬ 
mum system voltage for de circuits, or 30 volts for ac 
circuits, shall require a tool for opening. 

(D) Grounding Member. The grounding member shall be 
the first to make and the last to break contact with the 
mating connector. 

(E) Interruption of Circuit. Connectors shall be either (1) 
or (2): 
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(1) Be rated for interrupting current without hazard to the 
operator. 

(2) Be a type that requires the use of a tool to open and 
marked “Do Not Disconnect Under Load” or “Not for 
Current Interrupting.” 

690.34 Access to Boxes. Junction, pulí, and outlet boxes 
located behind modules or panels shall be so installed that 
the wiring contained in them can be rendered accessible 
directly or by displacement of a module(s) or panel(s) se- 
cured by removable fasteners and connected by a flexible 
wiring system. 

690.35 Ungrounded Photovoltaic Power Systems. Pho- 
tovoltaic power systems shall be permitted to opérate with 
ungrounded photovoltaic source and output circuits where 
the system complies with 690.35(A) through (G). 

(A) Disconnects. All photovoltaic source and output Cir¬ 
cuit conductors shall have disconnects complying with 690, 
Part III. 

(B) Overcurrent Protection. All photovoltaic source and 
output Circuit conductors shall have overcurrent protection 
complying with 690.9. 

(C) Ground-Fault Protection. All photovoltaic source ^ 
and output circuits shall be provided with a grom^£ault 
protection device or system that complies withij 

(4): 

(1) Determine the pv input circuit has is 
export of current 

(2) Detect ground fault(s). 

(3) Indicates that a ground fauLtíp&s occurr 

(4) Automatically disconnects !^»nducto] auses the 
inverter or charge controller ^^rected e faulted 
circuit to automatically cease supUgyic sr to out¬ 
put circuits. 

[ROP 4-302] 



connect, and device where energized, ungrounded circuits 
may be exposed during Service: 

WARNING 

ELECTRIC SHOCK HAZARD. THE DC CON¬ 
DUCTORS OF THIS PHOTOVOLTAIC SYSTEM 
ARE UNGROUNDED AND MAY BE ENER¬ 
GIZED. 

The warning sign(s) or label(s) shall comply with 
110.21(B). [ROP 4-306] 

(G) The inverters or charge controllers used in systems 
with ungrounded photovoltaic source and output circuits 
shall be listed for the purpose. 


V. Grounding / 

690.41 System jAmunding. For a photovoltaic power 
source, syst^^shat®wnply with 690.35, or one conductor 
of a 2-^^system with a photovoltaic system voltage over 
50 vxJ^fbut not greaterífc^ 300 volts, and the reference 
(cq^p tap) ^Aductor of a Dipolar system shall be solidly 
gnu^fcd^^rshal] use other methods that accomplish 
equivaWKystem protection in accordance with 250.4(A) 
¡nd that equipment listed and identified for the use. 

Í.42 Point of System Grounding Connection. The de 

jhcuit grounding connection shall be made at any single 
it on the photovoltaic output circuit. 

Informational Note: Locating the grounding connection 
point as cióse as practicable to the photovoltaic source bet- 
ter proteets the system from voltage surges due to lightning. 

Exception: Systems with a 690.5 ground-fault protection 
device shall be permitted to have the required grounded 
conductor-to-ground bond made by the ground-fault pro¬ 
tection device. This bond, where internal to the ground- 
fault equipment, shall not be duplicated with an extemal 
connection. 


(D) The photovoltaic source conductors shall consist of the 
following: 

(1) Metallic or nonmetallic jacketed multiconductor cables 

[ROP 4-305a] 

(2) Conductors installed in raceways, or 

(3) Conductors listed and identified as Photovoltaic (PV) 
Wire installed as exposed, single conductors. 

(E) The photovoltaic power system direct-current circuits 

shall be permitted to be used with ungrounded battery sys¬ 
tems complying with_. 

(F) The photovoltaic power source shall be labeled with the 
following warning at each junction box, combiner box, dis- 


690.43 Equipment Grounding. Equipment grounding 
conductors and devices shall comply with 690.43(A) 
through (F). 

(A) Equipment Grounding Required. Exposed non- 
current-carrying metal parts of PV module frames, electri- 
cal equipment, and conductor enclosures shall be grounded 
in accordance with 250.134 or 250.136(A), regardless of 
voltage. 

(B) Equipment Grounding Conductor Required. An 

equipment grounding conductor between a PV array and 
other equipment shall be required in accordance with 
250.110. 
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(C) Structure as Equipment Grounding Conductor. De¬ 
vices listed and identified for grounding the metallic trames 
of PV modules or other equipment shall be permitted to 
bond the exposed metal surfaces or other equipment to 
mounting structures. Metallic mounting structures, other 
than building Steel, used for grounding purposes shall be 
identified as equipment-grounding conductors or shall have 
identified bonding jumpers or devices connected between 
the sepárate metallic sections and shall be bonded to the 
grounding system. 

(D) Photovoltaic Mounting Systems and Devices. De¬ 
vices and systems used for mounting PV modules that are 
also used to provide grounding of the module frames shall 
be identified for the purpose of grounding PV modules. 

(E) Adjacent Modules. Devices identified and listed for 
bonding the metallic frames of PV modules shall be per¬ 
mitted to bond the exposed metallic frames of PV modules 
to the metallic frames of adjacent PV modules. 

(F) All Conductors Together. Equipment grounding con¬ 
ductors for the PV array and structure (where installed) * 
shall be contained within the same raceway or cable or 
otherwise run with the PV array Circuit conductors^^Ten 
those circuit conductors leave the vicinity of the PV 

690.45 Size of Equipment Groundin g Co ndu 

Equipment Grounding conductors 
output circuits shall be sized in 
250.122. Where no overcurrent proti 
the circuit, an assumed overcurrent 
máximum circuit current sha] 

Increases in equipment groj 
voltage drop consideratiu^rshall not b 
ment grounding conducra^|hall not 
AWG. [ROP 4-308a] 

690.46 Array Equipment GMpflíding Conductors. 

Equipment grounding conductors for photovoltaic modules 
smaller than 6 AWG shall comply with 250.120(C). 

Solid (non-stranded) equipment-grounding conductors 
and grounding-electrode conductors of 6 AWG and smaller 
shall be permitted in raceways for PV array grounding. 
[ROP 4-309] 

690.47 Grounding Electrode System. 

(A) Alternating-Current Systems. If installing an ac Sys¬ 
tem, a grounding electrode system shall be provided in 
accordance with 250.50 through 250.60. The grounding 
electrode conductor shall be installed in accordance with 
250.64. 

(B) Direct-Current Systems. If installing a de system, a 
grounding electrode system shall be provided in accordance 



with 250.166 for grounded systems or 250.169 for un- 
grounded systems. The grounding electrode conductor shall 
be installed in accordance with 250.64. 

A common de grounding-electrode conductor shall be 
permitted to serve múltiple inverters. The size of the com¬ 
mon grounding electrode and the tap conductors shall be in 
accordance with 250.166. The tap conductors shall be con¬ 
nected to the common grounding-electrode conductor by 
exothermic welding or with connectors listed as grounding 
and bonding equipment in such a manner that the common 
grounding electrode conductor remains without a splice or 
joint. 

An ac equipment grounding system shall be permitted 
to be used for equipment grounding of inverters and other 
equipment, andthe ground-fault detection reference for un- 
grounded ra^^stems. [ROP 4-310a] 

(C) Systems with Alternating-Current and Direct- 
Requirements. Photovoltaic systems 
circuiti ^Hkl ac circuits with no direct connection 
ted conductor and ac grounded con- 
have a de grounding system. The de grounding 
shall be bonded to the ac grounding system by one 
methods in (1), (2), or (3). 

¡ection shall not apply to ac PV modules. 
ien using the methods of (C)(2) or (C)(3), the exist- 
ingTc grounding electrode system shall meet the applicable 
requirements of Article 250, Part III. 

Informational Note No. 1: ANSI/UL 1741, Standard for 
Inverters, Converters, and Controllers for Use in Indepen- 
dent Power Systems, requires that any inverter or charge 
controller that has a bonding jumper between the grounded 
de conductor and the grounding system connection point 
have that point marked as a grounding electrode conductor 
(GEC) connection point. In PV inverters, the termináis for 
the de equipment grounding conductors and the termináis 
for ac equipment grounding conductors are generaUy con¬ 
nected to, or electrically in common with, a grounding bus- 
bar that has a marked de GEC terminal. 

Informational Note No. 2: For utility-interactive systems, 
the existing premises grounding system serves as the ac 
grounding system. 

(1) Sepárate Direct-Current Grounding Electrode Sys¬ 
tem Bonded to the Alternating-Current Grounding 
Electrode System. A sepárate de grounding electrode or 
system shall be installed, and it shall be bonded directly to 
the ac grounding electrode system. The size of any bonding 
jumper(s) between the ac and de systems shall be based on 
the larger size of the existing ac grounding electrode con¬ 
ductor or the size of the de grounding electrode conductor 
specified by 250.166. The de grounding electrode system 
conductor(s) or the bonding jumpers to the ac grounding 
electrode system shall not be used as a substitute for any 
required ac equipment grounding conductors. 
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(2) Common Direct-Current and Alternating-Current 
Grounding Electrode. A de grounding electrode conductor 
of the size specified by 250.166 shall be run from the 
marked de grounding electrode connection point to the ac 
grounding electrode. Where an ac grounding electrode is 
not accessible, the de grounding electrode conductor shall 
be connected to the ac grounding electrode conductor in 
accordance with 250.64(C)(1), 250.64(C)(2), or connector 
listed for grounding and bonding. [ROP 4-312] 

(3) Combined Direct-Current Grounding Electrode 
Conductor, PY Bonding Jumper, and Alternating- 
Current Equipment Grounding Conductor. An un- 

spliced, or irreversibly spliced, combined grounding bond¬ 
ing conductor shall be run from the marked de grounding 
electrode conductor or PV bonding jumper connection 
point along with the ac Circuit conductors to the grounding 
busbar located in the main Service disconnect or the first 
disconnect of a separately derived system in the associated 
ac equipment. This combined grounding bonding conductor 
shall be the larger of the sizes specified by 250.122 based 
on the rating of the inverter output circuit overcurrent de- 
vice or 250.168. or 250.166, and shall be installed in accor¬ 
dance with 250.64(E). [ROP 4-310a] 

(D) Additional Electrodes for Array Grounding. 

Grounding electrodes shall be installed in accordar 
250.52 at the location of all ground- £ 
photovoltaic arrays. The electrodes shall t 
rectly to the array frame(s) or structure. r 
electrode conductor shall be sized a ccord ing^j 
Additional electrodes are not penjtí 
substitute for equipment hondii mw equipnTH 
conductor requirements. [ROP 4—315] 

690.48 Continuity of Equipment Grounding Systems. 

Where the removal of equipment discoWÉR the bonding 
connection between the grounding electroae conductor and 
exposed conducting surfaces in the photovoltaic source or 
output circuit equipment, a bonding jumper shall be in¬ 
stalled while the equipment is removed. 


VI. Marking 

690.51 Modules. Modules shall be marked with identifica- 
tion of termináis or leads as to polarity, máximum overcur¬ 
rent device rating for module protection, and with the fol- 
lowing ratings: 

(1) Open-circuit voltage 

(2) Operating voltage 

(3) Máximum permissible system voltage 

(4) Operating current 

(5) Short-circuit current 

(6) Máximum power 

690.52 Alternating-Current Photovoltaic Modules. 

Altemating-current nrodules shall be marked with identifi- 
cation of terminals^r leads and with identification of the 
following ratinaá^T 

(1) Nomina^penn^kac voltage 

(2) NonfiAl operating ac frequeney 

(3) Mánmum ac power^^^ 

(4j^Bpimuj™Hc current 

(5) Maxirrumi overcurrent device rating for ac module 


Current Photovoltaic Power Source. A 
¡febel for the direct-current photovoltaic power 
PGrce indicating Ítems (1) through (5) shall be provided by 
&e installer at the photovoltaic disconnecting means: 

Y Rated máximum power-point current 
Jf2) Rated máximum power-point voltage 

(3) Máximum system voltage 

Informational Note to (3): See 690.7(A) for máximum photo¬ 
voltaic system voltage. 

(4) Maximum-circuit current [ROP 4-318] 

Where the PV power source has múltiple outputs, Ítems 
(1) and (4) shall be specified for each output. [ROP 
4-319] 

Informational Note to (4): See 690.8(A) for calculation of 
máximum circuit current. 

(5) Máximum rated output current of the charge controller 
(if installed) 


690.49 Continuity of Photovoltaic Source and Output 
Circuit Grounded Conductors. Where the removal of the 
utility-interactive inverter or other equipment disconnects 
the bonding connection between the grounding electrode 
conductor and the photovoltaic source and/or photovoltaic 
output circuit grounded conductor, a bonding jumper shall 
be installed to maintain the system grounding while the 
inverter or other equipment is removed. 


Informational Note: Reflecting systems used for irradiance 
enhancement may result in increased levels of output cur¬ 
rent and power. 

690.54 Interactive System Point of Interconnection. All 

interactive system(s) points of interconnection with other 
sources shall be marked at an accessible location at the 
disconnecting means as a power source and with the rated 
ac output current and the nominal operating ac voltage. 


690.50 Equipment Bonding Jumpers. Equipment bond- 690.55 Photovoltaic Power Systems Employing Energy 

ing jumpers, if used, shall comply with 250.120(C). Storage. Photovoltaic power systems employing energy 
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storage shall also be marked with the máximum operating 
voltage, including any equalization voltage and the polarity 
of the grounded circuit conductor. 

690.56 Identification of Power Sources. 

(A) Facilities with Stand-Alone Systems. Any structure 
or building with a photovoltaic power system that is not 
connected to a utility Service source and is a stand-alone 
system shall have a permanent plaque or directory installed 
on the exterior of the building or structure at a readily 
visible location acceptable to the authority having jurisdic- 
tion. The plaque or directory shall indícate the location of 
system disconnecting means and that the structure contains 
a stand-alone electrical power system. The marking shall be 
in accordance with 690.31(E). [ROP 4-320] 

(B) Facilities with Utility Services and PY Systems. 

Buildings or structures with both utility Service and a pho¬ 
tovoltaic system shall have a permanent plaque or directory 
providing the location of the Service disconnecting means 
and the photovoltaic system disconnecting means if not 
located at the same location. The marking shall be in ac¬ 
cordance with 690.31(E). For PV Systems complying with 
690.12, the plaque or directory shall inelude the wonüng: 
MAXIMUM VOLTAGE AT ARRAY 80VDC 
SHUTDOWN [ROP 4-320] 



VII. Connection to Other Sources 

690.57 Load Disconnect. A load di 
tiple sources of power shall disconnecl 
the oíf position. 

690.60 Identified Interactive Equipi 

and ac modules listed ar^k¿entified as 
permitted in interactive sysi 

690.61 Loss of Interactive SysUft^Twer. An inverter or 
an ac module in an interactive solar photovoltaic system 
shall automatically de-energize its output to the connected 
electrical production and distribution network upon loss of 
voltage in that system and shall remain in that State until 
the electrical production and distribution network voltage 
has been restored. 

A normally interactive solar photovoltaic system shall 
be permitted to opérate as a stand-alone system to supply 
loads that have been disconnected from electrical produc¬ 
tion and distribution network sources. 

690.63 Unbalanced Interconnections. Unbalanced con- 
nections shall be in accordance with 705.100. 

690.64 Point of Connection. Point of connection shall be 
in accordance with 705.12. 

[ROP 4-375] 


VIII. Systems over 1000 Volts 
[ROP 4-328] 

690.80 General. Solar photovoltaic systems with a máxi¬ 
mum system voltage over 1000 volts de shall comply with 
Article 490 and other requirements applicable to installa- 
tions rated over 1000 volts. [ROP 4-327] 

690.85 Definitions. For the purposes of Part VIII of this 
article, the voltages used to determine cable and equipment 
ratings are as follows. 

Battery Circuits. In battery circuits, the highest voltage 
experienced under charging or equalizing conditions. 

Photovoltaic Circuits. In de photovoltaic source circuits 
and photove^rc output circuits, the máximum system volt- 


General. PV systems used directly to charge elec- 
r ehicles shall comply with Article 625 in addition to 
the^^yirements of this article. 

Charging Equipment. Electric vehicle couplers 
shall comply with 625.9. Personnel protection systems ac- 
cording to 625.22 and automatic de-energization of cables 
according to 625.19 are not required for PV systems with 
máximum system voltages of less than 80V de. 


ARTICLE 692 
Fuel Cell Systems 


I. General 


692.1 Scope. This article identifies the requirements for 
the installation of fuel cell power systems, which may be 
stand-alone or interactive with other electric power produc¬ 
tion sources and may be with or without electric energy 
storage such as batteries. These systems may have ac or de 
output for utilization. 

692.2 Definitions. 

Fuel Cell. An electrochemical system that consumes fuel to 
produce an electric current. The main Chemical reaction 
used in a fuel cell for producing electric power is not com¬ 
bustión. However, there may be sources of combustión 
used within the overall fuel cell system such as 
reformers/fuel processors. 
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Fuel Cell System. The complete aggregate of equipment 
used to convert Chemical fuel into usable electricity. A fuel 
cell system typically consists of a reformer, stack, power 
inverter, and auxiliary equipment. 

Interactive System. A fuel cell system that operates in 
parallel with and may deliver power to an electrical produc- 
tion and distribution network. For the purpose of this defi- 
nition, an energy storage subsystem of a fuel cell system, 
such as a battery, is not another electrical production 
source. 

Máximum System Yoltage. The highest fuel cell inverter 
output voltage between any ungrounded conductors present 
at accessible output termináis. 

Output Circuit. The conductors used to connect the fuel 
cell system to its electrical point of delivery. In the case of 
sites that have series- or parallel-connected múltiple units, 
the term output Circuit also refers to the conductors used to 
electrically interconnect the fuel cell system(s). 

Point of Common Coupling. The point at which the power 
production and distribution network and the customer inter¬ 
face occurs in an interactive system. Typically, this is the 
load side of the power network meter. 

Stand-Alone System. A fuel cell system that supplies ^ 
power independently of an electrical production and 
bution network. 

692.3 Other Articles. Wherever the requii 
articles of this Code and Article 692 differ, 
of Article 692 shall apply, and, if 
parallel with a primary source(s)^^lectrii 
ments in 705.14, 705.16, 705.^jmd 705. 

692.4 Installation. 

(A) Fuel Cell System. A fuel cell systel^ffúill be permit- 
ted to supply a building or other structure in addition to any 
service(s) of another electricity supply system(s). 



II. Circuit Requirements 
692.8 Circuit Sizing and Current. 

(A) Nameplate Rated Circuit Current. The nameplate(s) 
rated Circuit current shall he the rated current indicated on 
the fuel cell nameplate(s). 

(B) Conductor Ampacity and Overcurrent Device Rat- 
ings. The ampacity of the feeder circuit conductors from 
the fuel cell system(s) to the premises wiring system shall 
not be less than the greater of (1) nameplate(s) rated circuit 
current or (2) the rating of the fuel cell system(s) overcur¬ 
rent protective device(s). 

(C) Ampacity of Grounded or Neutral Conductor. If an 

interactive single-ph^e, 2-wire fuel cell output(s) is con- 
nected to the grou^red or neutral conductor and a single 
ungrounded craaHo: of a 3-wire system or of a 3-phase, 
4-wire, system, the máximum unbalanced 

neutral l(£l current p^whe fuel cell system(s) output rat- 
mot exceed theifcuacity of the grounded or neu- 
ITducto^ 

rcurrent Protection. 

ind Equipment. If the fuel cell system is 
ivercurrent protection sufficient to protect 
mductors that supply the load, additional cir- 
overcurrent devices shall not be required. Equipment 
id conductors connected to more than one electrical 
irce shall be protected. 

(B) Accessibility. Overcurrent devices shall be readily ac¬ 
cessible. 

692.10 Stand-Alone Systems. The premises wiring sys¬ 
tem shall meet the requirements of this Code except as 
modified by 692.10(A), (B), and (C). 

(A) Fuel Cell System Output. The fuel cell system output 
from a stand-alone system shall be permitted to supply ac 
power to the building or structure disconnecting means at 
current levels below the rating of that disconnecting means. 


(B) Identification. A permanent plaque or directory, de- 
noting all electric power sources on or in the premises, 
shall be installed at each Service equipment location. 

(C) System Installation. Fuel cell systems including all 
associated wiring and interconnections shall be installed by 
only qualified persons. 

Informational Note: See Article 100 for the definition of 
qualified person. 

692.6 Listing Requirement. The fuel cell system shall be 
evaluated and listed for its intended application prior to 
installation. 


(B) Sizing and Protection. The circuit conductors be¬ 
tween the fuel cell system(s) output and the building or 
structure disconnecting means shall be sized based on the 
output rating of the fuel cell system(s). These conductors 
shall be protected from overcurrents in accordance with 
240.4. The overcurrent protection shall be located at the 
output of the fuel cell system(s). 

(C) Single 120-Volt Nominal Supply. The inverter output 
of a stand-alone fuel cell system shall be permitted to sup¬ 
ply 120 volts, nominal, to single-phase, 3-wire 120/240- 
volt Service equipment or distribution panels where there 
are no 240-volt loads and where there are no multiwire 
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branch circuits. In all installations, the rating of the over- 
current device connected to the output of the fuel cell sys- 
tem(s) shall be less than the rating of the Service equip- 
ment. This equipment shall be marked as follows: 

WARNING 

SINGLE 120-VOLT SUPPLY. 

DO NOT CONNECT MULTIWIRE 
BRANCH CIRCUITS! 

The waming sign(s) or label(s) shall comply with 
110.21(B). [ROP 4-338] 

III. Disconnecting Means 


(B) DC Systems. Grounding of de systems shall be in ac- 
cordance with 250.160. 

(C) Systems with Alternating-Current and Direct- 
Current Grounding Requirements. When fuel cell power 
systems have both altemating-current (ac) and direct- 
current (de) grounding requirements, the de grounding Sys¬ 
tem shall be bonded to the ac grounding system. The bond- 
ing conductor shall be sized according to 692.45. A single 
common grounding electrode and grounding bar may be 
used for both systems, in which case the common ground¬ 
ing electrode conductor shall be sized to meet the require¬ 
ments of both 250.66 (ac) and 250.166 (de). 


692.13 All Conductors. Means shall be provided to dis- 
connect all current-carrying conductors of a fuel cell Sys¬ 
tem power source from all other conductors in a building or 
other structure. 

692.17 Switch or Circuit Breaker. The disconnecting 
means for ungrounded conductors shall consist of readily 
accessible, manually operable switch(es) or circuit break- 
er(s). 

Where all termináis of the disconnecting means 
energized in the open position, a waming sign si 
mounted on or adjacent to the disconnecting means! 
sign shall be clearly legible and shall hav e the folio 
words or equivalent: 

DANGER 

ELECTRIC SHOCK HAZARD. 

DO NOT TOUCH TERMINALS. 

TERMINALS ON BOTH 
LOAD SIDES MAY 
IN THE OPEN POS! 

The danger sign(s) oí 
110.21(B). [ROP 4-339] 

IV. Wiring Methods 

692.31 Wiring Systems. All raceway and cable wiring 
methods included in Chapter 3 of this Code and other wir¬ 
ing systems and fittings specifically intended and identified 
for use with fuel cell systems shall be permitted. Where 
wiring devices with integral enclosures are used, sufficient 
length of cable shall be provided to facilitate replacement. 




692.44 Equipment Grounding Conductor. A sepárate 
equipment gratading conductor shall be installed. 

mf Equipment Grounding Conductor. The 

equipqffiTit gro^pding conductor shall be sized in accor- 
dqjÉe with 25OT’ 

m92.47 g rounding ^Electrode System. Any auxiliary 
mg electrode(s) required by the manufacturer shall 
Pnnected to the equipment grounding conductor speci- 
fil^250.118. 


692.53 Fuel Cell Power Sources. A marking specifying 
the fuel cell system, output voltage, output power rating, 
and continuous output current rating shall be provided at 
the disconnecting means for the fuel cell power source at an 
accessible location on the site. 

692.54 Fuel Shut-Off. The location of the manual fuel 
shut-oíf valve shall be marked at the location of the primary 
disconnecting means of the building or circuits supplied. 

692.56 Stored Energy. A fuel cell system that stores elec- 
tric energy shall require the following waming sign, or 
equivalent, at the location of the Service disconnecting 
means of the premises: 

WARNING 

FUEL CELL POWER SYSTEM CONTAINS 
ELECTRIC AL ENERGY STORAGE DEVICES. 

The warning sign(s) or label(s) shall comply with 
110.21(B). [ROP 4-341] 


V. Grounding 

692.41 System Grounding. 

(A) AC Systems. Grounding of ac systems shall be in ac- 
cordance with 250.20, and with 250.30 for stand-alone sys¬ 
tems. 


VII. Connection to Other Circuits 

692.59 Transfer Switch. A transfer switch shall be re¬ 
quired in non-grid-interactive systems that use utility grid 
backup. The transfer switch shall maintain isolation be- 
tween the electrical production and distribution network 
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and the fuel cell system. The transfer switch shall be per- 
mitted to be located externally or mtemally to the fuel cell 
system unit. Where the utility Service conductors of the 
structure are connected to the transfer switch, the switch 
shall comply with Article 230, Part V. 


Informational Note: Wind electric systems can be interac- 
tive with other electrical power production sources or might 
be stand-alone systems. Wind electric systems can have ac 
or de output, with or without electrical energy storage, such 
as batteries. See Informational Note Figure 694.1, No. 1 
and Figure 694.1, No. 2. [ROP 4-345] 


692.60 Identified Interactive Equipment. Only fuel cell 
systems listed and marked as interactive shall be permitted 
in interactive systems. 

692.61 Output Characteristics. Output characteristics 
shall be in accordance with 705.14. 

692.62 Loss of Interactive System Power. The fuel cell 
system shall be provided with a means of detecting when 
the electrical production and distribution network has be- 
come de-energized and shall not feed the electrical produc¬ 
tion and distribution network side of the point of common 
coupling during this condition. The fuel cell system shall 
remain in that State until the electrical production and dis¬ 
tribution network voltage has been restored. 

A normally interactive fuel cell system shall be permit¬ 
ted to opérate as a stand-alone system to supply loads that 
have been disconnected from electrical production and dis¬ 
tribution network sources. 

692.64 Unbalanced Interconnections. Unbalanced inter- 
connections shall be in accordance with 705.100. 


692.65 Utility-Interactive Point of Conn 

connection shall be in accordance with 701 


VIII. Outputs Over 1000 Vo 
[ROP 4-343] 

692.80 General. Fuel cell system' 
voltage over 1000 volts ac shall coi 
ments of other arricies applicable to 

[ROP 4-342] 



Informational Note Figure 694.1, No. 1 Identification of Wind 
Electric System Components — Interactive System. [ROP 
4-345] 


694.2 Definitions. 




mm output 
Oie require- 
r installations. 


irmational Note Figure 694.1, No. 2 Identification of Wind 
íectric System Components — Stand-Alone System. [ROP 
15] 

[ROP 4-4] 

Diversión Charge Controller. Equipment that regulates 
the charging process of a battery or other energy storage 
device by diverting power from energy storage to de or ac 
loads, or to an interconnected utility Service. 

Diversión Load. A load connected to a diversión charge 
controller or diversión load controller, also known as a 
dump load. 


ARTICLE 694 
Wind Electric Systems 


[ROP 4-345] 

I. General 

694.1 Scope. The provisions of this article apply to wind 
(turbine) electric systems that consist of one or more wind 
electric generators. These systems can inelude generators, 
alternators, inverters, and controllers. [ROP 4-346] 


Diversión Load Controller. Equipment that regulates the 
output of a wind generator by diverting power from the 
generator to de or ac loads or to an interconnected utility 
Service. 

Guy. A cable that mechanically supports a wind turbine 
tower. 

Inverter Output Circuit. The conductors between an in¬ 
verter and an ac panelboard for stand-alone systems, or the 
conductors between an inverter and Service equipment or 
another electric power production source, such as a utility, 
for an electrical production and distribution network. 

Máximum Output Power. The máximum 1 minute aver- 
age power output a wind turbine produces in normal 
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steady-state operation (instantaneous power output can be 
higher). 

Máximum Voltage. The máximum voltage the wind tur- 
bine produces in operation including open circuit condi- 
tions. 

Nacelle. An enclosure housing the altemator and other 
parts of a wind turbine. 


(C) Diversión Load Controllers. A small wind electric 
system employing a diversión load controller as the pri- 
mary means of regulating the speed of a wind turbine rotor 
shall be equipped with an additional, independent, reliable 
means to prevent over-speed operation. An interconnected 
utility Service shall not be considered to be a reliable diver¬ 
sión load. 


Rated Power. The wind turbine’s output power at a wind 
speed of 11 m/s (24.6 mph). If a turbine produces more 
power at lower wind speeds, the rated power is the wind 
turbine’s output power at a wind speed less than 11 m/s that 
produces the greatest output power. 

Informational Note: The method for measuring wind tur- 
bine power output is specified in IEC 61400-12-1, Power 
Performance Measurements of Electricity Producing Wind 
Turbines. 

Tower. A pole or other structure that supports a wind tur- 
bine. 

Wind Turbine. A mechanical device that converts wind * 
energy to electrical energy. 

Wind Turbine Output Circuit. The circuit conducta 
tween the intemal components of a wind turbine ( 
might inelude an altemator, integrated rectifier, contr^ 
and/or inverter) and other equipment. [ROP 4-345] 


Informational Note: See also def 
nected systems in Article 705 . 



694.3 Other Articles. WMpS the systeSnfe opSíped in par- 
allel with primary sourcSfcfelectricity, ¡«requirements of 
Article 705 shall apply. [bS||^¡-350] 

Exception: Wind electric syst^^^^Míipment, or wiring 
installed in a hazardous (classijWm) location shall also 
comply with the applicable portions of Articles 500 through 

516. [ROP-345] 

694.7 Installation. Systems covered by this article shall be 
installed only by qualified persons. 

Informational Note: See Article 100 for the definition of 
Qualified Person. 

(A) Wind Electric Systems. Wind electric system(s) shall 
be permitted to supply a building or other structure in ad- 
dition to other sources of supply. [ROP 4-345, ROP 
4-352] 

(B) Equipment. Wind electric systems equipment, subas- 
semblies, and components shall be listed and marked for 
the application. [ROP 4-345, ROP 4-353, ROP 4-354] 


(D) Surge Protective Devices (SPD). A surge protective 
device shall be installed between a small wind electric Sys¬ 
tem and any loads served by the premises electrical system. 
The surge protective device shall be permitted to be a Type 
3 SPD on a dedicated branch circuit serving a small wind 
electric system or a Type 2 SPD located anywhere on the 
load side of the Service disconnect. Surge protective de- 
vices shall jj^istalled in accordance with Part II of Article 
285. 

(E) A KEcepta<^^A receptacle shall be permitted to be con- 
^ed to by a wi^^lectric system branch or feeder circuit 
r maintenance orodfa acquisition use. Receptacles shall 

Kted with an overcurrent device with a rating not to 
i the current rating of the receptacle. All 125-volt, 
olíase, 15- and 20 ampere receptacles installed for 
^jnainl^Kpce of the wind turbine shall have ground-fault 
út-interrupter protection for personnel. [ROP 4-351] 

(F) Metal or Nonmetallic Poles or Towers Supporting 
Wind Turbines Used as a Raceway. A metallic or non¬ 
metallic pole or tower shall be permitted to be used as a 
raceway if evaluated as part of the listing for the wind 
turbine, or otherwise listed or evaluated for the purpose. 
[ROP 4-356] 


II. Circuit Requirements 
694.10 Máximum Voltage. 

(A) Wind Turbine Output Circuits. For wind turbines 
connected to one- and two-family dwellings, turbine output 
circuits shall be permitted to have a máximum voltage up to 
600 volts. Other installations with a máximum voltage over 
1000 volts shall comply with Part IX of Article 694. [ROP 
4-357] 

(B) Direct-Current Utilization Circuits. The voltage of 
de utilization circuits shall comply with 210.6. 

(C) Circuits over 150 Volts to Ground. In one- and two- 
family dwellings, live parts in circuits over 150 volts to 
ground shall not be accessible to other than qualified per¬ 
sons while energized. 

Informational Note: See 110.28 for guarding of live parts 
and 210.6 for branch circuit voltage limitations. 
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694.12 Circuit Sizing and Current. 

(A) Calculation of Máximum Circuit Current. The 

máximum current for a circuit shall be calculated in accor- 
dance with 694.12(A)(1) through (A)(3). 


(B) Power Transformers. Overcurrent protection for a 
transformer with sources on each side shall be provided in 
accordance with 450.3 by considering first one side of the 
transformer, then the other side of the transformer, as the 
primary. 


(1) T\irbine Output Circuit Currents. The máximum 
current shall be based on the circuit current of the wind 
turbine operating at máximum output power. 

(2) Inverter Output Circuit Current. The máximum out¬ 
put current shall be the inverter continuous output current 
rating. 

(3) Stand-Alone Inverter Input Circuit Current. The 

máximum input current shall be the stand-alone continuous 
inverter input current rating of the inverter producing rated 
power at the lowest input voltage. 


Exception: A power transformer with a current rating on 
the side connected to the inverter output, which is not less 
than the rated continuous output current rating of the in¬ 
verter, shall not be required to have overcurrent protection 
at the inverter. 


(C) Direct-Current Rating. Overcurrent devices, either 
fuses or circuit breakers, used in any de portion of a small 
wind electric system shall be listed for use in de circuits 
and shall have appronriate voltage, current, and interrupting 
ratings. 

[ROP 4-24 


(B) Ampacity and Overcurrent Device Ratings. 

(1) Continuous Current. Small wind turbine electric Sys¬ 
tem currents shall be considered to be continuous. 

(2) Sizing of Conductors and Overcurrent Devices. Cir¬ 
cuit conductors and overcurrent devices shall be sized to 
carry not less than 125 percent of the máximum current as 
calculated in 694.12(A). The rating or setting of overcur¬ 
rent devices shall be permitted in accordance with 240.4(B) 
and (C). 

Exception: Circuits containing an assemblvjogeth 
its overcurrent devices, listed for continuow^uoen 
100 percent of its rating shall be pe rmitte d to be 
100 percent of its rating. 

694.15 Overcurrent Protectil 

(A) Circuits and Equipment. TurKfc^ outpmpTrcuits, in¬ 
verter output circuits, and storage batt^™jj^t conductors 
and equipment shall be protected in aoSrclance with the 
requirements of Article 240. Circuits connected to more 
than one electrical source shall have overcurrent devices 
located so as to provide overcurrent protection from all 


Exception: An overcurrent device shall not be required for 
circuit conductors sized in accordance with 694.12(B) 
where the máximum current from all sources does not ex- 
ceed the ampacity of the conductors. 

Informational Note: Possible backfeed of current from any 
source of supply, including a supply through an inverter to 
the wind turbine output circuit, is a consideration in deter- 
mining whether overcurrent protection from all sources is 
provided. Some wind electric systems rely on the turbine 
output circuit to regúlate turbine speed. Inverters may also 
opérate in reverse for turbine startup or speed control. 
[ROP 4-345, ROP 4-359] 




All Conductors. Jwans shall be provided to dis- 
Tent-carrying conductors of a small wind 
%x source from all other conductors in a build- 
structure. A switch, circuit breaker, or other 
or de, shall not be installed in a grounded 
jperation of that switch, circuit breaker, or 
leaves the marked, grounded conductor in an 
igrounded and energized State. 

wception: A wind turbine that uses the turbine output 
fnrcuit for regulating turbine speed shall not require a tur- 
bine output circuit disconnecting means. 

694.22 Additional Provisions. Disconnecting means shall 
comply with 694.22(A) through (D). 

(A) Disconnecting Means. The disconnecting means shall 
not be required to be suitable for use as Service equipment. 
The disconnecting means for ungrounded conductors shall 
consist of manually operable switches or circuit breakers 
complying with all of the following requirements: 

(1) They shall be located where readily accessible. 

(2) They shall be externally operable without exposing the 
operator to contad with live parts. 

(3) They shall plainly indicate whether in the open or 
closed position. 

(4) They shall have an interrupting rating sufficient for the 
nominal circuit voltage and the current that is available 
at the line termináis of the equipment. 

Where all termináis of the disconnecting means are ca- 
pable of being energized in the open position, a warning 
sign shall be mounted on or adj acent to the disconnecting 
means. The sign shall be clearly legible and shall have the 
following words or equivaled: 
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WARNING. 

ELECTRIC SHOCK HAZARD. 

DO NOT TOUCH TERMINALS. 
TERMINALS ON BOTH THE LINE 
AND LOAD SIDES MAY BE 
ENERGIZED IN THE OPEN POSITION. 


tor, or allow limited rotor speed combined with a means to 
de-energize the turbine output circuit. [ROP 4-364a] 

Exception: Turbines with a swept area of less than 50 m 
shall not be required to have a manual shutdown button or 
switch. [ROP 4-364a] 


The waming sign(s) or label(s) shall comply with 
110.21(B). [ROP 4-362] 

(B) Equipment. Equipment such as rectifiers, controllers, 
output circuit isolating and shorting switches, and over- 
current devices shall be permitted on the wind turbine side 
of the disconnecting means. 

(C) Requirements for Disconnecting Means. 

(1) Location. The small wind electric system disconnect¬ 
ing means shall be installed at a readily accessible location 
either on or adj acent to the turbine tower, on the outside of 
a building or structure or inside, at the point of entrance of 
the wind system conductors. 

Exception: Installations that comply with 694.30(C) shall < 
be permitted to have the disconnecting means located re- 
motely from the point of entry of the wind , 
conductors. 

A wind turbine disconnecting means shall not tiH 
quired to be located at the nacelle or tower^ 

The disconnecting means shall not be iní in baf( 

rooms. 

(2) Marking. Each turbine system 
shall be permanently marked 
electric system disconnect. 
accordance with 705.10. 

(3) Suitable for Use. Ti nnecting means 

shall be suitable for i iditions. [ROP 

4-363] 

(4) Máximum Number of Disconnects. The turbine dis¬ 
connecting means shall consist of not more than six 
switches or six circuit breakers mounted in a single enclo- 
sure, in a group of sepárate enclosures, or in or on a switch- 
gear. [ROP 4-364, ROP 9-181c] 

(D) Equipment That Is Not Readily Accessible. Rectifi¬ 
ers, controllers, and inverters shall be permitted to be 
mounted in nacelles or other exterior areas that are not 
readily accessible. 



(B) Shutdown Procedure. The shutdown procedure for a 
wind turbine shall be defined and permanently posted at the 
location of a shutdown means, and at the location of the 
turbine controller or disconnect, if different. [ROP 4-364a] 

694.24 Disconnection of Small Wind Electric System 
Equipment. Means shall be provided to disconnect equip¬ 
ment, such as inverters, batteries, and charge controllers, 
from all ungragpded conductors of all sources. If the equip¬ 
ment is en^pzed from more than one source, the discon- 
necting^P^e shall be grouped and identified. 

Rngl^B^connecting means in accordance with 
|R2 shall be pkmitted for the combined ac output of one 
Pmore inverters interactive system. 

uting switcnor plug shall be permitted to be used 
internad ve to a disconnect in systems that regúlate 
Bne speed using the turbine output circuit. 

, hxce ffl&m : Equipment housed in a turbine nacelle shall 
e required to have a disconnecting means. 

694.26 Fuses. Means shall be provided to disconnect a 
fuse from all sources of supply where the fuse is energized 
from both direcüons and is accessible to other than quali- 
fied persons. Switches, pullouts, or similar devices that are 
rated for the application shall be permitted to serve as a 
means to disconnect fuses from all sources of supply. 

694.28 Installation and Service of a Wind Turbine. 

Open circuiting, short circuiting, or mechanical brakes shall 
be used to disable a turbine for installation and Service. 

Informational Note: Some wind turbines rely on the con- 
nection from the altemator to a remóte controller for speed 
regulation. Opening turbine output circuit conductors may 
cause mechanical damage to a turbine and create excessive 
voltages that could damage equipment or expose persons to 
electric shock. 


IV. Wiring Methods 
694.30 Permitted Methods. 


694.23 T\irbine Shutdown. [ROP 4-364a] 

(A) Manual Shutdown. Wind turbines shall be required to 
have a readily accessible manual shutdown button or 
switch. Operation of the button or switch shall result in a 
parked turbine State which shall either stop the turbine ro- 


(A) Wiring Systems. All raceway and cable wiring meth¬ 
ods included in this Code, and other wiring systems and 
fittings specifically intended for use on wind turbines, shall 
be permitted. In readily accessible locations, turbine output 
circuits that opérate at voltages greater than 30 volts shall 
be installed in raceways. 
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(B) Flexible Cords and Cables. Flexible cords and cables, 
where used to connect the moving parts of turbines or 
where used for ready removal for maintenance and repair, 
shall comply with Article 400 and shall be of a type iden- 
tified as hard Service cord or portable power cable, shall be 
suitable for extra-hard usage, shall be listed for outdoor 
use, and shall be water resistant. Cables exposed to sunlight 
shall be sunlight resistant. Flexible, fine-stranded cables 
shall be terminated only with termináis, lugs, devices, or 
connectors in accordance with 110.14(A). [ROP 4-368] 

(C) Direct-Current Turbine Output Circuits Inside a 

Building. Direct-current turbine output circuits installed in¬ 
side a building or structure shall be enclosed in metal race- 
ways or installed in metal enclosures, or run in Type MC 
metal-ciad cable that complies with 250.118(10), from the 
point of penetration of the surface of the building or struc¬ 
ture to the first readily accessible disconnecting means. 
[ROP 4-370] 

V. Grounding 

694.40 Equipment Grounding. [ROP 4-370a] 

(A) General. Exposed non-current-carrying metal parts oflí 
towers, turbine nacelles, other equipment, and conductor^ 
enclosures shall be grounded between the source and the 
first disconnect, overcurrent device or conversjjj 
ment in accordance with 250.35, and thereaj 
grounded in accordance with 250.134 or $ 
gardless of voltage. Direct current sources 
with Article 250 Part VIII. Turbine o]^ 
permitted to be grounded but shjdi 
grounded. Attached metal part^^rch as turbiree t ide^tnd 
tails that have no source of el^fckal energiza* are not 
required to be grounded or bondea^ 

(B) Tower Grounding and Bonding. 

(1) Auxiliary Grounding Electrodes and Grounding 
Electrode Conductors. A wind turbine tower shall be con- 
nected to one or more auxiliary grounding electrodes to 
limit voltages imposed by lightning. The auxiliary ground¬ 
ing electrodes shall comply with 250.52(A) in form and 
250.54 for connections using a grounding electrode con¬ 
ductor that complies with 250.166 for de systems and 
250.62 through 250.70 for ac systems. 

Electrodes that are part of the tower foundation and 
meet the requirements for concrete encased electrodes in 
accordance with 250.52(A)(3) shall be acceptable. A 
grounded metal tower support shall be considered accept¬ 
able where meeting the requirements of 250.136(A). Where 
installed in cióse proximity to galvanized foundation or 
tower anchor components, galvanized grounding electrodes 
shall be used. 



Informational Note: Copper and copper-clad grounding 
electrodes, where used in highly conductive soils, can cause 
electrolytic corrosión of galvanized foundation and tower 
anchor components. 

(2) Tower Bonding. An equipment grounding conductor 
or supply side bonding jumper shall connect a turbine to the 
main or system bond and premises grounding system in 
accordance with 250.110. 

(3) Tower Grounding Connections. Equipment ground¬ 
ing conductors and grounding electrode conductors, where 
used, shall be connected to the metalhc tower by exother- 
mic welding, listed lugs, listed pressure connectors, listed 
clamps, or other listed means. Devices, such as connectors 
and lugs, shall be suitable for the material of the conductor 
and the structure J^which the devices are connected. 
Where practicaW^contact of dissimilar metáis shall be 
avoided any^^B^^he system to eliminate the possibility 
of galvanic Wnon a^^orrosion. All mechanical elements 
used toJ^minate thes^^nductors shall be accessible. 

(4) ^PghtniiwAProtect¡on. AVhere a lightning protection 
sysra^ysj^^ent, its ground termináis shall be bonded to 
the to^^Tgrounding electrode system as required by 

50.106. i^ere the tower is remóte from the building or 
the tower grounding electrode system 
útted to be made a part of the lightning pro- 
’ion system. 

i Informational Note: See NFPA 780-2011, Standard for the 
Installation of Lightning Protection Systems, Informative 
Annex N, Wind Turbine Generator System 

(5) Guy Wires. Guy wires used to support turbine towers 
shall not be required to be connected to an equipment 
grounding or bonding conductor or to comply with the re¬ 
quirements of 250.110. 

Informational Note: Guy wires supporting grounded tow¬ 
ers are unlikely to become energized. Grounding of metal- 
lie guy wires may be required by lightning codes. See 
694.40(B)(4). 


VI. Marking 

694.50 Interactive System Point of Interconnection. All 

interactive system points of interconnection with other 
sources shall be marked at an accessible location at the 
disconnecting means and with the rated ac output current 
and the nominal operating ac voltage. 

694.52 Power Systems Employing Energy Storage. 

Wind electric systems employing energy storage shall be 
marked with the máximum operating voltage, any equaliza- 
tion voltage, and the polarity of the grounded circuit con¬ 
ductor. [ROP 4-345] 
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694.54 Identification of Power Sources. 

(A) Facilities with Stand-Alone Systems. Any structure 
or building with a stand-alone system and not connected to 
a utility Service source shall have a permanent plaque or 
directory installed on the exterior of the building or struc¬ 
ture at a readily visible location. The plaque or directory 
shall indicate the location of system disconnecting means 
and shall indicate that the structure contains a stand-alone 
electrical power system. 

(B) Facilities with Utility Services and Wind Electric 
Systems. Buildings or structures with both utility Service 
and wind electric systems shall have a permanent plaque or 
directory providing the location of the Service disconnect¬ 
ing means and the wind electric system disconnecting 
means. [ROP 4-345] 

694.56 Instructions for Disabling Turbine. A plaque 
shall be installed at or adj acent to the turbine location pro¬ 
viding basic instructions for disabling the turbine. 

VII. Connection to Other Sources 


694.60 Identified Interactive Equipment. Only im 
listed and identified as interactive shall be permit 
interactive systems. 


694.62 Installation. Wind electric systaflpWi^re c<l 
nected to utility electric sources, shall^mply with the rt 
quirements of Article 705 . [ROP 4-345] 



694.85 Cable and Equipment Ratings. For the purposes 
of Part IX of this article, the voltages used to determine 
cable and equipment ratings shall be as specified in 
694.85(A) and (B). 

(A) Battery Circuits. In battery circuits, the voltage used 
shall be the highest voltage experienced under charging or 
equalizing conditions. 

(B) Other Circuits. In other circuits, the voltage used 
shall be the máximum voltage experienced in normal op- 
eration. 


RTICLE 695 
Fire Pumps 




gctric systems 
ís shall be 
voltage q*:ati n^ranges on 
voltage aMiny distribution 
Is remajK within normal 


694.66 Operating Voltage 

connected to dedicated bq 
permitted to exceed n< 
these circuits, providec 
equipment supplying other 
ranges. [ROP 4-345] 


Informational Note: Wind turbinesmiight use the electric 
grid to dump energy from short-term wind gusts. Normal 
operating voltages are defined in ANSI C84.1-2006, Volt- 
age Ratings for Electric Power Systems and Equipment (60 
Hz). 

694.68 Point of Connection. Points of connection to inter- 
connected electric power sources shall comply with 705.12. 

[ROP 4-375] 


VIII. Systems over 1000 Volts 
[ROP 4-374] 


the Installation ofStationary Pumps for Fire Protection. 
editorial changes were made to the extracted text to 
consistent with this Code. 

lovered. This article covers the installation of the fol- 
lowmg: 

(1) Electric power sources and interconnecting circuits 

(2) Switching and control equipment dedicated to fire 
pump drivers 

(B) Not Covered. This article does not cover the follow- 
ing: 

(1) The performance, maintenance, and acceptance testing 
of the fire pump system, and the internal wiring of the 
components of the system 

(2) The installation of pressure maintenance (jockey or 
makeup) pumps [ROP 13-48a] 

Informational Note: For the installation of pressure main¬ 
tenance (jockey or makeup) pumps supplied by the fire 
pump circuit or another source, see Article 430. [ROP 
13-48a] 

(3) Transfer equipment upstream of the fire pump transfer 
switch [ROP 13-48a] 

Informational Note: See NFPA 20-2010, Standard for the 
Installation of Stationary Pumps for Fire Protection, for 
further information. 

695.2 Definitions. 


694.80 General. Wind electric systems with a máximum 
system voltage exceeding 1000 volts ac or de shall comply 
with Article 490 and other requirements applicable to in- 
stallations rated over 1000 volts. [ROP 4-373] 


Fault-Tolerant External Control Circuits. Those control 
circuits either entering or leaving the fire pump controller 
enclosure, which if broken, disconnected, or shorted will 
not prevent the controller from starting the fire pump from 
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all other intemal or external means and may cause the con¬ 
troller to start the pump under these conditions. 

On-Site Power Production Facility. The normal supply of 
electric power for the site that is expected to be constantly 
producing power. 

On-Site Standby Generator. A facility producing electric 
power on site as the altérnate supply of electric power. It 
differs from an on-site power production facility, in that it is 
not constantly producing power. 


Exception to (B)(l) and (B)(2): An altérnate source of 
power shall not be required where a back-up engine-driven 
or back-up steam turbine-driven fire pump is installed. 
[20:9.3.3] 

(C) Multibuilding Campus-Style Complexes. If the 

sources in 695.3(A) are not practicable and the installation 
is part of a multibuilding campus-style complex, feeder 
sources shall be permitted if approved by the authority hav- 
ing jurisdiction and installed in accordance with either 
(C)(l) and (0(3) or (0(2) and (0(3). 


695.3 Power Source(s) for Electric Motor-Driven Fire 
Pumps. Electric motor-driven fire pumps shall have a reli- 
able source of power. 

(A) Individual Sources. Where reliable, and where ca- 
pable of carrying indefinitely the sum of the locked-rotor 
current of the fire pump motor(s) and the pressure mainte- 
nance pump motor(s) and the full-load current of the asso- 
ciated fire pump accessory equipment when connected to 
this power supply, the power source for an electric motor 
driven fire pump shall be one or more of the foliowing. 

(1) Electric Utility Service Connection. A fire pump shall 
be permitted to be supplied by a sepárate Service, or from ai 
connection located ahead of and not within the same cabi- ^ 
net, enclosure, vertical switchgear section, or vertical 
switchboard section as the Service disconnectii^ 

The connection shall be located and arranged a 
mize the possibility of damage by fire from 
mises and from exposing hazards. A tap a 
vice disconnecting means shall corríplw 
Service equipment shall comply v 
ments in 230.2 and the location^ 

[20:9.2.2(1)] [ROP 13-53] 

(2) On-Site Power Production FaBBfeA fu^Pump shall 
be permitted to be supplied by an on-sn^^^^r production 
facility. The source facility shall be locateCPhnd protected to 
minimize the possibility of damage by fire. [20:9.2.2(3)] 



(1) Feeder Sources. Two or more feeders shall be permit¬ 
ted as more than one power source if such feeders are 
connected to, or derived from, sepárate utility Services. The 
connection(s), overcujrent protective device(s), and discon¬ 
necting means for s»n feeders shall meet the requirements 
of 695.4(B). 

(2) Feeder Aníñate Source. A feeder shall be per¬ 
mitted a^Énormal soin^^rf power if an altérnate source of 
poweMraependent from^^v feeder is provided. The con- 
neü^Pi(s), oAcurrent protective device(s), and discon- 

for such feeders shall meet the requirements 

of 695^f 

Aiordination. The overcurrent protective 
;h disconnecting means shall be selectively 
^vith any other supply-side overcurrent protec- 
/e device(s). 

On-Site Standby Generator as Altérnate Source. An 

i-site standby generator(s) used as an altérnate source of 
power shall comply with (D)(l) through (D)(3). 
[20:9.6.2.1] 

(1) Capacity. The generator shall have sufficient capacity 
to allow normal starting and running of the motor(s) driv- 
ing the fire pump(s) while supplying all other simulta- 
neously operated load(s). [20:9.6.1.1] 

Automatic shedding of one or more optional standby 
loads in order to comply with this capacity requirement 
shall be permitted. 


(3) Dedicated Feeder. A dedicated feeder shall be permit¬ 
ted where it is derived from a Service connection as de- 
scribed in 695.3(A)(1). [20:9.2.2(3)] 

(B) Múltiple Sources. If reliable power cannot be ob- 
tained from a source described in 695.3(A), power shall be 
supplied by one of the following: [20:9.3.2] 

(1) Individual Sources. An approved combination of two 
or more of the sources from 695.3(A). 

(2) Individual Source and On-site Standby Generator. 

An approved combination of one or more of the sources in 
695.3(A) and an on-site standby generator complying with 
695.3(D). [20:9.3.4] 


(2) Connection. A tap ahead of the generator disconnect¬ 
ing means shall not be required. [20:9.6.1.2] 

(3) Adjacent Disconnects. The requirements of 430.113 
shall not apply. 

(E) Arrangement. All power supplies shall be located and 
arranged to protect against damage by fire from within the 
premises and exposing hazards. [20:9.1.4] 

Múltiple power sources shall be arranged so that a fire 
at one source does not cause an interruption at the other 
source. 

(F) Transfer of Power. Transfer of power to the fire pump 
controller between the individual source and one altérnate 
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source shall take place within the pump room. The transfer 
switch shall be Usted for fire pump Service. [20:9.6.4] 
[20:10.8.1.1] [ROP 13-55a] 

(G) Phase Converters. Phase converters shall not be per- 
mitted to be used for fire pump Service. [20:9.1.7] 

695.4 Continuity of Power. Circuits that supply electric 
motor-driven fire pumps shaU be supervised from inadvert- 
ent disconnection as covered in 695.4(A) or (B). 

(A) Direct Connection. The supply conductors shall di- 
rectly connect the power source to either a listed fire pump 
controller or listed combination fire pump controller and 
power transfer switch. 

(B) Connection Through Disconnecting Means and 
Overcurrent Device. 

(1) Number of Disconnecting Means. 

(a) General. A single disconnecting means and associ- 
ated overcurrent protective device(s) shall be permitted to 
be installed between the fire pump power source(s) and one 
of the following: [20:9.1.2] 

(1) A listed fire pump controller 

(2) A listed fire pump power transfer switch 

(3) A listed combination fire pump controller and p^ker 
transfer switch 

(b) Feeder Sources. For systems i 
provisions of 695.3(C) only, addwnal dij»nnectingl 
means and the associated overcurrent 
shall be permitted as required tx^omply wWi other provi¬ 
sions of this Cade. 

(c) On-Site StandJ^rGeneratoK^UUncre Wi on-site 
standby generator is usec^^supply a fiBpump, an addi- 
tional disconnecting meansifci an assuWited overcurrent 
protective device(s) shall be po^kttyj^P 

(2) Overcurrent Device SelectioiT Overcurrent devices 
shall comply with (a) or (b). 

(a) Individual Sources. Overcurrent protection for in¬ 
dividual sources shall comply with (1) or (2). [ROP 13-58] 
(1) Overcurrent protective device(s) shall be rated to carry 
indefinitely the sum of the locked-rotor current of the 
largest fire pump motor and the pressure maintenance 
pump motor(s) and the full-load current of all of the 
other pump motors and associated fire pump accessory 
equipment when connected to this power supply. 
Where the locked-rotor current valué does not corre- 
spond to a standard overcurrent device size, the next 
standard overcurrent device size shall be used in accor- 
dance with 240.6. The requirement to carry the locked- 
rotor currents indefinitely shall not apply to conductors 
or devices other than overcurrent devices in the fire 


pump motor circuit(s). [20:9.2.3.4] [ROP 13-57, ROP 
13-58] 

(2) Overcurrent protection shall be provided by an assem- 
bly listed for fire pump Service and complying with the 
following: 

a. The overcurrent protective device shall not open 
within 2 minutes at 600 percent of the full load 
current of the fire pump motor(s). 

b. The overcurrent protective device shall not open 
with a re-start transient of 24 times the full load 
current of the fire pump motor(s). 

c. The overcurrent protective device shall not open 
within 10 minutes at 300 percent of the full load 
current of the fire pump motor(s). 

d. Thehrip point for circuit breakers shall not be 
fa^^idjustable. [20:9.2.3.4.1] 

[ROP 13-58] 

x^itandby Generators. Overcurrent protec- 
mevices betw^kan on-site standby generator and a fire 
KTrnp controller shl^be selected and sized to allow for 
reous pickup of the full pump room load, but shall 
Plarger than the valué selected to comply with 430.62 
imdde short-circuit protection only. [20:9.6.1.1] 

J_3) Disconnecting Means. All disconnecting devices that 
jaique to the fire pump loads shall comply with Ítems 
(a) mrough (e). 

(a) Features and Location — Normal Power Source. 
The disconnecting means for the normal power source shall 
comply with all of the following: [20:9.2.3.1] 

(1) Be identified as suitable for use as Service equipment. 

(2) Be lockable in the closed position. The provisión for 
locking or adding a lock to the disconnecting means 
shall be installed on or at the switch or circuit breaker 
used as the disconnecting means and shall remain in 
place with or without the lock installed. [ROP 13-60] 

(3) Not be located within the same enclosure, panelboard, 
switchboard, switchgear or motor control center, with 
or without common bus, that supplies loads other than 
the fire pump [ROP 13-62] 

(4) Be located sufficiently remóte from other building or 
other fire pump source disconnecting means such that 
inadvertent operation at the same time would be 
unlikely 

(b) Features and Location — On-Site Standby Genera¬ 
tor. The disconnecting means for an on-site standby genera- 
tor(s) used as the altérnate power source shall be installed 
in accordance with 700.10(B)(5) for emergency circuits and 
shall be lockable in the closed position. The provisión for 
locking or adding a lock to the disconnecting means shall 
be installed on or at the switch or circuit breaker used as the 
disconnecting means and shall remain in place with or 
without the lock installed. [ROP 13-61] 
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(c) Disconnect Marking. The disconnecting means 
shall be marked “Fire Pump Disconnecting Means.” The 
letters shall be at least 25 mm (1 in.) in height, and they 
shall be visible without opening enclosure doors or covers. 
[20:9.2.3.1(5)] 

(d) Controller Marking. A placard shall be placed ad- 
jacent to the fire pump controller, stating the location of this 
disconnecting means and the location of the key (if the 
disconnecting means is locked). [20:9.2.3.2] 

(e) Supervisión. The disconnecting means shall be su- 
pervised in the closed position by one of the following 
methods: 

(1) Central station, proprietary, or remóte station signal de- 
vice 

(2) Local signaling Service that causes the sounding of an 
audible signal at a constantly attended point 

(3) Locking the disconnecting means in the closed position 

(4) Sealing of disconnecting means and approved weekly 
recorded inspections when the disconnecting means are 
located within fenced enclosures or in buildings under 
the control of the owner [20:9.2.3.3] 

695.5 Transformers. Where the Service or system voltage 
is different from the utiüzation voltage of the fire pump^ 
motor, transformer(s) protected by disconnecting means^ 
and overcurrent protective devices shall be permitted to be " 
installed between the system supply and the fire p 
troller in accordance with 695.5(A) and ( 

Only transformers covered in 695.5(C) sha] 
to supply loads not directly associated wiífl 
system. 



(A) Size. Where a transformer sujj 
driven fire pump, it shall be rata^pt a minimuli 
cent of the sum of the fire pm^kmotor(s) an pressure 
maintenance pump(s) motor loads^kd 100 pjfent of the 
associated fire pump accessory equip^mt^tfplied by the 
transformer. 

(B) Overcurrent Protection. The primary overcurrent 
protective device(s) shall be selected or set to carry indefi- 
nitely the sum of the locked-rotor current of the fire pump 
motor(s) and the pressure maintenance pump motor(s) and 
the full-load current of the associated fire pump accessory 
equipment when connected to this power supply. Secondary 
overcurrent protection shall not be permitted. The require- 
ment to carry the locked-rotor currents indefinitely shall not 
apply to conductors or devices other than overcurrent de¬ 
vices in the fire pump motor circuit(s). 

(C) Feeder Source. Where a feeder source is provided in 
accordance with 695.3(C), transformers supplying the fire 
pump system shall be permitted to supply other loads. All 
other loads shall be calculated in accordance with Article 
220, including demand factors as applicable. 


(1) Size. Transformers shall be rated at a minimum of 
125 percent of the sum of the fire pump motor(s) and pres¬ 
sure maintenance pump(s) motor loads, and 100 percent of 
the remaining load supplied by the transformer. 

(2) Overcurrent Protection. The transformer size, the 
feeder size, and the overcurrent protective device(s) shall 
he coordinated such that overcurrent protection is provided 
for the transformer in accordance with 450.3 and for the 
feeder in accordance with 215.3, and such that the overcur¬ 
rent protective device(s) is selected or set to carry indefi¬ 
nitely the sum of the locked-rotor current of the fire pump 
motor(s), the pressure maintenance pump motor(s), the full- 
load current of the associated fire pump accessory equip¬ 
ment, and 100 percent of the remaining loads supplied by 
the transformer. Th^pquirement to carry the locked-rotor 
currents indefinita^rshall not apply to conductors or de¬ 
vices other th^™fcrcurrent devices in the fire pump motor 
circuit(s). 

695.<yBower Wiring. P^kr circuits and wiring methods 
shall comply jfith the requirements in 695.6(A) through (J), 
anc^^jiej^ffed in 230.90(A), Exception No. 4; 230.94, 
ExcepSwo. 4; 240.13; 230.208; 240.4(A); and 430.31. 

Conductors. 

and On-Site Power Production Facilities. 

¡rvice conductors and conductors supplied by on-site 
iwer production facilities shall be physically routed out- 
building(s) and shall be installed as service-entrance 
[onductors in accordance with 230.6, 230.9, and Parts III 
and IV of Article 230. Where supply conductors cannot be 
physically routed outside of buildings, the conductors shall 
he permitted to be routed through the building(s) where 
installed in accordance with 230.6(1) or (2). 

(2) Feeders. Fire pump supply conductors on the load side 
of the final disconnecting means and overcurrent device(s) 
permitted by 695.4(B), or conductors that connect directly 
to an on-site standby generator, shall comply with all of the 
following: 

(a) Independent Routing. The conductors shall be kept 
entirely independent of all other wiring. 

(b) Associated Fire Pump Loads. The conductors shall 
supply only loads that are directly associated with the fire 
pump system. 

(c) Protection from Potential Damage. The conductors 
shall be protected from potential damage by fire, structural 
failure, or operational accident. 

(d) Inside of a Building. Where routed through a build- 
ing, the conductors shall be installed using one of the fol¬ 
lowing methods: 

(1) Be protected by a fire-rated assembly, consisting of 

gypsum wallboard, concrete or other material listed to 
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achieve a minimum fire rating of 2 hours and dedicated 
to the fire pump circuit(s). [ROP 13-68] 

(2) Be a listed electrical circuit protective system with a 
minimum 2-hour fire rating 

Informational Note: UL guide information for electrical 
circuit protective Systems (FHIT) contains information on 
proper installation requirements to maintain the fire rating. 

Exception to (A)(2)(d): The supply conductors located in 
the electrical equipment room where they origínate and in 
the fire pump room shall not be required to have the mini¬ 
mum 2-hour fire separation or fire resistance rating, unless 
otherwise required by 700.10(D) of this Code. 


covering, or Type MI cable. A sepárate equipment ground- 
ing conductor shall be installed in all raceways between the 
controller and pump motor. [20:9.9.5] Electrical connec- 
tions at motor terminal boxes shall be made with a listed 
means of connection. Twist-on, insulation-piercing-type 
and soldered wire connectors shall not be permitted to be 
used for this purpose. [ROP 13-70, ROP 13-71, ROP 
13-75] 

(E) Loads Supplied by Controllers and Transfer 
Switches. A fire pump controller and fire pump power 
transfer switch, if provided, shall not serve any load other 
than the fire pump for which it is intended. 


(B) Conductor Size. 

(1) Fire Pump Motors and Other Equipment. Conduc¬ 
tors supplying a fire pump motor(s), pressure maintenance 
pumps, and associated fire pump accessory equipment shall 
have a rating not less than 125 percent of the sum of the fire 
pump motor(s) and pressure maintenance motor(s) full-load 
current(s), and 100 percent of the associated fire pump ac¬ 
cessory equipment. 

(2) Fire Pump Motors Only. Conductors supplying only a 
fire pump motor shall have a minimum ampacity in a 
dance with 430.22 and shall comply with the voltagT 
requirements in 695.7. 



(C) Overload Protection. Power circuit 
automatic protection against overloa( 
tion of transformer primaries prc 
branch-circuit and feeder conducto: 
against short circuit only. Wh< 
fire pump, the wiring shall 
in accordance with 230.6^rhe applical 
restrictions in 240.21 shal^^t apply. 

Exception No. 1: Conductm^hetwe^Ktorage batteries 
and the engine shall not requir^^^Krrent protection or 
disconnecting means. 

Exception No. 2: For an on-site standby generator(s) 
rated to produce continuous current in excess of 225 per- 
cent of the full-load amperes of the fire pump motor, the 
conductors between the on-site generator(s) and the com- 
bination fire pump transfer switch controller or separately 
mounted transfer switch shall be installed in accordance 
with A(695.6)(2). The protection provided shall be in ac¬ 
cordance with the short-circuit current rating of the com- 
bination fire pump transfer switch controller or separately 
mounted transfer switch. 

(D) Pump Wiring. All wiring from the controllers to the 
pump motors shall be in rigid metal conduit, intermedíate 
metal conduit, electrical metallic tubing, liquidtight flexible 
metal conduit, or liquidtight flexible nonmetallic conduit 
Type LFNC-B, listed Type MC cable with an impervious 


(F) Mechanical Protection. All wiring from engine con¬ 
trollers and batteries shall be protected against physical 
damage ant^mll be installed in accordance with the con¬ 
troller an^Kgme manufacturer’s instructions. 

(Gh wouna^Éult Protection of Equipment. Ground- 
protection (^Muipment shall not be permitted for fire 
imps. 

) Usted Electrical Circuit Protective System to Con- 
:r Wiring. Electrical circuit protective system installa- 
ill comply with any restrictions provided in the list- 
electrical circuit protective system used and the 
áng also shall apply: 

(1) A junction box shall be installed ahead of the fire pump 
controller a minimum of 300 mm (12 in.) beyond the 
fire-rated wall or floor bounding the fire zone. 

(2) Where required by the manufacturer of a listed electri¬ 
cal circuit protective system or by the listing, or as 
required elsewhere in this Code, the raceway between a 
junction box and the fire pump controller shall be 
sealed at the junction box end as required and in accor¬ 
dance with the instructions of the manufacturer. 
[20:9.8.2] 

(3) Standard wiring between the junction box and the con¬ 
troller shall be permitted. [20:9.8.3] 

(I) Junction Boxes. Where fire pump wiring to or from a 
fire pump controller is routed through a junction box, the 
following requirements shall be met: 

(1) The junction box shall be securely mounted. 
[20:9.7(1)] 

(2) Mounting and installing of a junction box shall not 
viólate the enclosure type rating of the fire pump con¬ 
troller^). [20:9.7(2)] 

(3) Mounting and installing of a junction box shall not 
viólate the integrity of the fire pump controller(s) and 
shall not affect the short-circuit rating of the control¬ 
ler®. [20:9.7(3)] 

(4) As a minimum, a Type 2, drip-proof enclosure (junc¬ 
tion box) shall be used where installed in the fire pump 
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room. The enclosure shall be listed to match the fire 
pump controller enclosure type rating. [20:9.7(4)] 

(5) Termináis, junction blocks, wire connectors, and 
splices, where used, shall be listed. [20:9.7(5)] 

(6) A fire pump controller or fire pump power transfer 
switch, where provided, shall not be used as a junction 
box to supply other equipment, including a pressure 
maintenance (jockey) pump(s). 

(J) Raceway Terminations. Where raceways are termi- 
nated at a fire pump controller, the following requirements 
shall be met: [20:9.9] 


against displacement, and located where they are not sub- 
ject to physical damage, flooding with water, excessive 
temperature, or excessive vibration. 

(D) Energized Equipment. All energized equipment parts 
shall be located at least 300 mm (12 in.) above the floor 
level. 

(E) Protection Against Pump Water. Fire pump control¬ 
ler and power transfer switches shall be located or pro- 
tected so that they are not damaged by water escaping from 
pumps or pump connections. 


(1) Listed conduit hubs shall be used. [20:9.9.1] 

(2) The type rating of the conduit hub(s) shall be at least 
equal to that of the fire pump controller. [20:9.9.2] 

(3) The installation instructions of the manufacturer of the 
fire pump controller shall be followed. [20:9.9.3] 

(4) Alterations to the fire pump controller, other than con¬ 
duit entry as allowed elsewhere in this Code, shall be 
approved by the authority having jurisdiction. 
[20:9.9.4] 

695.7 Yoltage Drop. 

(A) Starting. The voltage at the fire pump controller fine' 
termináis shall not drop more than 15 percent below normal 
(controller-rated voltage) under motor starting conc 

Exception: This limitation shall not apply fe 
run mechanical starting. [20:9.4.2] 

(B) Running. The voltage at the loa d tern 

pump controller shall not drop moj 
the voltage rating of the motor cMKcted to 
when the motor is operating at percent full-Tbad 

current rating of the motor. [ RO^J^-82 ] 

695.10 Listed Equipment. Diesel en] 
trollers, electric fire pump controllers, el< 
pump power transfer switches, foam pump controllers, and 
limited Service controllers shall be listed for fire pump Ser¬ 
vice. [20:9.5.1.1, 10.1.2.1, 12.1.3.1] 



(F) Mounting. All fire pump control equipment shall be 
mounted in a substantial manner on noncombustible sup- 
porting structures. 


(A) Control Circuí^Hmlures. External control circuits 
that e?y^K outside the nMump room shall be arranged so 

lure ofopy extemaWircuit (open or short Circuit) 
shS^^t ptMmt the operation of a pump(s) from all other 
internal or external means. Breakage, disconnecting, short- 
ing of tm^kires, or loss of power to these circuits could 
contmkus running of the fire pump but shall not 
:ontroller(s) from starting the fire pump(s) due 
mses dfher than these external control circuits. All con- 
conductors within the fire pump room that are not fault 
:rant shall be protected against physical damage. 
10.5.2.6, 12.5.2.5] 

(B) Sensor Functioning. No undervoltage, phase-loss, 
frequeney-sensitive, or other sensor(s) shall be installed 
that automatically or manually prohibits actuation of the 
motor contactor. [20:10.4.5.6] 

Exception: A phase loss sensor(s) shall be permitted only 
as a parí of a listed fire pump controller. 

(C) Remóte Device(s). No remóte device(s) shall be in¬ 
stalled that will prevent automatic operation of the transfer 
switch. [20:10.8.1.3] 


695.12 Equipment Location. 

(A) Controllers and Transfer Switches. Electric motor- 
driven fire pump controllers and power transfer switches 
shall be located as cióse as practicable to, and within sight 
of, the motors that they control. 

(B) Engine-Drive Controllers. Engine-drive fire pump 
controllers shall be located as cióse as is practical to, and 
within sight of, the engines that they control. 

(C) Storage Batteries. Storage batteries for fire pump en- 
gine drives shall be supported above the floor, secured 


(D) Engine-Drive Control Wiring. All wiring between 
the controller and the diesel engine shall be stranded and 
sized to continuously carry the charging or control currents 
as required by the controller manufacturer. Such wiring 
shall be protected against physical damage. Controller 
manufacturer’s specifications for distance and wire size 
shall be followed. [20:12.3.5.1] 

(E) Electric Fire Pump Control Wiring Methods. All 

electric motor-driven fire pump control wiring shall be in 
rigid metal conduit, intermediate metal conduit, liquidtight 
flexible metal conduit, liquidtight flexible nonmetallic con- 


70-656 


NATIONAL ELECTRICAL CODE 2014 Edition 



ARTICLE 695 — FIRE PUMPS 


695.14 


duit Type B (LFNC-B), listed Type MC cable with an im- 
pervious covering, or Type MI cable. 

(F) Generator Control Wiring Methods. Control con- 
ductors installed between the fire pump power transfer 
switch and the standby generator supplying the fire pump 
during normal power loss shall be kept entirely independent 
of all other wiring. They shall be protected to resist poten- 
tial damage by fire or structural failure. They shall be per- 
mitted to be routed through a building(s) using one of the 
foliowing methods: 

(1) Be protected by a fire-rated assembly, consisting of 
gypsum wallboard, concrete or other material listed to 


achieve a mínimum fire rating of 2 hours and dedicated 
to the fire pump circuit(s). [ROP 13-85] 

(2) Be a listed electrical Circuit protective system with a 
mínimum 2-hour fire rating. The installation shall com- 
ply with any restrictions provided in the listing of the 
electrical circuit protective system used. 

Informational Note: UL guide information for electrical 
circuit protective Systems (FHIT) contains information on 
proper installation requirements to maintain the fire rating. 
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CHAPTER 7 


ARTICLE 700 — EMERGENCY SYSTEMS 


Chapter 7 Special Conditions 


ARTICLE 700 
Emergency Systems 


I. General 

700.1 Scope. The provisions of this article apply to the 
electrical safety of the installation, operation, and mainte- 
nance of emergency systems consisting of circuits and 
equipment intended to supply, distribute, and control elec- 
tricity for illumination, power, or both, to required facilities 
when the normal electrical supply or system is interrupted. 

Informational Note No. 1: For further information regard- 
ing wiring and installation of emergency systems in health 
care facilities, see Article 517. 

Informational Note No. 2: For further information regard- 
ing performance and maintenance of emergency systems in 
health care facilities, see NFPA 99-2012, Health Care Fa¬ 
cilities Code. [ROP 13-88] 

Informational Note No. 3: For specification of locations 
where emergency lighting is considered essential to life 
safety, see NFPA 101- 2012, Life Safety Code. [ROP 13-88] 

Informational Note No. 4: For further information 
ing performance of emergency and standby powei 
see NFPA 110-2013, Standard for Emergency 
Power Systems. [ROP 13-88] 

700.2 Definitions. 

Emergency Systems. Those syüfTs legaíl^^pinl^mid 
classed as emergency by muni^fel, State, fed«L or other 
codes, or by any governmental ajkcv having ■isdiction. 
These systems are intended to autot^fcjcally a^ply illumi¬ 
nation, power, or both, to designated equipment 

in the event of failure of the normal supp^ar in the event 
of accident to elements of a system intended to supply, 
distribute, and control power and illumination essential for 
safety to human life. 

Informational Note No. 1: Emergency systems are gener- 
ally installed in places of assembly where artificial illumi¬ 
nation is required for safe exiting and for panic control in 
buildings subject to occupancy by large numbers of per- 
sons, such as hotels, theaters, sports arenas, health care 
facilities, and similar institutions. Emergency systems may 
also provide power for such functions as ventilation where 
essential to maintain life, tire detection and alarm systems, 
elevators, tire pumps, public safety Communications sys¬ 
tems, industrial processes where current interruption would 
produce serious life safety or health hazards, and similar 
functions. 

Informational Note No. 2: See Informational Note Figure 
700.2, No.2. [ROP 13-88a] 



^>matic Load Control. A device used to set nor- 
d or normally-oíF switched emergency lighting 
Jll power illumination levels in the event of 
normal supply by bypassing the 
Rmiing/switching Controls, and to return the emergency 
^hting equipment to normal status when the device senses 
A normal supply has been restored. [ROP 13-88a] 

Informational Note: See ANSI/UL 924, Emergency Light¬ 
ing and Power Equipment, for the requirements covering 
automatic load control relays. [ROP 13-92a] 

700.3 Tests and Maintenance. 

(A) Conduct or Witness Test. The authority having juris- 
diction shall conduct or witness a test of the complete sys¬ 
tem upon installation and periodically afterward. 

(B) Tested Periodically. Systems shall be tested periodi¬ 
cally on a schedule acceptable to the authority having ju- 
risdiction to ensure the systems are maintained in proper 
operating condition. 

(C) Battery Systems Maintenance. Where battery sys¬ 
tems or unit equipments are involved, including batteries 
used for starting, control, or ignition in auxiliary engines, 
the authority having jurisdiction shall require periodic 
maintenance. 

(D) Written Record. A written record shall be kept of 
such tests and maintenance. 

(E) Testing Under Load. Means for testing all emergency 
lighting and power systems during máximum anticipated 
load conditions shall be provided. 
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Informational Note: For information on testing and main- 
tenance of emergency power supply systems (EPSSs), see 
NFPA 110-2010, Standard for Emergency and Standby 
Power Systems. [ROP 13-92a] 

700.4 Capacity. 

(A) Capacity and Rating. An emergency system shall 
have adequate capacity and rating for all loads to be oper- 
ated simultaneously. The emergency system equipment 
shall be suitable for the máximum available fault current at 
its termináis. 


700.6 Signáis. Audible and visual signal devices shall be 
provided, where practicable, for the purpose described in 
700.6(A) through (D). 

(A) Derangement. To indicate derangement of the emer¬ 
gency source. 

(B) Carrying Load. To indicate that the battery is carrying 
load. 

(C) Not Functioning. To indicate that the battery charger 
is not functioning. 


(B) Selective Load Pickup, Load Shedding, and Peak 
Load Shaving. The altérnate power source shall be permit- 
ted to supply emergency, legally required standby, and op- 
tional standby system loads where the source has adequate 
capacity or where automatic selective load pickup and load 
shedding is provided as needed to ensure adequate power to 
(1) the emergency circuits, (2) the legally required standby 
circuits, and (3) the optional standby circuits, in that order 
of priority. The altérnate power source shall be permitted to 
be used for peak load shaving, provided these conditions 
are met. 

Peak load shaving operation shall be permitted for sat- 
isfying the test requirement of 700.3(B), provided 
conditions of 700.3 are met. 

A portable or temporary altérnate source shall be aV 
able whenever the emergency generator is qjjfl^^ervice^ 
major maintenance or repair. 

700.5 Transfer Equipment. 

(A) General. Transfer equioment^incMfaag automatic 

transfer switches, shall be^KímatiHkdenti^fcLfor emer¬ 
gency use, and approv^^w the autho^^havmg jurisdic- 
tion. Transfer equipmentlku be designSand installed to 
prevent the inadvertent in^fconnectio^of normal and 
emergency sources of supply i on of the trans¬ 

fer equipment. Transfer equipmen^pü electric power pro- 
duction systems installed to permit operation in parallel 
with the normal source shall meet the requirements of Ar¬ 
dele 705 . 

(B) Bypass Isolation Switches. Means shall be permitted 
to bypass and isolate the transfer equipment. Where bypass 
isolation switches are used, inadvertent parallel operation 
shall be avoided. 

(C) Automatic Transfer Switches. Automatic transfer 
switches shall be electrically operated and mechanically 
held. Automatic transfer switches, rated 1000 VAC and be- 
low, shall be listed for emergency system use. [ROP 
13-95] 


(D) Ground Fault. To indicate a ground fault in solidly 
grounded wye emergency systems of more than 150 volts 
to ground and circuit-protective devices rated 1000 am¬ 
peres or mot^The sensor for the ground-fault signal de¬ 
vices shaü^re located at, or ahead of, the main system 
disconjj^^^means for the emergency source, and the 
' the signal devices shall he for a 
f 1200 amperes. Instructions on the 
PPurse of action to^jktaken in event of indicated ground 
ault sM be located at or near the sensor location. 



urmational Note: For signáis for generator sets, see 
3 A 110-2010, Standard for Emergency and Standby 
Systems. 


(A) Emergency Sources. A sign shall be placed at the 
service-entrance equipment, indicating type and location of 
on-site emergency power sources. 

Exception: A sign shall not be required for individual unit 
equipment as specified in 700.12(F). 

(B) Grounding. Where removal of a grounding or bonding 
connection in normal power source equipment interrupts 
the grounding electrode conductor connection to the altér¬ 
nate power source(s) grounded conductor, a warning sign 
shall be installed at the normal power source equipment 
stating: 

WARNING 

SHOCK HAZARD EXISTS IF GROUNDING 
ELECTRODE CONDUCTOR OR BONDING JUMPER 
CONNECTION IN THIS EQUIPMENT IS REMOVED 
WHILE ALTERNATE SOURCE(S) IS ENERGIZED. 

The warning sign(s) or label(s) shall comply with 
110.21(B). [ROP 13-97] 

II. Circuit Wiring 

700.10 Wiring, Emergency System. 


(D) Use. Transfer equipment shall supply only emergency (A) Identification. All boxes and enclosures (including 
loads. transfer switches, generators, and power panels) for emer- 
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gency circuits shall be permanently marked so they will be 
readily identified as a component of an emergency circuit 
or system. 

(B) Wiring. Wiring of two or more emergency circuits 
supplied from the same source shall be permitted in the 
same raceway, cable, box, or cabinet. Wiring from an emer¬ 
gency source or emergency source distribution overcurrent 
protection to emergency loads shall be kept entirely inde- 
pendent of all other wiring and equipment, unless otherwise 
permitted in (1) through (5): 

(1) Wiring from the normal power source located in trans- 
fer equipment enclosures 

(2) Wiring supplied from two sources in exit or emergency 
luminaires 

(3) Wiring from two sources in a Usted load control relay 
supplying exit or emergency luminaires, or in a com- 
mon junction box, attached to exit or emergency lumi¬ 
naires 

(4) Wiring within a common junction box attached to unit 
equipment, containing only the branch circuit supply¬ 
ing the unit equipment and the emergency circuit sup- 
plied by the unit equipment 

(5) Wiring from an emergency source to supply emergency^ 
and other loads in accordance with a, b, c and d: [ROP 
13-104] 

a. Sepárate vertical switchgear sections 
vertical switchboard sections, wil 
common bus, or individual disconns 
sepárate enclosures shall be u sed to se] 
gency loads from all oth< 

ROP 13-104] 

b. The common bus of se] 
gear, sepárate sections oi 
individual enclosures shall 
plied by single or múltiple feederBBRhout overcur¬ 
rent protection at the source. [ROP 13-103] 

Exception to (5)(b): Overcurrent protection shall be permit¬ 
ted at the source orfor the equipment, provided the over¬ 
current protection complies with the requirements of 

700.27. [ROP 13-104] 

c. Emergency circuits shall not origínate from the 
same vertical switchgear section, vertical switch¬ 
board section, panelboard enclosure, or individual 
disconnect enclosure as other circuits. [ROP 13- 
104] 

d. It shall be permissible to utilize single or múltiple 
feeders to supply distribution equipment between an 
emergency source and the point where the emer¬ 
gency loads are separated from ah other loads. 

[ROP 13-104] 


sections oflB|e switch- 
switchb«d or the 
to be sup- 


(C) Wiring Design and Location. Emergency wiring cir¬ 
cuits shah be designed and located so as to minimize the 
hazards that might cause failure due to flooding, tire, icing, 
vandalism, and other adverse conditions. 

(D) Fire Protection. Emergency systems shall meet the 
additional requirements in (D)(l) through (D)(3) in assem- 
bly occupancies for not less than 1000 persons or in build- 
ings above 23 m (75 ft) in height. [ROP 13-105, ROP 
13-106, ROP 13-107] 

(1) Feeder-Circuit Wiring. Feeder-circuit wiring shah 
meet one of the following conditions: 

(1) Be installed in spaces or areas that are fully protected 
by an approved automatic fire suppression system 

(2) Be a listed ele^É^al circuit protective system with a 
minimum 2-b^m fire rating 

Informatim^^Ií^^kUL guide information for electrical 
circuit atorective (FHIT) contains information on 

prop^^Ktallation requ^nents to maintain the fire rating. 

(3) B^^rotected by a listSpire-rated assembly, consisting 

wahboard, concrete or other material that 
ra^^^mimum fire rating of 2 hours and contains only 
etnlK^y wiring circuits. [ROP 13-109, ROP 3-101] 

fteuit Equipment. Equipment for feeder cir- 
Wing transfer switches, transformers, and panel- 
?trds) shah be located either in spaces fully protected by 
jnproved automatic fire suppression systems (including 
"Yinklers, carbón dioxide systems) or in spaces with a 
j^rtiour fire resistance rating. 

(3) Generator Control Wiring. Control conductors in¬ 
stalled between the transfer equipment and the emergency 
generator shall be kept entirely independent of all other 
wiring and shah meet the conditions of 700.10(D)(1). 


III. Sources of Power 

700.12 General Requirements. Current supply shall be 
such that, in the event of failure of the normal supply to, or 
within, the building or group of buildings concerned, emer¬ 
gency hghting, emergency power, or both shall be available 
within the time required for the application but not to ex- 
ceed 10 seconds. The supply system for emergency pur- 
poses, in addition to the normal Services to the building and 
meeting the general requirements of this section, shah be 
one or more of the types of systems described in 700.12(A) 
through (E). Unit equipment in accordance with 700.12(F) 
shall satisfy the applicable requirements of this article. 

In selecting an emergency source of power, consider- 
ation shall be given to the occupancy and the type of Ser¬ 
vice to be rendered, whether of minimum duration, as for 
evacuation of a theater, or longer duration, as for supplying 
emergency power and hghting due to an indefinite period 
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of current failure from trouble either inside or outside the 
building. 

Equipment shall be designed and located so as to mini- 
mize the hazards that might cause complete failure due to 
flooding, tires, icing, and vandalism. 

Equipment for sources of power as described in 
700.12(A) through (E) where located within assembly oc- 
cupancies for greater than 1000 persons or in buildings 
above 23 m (75 ft) in height with any of the following 
occupancy classes — assembly, educational, residential, 
detention and correctional, business, and mercantile — 
shall be installed either in spaces fully protected by ap- 
proved automatic fire suppression systems (sprinklers, car¬ 
bón dioxide systems, and so forth) or in spaces with a 
1-hour fire rating. 

Informational Note No. 1: For the definition of Occupancy 
Classification, see Section 6.1 of NFPA 101- 2009, Life 
Safety Code. 

Informational Note No. 2: For further information, see 
ANSI/IEEE 493-2007, Recommended Practice for the De- 
sign ofReliable Industrial and Commercial Power Systems. 

[ROP 13-92a] 

(A) Storage Battery. Storage batteries used as a source of 
power for emergency systems shall be of suitable ratiá 
capacity to supply and maintain the total load for 
mum period of 1 Vi hours, without the voltage applied tV 
load falling below 87 Vi percent of normal^ 

Batteries, whether of the acid or aUMT typl 
designed and constructed to meet the jpPireme^ 
gency Service and shall be compatible 
that particular installation. 

For a sealed battery, thej^M^brfiaíI^fcLbe required 
to be transparent. Howev^rtor the iWl acic^^ttery that 
requires water additions^Misparent or tMslucent contain- 
ers shall be fumished. Aufffcative-type Mtteries shall not 
be used. [ROP 13-27] 

An automatic battery charginjk^ms shall be provided. 

(B) Generator Set. 



needed for the operation of the fuel transfer pumps to de- 
liver fuel to a generator set day tank, this pump shall be 
connected to the emergency power system. 

(3) Dual Supplies. Prime movers shall not be solely de- 
pendent on a public utility gas system for their fuel supply 
or municipal water supply for their cooling systems. Means 
shall be provided for automatically transferring from one 
fuel supply to another where dual fuel supplies are used. 

Exception: Where acceptable to the authority having ju- 
risdiction, the use of other than on-site fuels shall be per- 
mitted where there is a low probability of a simultaneous 
failure of both the ojf-site fuel delivery system and power 
from the outside electrical utility company. 

(4) Battery Ppyver and Dampers. Where a storage battery 
is used fojj^^ntrol or signal power or as the means of 
startingJÉfcáme mover, it shall be suitable for the purpose 
and sjpff be esuipped with an automatic charging means 

sendent of^^teenerator set. Where the battery charger 
fféquired for theokration of the generator set, it shall be 
F'connc cjgt l to the emergency system. Where power is re- 
Wor the operation of dampers used to ventílate the 
Kutor set, the dampers shall be connected to the emer- 
system. 

^u xiliary Power Supply. Generator sets that require 
mSrethan 10 seconds to develop power shall be permitted 
if an auxiliary power supply energizes the emergency sys¬ 
tem until the generator can pick up the load. 

(6) Outdoor Generator Sets. Where an outdoor housed 
generator set is equipped with a readily accessible discon- 
necting means in accordance with 445.18, and the discon- 
necting means is located within sight of the building or 
structure supplied, an additional disconnecting means shall 
not be required where ungrounded conductors serve or pass 
through the building or structure. Where the generator sup¬ 
ply conductors termínate at a disconnecting means in or on 
a building or structure, the disconnecting means shall meet 
the requirements of 225.36. [ROP 13-111] 


(1) Prime Mover-Driven. For a generator set driven by a 
prime mover acceptable to the authority having jurisdiction 
and sized in accordance with 700.4, means shall be pro¬ 
vided for automatically starting the prime mover on failure 
of the normal Service and for automatic transfer and opera¬ 
tion of all required electrical circuits. A time-delay feature 
permitting a 15-minute setting shall be provided to avoid 
retransfer in case of short-time reestablishment of the nor¬ 
mal source. 

(2) Internal Combustión Engines as Prime Movers. 

Where internal combustión engines are used as the prime 
mover, an on-site fuel supply shall be provided with an 
on-premises fuel supply sufificient for not less than 2 hours’ 
full-demand operation of the system. Where power is 


Exception: For installations under single management, 
where conditions of maintenance and supervisión ensure 
that only qualified persons will monitor and Service the 
installation and where documented safe switching proce- 
dures are established and maintained for disconnection, the 
generator set disconnecting means shall not be required to 
be located within sight of the building or structure served. 

(C) Uninterruptible Power Supplies. Uninterruptible 
power supplies used to provide power for emergency sys¬ 
tems shall comply with the applicable provisions of 
700.12(A) and (B). 

(D) Sepárate Service. Where approved by the authority 
having jurisdiction as suitable for use as an emergency 
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source of power, an additional Service shall be permitted. 
This Service shall be in accordance with the applicable pro- 
visions of Article 230 and the following additional require- 
ments: 

(1) Sepárate overhead Service conductors, Service drop, un- 
derground Service conductors or Service lateral shall be 
installed [ROP 13-112] 


the wiring methods in Chapter 3. Flexible cord-and- 
plug connection shall be permitted, provided that the 
cord does not exceed 900 mm (3 ft) in length. 

(3) The branch circuit feeding the unit equipment shall be 
the same branch circuit as that serving the normal light- 
ing in the area and connected ahead of any local 
switches. 


(2) The Service conductors for the sepárate Service shall be 
installed sufficiently remóte electrically and physically 
from any other Service conductors to minimize the pos- 
sibility of simultaneous interruption of supply [ROP 
13-112] 

(E) Fuel Cell System. Fuel cell systems used as a source 
of power for emergency systems shall be of suitable rating 
and capacity to supply and maintain the total load for not 
less than 2 hours of full-demand operation. 

Installation of a fuel cell system shall meet the require- 
ments of Parts II through VIII of Article 692. 

Where a single fuel cell system serves as the normal 
supply for the building or group of buildings concemed, it 
shall not serve as the solé source of power for the emer¬ 
gency standby system. 

(F) Unit Equipment. 

(1) Components of Unit Equipment. Individual unit 
equipment for emergency illumination shall 
following: [ROP 13-114] 

(1) A rechargeable battery 

(2) A battery charging means 

(3) Provisions for one or more 
equipment, or shall be peí 
remóte lamps, or both 

(4) A relaying device arrange 
matically upon failure 
equipment 

(2) Installation of Unit Equipment. Unit equipment shall 
be installed in accordance with (1), (2), (3), (4), (5), and 
(6). 

(1) The batteries shall be of suitable rating and capacity to 
supply and maintain at not less than 87'A percent of the 
nominal battery voltage for the total lamp load associ- 
ated with the unit for a period of at least W2 hours, or 
the unit equipment shall supply and maintain not less 
than 60 percent of the initial emergency illumination 
for a period of at least IV2 hours. Storage batteries, 
whether of the acid or alkali type, shall be designed and 
constructed to meet the requirements of emergency ser- 



Exception: In a sepárate and uninterrupted area supplied 
by a mínimum ofthree normal lighting circuits that are not 
part of a multiwire branch circuit, a sepárate branch circuit 
for unit equipment shall be permitted if it originates from 
the same panelboard as that of the normal lighting circuits 
that are not part of a multiwire branch circuit and is pro¬ 
vided with a lock-on feature. [ROP 13-116] 

feeds unit equipment shall be 
distribution panel, 
that obtain power from a unit 
part of the unit equipment shall 
ñpment as required by 700.10 
by oimof the wiríüg methods of Chapter 3. 
(6)'^fcmot^Kads providing lighting for the exterior of an 
>r shall be permitted to be supplied by the unit 
equipüffijat serving the area immediately inside the exit 
13-114] 


Emergency System Circuits for Lighting and 
Power 


1.15 Loads on Emergency Branch Circuits. No appli- 
ances and no lamps, other than those specified as required 
for emergency use, shall be supplied by emergency lighting 
circuits. 

700.16 Emergency Illumination. Emergency illumination 
shall inelude all required means of egress lighting, illumi- 
nated exit signs, and all other lights specified as necessary 
to provide required illumination. 

Emergency lighting systems shall be designed and in¬ 
stalled so that the failure of any individual lighting element, 
such as the burning out of a lamp, cannot leave in total 
darkness any space that requires emergency illumination. 

Where high-intensity discharge lighting such as high- 
and low-pressure sodium, mercury vapor, and metal halide 
is used as the solé source of normal illumination, the emer¬ 
gency lighting system shall be required to opérate until 
normal illumination has been restored. 

Exception: Altemative means that ensure emergency light¬ 
ing illumination level is maintained shall be permitted. 


(2) Unit equipment shall be permanently fixed in place 
(i.e., not portable) and shall have all wiring to each unit 
installed in accordance with the requirements of any of 


700.17 Branch Circuits for Emergency Lighting. Branch 
circuits that supply emergency lighting shall be installed to 
provide Service from a source complying with 700.12 when 
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the normal supply for lighting is interrupted. Such installa- 
tions shall provide either of the following: 

(1) An emergency lighting supply, independent of the nor¬ 
mal lighting supply, with provisions for automatically 
transferring the emergency lights upon the event of 
failure of the normal lighting branch Circuit 

(2) Two or more branch circuits supplied from sepárate 
and complete systems with independent power sources. 
One of the two power sources and systems shall be part 
of the emergency system, and the other shall be permit- 
ted to be part of the normal power source and system. 
Each system shall provide sufficient power for emer¬ 
gency lighting purposes. 

Unless both systems are used for regular lighting pur¬ 
poses and are both kept lighted, means shall be pro- 
vided for automatically energizing either system upon 
failure of the other. Either or both systems shall be 
permitted to be a part of the general lighting of the 
protected occupancy if circuits supplying lights for 
emergency illumination are installed in accordance 
with other sections of this article. 

700.18 Circuits for Emergency Power. For branch cir¬ 
cuits that supply equipment classed as emergency^here 
shall be an emergency supply source to which the lo! 
be transferred automatically upon the failure of the i 
supply. 

700.19 Multi-wire Branch Circuits^ 

serving emergency lighting and pow^® 
part of a multi-wire branch circuit. [H 



(1) Spacing between motion sensors is in accordance with 
manufacturer’s instructions. 

(2) Manual activation is not required to reenergize emer¬ 
gency lighting when the area is occupied. 

(3) A time delay of 15 minutes shall be required after the 
area is vacated prior to extinguishing of lighting for the 
area. 

(4) Motion sensors shall not have a manual-OFF position. 

[ROP 13-119] 

700.21 Switch Location. All manual switches for control- 
ling emergency circuits shall be in locations convenient to 
authorized persons responsible for their actuation. In facili- 
ties covered by Articles 518 and 520, a switch for control- 
ling emerger^k lighting systems shall be located in the 
lobby or ¡n^^lace conveniently accessible thereto. 

In i^^^^shall a control switch for emergency lighting 
be pláfKÍ inl^fcution-picture projection booth or on a stage 
itform. 

iceptim: WhereiKultiple switches are provided, one 
ch^mtch shall be permitted in such locations where ar- 
'd so that it can only energize the circuit but cannot 
’Tgiz.e the circuit. 



Y. Control — Emergency Lightiiq 

700.20 Switch Requira 

(A) Arrangement. The svra^kor suches installed i 
emergency lighting circuits shalk^Wanged so that only 
authorized persons have control emergency lighting. 

[ROP 13-119] 

Exception No. 1: Where two or more single-throw 
switches are connected in parallel to control a single Cir¬ 
cuit, at least one of these switches shall be accessible only 
to authorized persons. 

Exception No. 2: Additional switches that act only to put 
emergency lights into operation but not disconnect them 
shall be permissible. 

(B) Series Connected or Three Way and Four Way 
Switches. Switches connected in series or 3- and 4-way 
switches shall not be used. [ROP 13-119] 

(C) Motion Sensors. Emergency lighting circuits shall be 
permitted to be switched by motion sensors, where all of 
the following conditions are met: 


22^Exterior Lights. Those lights on the exterior of a 
mg that are not required for illumination when there is 
sufficient daylight shall be permitted to be controlled by an 
automatic light-actuated device. 

700.23 Dimmer and Relay Systems. A dimmer or relay 
system containing more than one dimmer or relay and 
listed for use in emergency systems shall be permitted to be 
used as a control device for energizing emergency lighting 
circuits. Upon failure of normal power, the dimmer or relay 
system shall be permitted to selectively energize only those 
branch circuits required to provide minimum emergency 
illumination. All branch circuits supplied by the dimmer or 
relay system cabinet shall comply with the wiring methods 
of Article 700. [ROP 13-120] 

700.24 Automatic Load Control Relay. If an emergency 
lighting load is automatically energized upon loss of the 
normal supply, a listed automatic load control relay shall be 
permitted to energize the load. The load control relay shall 
not be used as transfer equipment. 

VI. Overcurrent Protection 

700.25 Accessibility. The branch-circuit overcurrent de- 
vices in emergency circuits shall be accessible to autho¬ 
rized persons only. 

700.26 Ground-Fault Protection of Equipment. The al¬ 
térnate source for emergency systems shall not be required 
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to have ground-fault protection of equipment with auto- 
matic disconnecting means. Ground-fault indication of the 
emergency source shall be provided in accordance with 
700.6(D) if ground-fault protection of equipment with au- 
tomatic disconnecting means is not provided. [ROP 13- 
122 ] 

700.27 Coordination. Emergency system(s) overcurrent 
devices shall be selectively coordinated with all supply side 
overcurrent protective devices. 


Informational Note No. 1: Legally required standby Sys¬ 
tems are typically installed to serve loads, such as heating 
and refrigeration systems, Communications systems, venti- 
lation and smoke removal systems, sewage disposal, light- 
ing systems, and industrial processes, that, when stopped 
during any interruption of the normal electrical supply, 
could create hazards or hamper rescue or fire-fighting 
operations. 

Informational Note No. 2: See Informational Note Figure 
701.2, No. 2. [ROP 13-130]. 


Exception: Selective coordination shall not be required 
between two overcurrent devices located in series if no 
loads are connected in parallel with the downstream 
device. 


ARTICLE 701 

Legally Required Standby Systems 


I. General 

701.1 Scope. The provisions of this article apply to thí 
electrical safety of the installation, operation, and mainte- 
nance of legally required standby systems consisting of cir- 
cuits and equipment intended to supply, distribut 
trol electricity to required facilities for ilh^^ñatk 
power, or both, when the normal electrical or s’ 

is interrupted. 

The systems covered by this artideconHHKíily 
those that are permanently installed^^^H^tiret^^;lu 
ing the power source. 

Informational Note No. 1 
NFPA 99-2012, Standard for I 

13-129] 

Informational Note No. 2: For further infiWiation regard- 
ing performance of emergency and standby power systems, 
see NFPA 110-2013, Standard for Emergency and Standby 
Power Systems. [ROP 13-129] 

Informational Note No. 3: For further information, see 
ANSI/IEEE 446-1995, Recommended Practice for Emer¬ 
gency and Standby Power Systems for Industrial and Com- 
mercial Applications. 



(A) Conduct or Witness Test. The authority having juris- 
diction shall conduct or witness a test of the complete Sys¬ 
tem upon installation. 

(B) Tested Periodically. Systems shall be tested periodi- 
cally on a schedule and in a manner acceptable to the au¬ 
thority having jurisdiction to ensure the systems are main- 
tained in proper operating condition. 

(C) Battery Systems Maintenance. Where batteries are 
used for control, starting, or ignition of prime movers, the 
authority having jurisdiction shall require periodic mainte- 


701.2 Definition. 

Legally Required Standby Systems. Those systems re¬ 
quired and so classed as legally required standby by mu¬ 
nicipal, State, federal, or other codes or by any governmen- 
tal agency having jurisdiction. These systems are intended 
to automatically supply power to selected loads (other than 
those classed as emergency systems) in the event of failure 
of the normal source. 


(D) Written Record. A written record shall be kept on 
such tests and maintenance. 

(E) Testing Under Load. Means for testing legally re¬ 
quired standby systems under load shall be provided. 

Informational Note: For information on testing and main¬ 
tenance of emergency power supply systems (EPSSs), see 
NFPA 110-2010, Standard for Emergency and Standby 
Power Systems. [ROP 13-131a] 
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701.4 Capacity and Rating. A legally required standby 
system shall have adequate capacity and rating for the sup- 
ply of all equipment intended to be operated at one time. 
Legally required standby system equipment shall be suit- 
able for the máximum available fault current at its termi¬ 
náis. 

The legally required standby altérnate power source 
shall be permitted to supply both legally required standby 
and optional standby system loads under either of the fol- 
lowing conditions: 

(1) Where the altérnate source has adequate capacity to 
handle all connected loads 


than 150 volts to ground and circuit-protective devices 
rated 1000 amperes or more. The sensor for the ground- 
fault signal devices shall be located at, or ahead of, the 
main system disconnecting means for the legally required 
standby source, and the máximum setting of the signal de¬ 
vices shall be for a ground-fault current of 1200 amperes. 
Instructions on the course of action to be taken in event of 
indicated ground fault shall be located at or near the sensor 
location. 

Informational Note: For signáis for generator sets, see 
NFPA 110-2010, Standard for Emergency and Standby 
Power Systems. 


(2) Where automatic selective load pickup and load shed- 
ding is provided that will ensure adequate power to the 
legally required standby circuits 

701.5 Transfer Equipment. 

(A) General. Transfer equipment, including automatic 
transfer switches, shall be automatic and identified for 
standby use and approved by the authority having jurisdic- 
tion. Transfer equipment shall be designed and installed to 
prevent the inadvertent interconnection of normal and altér¬ 
nate sources of supply in any operation of the transfer 
equipment. Transfer equipment and electric power 
tion systems installed to permit operation in parall 
the normal source shall meet the requirements of 
705 . 

(B) Bypass Isolation Switches. Me 
late the transfer switch equipmei 
Where bypass isolation switches are 
allel operation shall be avoid^jj 

(C) Automatic Transfer x Switches. ArtoníS^ transfer 
switches shall be elect^fcüv operated *d mechanically 
held. Automatic transfer s\^^^s, ratedVAC and be- 
low, shall be listed for emerg^^^us^ÍROP 13-132] 

701.6 Signáis. Audible and visual signal devices shall be 
provided, where practicable, for the purposes described in 
701.6(A), (B), (C), and (D). 

(A) Derangement. To indicate derangement of the standby 
source. 




Itandby. A sign shall be placed at the ser- 
mdicating type and location of on-site legally 
Ihy power sources. 

shall not be required for individual unit 
701.12(G). 

mnding. Where removal of a grounding or bonding 
i normal power source equipment interrupts 
rounding electrode conductor connection to the alter- 
naté^^^er source(s) grounded conductor, a waming sign 
r installed at the normal power source equipment 

WARNING 

SHOCK HAZARD EXISTS IF GROUNDING 
ELECTRODE CONDUCTOR OR BONDING JUMPER 
CONNECTION IN THIS EQUIPMENT IS REMOVED 
WHILE ALTERNATE SOURCE(S) IS ENERGIZED. 

The warning sign(s) or label(s) shall comply with 
110.21(B). [ROP 13-133] 

II. Circuit Wiring 

701.10 Wiring Legally Required Standby Systems. The 

legally required standby system wiring shall be permitted to 
occupy the same raceways, cables, boxes, and cabinets with 
other general wiring. 


(B) Carrying Load. To indicate that the standby source is 
carrying load. 

(C) Not Functioning. To indicate that the battery charger 
is not functioning. 

Informational Note: For signáis for generator sets, see 
NFPA 110-2010, Standard for Emergency and Standby 
Power Systems. 

(D) Ground Fault. To indicate a ground fault in solidly 
grounded wye, legally required standby systems of more 


III. Sources of Power 

701.12 General Requirements. Current supply shall be 
such that, in the event of failure of the normal supply to, or 
within, the building or group of buildings concemed, le¬ 
gally required standby power will be available within the 
time required for the application but not to exceed 60 sec- 
onds. The supply system for legally required standby pur¬ 
poses, in addition to the normal Services to the building, 
shall be permitted to comprise one or more of the types of 
systems described in 701.12(A) through (F). Unit equip- 
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ment in accordance with 701.12(G) shall satisfy the appli- 
cable requirements of this article. 

In selecting a legally required standby source of power, 
consideration shall be given to the type of Service to be 
rendered, whether of short-time duration or long duration. 

Consideration shall be given to the location or design, 
or both, of all equipment to minimize the hazards that 
might cause complete failure due to floods, tires, icing, and 
vandalism. 

Informational Note: For further information, see 
ANSI/IEEE 493-2007, Recommended Practice for the De¬ 
sign ofReliable Industrial and Commercial Power Systems. 

[ROP 13-131a] 

(A) Storage Battery. A storage battery shall be of suitable 
rating and capacity to supply and maintain at not less than 
87'/2 percent of system voltage the total load of the circuits 
supplying legally required standby power for a period of at 
least IV 2 hours. 

Batteries, whether of the acid or alkali type, shall be 
designed and constructed to meet the Service requirements 
of emergency Service and shall be compatible with the 
charger for that particular installation. 

For a sealed battery, the container shall not be required 
to be transparent. However, for the lead acid battery thatá" 
requires water additions, transparent or translucent contain- * 
ers shall be furnished. Automotive-type batteries shall not 
be used. [ROP 13-27] 

An automatic battery charging means shalU^provi^g 

(B) Generator Set. 

(1) Prime Mover-Driven. For a gmjg 

prime mover acceptable to the auMnty haTi 
and sized in accordance with^W.4, means 1 W 1 be 7 
vided for automatically starting^^wime moveBipon fail¬ 
ure of the normal Service and fot^ktnmatic¡^Bnsfer and 
operation of all required electrical c^mt^^time-delay 
feature permitting a 15-minute setting sm^oe pro vided to 
avoid retransfer in case of short-time re-establishment of 
the normal source. 

(2) Internal Combustión Engines as Prime Mover. 

Where internal combustión engines are used as the prime 
mover, an on-site fuel supply shall be pro vided with an 
on-premises fuel supply sufficient for not less than 2 hours 
of full-demand operation of the system. Where power is 
needed for the operation of the fuel transfer pumps to de- 
liver fuel to a generator set day tank, the pumps shall be 
connected to the legally required standby power system. 

(3) Dual Supplies. Prime movers shall not be solely de- 
pendent on a public utility gas system for their fuel supply 
or on a municipal water supply for their cooling systems. 
Means shall be provided for automatically transferring one 
fuel supply to another where dual fuel supplies are used. 


Exception: Where acceptable to the authority having ju- 
risdiction, the use of other than on-site fuels shall be per- 
mitted where there is a low probability of a simultaneous 
failure of both the off-site fuel delivery system and power 
from the outside electrical utility company. 

(4) Battery Power. Where a storage battery is used for 
control or signal power or as the means of starting the 
prime mover, it shall be suitable for the purpose and shall 
be equipped with an automatic charging means independent 
of the generator set. 

(5) Outdoor Generator Sets. Where an outdoor housed 
generator set is equipped with a readily accessihle discon- 
necting means in accordance with 445.18, and the discon- 
necting means is lorated within sight of the building or 
structure supplied^radditional disconnecting means shall 
not be require^pKre ungrounded conductors serve or pass 
through the ^^pai^kr structure. Where the generator sup¬ 
ply conduÉ^ors termim^^t a disconnecting means in or on 
a buildpf or structure, fflktisconnecting means shall meet 
th^fuireme^; of 225.36^ROP 13-111] 

(C) Uninterruptible Power Supplies. Uninterruptible 
oower st|fckes used to provide power for legally required 
r sy^k^, shall comply with the applicable provi- 
LR(A) and (B). 

C) Sepárate Service. Where approved, a sepárate Service 
Aill be permitted as a legally required source of standby 
wer. This Service shall be in accordance with the appli- 
•£able provisions of Article 230, with a sepárate Service drop 
or lateral or a sepárate set of overhead or underground 
Service conductors sufficiently remóte electrically and 
physically from any other Service to minimize the possibil- 
ity of simultaneous interruption of supply from an occur- 
rence in another Service. [ROP 13-136] 

(E) Connection Ahead of Service Disconnecting Means. 

Where acceptable to the authority having jurisdiction, con- 
nections located ahead of and not within the same cabinet, 
enclosure, vertical switchgear section, or vertical switch- 
board section as the Service disconnecting means shall be 
permitted. The legally required standby Service shall be 
sufficiently separated from the normal main Service discon¬ 
necting means to minimize simultaneous interruption of 
supply through an occurrence within the building or groups 
of buildings served. [ROP 13-137] 

Informational Note: See 230.82 for equipment permitted 
on the supply side of a Service disconnecting means. 

(F) Fuel Cell System. Fuel cell systems used as a source 
of power for legally required standby systems shall be of 
suitable rating and capacity to supply and maintain the total 
load for not less than 2 hours of full-demand operation. 
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Installation of a fuel cell system shall meet the require- 
ments of Parts II through VIII of Article 692. 

Where a single fuel cell system serves as the normal 
supply for the building or group of buildings concemed, it 
shall not serve as the solé source of power for the legally 
required standby system. 


be required to have ground-fault protection of equipment 
with automatic disconnecting means. Ground-fault indica- 
tion of the legally required standby source shall be pro- 
vided in accordance with 701.6(D) if ground-fault protec¬ 
tion of equipment with automatic disconnecting means is 
not provided. [ROP 13-138] 


(G) Unit Equipment. Individual unit equipment for le¬ 
gally required standby illumination shall consist of the fol¬ 
io wing: 

(1) A rechargeable battery 

(2) A battery charging means 

(3) Provisions for one or more lamps mounted on the 
equipment and shall be permitted to have termináis for 
remóte lamps 

(4) A relaying device arranged to energize the lamps auto- 
matically upon failure of the supply to the unit 
equipment 

The batteries shall be of suitable rating and capacity to 
supply and maintain at not less than 87'A percent of the 
nominal battery voltage for the total lamp load associated 
with the unit for a period of at least IV 2 hours, or the unit 
equipment shall supply and maintain not less than 60 
cent of the initial legally required standby illuminatic 
period of at least IV 2 hours. Storage batteries, whetl 
the acid or alkali type, shall be designed and constructt 
meet the requirements of emergency 

Unit equipment shall be perman evff fixeMjn plac 
(i.e., not portable) and shall have 
installed in accordance with the requíl 
wiring methods in Chapter 3. EJgy^le cü^gind-plug con- 
nection shall be permitted, 
exceed 900 mm (3 ft) inJ^^th. The b^kh ciriSpt feeding 
the unit equipment shall^kthe same br»h circuit as that 
serving the normal lighting^fche area ar«;onnected ahead 
of any local switches. Legallj^kmir^ffandby luminaires 
that obtain power from a unit equnKit and are not part of 
the unit equipment shall be wired to the unit equipment by 
one of the wiring methods of Chapter 3. 

Exception: In a sepárate and uninterrupted area supplied 
by a mínimum ofthree normal lighting circuits, a sepárate 
branch circuit for unit equipment shall be permitted if it 
originates from the same panelboard as that of the normal 
lighting circuits and is provided with a lock-on feature. 


701.27 Coordination. Legally required standby system(s) 
overcurrent devices shall be selectively coordinated with all 
supply-side overcurrent protective devices. 

Exception: Selective coordination shall not be required 
between two overcurrent devices located in series if no 
loads are connected in parallel with the downstream 
device. 


a * 

Optional 


ARTICLE 702 

Standby Systems 


I. General 

7(MkScope. The provisions of this article apply to the 
^^instalfcon and operation of optional standby systems. 
^^^^^hesystems covered by this article consist of those that 
:rmanently installed in their entirety, including prime 
movers, and those that are arranged for a connection to a 
premises wiring system from a portable altérnate power 
supply. 

702.2 Definition. 

Optional Standby Systems. Those systems intended to 
supply power to public or prívate facilities or property 
where life safety does not depend on the performance of the 
system. Optional standby systems are intended to supply 
on-site generated power to selected loads either automati- 
cally or manually. 

Informational Note No. 1: Optional standby systems are 
typically installed to provide an altérnate source of electric 
power for such facilities as industrial and commercial 
buildings, farms, and residences and to serve loads such as 
heating and refrigeration systems, data processing and Com¬ 
munications systems, and industrial processes that, when 
stopped during any power outage, could cause discomfort, 
serious interruption of the process, damage to the product 
or process, or the like. [ROP 13-141] 


IV. Overcurrent Protection 

701.25 Accessibility. The branch-circuit overcurrent de¬ 
vices in legally required standby circuits shall be accessible 
to authorized persons only. 

701.26 Ground-Fault Protection of Equipment. The al¬ 
térnate source for legally required standby systems shall not 


Informational Note No. 2: See Informational Note Figure 
702.2, No. 2. [ROP 13-141] 

702.4 Capacity and Rating. 

(A) Available Short-Circuit Current. Optional standby 
system equipment shall be suitable for the máximum avail¬ 
able short-circuit current at its termináis. 
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Normal 

system 


Normal power 

X 


Altérnate power 
source 


Normal 


M 


S Automatic 
or manual 
transfer 


Optional standby loads 


deliver. The supplementary overcurrent protection devices 
shall be part of a listed transfer equipment. 

Transfer equipment shall be required for all standby 
systems subject to the provisions of this article and for 
which an electric utility supply is either the normal or 
standby source. 

Exception: Temporary connection of a portable generator 
without transfer equipment shall be permitted where condi- 
tions of maintenance and supervisión ensure that only 
qualified persons Service the installation and where the 
normal supply is physically isolated by a lockable discon- 
necting means or by disconnection of the normal supply 
conductors. 


Optional standby system 


Informational Note Figure 702.2, No. 2 Optional Standby 
Systems. [ROP 13-141] 


(B) System Capacity. The calculations of load on the 
standby source shall be made in accordance with Article 
220 or by another approved method. 

(1) Manual Transfer Equipment. Where manual transfer 
equipment is used, an optional standby system shall have' 
adequate capacity and rating for the supply of all equip¬ 
ment intended to be operated at one time. The m 
optional standby system shall be permitted 
load connected to the system. 

(2) Automatic Transfer Equipment. W 

transfer equipment is used, an opt 
shall comply with (2)(a) or (2)(lr 

(a) Full Load. The standbl 
supplying the full load that is 
transfer equipment. 

(b) Load Management. Where a ^™^ris employed 
that will automatically manage the connected load, the 
standby source shall have a capacity sufficient to supply the 
máximum load that will be connected by the load manage- 
ment system. 

702.5 Transfer Equipment. Transfer equipment shall be 
suitable for the intended use and designed and installed so 
as to prevent the inadvertent interconnection of normal and 
altérnate sources of supply in any operation of the transfer 
equipment. Transfer equipment and electric power produc- 
tion systems installed to permit operation in parallel with 
the normal source shall meet the requirements of Article 
705 . 

Transfer equipment, located on the load side of branch 
circuit protection, shall be permitted to contain supplemen- 
tal overcurrent protection having an interrupting rating suf¬ 
ficient for the available fault current that the generator can 



702.6 Signáis. AudMe and visual signal devices shall be 
provided, where i*cticable, for the following purposes. 


ridicate derangement of the optional 


lad. To indTcate that the optional standby 
rig load. 

Signáis shall not be required for portable 
sources. 


.) Standby. A sign shall be placed at the service-entrance 
lipment that indicates the type and location of on-site 
itional standby power sources. A sign shall not be re¬ 
quired for individual unit equipment for standby illumina- 
tion. 

(B) Grounding. Where removal of a grounding or bonding 
connection in normal power source equipment interrupts 
the grounding electrode conductor connection to the altér¬ 
nate power source(s) grounded conductor, a warning sign 
shall be installed at the normal power source equipment 
stating: 

WARNING 

SHOCK HAZARD EXISTS IF GROUNDING 
ELECTRODE CONDUCTOR OR BONDING JUMPER 
CONNECTION IN THIS EQUIPMENT IS REMOVED 
WHILE ALTERNATE SOURCE(S) IS ENERGIZED. 

The warning sign(s) or label(s) shall comply with 
110.21(B). [ROP 13-145] 

(C) Power Inlet. Where a power inlet is used for a tem¬ 
porary connection to a portable generator, a warning sign 
shall be placed near the inlet to indicate the type of derived 
system that the system is capable of based on the wiring of 
the transfer equipment. The sign shall read one of the fol¬ 
lowing: [ROP 13-146] 
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WARNING: 

FOR CONNECTION OF A SEPARATELY DERIVED 
(BONDED NEUTRAL) SYSTEM ONLY 
or 

WARNING: 

FOR CONNECTION OF A NONSEPARATELY DE- 
RIVED (FLOATING NEUTRAL) SYSTEM ONLY 

[ROP 13-146] 


II. Wiring 


ARTICLE 705 

Interconnected Electric Power 
Production Sources 


I. General 

705.1 Scope. This article covers installation of one or more 
electric power production sources operating in parallel with 
a primary source(s) of electricity. 


702.10 Wiring Optional Standby Systems. The optional 
standby system wiring shall be permitted to occupy the 
same raceways, cables, boxes, and cabinets with other gen¬ 
eral wiring. 

702.11 Portable Generator Grounding. 

(A) Separately Derived System. Where a portable op¬ 
tional standby source is used as a separately derived Sys¬ 
tem, it shall be grounded to a grounding electrode in accor- < 
dance with 250.30. 

(B) Nonseparately Derived System. Where a portalá 
tional standby source is used as a nonseparately dS 
system, the equipment grounding conductor shalW 
bonded to the system grounding electrode^ 

702.12 Outdoor Generator Sets. 13-U| 

(A) Permanently Installed Generators and Portable 
Generators Greater Than 15KW. Whé^kmi outdoor 
housed generator set is j^Kpped with^keadil^Hccessible 
disconnecting means in íkordance witWl45.18, and the 
disconnecting means is locaifcwithin sight of the building 
or structure supplied, an addu^^l^Konnecting means 
shall not be required where ungror^Kl conductors serve or 
pass through the building or structure. Where the generator 
supply conductors termínate at a disconnecting means in or 
on a building or structure, the disconnecting means shall 
meet the requirements of 225.36. [ROP 13-111] 

(B) Portable Generators 15 KW or Less. Where a por¬ 
table generator, rated 15 KW or less, is installed using a 
flanged inlet or other cord and plug type connection, a 
disconnecting means shall not be required where un- 
grounded conductors serve or pass through a building or 
structure. [ROP 13-148] 


Informational Note: Examples of the types of primary 
sources inelude a utility supply or an on-site electric power 
source(s). 


Hybrid S yspm . A system comprised of múltiple power 
sourc^^’h^fcDower sources could inelude photovoltaic, 
, micro-n^^k generators, engine-driven generators, 
f others, but do^ot inelude electric power production 
md digtebution netw>rk systems. Energy storage Systems 
oatteries, flywheels, or superconducting magnetic 
fge equipment shall not constitute a power source for 
lose of this definition. The energy regenerated by an 
^overhlfcpig (descending) elevator shall not constitute a 
f. source for the purpose of this definition. [ROP 

iTsb] 

Multimode Inverter. Equipment having capabilities of 
both the utility-interactive inverter and the stand-alone in¬ 
verter. [ROP 4-378, ROP 4-379, ROP 4-381, ROP 
4-382] 

Power Production Equipment. The generating source, 
and all distribution equipment associated with it, that gen- 
erates electricity from a source other than a utility supplied 
Service. 

Informational Note: Examples of power production equip¬ 
ment include such Ítems as generators, solar photovoltaic 
systems, and fuel cell systems. 

Utility-interactive Inverter Output Circuit. The conduc¬ 
tors between the utility interactive inverter and the Service 
equipment or another electric power production source, 
such as a utility, for electrical production and distribution 
network. 

705.3 Other Articles. Interconnected electric power pro¬ 
duction sources shall comply with this article and also with 
the applicable requirements of the articles in Table 705.3. 


705.4 Equipment Approval. All equipment shall be ap- 
proved for the intended use. Utility-interactive inverters for 
interconnection systems shall be listed and identified for 
interconnection Service. 
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Table 705.3 Other Articles 


Equipment/System 

Article 

Generators 

445 

Solar photovoltaic systems 

690 

Fuel cell systems 

692 

Wind electric systems [ROP 4-385] 

694 

Emergency systems 

700 

Legally required standby systems 

701 

Optional standby systems 

702 


705.6 System Installation. Installation of one or more 
electrical power production sources operating in parallel 
with a primary source(s) of electricity shall be installed 
only by qualified persons. 

Informational Note: See Article 100 for the definition of 
Qualified Person. 

705.10 Director y. A permanent plaque or directory, denot- 
ing all electric power sources on or in the premises, shall be 
installed at each Service equipment location and at locations 
of all electric power production sources capable of being 
interconnected. 

Exception: Installations with large numbers of power pro 
duction sources shall be permitted to be designated by 
groups. 

705.12 Point of Connection. The output jé 
nected electric power source shall be conne^ 
in 705.12(A), (B), (C), or (D). 



(A) Supply Side. An electric jjgpver prodf 
shall be permitted to be conned^Cto the suppl^^ide oT the 
Service disconnecting means as pl^ktted in 23«2(6). The 
sum of the ratings of all overcurreraíkvices^Knected to 
power production sources shall not excWy^rrating of the 
Service. 

(B) Integrated Electrical Systems. The outputs shall be 
permitted to be interconnected at a point or points else- 
where on the premises where the system qualifies as an 
integrated electrical system and incorporates protective 
equipment in accordance with all applicable sections of 
Article 685. 

(C) Greater Than 100 kW. The outputs shall be permitted 
to be interconnected at a point or points elsewhere on the 
premises where all of the following conditions are met: 

(1) The aggregate of non-utility sources of electricity has a 
capacity in excess of 100 kW, or the Service is above 
1000 volts. 

(2) The conditions of maintenance and supervisión ensure 
that qualified persons Service and opérate the system. 


(3) Safeguards, documented procedures, and protective 
equipment are established and maintained. 

(D) Utility-Interactive Inverters. The output of a utility- 
interactive inverter shall be permitted to be connected to 
the load side of the Service disconnecting means of the 
other source(s) at any distribution equipment on the pre¬ 
mises. Where distribution equipment, including switchgear, 
switchboards, or panelboards, is fed simultaneously by a 
primary source(s) of electricity and one or more utility- 
interactive inverters, and where fifis distribution equipment 
is capable of supplying múltiple branch circuits or feeders 
or both, the interconnecting provisions for the utility- 
interactive inverter(s) shall comply with (D)(l) through 
(D)(7). [ROP 4-375a, ROP 4-387, ROP 4-402, ROP 
4-403] ^ 

(1) Dedicated Overcurrent and Disconnect. The source 
interconnectí^^^fc^ or more inverters installed in one 
system sh^l^e mad^^yt dedicated Circuit breaker or fus¬ 
ible di^Wnecting meam^k 

(2VT^ms or Gí|n ductor Ampere Rating. For all bus and 

feecSkirru^Pty calculations, 125% of the inverter output 
circuitl^Knt shall be used. In systems where inverter out- 
connel^^is are made at feeders, any load taps must be 
pthe sum of 125% of the inverter(s) output 
it and the rating of the overcurrent device pro- 
feeder conductors as calculated in 240.21(B). 
of the methods in (a)-(d) shall be used to determine 
ratings of busbars in panelboards: 

(a) The sum of 125% of the inverter(s) output circuit 
current and the rating of the overcurrent device protecting 
the busbar shall not exceed the ampacity of the busbar. 

Informational Note: This general rule assumes no limita- 
tion in the number of the loads or sources applied to a 
busbar or their locations. 

(b) Where two sources, one utility and the other an 
inverter, are located at opposite ends of a busbar that con- 
tains loads, the sum of 125% of the inverter(s) output Cir¬ 
cuit current and the rating of the overcurrent device protect¬ 
ing the busbar shall not exceed 120% the ampacity of the 
busbar. The busbar shall be sized for the loads connected in 
accordance with Article 220. A permanent warning label 
shall be applied to the distribution equipment adj acent to 
the backfed breaker from the inverter with the following or 
equivalent wording: 

WARNING: 

INVERTER OUTPUT CONNECTION, 

DO NOT RELOCATE THIS OVERCURRENT DEVICE 
The warning sign(s) or label (s) shall comply with 
110.21(B). 

Exception: Equipment with múltiple ampacity busbars or 
center fed panelboards are not addressed by this provisión. 
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(c) The sum of the ampere ratings of all overcurrent 
devices on panelboards, both load and supply devices, ex- 
cluding the rating of the overcurrent device protecting the 
busbar, shall not exceed the ampacity of the busbar. The 
rating of the overcurrent device protecting the busbar shall 
not exceed the rating of the busbar. Permanent waming 
labels shall be applied to distribution equipment with the 
foliowing or equivalent wording: 


The warning sign(s) or label(s) shall comply with 
110.21(B). 

(7) Wire Harness and Exposed Cable Are Fault Protec- 
tion. Utility interactive inverter(s) that have a wire harness 
or cable output circuit, rated 240V, 30A or less, that is not 
installed within an enclosed raceway, shall be provided 
with Usted AC AFCI protection. 


WARNING: 

THIS EQUIPMENT FED BY MULTIPLE SOURCES. 
TOTAL RATING OF ALL OVERCURRENT DEVICES, 
EXCLUDING MAIN SUPPLY OVERCURRENT DE- 
VICE, 

SHALL NOT EXCEED AMPACITY OF BUSBAR. 

The waming sign(s) or label (s) shall comply with 
110.21(B). 

(d) Connections shall be permitted on múltiple ampac¬ 
ity busbars, or center fed panelboards where designed un- 
der engineering supervisión that inelude fault studies and 
busbar load calculations. 

(3) Marking. Equipment containing overcurrent devices in 
circuits supplying power to a busbar or conductor supphed 
from múltiple sources shaU be marked to indicate ti 
ence of all sources. 

(4) Suitable for Backfeed. Circuit breakerg. if l 
shaU be suitable for such operation. 

Informational Note: Fused disconn^ 
marked, are suitable for backfeedingA 

(5) Fastening. Listed plug-injiypewii' fckers backfed 

from utility-interactive in^pwsthaS rafcmrd identi- 

fied as interactive shall ^^Kermitted t t thMidditional 

fastener normally requirea^k 408.36i r such applica- 

tions. 

(6) Inverter Output ConnectioAfflfiess the panelboard 
is rated not less than the sum of the ampere ratings of all 
overcurrent devices supplying it, a connection in a panel¬ 
board shall be positioned at the opposite (load) end from 
the input feeder location or main circuit location. The bus 
or conductor rating shall be sized for the loads connected in 
accordance with Article 220. In systems with panelboards 
connected in series, the rating of the first overcurrent device 
directly connected to the output of a utility-interactive in- 
verter(s) shall be used in the calculations for all busbars and 
conductors. A permanent waming label shall be applied to 
the distribution equipment with the following or equivalent 
wording: 

WARNING 

INVERTER OUTPUT CONNECTION 

DO NOT RELOCATE THIS OVERCURRENT DE- 

VICE 



705.14 Output Characteristics. The output of a generator 
or other electric power production source operating in par- 
allel with an electrical supply system shall be compatible 
with the voltage, wave shape, and frequeney of the system 
to which it is connected. 

erm compatible does not neces- 
íatching the primary source wave shape. 

705. .6 Interrupting and Short-Circuit Current Rating. 

iaeration T^Ube given to the contribution of fault 
Kénts from alI^Mxonnected power sources for the in- 
Tuptiac and short-iTrcuit current ratings of equipment on 
we systems. 



705í2k Disconnecting Means, Sources. Means shall be 
jrrovia^^ to disconnect all ungrounded conductors of an 
c power production source(s) from all other conduc- 

torsT 

705.21 Disconnecting Means, Equipment. Means shall 
be provided to disconnect power production equipment, 
such as utility interactive inverters or transformers associ- 
ated with a power production source, from all ungrounded 
conductors of all sources of supply. Equipment intended to 
be operated and maintained as an integral part of a power 
production source exceeding 1000 volts shall not be re- 
quired to have a disconnecting means. 

705.22 Disconnect Device. The disconnecting means for 
ungrounded conductors shall consist of a manually or 
power operable switch(es) or circuit breaker(s) with the 
following features: 

(1) Located where readily accessible 

(2) Extemally operable without exposing the operator to 
contad with live parts and, if power operable, of a type 
that could be opened by hand in the event of a power- 
supply failure 

(3) Plainly indicating whether in the open (off) or closed 
(on) position 

(4) Having ratings not less than the load to be carried and 
the fault current to be interrupted. For disconnect 
equipment energized from both sides, a marking shall 
be provided to indicate that all contacts of the discon¬ 
nect equipment might be energized. 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-671 



705.30 


ARTICLE 705 — INTERCONNECTED ELECTRIC POWER PRODUCTION SOURCES 


Informational Note to (4): In parallel generation systems, some 
equipment, including knife blade switches and fuses, is likely 
to be energized from both directions. See 240.40. 

(5) Simultaneous disconnect of all ungrounded conductors 
of the circuit 

(6) Capable of being locked in the open (off) position 

705.30 Overcurrent Protection. Conductors shall be pro- 
tected in accordance with Article 240. Equipment and con¬ 
ductors connected to more than one electrical source shall 
have a sufficient number of overcurrent devices located so 
as to provide protection from all sources. 

(A) Solar Photovoltaic Systems. Solar photovoltaic Sys¬ 
tems shall be protected in accordance with Article 690. 

(B) Transformers. Overcurrent protection for a trans- 
former with a source(s) on each side shall be provided in 
accordance with 450.3 by considering first one side of the 
transformen then the other side of the transformen as the 
primary. 

(C) Fuel Cell Systems. Fuel cell systems shall be pro¬ 
tected in accordance with Article 692. 

(D) Utility-Interactive Inverters. Utility-interactive 
verters shall be protected in accordance with 705.65. 

(E) Generators. Generators shall be protectec 
dance with 705.130. 

705.31 Location of Overcurrent Protecti 

protection for electric power producdu 
connected to the supply side of ti 
means per 705.12(A), shall bewithin^ Bi <1 O^HKif 
the point where the electric po^fc iduction mirce con¬ 
ductors are connected to the serva ROP 4-410a] 

Informational Note: This overcurrent hbdii protects 
against short-circuit current supplied frOTH the primary 
source(s) of electricity. [ROP 4-410a] 

Exception: Where the overcurrent protection for the power 
production source is located more than 3 m (10 ft) from the 
point of connection for the electric power production 
source to the Service, cable limiters or current limited Cir¬ 
cuit breakers for each ungrounded conductor shall be in- 
stalled at the point where the electric power production 
conductors are connected to the Service. [ROP 4^410a] 

705.32 Ground-Fault Protection. Where ground-fault 
protection is used, the output of an interactive system shall 
be connected to the supply side of the ground-fault protec¬ 
tion. 

Exception: Connection shall be permitted to be made to 
the load side of ground-fault protection, provided that there 



is ground-fault protection for equipment from all ground- 
fault current sources. 

705.40 Loss of Primary Source. Upon loss of primary 
source, an electric power production source shall be auto- 
matically disconnected from all ungrounded conductors of 
the primary source and shall not be reconnected until the 
primary source is restored. 

Exception: A Usted utility-interactive inverter shall be per¬ 
mitted to automatically cease exporting power upon loss of 
primary source and shall not be required to automatically 
disconnect all ungrounded conductors from the primary 
source. A Usted utility-interactive inverter shall be permit¬ 
ted to automatically or manually resume exporting power 
to the utility once th^primary source is restored. 

Informationa^^KNo. 1: Risks to personnel and equip- 
y^KlB^^he primary source could occur if an 
Be ti ve eB^k power production source can op- 
intentionaí^^wl. Special detection methods are 
i determine that a primary source supply system 
[ge has oAurred and whether there should be automatic 
When the primary source supply system is 
:ial detection methods can be required to limit 
exposB^pf power production sources to out-of-phase 
reconnec^_^ 

Note No. 2: Induction-generating equip- 
TrlWystems with significant capacitance can become 
self-excited upon loss of the primary source and experience 
severe overvoltage as a result. 

A utility-interactive inverter shall be permitted to opér¬ 
ate as a stand-alone system to supply loads that have been 
disconnected from electrical production and distribution 
network sources. 

705.42 Loss of 3-Phase Primary Source. A 3-phase elec¬ 
tric power production source shall he automatically discon¬ 
nected from all ungrounded conductors of the intercon- 
nected systems when one of the phases of that source 
opens. This requirement shall not be applicable to an elec¬ 
tric power production source providing power for an emer- 
geney or legally required standby system. 

Exception: A Usted utility-interactive inverter shall be per¬ 
mitted to automatically cease exporting power when one of 
the phases of the source opens and shall not be required to 
automatically disconnect all ungrounded conductors from 
the primary source. A Usted utility-interactive inverter shall 
be permitted to automatically or manually resume export¬ 
ing power to the utility once all phases of the source are 
restored. 

705.50 Grounding. Interconnected electric power produc¬ 
tion sources shall be grounded in accordance with Article 
250. 
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Exception: For direct-current systems connected through 
an inverter directly to a grounded Service, other methods 
that accomplish equivalent system protection and that uti- 
lize equipment Usted and identified for the use shall be 
permitted. 

II. Utility-Interactive Inverters 


rent protection from all sources is provided for conductors 
and modules. 

(B) Power Transformers. Overcurrent protection for a 
transformer with a source(s) on each side shall be provided 
in accordance with 450.3 by considering first one side of 
the transformer, then the other side of the transformer, as 
the primary. 


705.60 Circuit Sizing and Current. 

(A) Calculation of Máximum Circuit Current. The 

máximum current for the specific circuit shall be calculated 
in accordance with 705.60 (A)(l) and (A)(2). 

(1) Inverter Input Circuit Currents. The máximum cur¬ 
rent shall be the máximum rated input current of the in¬ 
verter. [ROP 4-412] 

(2) Inverter Output Circuit Current. The máximum cur¬ 
rent shall be the inverter continuous output current rating. 

(B) Ampacity and Overcurrent Device Ratings. Inverter 
system currents shall be considered to he continuous. The 
circuit conductors and overcurrent devices shall be sized to * 
carry not less than 125 percent of the máximum currents as 
calculated in 705.60(A). The rating or setting of o^sur- 
rent devices shall be permitted in accordance with 24^ 
and (C). 

Exception: Circuits containing an assembl 
its overcurrent device(s) that is Usted fojA 
tion at 100 percent of its rating shcJ^me permitfed ti 
utilized at 100 percent of its rating. 

705.65 Overcurrent Protectipl 

(A) Circuits and Equipment. I n vert$®nput Wc u ¡ ts, in¬ 
verter output circuits, anc^MTige battery*rcuit conductors 
and equipment shall be prc^kted in auMrdance with the 
requirements of Article 240. o^taii^ffmnected to more 
than one electrical source shall overcurrent devices 
located so as to provide overcurrent protection from all 
sources. 

Exception: An overcurrent device shall not be requiredfor 
circuit conductors sized in accordance with 705.60(B) and 
located where one of the following applies: 


(1) There are no external sources such as parallel- 
connected source circuits, batteries, or backfeed from 
inverters. 


Exception: A power transformer with a current rating on 
the side connected toward the utility-ínteractive inverter 
output that is not less than the rated continuous output 
current of the inverter shall be permitted without overcur¬ 
rent protection from that source. 

705.70 Utilitwlnteractive Inverters Mounted in Not- 
Readily-Acceissible Locations. Utility-interactive inverters 
shall be u^Ktted to be mounted on roofs or other exterior 
areas Jp^T^^not readily accessible. These installations 
shatt romply^^kfl) through (4): 

Y A. direct-currafcrtsconnecting means shall be mounted 
¡i sight of ^rín the inverter. 
J^Faltemating-current disconnecting means shall be 
mounted within sight of or in the inverter. 

additional alternating-current disconnecting means 
fo^fie inverter shall comply with 705.22. 

►plaque shall be installed in accordance with 705.10. 

705.80 Utility-interactive Power Systems Employing 
Energy Storage. Utility-interactive power systems em¬ 
ploying energy storage shall also be marked with the máxi¬ 
mum operating voltage, including any equalization voltage, 
and the polarity of the grounded circuit conductor. 

705.82 Hybrid Systems. Hybrid systems shall be permit¬ 
ted to be interconnected with utility-interactive inverters. 

705.95 Ampacity of Neutral Conductor. The ampacity of 
the neutral conductors shall comply with either (A) or (B). 

(A) Neutral Conductor for Single Phase, 2-Wire In¬ 
verter Output. If a single-phase, 2-wire inverter output is 
connected to the neutral and one ungrounded conductor 
(only) of a 3-wire system or of a 3-phase, 4-wire, wye- 
connected system, the máximum load connected between 
the neutral and any one ungrounded conductor plus the 
inverter output rating shall not exceed the ampacity of the 
neutral conductor. 


(2) The short-circuit currents from all sources do not ex¬ 
ceed the ampacity of the conductors. 

Informational Note: Possible backfeed of current from any 
source of supply, including a supply through an inverter 
into the inverter output circuit and inverter source circuits, 
is a consideration in determining whether adequate overcur- 


(B) Neutral Conductor for Instrumentation, Voltage 
Detection or Phase Detection. A conductor used solely for 
instrumentation, voltage detection, or phase detection and 
connected to a single-phase or 3-phase utility-interactive 
inverter, shall be permitted to be sized at less than the 
ampacity of the other current-carrying conductors and shall 
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be sized equal to or larger than the equipment grounding 
conductor. 

705.100 Unbalanced Interconnections. 

(A) Single Phase. Single-phase inverters for hybrid Sys¬ 
tems and ac modules in interactive hybrid systems shall not 
be connected to 3-phase power systems unless the intercon- 
nected system is designed so that significant unbalanced 
voltages cannot result. 

(B) Three Phase. Three-phase inverters and 3-phase ac 
modules in interactive systems shall have all phases auto- 
matically de-energized upon loss of, or unbalanced, voltage 
in one or more phases unless the interconnected system is 
designed so that significant unbalanced voltages will not 
result. 


III. Generators 

705.130 Overcurrent Protection. Conductors shall be 
protected in accordance with Article 240. Equipment and 
conductors connected to more than one electrical source 
shall have overcurrent devices located so as to provide pro¬ 
tection from all sources. Generators shall be protected in 
accordance with 445.12. 


705.143 Synchronous Generators. Synchronoussenera- 
tors in a parallel system shall be provided witl 
sary equipment to establish and maintain a m 
condition. 


ARTIC] 
Critical Operations 
(COP! 



govemmental agency having jurisdiction or by facility en- 
gineering documentation establishing the necessity for such 
a system. These systems inelude but are not limited to 
power systems, HVAC, tire alarm, security, Communica¬ 
tions, and signaling for designated critical operations areas. 

Informational Note No. 1: Critical operations power sys¬ 
tems are generally installed in vital infrastructure facilities 
that, if destroyed or incapacitated, would disrupt national 
security, the economy, public health or safety; and where 
enhanced electrical infrastructure for continuity of opera- 
tion has been deemed necessary by govemmental authority. 
Informational Note No. 2: For further information on di- 
saster and emergeney management, see NFPA 1600- 2013, 
Standard on Disaster/Emergency Management and Busi¬ 
ness Continuity Programs. [ROP 13-154] 

Informational Not^fcp. 3: For further information regard- 
ing performancí^^remergency and standby power systems, 
NFPA llü^^Ll, Standard for Emergeney and Standby 
Power 13-154] 

Inforrq^enal Note For further information regard- 

¡rmance and mS^^nance of emergeney systems in 
¿icilities, se^^FPA 99-2012, Standard for 
úth Cqfacilities. [ROP 13-154] 

mal Note No. 5: For specification of locations 
¡rgeney lighting is considered essential to life 
3 A 701-2012, Life Safety Code, or the appli- 
code. [ROP 13-154, ROP 13-154a] 

(nal Note No. 6: For further information regard- 
íng physical security, see NFPA 730-2011, Guide for Pre¬ 
mises Security. [ROP 13-154] 

Informational Note No. 7: Threats to facilities that may 
require transfer of operation to the critical systems inelude 
both naturally occurring hazards and human-caused events. 
See also A.5.3.2 of NFPA 7500-2013. [ROP 13-154] 

Informational Note No. 8: See Informative Annex F, 
Availability and Reliability for Critical Operations Power 
Systems; and Development and Implementation of Func- 
tional Performance Tests (FPTs) for Critical Operations 
Power Systems. 

Informational Note No. 9; See Informative Annex G, Su- 
pervisory Control and Data Acquisition (SCADA). 


Informational Note: Text that is followed by a reference in 
brackets has been extracted from NFPA 7500-2010, Stan¬ 
dard on Disaster/Emergency Management and Business 
Continuity Programs. Only editorial changes were made to 
the extracted text to make it consistent with this Code. 

I. General 

708.1 Scope. The provisions of this article apply to the 
installation, operation, monitoring, control, and mainte- 
nance of the portions of the premises wiring system in¬ 
tended to supply, distribute, and control electricity to des¬ 
ignated critical operations areas (DCOA) in the event of 
disruption to elements of the normal system. 

Critical operations power systems are those systems so 
classed by municipal, State, federal, or other codes by any 


708.2 Definitions. 

Commissioning. The acceptance testing, integrated system 
testing, operational tune-up, and start-up testing is the pro- 
cess by which baseline test results verify the proper opera¬ 
tion and sequence of operation of electrical equipment, in 
addition to developing baseline criteria by which future 
trend analysis can identify equipment deterioration. 

Critical Operations Power Systems (COPS). Power sys¬ 
tems for facilities or parts of facilities that require continu- 
ous operation for the reasons of public safety, emergeney 
management, national security, or business continuity. 

Informational Note: See Informational Note Figure 708.2 

[ROP 13-156] 
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m 


Automatic 

switching 

equipment 


"ir 


Critical operations power system 

Informational Note Figure 708.2 Critical Operations Power 
Systems (COPS). [ROP 13-156] 

Designated Critical Operations Areas (DCOA). Areas 
within a facility or site designated as requiring critical op¬ 
erations power. 

Supervisory Control and Data Acquisition (SG 

An electronic system that provides monitoring and c< 
for the operation of the critical operations power syl 
This can inelude the fire alarm system, security sys 
control of the HVAC, the start/stop/i 
power supplies and electrical distributi|fcystemMn 
tion and Communications equipment^Kgmeq 
nel, facility occupants, and remóte opa 

708.4 Risk Assessment. "assé’&i^nt T^kcritical op¬ 
erations power systems^ffu be docuiSited eSh shall be 
conducted in accordance^Bh 708.4(A) ■ough (C). 

Informational Note: Chapte^kGVFfij^^0O-2OlO, Stan¬ 
dard on Disaster/Emergency ^^mu^pent and Business 
Continuity Programs, provides ac^nonal guidance con- 
ceming risk assessment and hazard analysis. 


implemented to mitígate the hazards that have not been 
sufficiently mitigated by the prescriptive requirements of 
this Code. 

708.5 Physical Security. Physical security shall be pro- 
vided for critical operations power systems in accordance 
with 708.5(A) and (B). 

(A) Risk Assessment. Based on the results of the risk as¬ 
sessment, a strategy for providing physical security for 
critical operations power systems shall be developed, docu- 
mented, and implemented. 

(B) Restricted Access. Electrical circuits and equipment 
for critical operations power systems shall be accessible to 
qualified persaanel only. 

Maintenance. 

itness Test. The authority having juris- 
witness a test of the complete sys- 
id periodically afterward. 

d Periodically. Systems shall be tested periodi- 
schedule acceptable to the authority having ju- 
to ensure the systems are maintained in proper 
condi tion. 

(C) "ÍVIaintenance. The authority having jurisdiction shall 
require a documented preventive maintenance program for 
critical operations power systems. 

Informational Note: For information conceming mainte¬ 
nance, see NFPA 70B-2010, Recommended Practice for 
Electrical Equipment Maintenance. [ROP 13-154a] 

(D) Written Record. A written record shall be kept of 
such tests and maintenance. 

(E) Testing Under Load. Means for testing all critical 
power systems during máximum anticipated load condi- 
tions shall be provided. 



(A) Conducting Risk Assessment. In critical operations 
power systems, risk assessment shall be performed to iden- 
tify hazards, the likelihood of their occurrence, and the 
vulnerability of the electrical system to those hazards. 


Informational Note: For information conveming testing 
and maintenance of emergeney power supply systems 
(EPSSs) that are also applicable to COPS, see NFPA 110- 
2010, Standard for Emergeney and Standby Power Systems. 

[ROP 13-154a] 


(B) Identification of Hazards. Hazards to be considered 
at a minimum shall inelude, but shall not be limited to, the 
folio wing: 

(1) Naturally occurring hazards (geological, meteorologi- 
cal, and biological) 

(2) Human-caused events (accidental and intentional) 
[1600:5.3.2] 


708.8 Commissioning. 

(A) Commissioning Plan. A commissioning plan shall be 
developed and documented. 

Informational Note: For further information on developing 
a commissioning program see NFPA 70B-2010, Recom¬ 
mended Practice for Electrical Equipment Maintenance. 


(C) Developing Mitigation Strategy. Based on the results (B) Component and System Tests. The installation of the 

of the risk assessment, a strategy shall be developed and equipment shall undergo component and system tests to 
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ensure that, when energized, the system will function prop- 
erly. 

(C) Baseline Test Results. A set of baseline test results 
shall be documented for comparison with future periodic 
maintenance testing to identify equipment deterioration. 

(D) Functional Performance Tests. A functional perfor¬ 
mance test program shall be established, documented, and 
executed upon complete installation of the critical system 
in order to establish a baseline reference for future perfor¬ 
mance requirements. 

Informational Note: See Informative Annex F for more 
information on developing and implementing a functional 
performance test program. 


II. Circuit Wiring and Equipment 
708.10 Feeder and Branch Circuit Wiring. 

(A) Identification. 

(1) Boxes and Enclosures. In a building or at a structure 
where a critical operations power system and any other 
type of power system is present, all boxes and enclosures 
(including transfer switches, generators, and power panels) 
for critical operations power system circuits shall be per- 
manently marked so they will be readily identified as 
component of the critical operations power systej 
13-159] 

(2) Receptacle Identification. In a buii 

COPS are present with other types of power^toj^Fs de^ 
scribed in other sections in this artic^J^fcgove^fcles for 
the receptacles or the receptacleywnselvei^^plu 
the COPS shall have a distinctj^Jcolor or mai 
be readily identifiable. 

Exception: If the COPS supplies power to c^KOA that is 
a stand-alone building, receptacle cov&Bfnes or the r 
ceptacles themselves shall not be requireato have distinc- 
tive marking. 


age. Wiring methods shall be permitted to be installed in 
accordance with the following: 

(1) Rigid metal conduit, intermedíate metal conduit, or 
Type MI cable. 

(2) Where encased in not less than 50 mm (2 in.) of con¬ 
crete, any of the following wiring methods shall be 
permitted: 

a. Schedule 40 or Schedule 80 rigid polyvinyl chloride 
conduit (Type PVC) 

b. Reinforced thermosetting resin conduit (Type 
RTRC) 

c. Electrical metallic tubing (Type EMT) 

d. Flexible nonmetallic or jacketed metallic raceways 

e. Jacketed metallic cable assemblies listed for instal¬ 
lation ii 

made for flexibihty at equip- 
more of the following shall 


Flexible metal conB^ with listed fittings 
Liqu^Kht flexible metal conduit with listed fittings 




(2) Fire Protection for Feeders. Feeders shall meet one of 
lije follo^^kconditions: 

^JistSr electrical circuit protective system with a 
I 2-hour fire rating 

Informational Note: UL guide information for electrical 
circuit protection systems (FHIT) contains information on 
>per installation requirements to maintain the fire rating. 

T2) Be protected by a listed fire-rated assembly consisting 
of gypsum wallboard, concrete, or other material that 
has a minimum fire rating of 2 hours [ROP 13-167] 

(3) Floodplain Protection. Where COPS feeders are in¬ 
stalled below the level of the 100-year floodplain, the insu- 
lated circuit conductors shall be listed for use in a wet 
location and be installed in a wiring method that is permit¬ 
ted for use in wet locations. 


(B) Wiring. Wiring of two or more COPS circuits supplied 
from the same source shall be permitted in the same race- 
way, cable, box, or cabinet. Wiring from a COPS source or 
COPS source distribution overcurrent protection to critical 
loads shall be kept entirely independent of all other wiring 
and equipment. 

Exception: Where the COPS feeder is installed in transfer 
equipment enclosures. 

(C) COPS Feeder Wiring Requirements. COPS feeders 
shall comply with 708.10(C)(1) through (C)(3). 

(1) Protection Against Physical Damage. The wiring of 
the COPS system shall be protected against physical dam- 


(D) COPS Branch Circuit Wiring. 

(a) Outside the DCOA. COPS branch circuits installed 
outside the DCOA shall comply with the physical and fire 
protection requirements of 708.10(C)(1) through (C)(3). 

(b) Within the DCOA. Any of the wiring methods rec- 
ognized in Chapter 3 of this Code shall be permitted within 
the DCOA. 

708.11 Branch Circuit and Feeder Distribution Equip¬ 
ment. 

(A) Branch Circuit Distribution Equipment. COPS 
branch circuit distribution equipment shall be located 
within the same DCOA as the branch circuits it supplies. 
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708.20 


(B) Feeder Distribution Equipment. Equipment for 
COPS feeder circuits (including transfer equipment, trans- 
formers, and panelboards) shall comply with (1) and (2). 

(1) Be located in spaces with a 2-hour fire resistance rating 

(2) Be located above the 100-year floodplain. 

708.12 Feeders and Branch Circuits Supplied by 
COPS. Feeders and branch circuits supplied by the COPS 
shall supply only equipment specified as required for criti- 
cal operations use. 

708.14 Wiring of HYAC, Fire Alarm, Security, Emer- 
gency Communications, and Signaling Systems. All con- 
ductors or cables shall be installed using any of the metal 
wiring methods permitted by 708.10(C)(1) and, in addition, 
shall comply with 708.14(1) through (8), as applicable. 

(1) All cables for fire alarm, security, signaling systems, 
and emergency Communications shall be shielded 
twisted pair cables or installed to comply with the per¬ 
formance requirements of the system. [ROP 13-170] 

(2) Shields of cables for fire alarm, security, signaling Sys¬ 
tems, and emergency Communications shall be ar- 
ranged in accordance with manufacturers published in- 
stallation instructions. [ROP 13-170] 

(3) Optical fiber cables shall be used for connectioJ 
tween two or more buildings on the property and 
single management. 

(4) A listed primary protector shall 
munications circuits. Listed sec< 
be provided at the termináis of' 
circuits. 

(5) Conductors for all conü^Kircm 
shall be rated not l^Mian 600 vol 

(6) Communications, fir^ktarm, and ■¡naling circuits 
shall use relays with comAkratin^yfat exceed circuit 
voltage and current ratings ikh«ontrolled circuit. 

(7) All cables for fire alarm, secimty, and signaling Sys¬ 
tems shall be riser-rated and shall be a listed 2-hour 
electrical circuit protective system. Emergency com- 
munication cables shall be Type CMR-CI or shall be 
riser-rated and a listed 2-hour electrical circuit protec¬ 
tive system. [ROP 13-171] 

(8) Control, monitoring, and power wiring to HVAC Sys¬ 
tems shall be a listed 2-hour electrical circuit protective 
system. 

III. Power Sources and Connection 
708.20 Sources of Power. 

(A) General Requirements. Current supply shall be such 
that, in the event of failure of the normal supply to the 
DCOA, critical operations power shall be available within 


0 volts 


the time required for the application. The supply system for 
critical operations power, in addition to the normal Services 
to the building and meeting the general requirements of this 
section, shall be one or more of the types of systems de- 
scribed in 708.20(E) through (H). 

Informational Note: Assignment of degree of reliability of 
the recognized critical operations power system depends on 
the careful evaluation in accordance with the risk 
assessment. 

(B) Fire Protection. Where located within a building, 
equipment for sources of power as described in 708.20(E) 
through (H) shall be installed either in spaces fully pro- 
tected by approved automatic fire suppression systems 
(sprinklers, carbón dioxide systems, and so forth) or in 
spaces witba^hour fire rating. 

;. All sources of power shall be grounded as 
sd source in accordance with 250.30. 

Wception: WheW^ke equipment containing the main 
londin^iumper or system bonding jumper for the normal 
Wmd the feeder wiring to the transfer equipment are 
n accordance with 708.10(C) and 708.11(B). 

Surge Protection Devices. Surge protection devices 
J?e provided at all facility distribution voltage levels. 

(E) Storage Battery. An automatic battery charging 
means shall be provided. Batteries shall be compatible with 
the charger for that particular installation. For a sealed bat¬ 
tery, the container shall not be required to be transparent. 
However, for the lead acid battery that requires water addi- 
tions, transparent or translucent containers shall be fur- 
nished. Automotive-type batteries shall not be used. [ROP 
13-27] 

(F) Generator Set. 

(1) Prime Mover-Driven. Generator sets driven by a 
prime mover shall be provided with means for automati- 
cally starting the prime mover on failure of the normal 
Service. A time-delay feature permitting a minimum 15- 
minute setting shall be provided to avoid retransfer in case 
of short-time reestablishment of the normal source. 

(2) Power for fuel transfer pumps. Where power is 
needed for the operation of the fuel transfer pumps to de- 
liver fuel to a generator set day tank, this pump shall be 
connected to the COPS. 

(3) Dual Supplies. Prime movers shall not be solely de- 
pendent on a public utility gas system for their fuel supply 
or municipal water supply for their cooling systems. Means 
shall be provided for automatically transferring from one 
fuel supply to another where dual fuel supplies are used. 
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(4) Battery Power and Dampers. Where a storage battery 
is used for control or signal power or as the means of 
starting the prime mover, it shall be suitable for the purpose 
and shall be equipped with an automatic charging means 
independent of the generator set. Where the battery charger 
is required for the operation of the generator set, it shall be 
connected to the COPS. Where power is required for the 
operation of dampers used to ventílate the generator set, the 
dampers shall be connected to the COPS. 


708.22 Capacity of Power Sources. 

(A) Capacity and Rating. A COPS shall have capacity 
and rating for all loads to he operated simultaneously for 
continuous operation with variable load for an unlimited 
number of hours, except for required maintenance of the 
power source. A portable, temporary, or redundant altérnate 
power source shall be available for use whenever the COPS 
power source is out of Service for maintenance or repair. 


(5) Outdoor Generator Sets. 

(a) Permanently Installed Generators and Portable 
Generators Greater than 15KW. Where an outdoor housed 
generator set is equipped with a readily accessible discon- 
necting means in accordance with 445.18, and the discon- 
necting means is located within sight of the building or 
structure supplied, an additional disconnecting means shall 
not be required where ungrounded conductors serve or pass 
through the building or structure. Where the generator sup- 
ply conductors terminate at a disconnecting means in or on 
a building or structure, the disconnecting means shall meet 
the requirements of 225.36. [ROP 13-172a] 

(b) Portable Generators 15 KW or Less. Where a por¬ 
table generator, rated 15 KW or less, is installed using a^ 
flanged inlet or other cord and plug type connection, a 
disconnecting means shall not be required where un- t 
grounded conductors serve or pass through a bu ilding or 
structure. [ROP 13-172a] 

(6) Mean for Connecting Portable or Ve] 

Generator. Where the COPS is supplied Ir 
erator, a means to connect a portableorvi 
generator shall be provided. 

(7) On-Site Fuel Supply. Wh^ipnternal cor|l: 

gines are used as the prime m^^Kan on-site 1 
shall be provided. The on-site fuel^Mjly sha^Be secured 
and protected in accordance with the^^Ka|^Rsment. 

(G) Uninterruptible Power Supplies. Uninterruptible 
power supplies used as the solé source of power for COPS 
shall comply with the applicable provisions of 708.20(E) 
and (F). 

(H) Fuel Cell System. Installation of a fuel cell system 
shall meet the requirements of Parts II through VIII of 
Article 692. 

708.21 Ventilation. Adequate ventilation shall be provided 
for the altérnate power source for continued operation un- 
der máximum anticipated ambient temperatures. 



(B) Selective Load Pickup, Load Shedding, and Peak 
Load Shaving. The altérnate power source shall be permit- 
ted to supply COPS emergency, legally required standby, 
and optional loads where the source has adequate capacity 
or where automatic selective load pickup and load shedding 
is provided as needed to ensure adequate power to (1) the 
COPS and emerg|^^ circuits, (2) the legally required 
standby circuit^^rd (3) the optional standby circuits, in 
that order o^^ro^^^The altérnate power source shall be 
permitted^;Te usea^^reak load shaving, provided these 
conditi|^rare met. 

load-¿having openfcon shall be permitted for sat- 
isl^Kzthe^^requirement of 708.6(B), provided all other 
condn^^w 708.6 are met. 

Duraft |k of COPS Operation. The altérnate power 
hall n^capable of operating the COPS for a mini- 
Sours at full load of DCOA with a steady-state 
Ttage within ±10 percent of nominal utilization voltage. 

1.24 Transfer Equipment. 

ik) General. Transfer equipment, including automatic 
transfer switches, shall be automatic and identified for 
emergency use. Transfer equipment shall be designed and 
installed to prevent the inadvertent interconnection of nor¬ 
mal and critical operations sources of supply in any opera¬ 
tion of the transfer equipment. Transfer equipment and 
electric power production systems installed to permit op¬ 
eration in parallel with the normal source shall meet the 
requirements of Article 705 . 

(B) Bypass Isolation Switches. Means shall be permitted 
to bypass and isolate the transfer equipment. Where bypass 
isolation switches are used, inadvertent parallel operation 
shall be avoided. 

(C) Automatic Transfer Switches. Where used with 
sources that are not inherently synchronized, automatic 
transfer switches shall comply with (C)(l) and (C)(2). 

(1) Automatic transfer switches shall he listed for emer¬ 
gency use. 


Informational Note: NFPA 110-2010, Standard for Emer¬ 
gency and Standby Power Systems, and NFPA 111-2010, 
Standard for Stored Energy Emergency and Standby Power 
Systems, inelude additional information on ventilation air 
for combustión and cooling. 


(2) Automatic transfer switches shall be electrically oper¬ 
ated and mechanically held. 

(D) Use. Transfer equipment shall supply only COPS 
loads. 
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708.30 Branch Circuits Supplied by COPS. Branch cir- 
cuits supplied by the COPS shall only supply equipment 
specified as required for critical operations use. 

IY. Overcurrent Protection 

708.50 Accessibility. The feeder- and branch-circuit over¬ 
current devices shall be accessible to authorized persons 
only. 

708.52 Ground-Fault Protection of Equipment. 

(A) Applicability. The requirements of 708.52 shall apply 
to critical operations (including múltiple occupancy build- 
ings) with critical operation areas. 

(B) Feeders. Where ground-fault protection is provided 
for operation of the Service disconnecting means or feeder 
disconnecting means as specified by 230.95 or 215.10, an 
additional step of ground-fault protection shall be provided 
in all next level feeder disconnecting means downstream 
toward the load. Such protection shall consist of overcur¬ 
rent devices and current transformers or other equivalent 
protective equipment that causes the feeder disconnecting 
means to open. 

The additional levels of ground-fault protectioi 
not be installed on electrical systems that are not 
grounded wye systems with greater than 150 voll 
ground but not exceeding 1000 volts phase-^jgg^jase. [1 
13-174] 

(C) Testing. When equipment groi 
first installed, each level shall be 
ground-fault protection is opei 

Informational Note: 
ground-fault function iq^Berational. 
is not intended to verify^^^tivity ir 
often coordinated similarlyH 
time and current curves and pm| 

(Selectivity of fuses and Circuit dM 
tested for overload and short circuí 

(D) Selectivity. Ground-fault protection for operation of 
the Service and feeder disconnecting means shall be fully 
selective such that the feeder device, but not the Service 
device, shall open on ground faults on the load side of the 
feeder device. Separation of ground-fault protection time- 
current characteristics shall conform to manufacturer’s rec- 
ommendations and shall consider all required tolerances 
and disconnect operating time to achieve 100 percent selec¬ 
tivity. [ROP 13-175] 

Informational Note: See 230.95, Informational Note No. 

4, for transfer of altérnate source where ground-fault pro¬ 
tection is applied. 

708.54 Coordination. Critical operations power system(s) 
overcurrent devices shall be selectively coordinated with all 
supply side overcurrent protective devices. 




Exception: Selective coordination shall not be required 
between two overcurrent devices located in series if no 
loads are connected in parallel with the downstream de¬ 
vice. [ROP 13-177, ROP 13-178] 

V. System Performance and Analysis 

708.64 Emergency Operations Plan. A facility with a 
COPS shall have documented an emergency operations 
plan. The plan shall consider emergency operations and 
response, recovery, and continuity of operations. 

Informational Note: NFPA 1600- 2010, Standard on 
Disaster/Emergency Management and Business Continuity 
Programs, Section 5.7, provides guidance for the develop- 
^ementation of emergency plans. 


1TICLE 720 
[uipment Operating at 
Than 50 Volts 


ipe. This article covers installations operating at 
tan 50 volts, direct current or alternating current. 

720.2 Other Articles. Direct current or altemating-current 
installations operating at less than 50 volts, as covered in 

411.1 through 411.7; Part VI of Article 517; Part II of 
Article 551; Parts II and III and 552.60(B) of Article 552; 

650.1 through 650.8; 669.1 through 669.9; Parts I and VIII 
of Article 690; Parts I and III of Article 725; or Parts I and 
III of Article 760 shall not be required to comply with this 
article. 

720.3 Hazardous (Classified) Locations. Installations 
within the scope of this article and installed in hazardous 
(classified) locations shall also comply with the appropriate 
provisions for hazardous (classified) locations in other ap- 
plicable articles of this Code. 

720.4 Conductors. Conductors shall not be smaller than 
12 AWG copper or equivalent. Conductors for appliance 
branch circuits supplying more than one appliance or appli¬ 
ance receptacle shall not be smaller than 10 AWG copper or 
equivalent. 

720.5 Lampholders. Standard lampholders that have a rat- 
ing of not less than 660 watts shall be used. 

720.6 Receptacle Rating. Receptacles shall have a rating 
of not less than 15 amperes. 
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720.7 Receptacles Required. Receptacles of not less than 
20-ampere rating shall be provided in kitchens, laundries, 
and other locations where portable appliances are likely to 
be used. 

720.9 Batteries. Installations of storage batteries shall 
comply with 480.1 through 480.5 and 480.8 through 
480.10. 


Informational Note: See 725.41 for voltage and power 
limitations of Class 1 circuits. 

Class 2 Circuit. The portion of the wiring system between 
the load side of a Class 2 power source and the connected 
equipment. Due to its power limitations, a Class 2 circuit 
considers safety from a fire initiation standpoint and pro¬ 
vides acceptable protection from electric shock. 


720.11 Mechanical Execution of Work. Circuits operat- 
ing at less than 50 volts shall be installed in a neat and 
workmanlike manner. Cables shall be supported by the 
building structure in such a manner that the cable will not 
be damaged by normal building use. 


ARTICLE 725 
Class 1, Class 2, and Class 3 
Remote-Control, Signaling, and 
Power-Limited Circuits 


725.1 Scope. This article covers remote-control, signaling, 
and power-limited circuits that are not an integrah 
device or appliance. 

Informational Note: The circuits descril 
characterized by usage and electrical power 
differentiate them from electric light 
therefore, altemative requirements 
through 4 are given with regai^Arminimur 
ampacity adjustment and con^Hon factors, 
protection, insulation requirem^^k and wir 
and materials. 

725.2 Definitions. 



Class 3 Circuit. The portion of the wiring system between 
the load side of a Class 3 power source and the connected 
equipment. Due to its power limitations, a Class 3 circuit 
considers safety from a fire initiation standpoint. Since 
higher levels of voltage and current than for Class 2 are 
permitted, additional safeguards are specified to provide 
protection from an electric shock hazard that could be en- 
countered. 

725.3 Othei^ff^k^ Circuits and equipment shall com¬ 
ply with the^rticlesT^^ctions listed in 725.3(A) through 
(J). OnJ^nose sectionl^tArticle 300 referenced in this 
ily to Class^^Class 2, and Class 3 circuits. 

and Size of Conductors in Raceway. Sec- 


or Products of Combustión. Installa- 
1, Class 2, and Class 3 circuits shall comply 


Ducts, Plenums, and Other Air-Handling Spaces. 

s 1, Class 2, and Class 3 circuits installed in ducts, 
plenums, or other space used for environmental air shall 
comply with 300.22. 

Exception: As permitted in 725.154(A). 

(D) Hazardous (Classified) Locations. Articles 500 
through 516 and Article 517, Part IV, where installed in 
hazardous (classified) locations. 


Abandoned Class 2, Class 3, and PLTC Cable. Installed 
Class 2, Class 3, and PLTC cable that is not terminated at 
equipment and not identified for future use with a tag. 

Cable Routing Assembly. A single channel or connected 
múltiple channels, as well as associated fittings, forming a 
structural system that is used to support and route conduc¬ 
tors and cables. [ROP 3-118] 

Circuit Integrity (CI) Cable. Cable(s) used for remote- 
control, signaling, or power-limited systems that supply 
critical circuits to ensure survivability for continued circuit 
operation for a specified time under fire conditions. 

Class 1 Circuit. The portion of the wiring system between 
the load side of the overcurrent device or power-limited 
supply and the connected equipment. 


(E) Cable Trays. Article 392, where installed in cable tray. 

(F) Motor Control Circuits. Article 430, Part VI, where 
tapped from the load side of the motor branch-circuit pro- 
tective device(s) as specified in 430.72(A). 

(G) Instrumentation Tray Cable. See Article 727. 

(H) Raceways Exposed to Different Temperatures. In- 

stallations shall comply with 300.7(A). 

(I) Vertical Support for Fire-Rated Cables and Conduc¬ 
tors. Vertical installations of circuit integrity (CI) cables 
and conductors installed in a raceway or conductors and 
cables of electrical circuit protective systems shall be in¬ 
stalled in accordance with 300.19. 
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(J) Bushing. A bushing shall be installed where cables 
emerge from raceway used for mechanical support or pro- 
tection in accordance with 300.15(C). 

(K) Installation of Conductors with Other Systems. In- 

stallations shall comply with 300.8. [ROP 3-122a] 

(L) Corrosive, Damp, or Wet Locations. Sections 
110.11, 300.5(B), 300.6, 300.9, and 310.10(G) where in¬ 
stalled in corrosive, damp, or wet locations. [ROP 13- 
122a] 


electrical metallic tubing, Type MI cable, Type MC cable, 
or be otherwise suitably protected from physical damage. 

725.35 Class 1, Class 2, and Class 3 Circuit Require- 
ments. A remote-control, signaling, or power-limited Cir¬ 
cuit shall comply with the foliowing parts of this article: 

(1) Class 1 Circuits: Parts I and II 

(2) Class 2 and Class 3 Circuits: Parts I and III 

II. Class 1 Circuits 


725.21 Access to Electrical Equipment Behind Panels 
Designed to Allow Access. Access to electrical equipment 
shall not be denied by an accumulation of wires and cables 
that prevenís removal of panels, including suspended ceil- 
ing panels. 

725.24 Mechanical Execution of Work. Class 1, Class 2, 
and Class 3 circuits shall be installed in a neat and work- 
manlike manner. Cables and conductors installed exposed 
on the surface of ceilings and sidewalls shall be supported < 
by the building structure in such a manner that the cable 
will not be damaged by normal building use. Such cables 
shall be supported by straps, Staples, hangers, cable tj 
similar fittings designed and installed so as not to d 
the cable. The installation shall also comply with 300.^fc). 

725.25 Abandoned Cables. The ac^^Kl^ 

abandoned Class 2, Class 3, and PlJ^cables J 
moved. Where cables are identified n 
tag, the tag shall be of sufficien^jjjjab nd the 

environment involved. 



725.30 Class 1, Class »d Class 3 Circuit Identifica¬ 
tion. Class 1, Class 2, and^^tes 3 circiH shall be identi- 
fied at terminal and junction^Kitiaj^^n a manner that 
prevenís unintentional i nterferenother circuits dur- 
ing testing and servicing. 

725.31 Safety-Control Equipment. 

(A) Remote-Control Circuits. Remote-control circuits for 
safety-control equipment shall be classified as Class 1 if the 
failure of the equipment to opérate introduces a direct tire 
or life hazard. Room thermostats, water temperature regu- 
lating devices, and similar Controls used in conjunction 
with electrically controlled household heating and air con- 
ditioning shall not be considered safety-control equipment. 

(B) Physical Protection. Where damage to remote-control 
circuits of safety-control equipment would introduce a haz¬ 
ard, as covered in 725.31(A), all conductors of such 
remote-control circuits shall be installed in rigid metal con- 
duit, intermedíate metal conduit, rigid nonmetallic conduit. 


725.41 Class 1 Circuit Classifications and Power Source 
Requirements. Class 1 circuits shall be classified as either 
Class 1 power-limited circuits where they comply with the 
power limitafons of 725.41(A) or as Class 1 remote- 
control and^^gnaling circuits where they are used for 
remote-M^»l or signaling purposes and comply with the 
powqfltSw of 725.41(B). 

r Class 1 Power-Limited Circuits. These circuits shall 
¡Be suppjjed from a^curce that has a rated output of not 
pn 30 volts and 1000 volt-amperes. 

£dass 1 Transformers. Transformers used to supply 
lümited Class 1 circuits shall comply with the appli- 
Hrtions within Parts I and II of Article 450. 

(2)T)ther Class 1 Power Sources. Power sources other 
than transformers shall be protected by overcurrent devices 
rated at not more than 167 percent of the volt-ampere rating 
of the source divided by the rated voltage. The overcurrent 
devices shall not be interchangeable with overcurrent de¬ 
vices of higher ratings. The overcurrent device shall be 
permitted to be an integral part of the power supply. 

To comply with the 1000 volt-ampere limitation of 
725.41(A), the máximum output (VA max ) of power sources 
other than transformers shall be limited to 2500 volt- 
amperes, and the product of the máximum current (/ max ) 
and máximum voltage (V' max ) shall not exceed 10,000 volt- 
amperes. These ratings shall be determined with any 
overcurrent-protective device bypassed. 

VA ni ax is the máximum volt-ampere output after one 
minute of operation regardless of load and with overcurrent 
protection bypassed, if used. Current-limiting impedance 
shall not be bypassed when determining E4 max . 

/ max is the máximum output current under any nonca- 
pacitive load, including short Circuit, and with overcurrent 
protection bypassed, if used. Current-limiting impedance 
should not be bypassed when determining / max . Where a 
current-limiting impedance, listed for the purpose or as part 
of a listed product, is used in combination with a stored 
energy source, for example, storage battery, to limit the 
output current, 7 max limits apply after 5 seconds. 

V max is the máximum output voltage regardless of load 
with rated input applied. 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-681 



725.43 ARTICLE 725 — CLASS 1, CLASS 2, AND CLASS 3 REMOTE-CONTROL, SIGNALING, AND POWER-LIMrTED CIRCUITS 


(B) Class 1 Remote-Control and Signaling Circuits. 

These circuits shall not exceed 600 volts. The power output 
of the source shall not be required to be limited. 

725.43 Class 1 Circuit Overcurrent Protection. Overcur- 
rent protection for conductors 14 AWG and larger shall be 
provided in accordance with the conductor ampacity, with- 
out applying the ampacity adjustment and correction fac- 
tors of 310.15 to the ampacity calculation. Overcurrent pro¬ 
tection shall not exceed 7 amperes for 18 AWG conductors 
and 10 amperes for 16 AWG. 

Exception: Where other articles of this Code permit or 
require other overcurrent protection. 


having only a 2-wire (single-voltage) output for connection 
to Class 1 circuits shall be permitted to be protected by 
overcurrent protection provided on the input side of the 
electronic power source, provided this protection does not 
exceed the valué determined by multiplying the Class 1 
circuit conductor ampacity by the output-to-input voltage 
ratio. Electronic power source outputs, other than 2-wire 
(single voltage), shall not be considered to be protected by 
the primary overcurrent protection. 

725.46 Class 1 Circuit Wiring Methods. Class 1 circuits 
shall be installed in accordance with Part I of Article 300 
and with the wiring methods from the appropriate articles 
in Chapter 3. 


Informational Note: For example, see 430.72 for motors, 
610.53 for cranes and hoists, and 517.74(B) and 660.9 for 
X-ray equipment. 

725.45 Class 1 Circuit Overcurrent Device Location. 

Overcurrent devices shall be located as specified in 
725.45(A), (B), (C), (D), or (E). 

(A) Point of Supply. Overcurrent devices shall be located 
at the point where the conductor to be protected receives its 
supply. 

(B) Feeder Taps. Class 1 circuit conductors shall be per- ^ 
mitted to be tapped, without overcurrent protectiorwt the 
tap, where the overcurrent device protecting the a 
ductor is sized to protect the tap conductor 

(C) Branch-Circuit Taps. Class 1 circuit 
AWG and larger that are tapped froi 
overcurrent protective device(s) 
power circuit shall require onh^Rort-circuil 
fault protection and shall be pe^fctted to be 
the branch-circuit overcurrent pro^tóve de\ 
the rating of the protective devicec 
300 percent of the ampacity of the C 


Exception No. 1: Thácprovisions of 725.48 through 725.51 
shall be permitte^mo apply in installations of Class 1 
circuits. 

Exception M permitted or required by other 

articles^^h ipply to installations of Class 1 




725.4l| x CdÉtfuctors of Different Circuits in the Same 
Cable,^^fcle Tray, Enclosure, or Raceway. Class 1 cir- 
¿ts shain^¿ermitted to be installed with other circuits as 
k f.48(A) and (B). 

Two or More Class 1 Circuits. Class 1 circuits shall 
permitted to occupy the same cable, cable tray, enclo- 
:, or raceway without regard to whether the individual 
frcuits are altemating current or direct current, provided 
all conductors are insulated for the máximum voltage of 
any conductor in the cable, cable tray, enclosure, or race¬ 
way. 

(B) Class 1 Circuits with Power-Supply Circuits. Class 
1 circuits shall be permitted to be installed with power- 
supply conductors as specified in 725.48(B)(1) through 
(B)(4). 


(D) Primary Side of Transformen Class 1 circuit conduc¬ 
tors supplied by the secondary of a single-phase trans- 
former having only a 2-wire (single-voltage) secondary 
shall be permitted to be protected by overcurrent protection 
provided on the primary side of the transformer, provided 
this protection is in accordance with 450.3 and does not 
exceed the valué determined by multiplying the secondary 
conductor ampacity by the secondary-to-primary trans¬ 
former voltage ratio. Transformer secondary conductors 
other than 2-wire shall not be considered to be protected by 
the primary overcurrent protection. 

(E) Input Side of Electronic Power Source. Class 1 cir¬ 
cuit conductors supplied by the output of a single-phase, 
listed electronic power source, other than a transformer, 


(1) In a Cable, Enclosure, or Raceway. Class 1 circuits 
and power-supply circuits shall be permitted to occupy the 
same cable, enclosure, or raceway only where the equip¬ 
ment powered is functionally associated. 

(2) In Factory- or Field-Assembled Control Centers. 

Class 1 circuits and power-supply circuits shall be permit¬ 
ted to be installed in factory- or field-assembled control 
centers. 

(3) In a Manhole. Class 1 circuits and power-supply cir¬ 
cuits shall be permitted to be installed as underground con¬ 
ductors in a manhole in accordance with one of the follow- 
ing: 

(1) The power-supply or Class 1 circuit conductors are in a 
metal-enclosed cable or Type UF cable. 
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(2) The conductors are permanently separated from the 
power-supply conductors by a continuous firmly fixed 
nonconductor, such as flexible tubing, in addition to the 
insulation on the wire. 

(3) The conductors are permanently and effectively sepa¬ 
rated from the power supply conductors and securely 
fastened to racks, insulators, or other approved 
supports. 


cuit conductors are permitted in a raceway in accordance 
with 725.48, the number of conductors shall be determined 
in accordance with 300.17. The ampacity adjustment fac- 
tors given in 310.15(B)(3)(a) shall apply as follows: 

(1) To all conductors where the Class 1 circuit conductors 
carry continuous loads in excess of 10 percent of the 
ampacity of each conductor and where the total number 
of conductors is more than three 


(4) In Cable Trays. Installations in cable trays shall com- 
ply with 725.48(B)(4)(1) or (B)(4)(2). 

(1) Class 1 circuit conductors and power-supply conduc¬ 
tors not functionally associated with the Class 1 circuit 
conductors shall be separated by a solid fixed barrier of 
a material compatible with the cable tray. 

(2) Class 1 circuit conductors and power-supply conduc¬ 
tors not functionally associated with the Class 1 circuit 
conductors shall be permitted to be installed in a cable 
tray without barriers where all of the conductors are 
installed with sepárate multiconductor Type AC, Type 
MC, Type MI, or Type TC cables and all the conduc¬ 
tors in the cables are insulated at 600 volts or greater. 
[ROP 3-136] 

725.49 Class 1 Circuit Conductors. 

(A) Sizes and Use. Conductors of sizes 18 AWG 
AWG shall be permitted to be used, 
loads that do not exceed the ampacití 

are installed in a raceway, an appi 
listed cable. Conductors larger than 
ply loads greater than the ampacities 
ible cords shall comply with^É 

(B) Insulation. Insulati^Kn conductó^khallWrated for 
the system voltage and nr^«s than 600M)lts. Conductors 
larger than 16 AWG shall ^™sly witMtrticle 310. Con¬ 
ductors in sizes 18 AWG anukó^ÉwG shall be Type 
FFH-2, KF-2, KFF-2, PAF, PA^Pf, PFF, PGF, PGFF, 
PTF, PTFF, RFH-2, RFHH-2, RFHH-3, SF-2, SFF-2, TF, 
TFF, TFFN, TFN, ZF, or ZFF. Conductors with other types 
and thicknesses of insulation shall be permitted if listed for 
Class 1 circuit use. [ROP 3-138] 


(2) To the power-supply conductors only, where the Class 
1 circuit conductors do not carry continuous loads in 
excess of 10 percent of the ampacity of each conductor 
and where the number of power-supply conductors is 
more than three 

(C) Class 1 Circuit Conductors in Cable Trays. Where 
Class 1 circujÉconductors are installed in cable trays, they 
shall cona^rwith the provisions of 392.22 and 392.80(A). 


s 2 and Class 3 Circuits 

kPower Sources for Class 2 and Class 3 Circuits. 

Jower Source. The power source for a Class 2 or a 
Class 3 circuit shall be as specified in 725.121(A)(1), 
(A)(2), (A)(3), (A)(4), or (A)(5): 

Informational Note No. 1: Figure 725.121 illustrates the 
relationships between Class 2 or Class 3 power sources, 
their supply, and the Class 2 or Class 3 circuits. 

Informational Note No. 2: Table 11(A) and Table 11(B) in 
Chapter 9 provide the requirements for listed Class 2 and 
Class 3 power sources. 

(1) A listed Class 2 or Class 3 transformer 

(2) A listed Class 2 or Class 3 power supply 

(3) Other listed equipment marked to identify the Class 2 
or Class 3 power source 

Exception No. 1 to (3): Thermocouples shall not require 
listing as a Class 2 power source 



725.51 Number of Conductors in Cable Trays and 
Raceway, and Ampacity Adjustment. 

(A) Class 1 Circuit Conductors. Where only Class 1 cir¬ 
cuit conductors are in a raceway, the number of conductors 
shall be determined in accordance with 300.17. The ampac¬ 
ity adjustment factors given in 310.15(B)(3)(a) shall apply 
only if such conductors carry continuous loads in excess of 
10 percent of the ampacity of each conductor. 

(B) Power-Supply Conductors and Class 1 Circuit Con¬ 
ductors. Where power-supply conductors and Class 1 cir- 


Exception No. 2 to (3): Limited power circuits of listed 
equipment where these circuits have energy levels rated at 
or below the limits established in Chapter 9, Table 11 (A) 
and Table U(B). 

Informational Note: Examples of other Usted equipment 
are as follows: 

(1) A circuit card listed for use as a Class 2 or Class 3 
power source where used as part of a listed assembly 

(2) A current-limiting impedance, listed for the pur- 
pose, or part of a listed product, used in conjunction with a 
non-power-limited transformer or a stored energy source, 
for example, storage battery, to limit the output current 

(3) A thermocouple 
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(4) Limited voltage/current or limited impedance sec- 
ondary Communications circuits of listed industrial control 
equipment 

(4) Listed information technology (Computer) equipment 
limited-power circuits. 

Informational Note: One way to determine applicable re- 
quirements for listing of information technology (Com¬ 
puter) equipment is to refer to UL 60950-1-2007 (Rev. 
2011), Standard for Safety of Information Technology 
Equipment. Typically such circuits are used to interconnect 
information technology equipment for the purpose of ex- 
changing information (data). [ROP 3-141] 

(5) A dry cell battery shall be considered an inherently 
limited Class 2 power source, provided the voltage is 
30 volts or less and the capacity is equal to or less than 
that available from series connected No. 6 carbón zinc 
cells. 

(B) Interconnection of Power Sources. Class 2 or Class 3 
power sources shall not have the output connections paral- 
leled or otherwise interconnected unless listed for such in¬ 
terconnection. 


725.130 Wiring Methods and Materials on Load Side of 
the Class 2 or Class 3 Power Source. Class 2 and Class 3 
circuits on the load side of the power source shall be per- 
mitted to be installed using wiring methods and materials in 
accordance with either 725.130(A) or (B). 

(A) Class 1 Wiring Methods and Materials. Installation 
shall be in accordance with 725.46. 

Exception No. 1: The ampacity adjustment factors given 
in 310.15(B)(3)(a) shall not apply. 

Exception No. 2: Class 2 and Class 3 circuits shall be 
permitted to be reclassified and installed as Class 1 circuits 
ifthe Class 2 and Class 3 markings required in 725.124 are 
eliminated and the entire Circuit is installed using the wir¬ 
ing methods and inferíais in accordance with Part II, 
Class 1 circuits. A 

; 2 and Class 3 circuits reclassi- 
1 circuits are no longer Class 2 
jits, regUSfflkss of the continued connection 
Class 3 source. 

id Class 3 Wiring Methods. Conductors on 
of the power source shall be insulated at not 
requirements of 725.179 and shall be installed 
ith 725.133 and 725.154. 



Figure 725.121 Class 2 and Class 3 


725.124 Circuit Marking. The equipment supplying the 
circuits shall be durably marked where plainly visible to 
indicate each circuit that is a Class 2 or Class 3 circuit. 

725.127 Wiring Methods on Supply Side of the Class 2 
or Class 3 Power Source. Conductors and equipment on 
the supply side of the power source shall be installed in 
accordance with the appropriate requirements of Chapters 1 
through 4. Transformers or other devices supplied from 
electric light or power circuits shall be protected by an 
overcurrent device rated not over 20 amperes. 


'o. 1: As provided for in 620.21 for elevators 
similar equipment. 

'.eption No. 2: Other wiring methods and materials in- 
’lled in accordance with the requirements of 725.3 shall 
be permitted to extend or replace the conductors and cables 
described in 725.179 and permitted by 725.130(B). 
Exception No. 3: Bare Class 2 conductors shall be per¬ 
mitted as part of a listed intrusión protection system where 
installed in accordance with the listing instructions for the 
system. 

725.133 Installation of Conductors and Equipment in 
Cables, Compartments, Cable Trays, Enclosures, Man- 
holes, Outlet Boxes, Device Boxes, and Raceways for 
Class 2 and Class 3 Circuits. Conductors and equipment 
for Class 2 and Class 3 circuits shall be installed in accor¬ 
dance with 725.136 through 725.143. 

725.136 Separation from Electric Light, Power, Class 1, 
Non-Power-Limited Fire Alarm Circuit Conductors, 
and Medium-Power Network-Powered Broadband 
Communications Cables. 


Exception: The input leads of a transformer or other 
power source supplying Class 2 and Class 3 circuits shall 
be permitted to be smaller than 14 AWG, but not smaller 
than 18 AWG ifthey are not over 12 in. (305 mm) long and 
ifthey have insulation that complies with 725.49(B). 


(A) General. Cables and conductors of Class 2 and Class 3 
circuits shall not be placed in any cable, cable tray, com- 
partment, enclosure, manhole, outlet box, device box, race- 
way, or similar fitting with conductors of electric light, 
power, Class 1, non-power-limited fire alarm circuits, and 
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medium-power network-powered broadband communica- the conductors of the other circuits by a continuous and 

tions circuits unless permitted by 725.136(B) through (I). firmly fixed nonconductor, such as flexible tubing. 


(B) Separated by Barriers. Class 2 and Class 3 circuits 
shall be permitted to be installed together with the conduc¬ 
tors of electric light, power, Class 1, non-power-limited fire 
alarm and médium power network-powered broadband 
Communications circuits where they are separated by a bar- 
rier. 

(C) Raceways Within Enclosures. In enclosures, Class 2 
and Class 3 circuits shall be permitted to be installed in a 
raceway to sepárate them from Class 1, non-power-limited 
fire alarm and medium-power network-powered broadband 
Communications circuits. 

(D) Associated Systems Within Enclosures. Class 2 and 
Class 3 circuit conductors in compartments, enclosures, de- 
vice boxes, outlet boxes, or similar fittings shall be permit¬ 
ted to be installed with electric light, power, Class 1, non- 
power-limited fire alarm, and medium-power network- 
powered broadband Communications circuits where they 
are introduced solely to connect the equipment connected 
to Class 2 and Class 3 circuits, and where (1) or (2) applies: 

(1) The electric light, power, Class 1, non-power-MÉ 
fire alarm, and medium-power network-powered 
band Communications circuit conductors are rout^ 
maintain a minimum of 6 mm ( 
from the conductors and cables o 
circuits. 

(2) The circuit conductors opérate 
ground and also comply v 

a. The Class 2 and C 
Type CL3, CL31| 
cables, provided ti 
tending beyond ti 
mum of 6 mm ( 
sleeve or nonconductive b 
ductors. 

b. The Class 2 and Class 3 circuit conductors are in¬ 
stalled as a Class 1 circuit in accordance with 
725.41. 



using 
substitute 
conductors ex- 
ated by a mini- 
nonconductive 
all other con- 


(F) Manholes. Underground Class 2 and Class 3 circuit 
conductors in a manhole shall be permitted to be installed 
with Class 1, non-power-limited fire alarm and medium- 
power network-powered broadband Communications cir¬ 
cuits where one of the following conditions is met: 

(1) The electric light, power, Class 1, non-power-limited 
fire alarm and medium-power network-powered broad¬ 
band Communications circuit conductors are in a metal- 
enclosed cable or Type UF cable. 

(2) The Class 2 and Class 3 circuit conductors are perma- 
nently and effectively separated from the conductors of 
other circmts by a continuous and firmly fixed noncon¬ 
ductor, as flexible tubing, in addition to the insu- 
latioj^^covering on the wire. 

(3) and Class 3 circuit conductors are perma- 
fcently and^^rctively separated from conductors of the 

r other circuits aft^ecurely fastened to racks, insulators, 
tíjer approvey supports. 

Cable Trays. Class 2 and Class 3 circuit conductors 
e permitted to be installed in cable trays, where the 
p-s of the electric light, Class 1, and non-power- 
ted rire alarm circuits are separated by a solid fixed 
rer of a material compatible with the cable tray or 
where the Class 2 or Class 3 circuits are installed in Type 
MC cable. 

(H) In Hoistways. In hoistways, Class 2 or Class 3 circuit 
conductors shall be installed in rigid metal conduit, rigid 
nonmetallic conduit, intermediate metal conduit, liquidtight 
flexible nonmetallic conduit, or electrical metallic tubing. 
For elevators or similar equipment, these conductors shall 
be permitted to be installed as provided in 620.21. 

(I) Other Applications. For other applications, conductors 
of Class 2 and Class 3 circuits shall be separated by at least 
50 mm (2 in.) from conductors of any electric light, power, 
Class 1 non-power-limited fire alarm or médium power 
network-powered broadband Communications circuits un¬ 
less one of the following conditions is met: 


(E) Enclosures with Single Opening. Class 2 and Class 3 
circuit conductors entering compartments, enclosures, de- 
vice boxes, outlet boxes, or similar fittings shall be permit¬ 
ted to be installed with Class 1, non-power-limited fire 
alarm and medium-power network-powered broadband 
Communications circuits where they are introduced solely 
to connect the equipment connected to Class 2 and Class 3 
circuits. Where Class 2 and Class 3 circuit conductors must 
enter an enclosure that is provided with a single opening, 
they shall be permitted to enter through a single fitting 
(such as a tee), provided the conductors are separated from 


(1) Either (a) all of the electric light, power, Class 1, non- 
power-limited fire alarm and medium-power network- 
powered broadband Communications circuit conductors 
or (b) all of the Class 2 and Class 3 circuit conductors 
are in a raceway or in metal-sheathed, metal-ciad, non- 
metallic-sheathed, or Type UF cables. 

(2) All of the electric light, power, Class 1 non-power- 
limited fire alarm, and medium-power network- 
powered broadband Communications circuit conductors 
are permanently separated from all of the Class 2 and 
Class 3 circuit conductors by a continuous and firmly 
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fixed nonconductor, such as porcelain tubes or flexible 
tubing, in addition to the insulation on the conductors. 

725.139 Installation of Conductors of Different Circuits 
in the Same Cable, Enclosure, Cable Tray, Raceway, or 
Cable Routing Assembly. [ROP 3-118] 

(A) Two or More Class 2 Circuits. Conductors of two or 
more Class 2 circuits shall be permitted within the same 
cable, enclosure, raceway, or cable routing assembly. [ROP 
3-118] 


(5) Low-power, network-powered broadband Communica¬ 
tions in compliance with Parts I and IV of Article 830 

[ROP 3-118] 

(F) Class 2 or Class 3 Conductors or Cables and Audio 
System Circuits. Audio system circuits described in 
640.9(C), and installed using Class 2 or Class 3 wiring 
methods in compliance with 725.133 and 725.154, shall not 
be permitted to be installed in the same cable, raceway, or 
cable routing assembly with Class 2 or Class 3 conductors 
or cables. [ROP 3-118] 


(B) Two or More Class 3 Circuits. Conductors of two or 
more Class 3 circuits shall be permitted within the same 
cable, enclosure, raceway, or cable routing assembly. [ROP 
3-118] 

(C) Class 2 Circuits with Class 3 Circuits. Conductors of 
one or more Class 2 circuits shall be permitted within the 
same cable, enclosure, raceway, or cable routing assembly 
with conductors of Class 3 circuits, provided the insulation 
of the Class 2 circuit conductors in the cable, enclosure, 
raceway, or cable routing assembly is at least that required 
for Class 3 circuits. [ROP 3-118] 

(D) Class 2 and Class 3 Circuits with Communications/ 
Circuits. 

(1) Classified as Communications Circuits. Class 2 and 
Class 3 circuit conductors shall be permitted i 
cable with Communications circuits, in ' 

Class 2 and Class 3 circuits shall be classif 
nications circuits and shall be installed in a 
the requirements of Article 800. The cables 
as Communications cables. 



(2) Composite Cables. Cable^Kistructed ore 
listed Class 2, Class 3, and com^fcmcations cali 
common jacket shall be permitted classiifc as Com¬ 
munications cables. The fire resistan^krtn^^n the com¬ 
posite cable shall be determined by the ¡^^rmance of the 
composite cable. 

(E) Class 2 or Class 3 Cables with Other Circuit 
Cables. Jacketed cables of Class 2 or Class 3 circuits shall 
be permitted in the same enclosure, cable tray, raceway, or 
cable routing assembly with jacketed cables of any of the 
following: 

(1) Power-limited fire alarm systems in compliance with 
Parts I and III of Article 760 


725.141 Installation of Circuit Conductors Extending 
Beyond One Building. Where Class 2 or Class 3 circuit 
conductors extend beyond one building and are run so as to 
be subject to accidertW contact with electric light or power 
conductors operatpg over 300 volts to ground, or are ex- 
posed to lightning on interbuilding circuits on the same 
premises, th^requi^^ínts of the following shall also ap- 
ply: 

(1) S^Bons 800.44, 800.53, 800.93, 800.100, 

p0.170y$! and 800.170(B) for other than coaxial con- 

820.44, 820.93, and 820.100 for coaxial 


iport of Conductors. Class 2 or Class 3 cir- 
nt conductors shall not be strapped, taped, or attached by 
ly means to the exterior of any conduit or other raceway 
means of support. These conductors shall be permitted 
be installed as permitted by 300.11(B)(2). 

725.154 Applications of Listed Class 2, Class 3, and 
PLTC Cables. Class 2, Class 3, and PLTC cables shall 
comply with any of the requirements described in 
725.154(A) through (I) and as indicated in Table 725.154. 

[ROP 3-154a] 

(A) Plenums. Cables installed in ducts, plenums, and other 
spaces used for environmental air shall be Type CL2P or 
CL3P. Listed wires and cables installed in compliance with 
300.22 shall be permitted. Listed plenum Communications 
raceways and listed plenum cable routing assemblies shall 
be permitted to be installed in other spaces used for envi¬ 
ronmental air as described in 300.22(C). Only Types CL2P 
or CL3P cables shall be permitted to be installed in these 
plenum Communications raceways. [ROP 3-156] 


(2) Nonconductive and conductive optical fiber cables in 
compliance with Parts I and IV of Article 770 

(3) Communications circuits in compliance with Parts I 
and IV of Article 800 

(4) Community antenna televisión and radio distribution 
systems in compliance with Parts I and IV of Article 
820 


(B) Riser. Cables installed in risers shall be as described in 
any of (B)(l), (B)(2), or (B)(3): 

(1) Cables installed in vertical runs and penetrating from 
floor to floor, or cables installed in vertical runs in a 
shaft, shall be Type CL2R or CL3R. Floor penetrations 
requiring Type CL2R or CL3R shall contain only 
cables suitable for riser or plenum use. Listed riser 
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Communications raceways, listed riser cable routing as- 
semblies, listed plenum Communications raceways and 
listed plenum cable routing assemblies shall be permit- 
ted to be installed in vertical riser runs in a shaft from 
floor to floor. Only Type CL2R, CL3R, CL2P, or CL3P 
cables shall be permitted to be installed in these riser 
and plenum raceways. [ROP 3-156, ROP 3-160] 

(2) Other cables as covered in Table 725.154 and other 
listed wiring methods as covered in Chapter 3 shall be 
installed in metal raceways, or located in a fireproof 
shaft having firestops at each floor. 


(3) Type CL2, CL3, CL2X, and CL3X cables shall be per¬ 
mitted in one- and two-family dwellings. Listed 
general-purpose Communications raceways, listed 
general-purpose cable routing assemblies, listed riser 
Communications raceways, listed riser cable routing as¬ 
semblies, listed plenum Communications raceways and 
listed plenum cable routing assemblies shall be permit¬ 
ted for use with Type CL2, CL3, CL2X, and CL3X 
cables. [ROP 3-156] 

Informational Note: See 300.21 for firestop requirements 
for floor penetrations. 


Table 725.154 Applications of Listed Class 2, Class 3 and PLTC Cables in Buildings 


In Fabricated Ducts as 
Described in 300.22(B) In fabricated ducts 

In metal raceway that complies 
with 300.22(B) 

In Other Spaces Used 
for Environmental Air 

as Described in In other spaces used for 

300.22(C) environmental air 



Wire and Cable Type 




In metal raceway 
with 300.22(C) ' 


N N 


N N 


NOT PERMITTED 



metal covers 

Y* 

Y* 

Y* 

y* 

N 

N 

In Risers 

In vertical runs 

Y* 

Y* 

N 

N 

N 

N 


In metal raceways 

Y* 

Y* 

Y* 

y* 

N 

Y* 


In fireproof shafts 

Y* 

Y* 

Y* 

Y* 

N 

Y* 


In plenum Communications 
raceways 

Y* 

Y* 

N 

N 

N 

N 


In plenum cable routing 
assemblies 

Y* 

Y* 

N 

N 

N 

N 


In riser Communications 
raceways 

Y* 

Y* 

N 

N 

N 

N 
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Table 725.154 Continued 





Wire and Cable Type 




Applications 

CL2P 
& CL3P 

CL2R 
& CL3R 

CL2 
& CL3 

CL2X 
& CL3X 

CMUC 

PLTC 


In riser cable routing 
assemblies 

Y* 

y* 

N 

N 

N 

N 


In one- and two-family 
dwellings 

Y* 

Y* 

Y* 

y* 

N 

Y* 

Within Buildings in 
Other Than 
Air-Handling Spaces 
and Risers 

General 

Y* 

Y* 

Y* 

Y * 

N 

Y* 



dwellings 

In multifamily dwellings 

In nonconcealed spaces 

Supported by cable trays 

Under carpet 

In cross-connect arrays 

In any raceway recognized 
Chapter 3 


In general-purpose 
Communications raceways 


In general-purpose cable 
routing assemblies 


Note: An “N” in the table indicates that the cable type shall ni 
be permitted to be installed in the application, subject to the 


3t be permitted to be installed in the application. A “Y*” indicates that the cable shall 
limitations described in 725.130 through 725.143. 


(C) Cable Trays. Cables installed in cable trays outdoors 
shall be Type PLTC. Cables installed in cable trays indoors 
shaü be Types PLTC, CL3P, CL3R, CL3, CL2P, CL2R, and 
CL2. 

Listed general-purpose Communications raceways, 
listed riser Communications raceways, and listed plenum 
Communications raceway shall be permitted for use with 
cable trays. [ROP 3-156] 


Informational Note No. 1: See 800.154 for cables permit¬ 
ted in cable trays. 

Informational Note No. 2: Communications raceways in- 
clude, but are not limited to, signaling raceways. [ROP 
3-156] 

(D) Industrial Establishments. In industrial establish- 
ments where the conditions of maintenance and supervisión 
ensure that only qualified persons Service the installation, 
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Type PLTC cable shall be permitted in accordance with 
either (1) or (2): 

(1) Where the cable is not subject to physical damage, 
Type PLTC cable that compiles with the crush and im- 
pact requirements of Type MC cable and is identified as 
PLTC-ER for such use shall be permitted to be exposed 
between the cable tray and the utilization equipment or 
device. The cable shall be continuously supported and 
protected against physical damage using mechanical 
protection such as dedicated struts, angles, or channels. 
The cable shall be supported and secured at intervals 
not exceeding 1.8 m (6 ft). 

(2) Type PLTC cable, with a metallic sheath or armor in 
accordance with 725.179(E), shall be permitted to be 
installed exposed. The cable shall be continuously sup¬ 
ported and protected against physical damage using 
mechanical protection such as dedicated struts, angles, 
or channels. The cable shall be secured at intervals not 
exceeding 1.8 m (6 ft). 

(E) Other Wiring Within Buildings. Cables installed in 
building locations other than those covered in 725.154(A) 
through (D) shall be as described in any of (E)(l) through 
(E)(6). 

(1) General. Type CL2 or CL3 shall be permitted. 

(2) In Raceways or Other Wiring Methoi^^Upe C1 

or CL3X shall be permitted to be install^^^c^k^eway 
in accordance with other wiring methj^rcovere^n Cha 
ter 3. 

(3) Nonconcealed Spaces. Tj 

cables shall be permitted 
spaces where the exposedá 
m (10 ft). 

(4) One- and Two-Family 0tÉ|llingsyÍ|f pe CL2X cables 
less than 6 mm (0.25 in.) ina«j®r and Type CL3X 
cables less than 6 mm (0.25 in.) irrdiameter shall be per¬ 
mitted to be installed in one- and two-family dwellings. 


permitted. Where substitute cables are installed, the wiring 
requirements of Article 725, Parts I and III, shall apply. 



HU Cable A shall be permitted to be used in place of Cable B. 
^Rgurefc^5.154(G) Cable Substitution Hierarchy. 

(H) Class 2, Class 3, PLTC Circuit Integrity (CI) Cable 
or Electrical Circuit Protective System. Circuit integrity 
(CI) cable or a listed electrical Circuit protective system 
shall be permitted for use in remóte control, signaling, or 
power-limited systems that supply critical circuits to ensure 
survivability for continued Circuit operation for a specified 
time under fire conditions. 

(I) Thermocouple Circuits. Conductors in Type PLTC 
cables used for Class 2 thermocouple circuits shall be per¬ 
mitted to be any of the materials used for thermocouple 
extensión wire. 


(5) Multifamily Dwellings. Type CL2X cables less than 
6 mm (0.25 in.) in diameter and Type CL3X cables less 
than 6 mm (0.25 in.) in diameter shall be permitted to be 
installed in nonconcealed spaces in multifamily dwellings. 

(6) Under Carpets. Type CMUC undercarpet Communica¬ 
tions wires and cables shall be permitted to be installed 
under carpet. 

(F) Cross-Connect Arrays. Type CL2 or CL3 conductors 
or cables shall be used for cross-connect arrays. 


IV. Listing Requirements 

725.179 Listing and Marking of Class 2, Class 3, Type 
PLTC Cables, Signaling Raceways, and Cable Routing 
Assemblies. Class 2, Class 3, and Type PLTC cables, non- 
metallic Communications raceways, and cable routing as¬ 
semblies installed as wiring methods within buildings shall 
be listed as being resistant to the spread of fire and other 
criteria in accordance with 725.179(A) through (O) and 
shall be marked in accordance with 725.179 (O). [ROP 
3-163a, ROP 3-118] 


(G) Class 2 and Class 3 Cable Substitutions. The substi- 
tutions for Class 2 and Class 3 cables listed in Table 
725.154(G) and illustrated in Figure 725.154(G) shall be 


(A) Types CL2P and CL3P. Types CL2P and CL3P ple- 
num cable shall be listed as being suitable for use in ducts, 
plenums, and other space for environmental air and shall 
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725.179 ARTICLE 725 — CLASS 1, CLASS 2, AND CLASS 3 REMOTE-CONTROL, SIGNALING, AND POWER-LIMrrED CIRCUITS 


also be listed as having adequate fire-resistant and low 
smoke-producing characteristics. 

Informational Note: One method of defining a cable that is 
low smoke-producing cable and fire-resistant cable is that 
the cable exhibits a máximum peak optical density of 0.50 
or less, an average optical density of 0.15 or less, and a 
máximum fíame spread distance of 1.52 m (5 ñ) or less 
when tested in accordance with NFPA 262-2011, Standard 
Method of Test for Fíame Travel and Smoke of Wires and 
Cables for Use in Air-Handling Spaces. [ROP 3-164] 

(B) Types CL2R and CL3R. Types CL2R and CL3R riser 
cables shall be marked as Type CL2R or CL3R, respec- 
tively, and be listed as suitable for use in a vertical run in a 
shaft or from floor to floor and shall also be listed as having 
fire-resistant characteristics capable of preventing the car- 
rying of tire from floor to floor. 

Informational Note: One method of defining fire-resistant 
characteristics capable of preventing the carrying of tire 
from floor to floor is that the cables pass the requirements 
of ANSI/UL 1666-2007 (Rev. 2011), Test for Fíame Propa- 
gation Height of Electrical and Optical-Fiber Cable In- 
stalled Vertically in Shafts. [ROP 3-141] 

(C) Types CL2 and CL3. Types CL2 and CL3 cables 
shall be marked as Type CL2 or CL3, respectively, and be^ 
listed as suitable for general-purpose use, with the excep-« 
tion of risers, ducts, plenums, and other space used for ' 
environmental air, and shall also be listed as being resistant 
to the spread of fire. 

Informational Note: One method of defini 
the spread offire is that the cables do 
top of the tray in the “UL Fíame Exposure 
Fíame Test” in ANSI/UL 1685- ~ ‘ 

for Safety for Vertical-Tray Fir 
Release Test for Electrical and 
smoke measurements in the 
[ROP 3-141] 

Another method of defining 
fire is for the damage (char length 
11 in.) when performing the 
Cables in Cable Trays,” as described 



'read of 
(4 ft 
Test — 
.2 No. 


0.3-M-2001, Test Methods for Electrical Wires and Cables. 


lated conductors shall be 22 AWG through 12 AWG. The 
conductor material shall be copper (solid or stranded). In- 
sulation on conductors shall be rated for 300 volts. The 
cable core shall be either (1) two or more parallel conduc¬ 
tors, (2) one or more group assemblies of twisted or parallel 
conductors, or (3) a combination thereof. A metallic shield 
or a metallized foil shield with drain wire(s) shall be per- 
mitted to be applied either over the cable core, over groups 
of conductors, or both. The cable shall be listed as being 
resistant to the spread of fire. The outer jacket shall be a 
sunlight- and moisture-resistant nonmetallic material. Type 
PLTC cable used in a wet location shall be listed for use in 
wet locations or have a moisture-impervious metal sheath. 

Exception No. 1: Where a smooth metallic sheath, con- 
tinuous corrugated ¿wtallic sheath, or interlocking tape 
armor is applied^Jer the nonmetallic jacket, an overall 
nonmetallic jaf^^hall not be required. On metallic- 
sheathed cable witn^tan overall nonmetallic jacket, the 
informat^m required 0.120 shall be located on the 

ic jacket unde^^^sheath. 

Conductors in PLTC cables used for 
Clas^^th0^ocouple circuits shall be permitted to be any 
of the t^^rials used for thermocouple extensión wire. 

.Note: One method of defining resistant to 
'fire is that the cables do not spread fire to the 
ay in the “UL Fíame Exposure, Vertical Tray 
dame Test” in ANSI/UL 1685-2007 (Rev. 2010), Standard 
for Safety for Vertical-Tray Fire-Propagation and Smoke- 
dtelease Test for Electrical and Optical-Fiber Cables. The 
"smoke measurements in the test method are not applicable. 
[ROP 3-141] 

Another method of defining resistant to the spread of 
fire is for the damage (char length) not to exceed 1.5 m (4 ft 
11 in.) when performing the CSA “Vertical Fíame Test — 
Cables in Cable Trays,” as described in CSA C22.2 No. 
0.3-M-2001, Test Methods for Electrical Wires and Cables. 

(F) Circuit Integrity (CI) Cable or Electrical Circuit 
Protective System. Cables that are used for survivability of 
critical circuits under fire conditions shall meet either (F)(l) 
or (F)(2) as follows: [ROP 3-165] 


(D) Types CL2X and CL3X. Types CL2X and CL3X 
limited-use cables shall be marked as Type CL2X or CL3X, 
respectively, and be listed as being suitable for use in 
dwellings and for use in raceway and shall also be listed as 
being resistant to ñame spread. 

Informational Note: One method of determining that cable 
is resistant to fíame spread is by testing the cable to the 
VW-1 (vertical wire) fíame test in ANSI/UL 1581-2001 
(Rev. 2011), Reference Standard for Electrical Wires, 
Cables and Flexible Cords. [ROP 3-141] 

(E) Type PLTC. Type PLTC nonmetallic-sheathed, power- 
limited tray cable shall be listed as being suitable for cable 
trays and shall consist of a factory assembly of two or more 
insulated conductors under a nonmetallic jacket. The insu- 


(1) Circuit Integrity (CI) Cables. Circuit Integrity (CI) 
cables, specified in 725.154(A), (B), (D)(l), and (E), and 
used for survivability of critical circuits shall have the ad- 
ditional classification using the suffix “-CI”. Circuit integ¬ 
rity (CI) cables shall only be permitted to be installed in a 
raceway where specifically listed and marked as part of an 
electrical circuit protective system as covered in (F)(2). 
[ROP 3-165] 

(2) Electrical Circuit Protective System. Cables, speci¬ 
fied in 725.154(A), (B), (D)(l), (E) and (F)(l) that are part 
of an electrical circuit protective system, shall be identified 
with the protective system number and hourly rating 
printed on the outer jacket of the cable and shall be in- 
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727.1 


stalled in accordance with the listing of the protective Sys¬ 
tem. [ROP 3-165, ROP 3-141] 

Informational Note No. 1: One method of defining circuit 
integrity (CI) cable or an Electrical Circuit Protective Sys¬ 
tem is by establishing a mínimum 2-hour fire resistive rat- 
ing when tested in accordance with UL 2196-2001 (Rev. 
2006), Standard for Tests of Fire Resistive Cables. [ROP 
3-165] 


(L) Plenum Cable Routing Assemblies. Plenum cable 
routing assemblies shall be listed as having fire-resistant 
and low-smoke-producing characteristics. [ROP 3-118] 

(M) Riser Cable Routing Assemblies. Riser cable routing 
assemblies shall be listed as having fire-resistant character¬ 
istics capable of preventing the carrying of fire from floor 
to floor. [ROP 3-118] 


Informational Note No. 2: UL guide information for elec¬ 
trical circuit protective systems (FHIT) contains informa¬ 
tion on proper installation requirements to maintain the fire 
rating. [ROP 3-165] 

(G) Class 2 and Class 3 Cable Yoltage Ratings. Class 2 
cables shall have a voltage rating of not less than 150 volts. 
Class 3 cables shall have a voltage rating of not less than 
300 volts. 

(H) Class 3 Single Conductors. Class 3 single conductors 
used as other wiring within buildings shall not be smaller 
than 18 AWG and shall be Type CL3. Conductor types 
described in 725.49(B) that are also listed as Type CL3 
shall be permitted. 

Informational Note: One method of defining resistant to 
the spread offire is that the cables do not spread fire t 
top of the tray in the “UL Fíame Exposure, Vertical 
Fíame Test” in ANSI/UL 1685-2007 (Rev. 2010), Stam 
for Safety for Vertical-Tray Fire-Propagation and Smoi 
Release Test for Electrical and Optical-Fibet Cables. Thl 
smoke measurements in the test method arg^ÉpWBÍIáicable 
[ROP 3-141] 

Another method of defining resiü£Tto the S ea 
fire is for the damage (char length) 

11 in.) when performing the CSA “Vertt^^^BKe Test ~ 
Cables in Cable Trays” as daaSMtesd. in (HlC 22.2 No. 
0.3-M-2001, Test Methods A 

(I) Plenum Communica Éfin s lenum Commu¬ 
nications raceways shall be list ¡ adequate fire- 

resistant and low smoke-procN eristics. [ROP 

3-163a] 

(J) Riser Communications Raceways. Riser Communica¬ 
tions raceways shall be listed as having adequate fire- 
resistant characteristics capable of preventing the carrying 
of fire from floor to floor. [ROP 3-163a] 

Informational Note: One method of defining fire-resistant 
characteristics capable of preventing the carrying of fire 
from floor to floor is that the raceways pass the require¬ 
ments of the Test for Fíame Propagation (Riser) in UL 
2024, Standard for Optical Fiber Cable Raceway. 



(N) General-Use Cable Routing Assemblies. General-use 
cable routing assemblies shall be listed as being resistant to 
the spread of fire. [ROP 3-118] 

Informational Note: One method of defining resistance to 
the spread of fire is that the cable routing assemblies pass 
the requirements of the vertical tray llame test (general use) 

' n Subject 2024A, UL Outline of Investigation for Cable 
Routing A^^tblies. [ROP 3-118] 

(O) Marking. Cables shall be marked in accordance with 
31Q.iyAV^fA¥31. (A)(4), and (A)(5) and Table 

^179. Voltajp^^ings shall not be marked on the cables. 

itional Note: Voltage markings on cables may be 
rpreted to suggest that the cables may be suitable for 
electric light and power applications. 

Voltage markings shall be permitted where the 
fs múltiple listings and a voltage marking is re- 
for one or more of the listings. 

725.179 Cable Marking 



Cable Marking 

Type 

CL3P 

Class 3 plenum cable 

CL2P 

Class 2 plenum cable 

CL3R 

Class 3 riser cable 

CL2R 

Class 2 riser cable 

PLTC 

Power-limited tray cable 

CL3 

Class 3 cable 

CL2 

Class 2 cable 

CL3X 

Class 3 cable, limited use 

CL2X 

Class 2 cable, limited use 


Informational Note: Class 2 and Class 3 cable types are 
listed in descending order of fire resistance rating, and 
Class 3 cables are listed above Class 2 cables because Class 
3 cables can substitute for Class 2 cables. 


(K) General-Purpose Communications Raceways. 

General-purpose Communications raceways shall be listed 
as being resistant to the spread of fire. [ROP 3-163a] 
Informational Note: One method of defining resistance to 
the spread of fire is that the raceways pass the requirements 
of the Vertical-Tray Fíame Test (General use) in UL 2024, 
Standard for Optical Fiber Cable Raceway. 


ARTICLE 727 

Instrumentation Tray Cable: Type ITC 


727.1 Scope. This article covers the use, installation, and 
construction specifications of instrumentation tray cable for 
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727.2 


ARTICLE 728 — PIRE RESISTIVE CABLE SYSTEMS [ROP 3-170] 


application to instrumentation and control circuits operating 
at 150 volts or less and 5 amperes or less. 

727.2 Definition. 

Type ITC Instrumentation Tray Cable. A factory assem- 
bly of two or more insulated conductors, with or without a 
grounding conductor(s), enclosed in a nonmetallic sheath. 

727.3 Other Articles. In addition to the provisions of this 
article, installation of Type ITC cable shall comply with 
other applicable articles of this Code. 

727.4 Uses Permitted. Type ITC cable shall be permitted 
to be used as follows in industrial establishments where the 
conditions of maintenance and supervisión ensure that only 
qualified persons Service the installation: 

(1) In cable trays. 

(2) In raceways. 

(3) In hazardous locations as permitted in 501.10, 502.10, 
503.10, 504.20, 504.30, 504.80, and 505.15. 

(4) Enclosed in a smooth metallic sheath, continuous cor- 
rugated metallic sheath, or interlocking tape armor ap- 
plied over the nonmetallic sheath in accordance with 
727.6. The cable shall be supported and secured at in¬ 
tervals not exceeding 1.8 m (6 ft). 

(5) Cable, without a metallic sheath or armor, that com¬ 
piles with the crush and impact requirements of T ype 
MC cable and is identified for such use 
ing ITC-ER shall be permitted to be ins 
The cable shall be continuously sup] 
tected against physical damage using 
tection such as dedicated struts 
The cable shall be secured 
1.8 m (6 ft). 

(6) As aerial cable on a messeiT¡ 

(7) Direct buried where identified 

(8) Under raised floors in rooms contai^^Pidustrial pro- 
cess control equipment and rack roomxwhere arranged 
to prevent damage to the cable. 

(9) Under raised floors in information technology equip¬ 
ment rooms in accordance with_(5)(c). 



Exception No. 1: Where terminated within equipment or 
junction boxes and separations are maintained by insulat- 
ing barriers or other means. 

Exception No. 2: Where a metallic sheath or armor is 
applied over the nonmetallic sheath of the Type ITC cable. 

727.6 Construction. The insulated conductors of Type 
ITC cable shall be in sizes 22 AWG through 12 AWG. The 
conductor material shall be copper or thermocouple alloy. 
Insulation on the conductors shall be rated for 300 volts. 
Shielding shall be permitted. 

The cable shall be listed as being resistant to the spread 
of fire. The outer jacket shall be sunlight and moisture 
resistant. 

Where a smooth metallic sheath, continuous corrugated 
metallic sheath, oy^ferlocking tape armor is applied over 
the nonmetallic^^rath, an overall nonmetallic jacket shall 
not be requirj 

method of defining resistant ti 
¿ables do not spread fire te 

Exposure, Vertical Tray 
ANSI/UL 1685-2007 (Rev. 2010), Standard 
Vertical-Tray Fire-Propagation and Smoke- 
t for Electrical and Optical-Fiber Cables. The 
¿urements in the test method are not applicable. 

method of defining resistant to the spread of 
damage (char length) not to exceed 1.5 m (4 ft 
en performing the CSA “Vertical Fíame Test — 
Cable Trays,” as described in CSA C22.2 No. 
Test Methods for Electrical Wires and Cables. 

'27.7 Marking. The cable shall be marked in accordance 
with 310.120(A)(2), (A)(3), (A)(4), and (A)(5). Voltage rat- 
ings shall not be marked on the cable. 

727.8 Allowable Ampacity. The allowable ampacity of the 
conductors shall be 5 amperes, except for 22 AWG conduc¬ 
tors, which shall have an allowahle ampacity of 3 amperes. 

727.9 Overcurrent Protection. Overcurrent protection 
shall not exceed 5 amperes for 20 AWG and larger conduc¬ 
tors, and 3 amperes for 22 AWG conductors. 



727.5 Uses Not Permitted. Type ITC cable shall not be 
installed on circuits operating at more than 150 volts or 
more than 5 amperes. 

Installation of Type ITC cable with other cables shall be 
subject to the stated provisions of the specific articles for 
the other cables. Where the goveming articles do not con- 
tain stated provisions for installation with Type ITC cable, 
the installation of Type ITC cable with the other cables 
shall not be permitted. 

Type ITC cable shall not be installed with power, light- 
ing, Class 1 circuits that are not power limited, or non- 
power-limited circuits. 


727.10 Bends. Bends in Type ITC cables shall be made so 
as not to damage the cable. 


ARTICLE 728 

Fire Resistive Cable Systems [ROP 
3-170] 


728.1 Scope. This article covers the installation of fire re¬ 
sistive cables, fire resistive conductors and other system 
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750.1 


components used for survivabmty of cntical circuits to en- 
sure continued operation during a specified time under fire 
conditions as required in this Code. 

728.2 Definition. 

Fire Resistive Cable System. A cable and components 
used to ensure survivability of critical circuits for a speci¬ 
fied time under fire conditions. 

728.3 Other Articles. Wherever the requirements of other 
articles of this Code and Article 728 dififer, the requirements 
of Article 728 shall apply. 

728.4 General. Fire resistive cables, fire resistive conduc- 
tors and components shall be tested and listed as a complete 
system. The cables, conductors and components shall be 
designated for use in a specific fire rated system and shall 
not be interchangeable between systems. Fire resistive 
cables, conductors and components shall be suitable for use 
with the wiring methods in Chapter 3 as applicable. 

Informational Note No. 1: One method of defining the fire 
rating is by testing the system in accordance with UL 2196- 
2006, Standard for Tests of Fire Resistive Cables. 

Informational Note No. 2: Fire resistive cable systems 
considered part of an Electrical Circuit Protective Syst 



728.5 Installations. Fire resistive cable 
outside the electrical room or the fire 
comply with the following requirem^^r md 
stallation instructions provided in th¡ 

(A) Mounting Surface. 

shall be fastened to 
crete floor-ceiling 
floor-ceiling assembly 
tective system is mounted 
the rating of the fire resistive 

(B) Supports. Fire resistive cabling systems shall be sup- 
ported with Steel support hardware, such as Steel struts, 
clamps, straps or fasteners. The fire resistive system shall 
be supported in accordance with the manufacturer’s listing 
and, if not specified, at intervals not to exceed 1.5 m (5 ft). 
At termination points, the fire resistive system shall be sup¬ 
ported within 610 mm (24 in.) of each junction box,pull 
point, or enclosure. 


be Steel. Only raceways and fittings listed as part of the fire 
rated system shall be used. 

(D) Cable Tray. Fire resistive systems listed for cable tray 
installations shall only use Steel cable trays and Steel com¬ 
ponents. 

(E) Boxes. Boxes or enclosures shall be Steel only and 
shall be fastened to the fire rated surface independently of 
the raceways or cables listed in the system. 

(F) Pulling Lubricants. Fire resistive systems, installed in 
a raceway shall only use pulling lubricants listed for fire 
resistive systems. 

(G) VerticalJjppports. Cables and conductors installed in 
vertical ra^Ways shall be supported in accordance with 
300.19(B). Tte cable supports shall be Steel and shall be 
identi^m in t^fire resistive system. 

Splices. Onlj^fcfices that are part of the fire restive 
’system^hall be usecT Splices shall have manufacturer’s 
ion instructions. Splices shall be specific for each 
manufacturen 

rounding. Fire resistive systems, installed in a 
ly requiring an equipment grounding conductor, shall 
use the same fire rated cable described in the system, unless 
alternative equipment grounding conductors are listed with 
the system. Any alternative equipment grounding conductor 
shall be marked with the system number. The system shall 
specify a permissible equipment grounding conductor. If 
not specified, the equipment grounding conductor shall be 
the same as the fire-rated cable described in the system. 

728.120 Marking. In addition to the marking required in 
310.120, system cables and conductors shall be surface 
marked with the suffix “-FRR” (Fire Resistive Rating), 
along with the Circuit integrity duration in hours and with 
the system identifier. 


ARTICLE 750 

Energy Management Systems [ROP 


Informational Note: The supports are an important part of 
the systems and each individual system may have specific 
support requirements. These supports are critical and must 
survive under fire condition to ensure the survivability of 
the system. 

(C) Raceways and Couplings. Where the fire resistive 
system is listed to be installed in a raceway, the raceways 
enclosing the system, any couplings, and connectors shall 


ARTICLE 750 

Energy Management Systems [ROP 
13-180] 


750.1 Scope. This article applies to the installation and 
operation of energy management systems. 

Informational Note: Performance provisions in other 
codes establish prescriptive requirements that may further 
restrict the requirements contained in this article. 
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750.2 


ARTICLE 760 — FIRE ALARM SYSTEMS 


750.2 Definitions. For the purpose of this article the fol- 
lowing definitions shall apply. 

Control. The predetermined process of connecting, discon- 
necting, increasing, or reducing electric power. 

Energy Management System. A system consisting of any 
of the following: monitor(s), communication equipment, 
controller(s), timer(s), or other device(s), that monitors and 
/or Controls an electrical load or a power production or 
storage source. 


750.50 Field Markings. Where an energy management 
system is employed to control electrical power through the 
use of a remóte means, a directory identifying the con- 
trolled device(s) and circuit(s) shall be posted on the enclo- 
sure of the controller, disconnect, or branch circuit overcur- 
rent device. 

Informational Note: The use of the term “remóte” is in¬ 
tended to convey that a controller can be operated via an- 
other means or location through Communications without a 
direct operator interface with the controlled device. 


Monitor. An electrical or electronic means to observe, 
record, or detect the operation or condition of the electric 
power system or apparatus. 

750.20 Altérnate Power Sources. An energy management 
system shall not override any control necessary to ensure 
continuity of an altérnate power source for the following: 

(1) Fire pumps 

(2) Health care facilities 

(3) Emergency systems 

(4) Legally required standby systems 

(5) Critical operations power systems 

750.30 Load Management. Energy management systems ^ 
shall be permitted to monitor and control electricaMoads 
unless restricted in accordance with any of the | 

(A) Load Shedding Controls. An energ 
system shall not override the load shedding c 
place to ensure the minimum electagg^gp 
following: 

(1) Fire pumps 

(2) Emergency systems 

(3) Legally required standby systen! 

(4) Critical operations power systems ^ 

(B) Disconnection of Power. An energy management sys¬ 
tem shall not be permitted to cause disconnection of power 
to the following: 

(1) Elevators, escalators, moving walks, or stairway lift 
chairs 

(2) Positive mechanical ventilation for hazardous (classi- 
fied) locations 

(3) Ventilation used to exhaust hazardous gas or reclassify 
an area 

(4) Circuits supply emergency lighting 

(5) Essential electrical system in health care facilities 

(C) Capacity of Branch Circuit, Feeder, or Service. An 

energy management system shall not cause a branch circuit, 
feeder, or Service to be overloaded at any time. 



ARTICLE 760 
Fifífe Alarm Systems 




!. This artri^^overs the installation of wiring 
rnent of fire ala^^systems including all circuits 
lowered by the fire alarm system. 



5nal Note No. 1: Fire alarm systems inelude fire 
detect^fcund alarm notification, guard’s tour, sprinkler wa- 
Jerflow, a^^sprinkler supervisory systems. Circuits con- 
vered by the fire alarm system inelude cir- 
control of building systems safety functions, 
elevator capture, elevator shutdown, door release, smoke 
doors and damper control, fire doors and damper control 
.and fan shutdown, but only where these circuits are pow- 
ered by and controlled by the fire alarm system. For further 
information on the installation and monitoring for integrity 
requirements for fire alarm systems, refer to the NFPA 72- 
2010, National Fire Alarm and Signaling Code. 


760.2 Definitions. 

Abandoned Fire Alarm Cable. Installed fire alarm cable 
that is not terminated at equipment other than a connector 
and not identified for future use with a tag. 

Cable Routing Assembly. A single channel or connected 
múltiple channels, as well as associated fittings, forming a 
structural system that is used to support and route conduc- 
tors and cables. [ROP 3-171] 

Fire Alarm Circuit. The portion of the wiring system be- 
tween the load side of the overcurrent device or the power- 
limited supply and the connected equipment of all circuits 
powered and controlled by the fire alarm system. Fire alarm 
circuits are classified as either non-power-limited or 
power-limited. 

Fire Alarm Circuit Integrity (CI) Cable. Cable used in 
fire alarm systems to ensure continued operation of critical 
circuits during a specified time under fire conditions. 
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760.35 


Non-Power-Limited Fire Alarm Circuit (NPLFA). A fire 
alarm circuit powered by a source that compiles with 
760.41 and 760.43. 

Power-Limited Fire Alarm Circuit (PLFA). A fire alarm 
circuit powered by a source that complies with 760.121. 

760.3 Other Articles. Circuits and equipment shall com- 
ply with 760.3(A) through (K). Only those sections of Ar¬ 
dele 300 referenced in this article shall apply to fire alarm 
systems. 

(A) Spread of Fire or Products of Combustión. See 

300.21. 

(B) Ducts, Plenums, and Other Air-Handling Spaces. 

Section 300.22, where installed in ducts or plenums or 
other spaces used for environmental air. 

Exception: As permitted in 760.53(B)(1) and (B)(2) and 
760.154(A). 

(C) Hazardous (Classified) Locations. Articles 500 
through 516 and Article 517, Part IV, where installed in < 
hazardous (classified) locations. 

(D) Corrosive, Damp, or Wet Locations. Sd 

110.11, 300.5(B), 300.6, 300.9, and 310.10(G), whl 
stalled in corrosive, damp, or wet locations. [ROP 3-1731 

(E) Building Control Circuits. Article 
ing control circuits (e.g., elevator caí 
are associated with the fire alarm s; 

(F) Optical Fiber Cables. 

utilized for fire alarm circ] 
in accordance with Artij 



!er Systems. In- 


(G) Installation of Condi 

stallations shall comply with 

(H) Raceways or Sleeves ExpoMl to Different Tem- 
peratures. Installations shall comply with 300.7(A). 

(I) Vertical Support for Fire Rated Cables and Conduc- 
tors. Vertical installations of circuit integrity (CI) cables 
and conductors installed in a raceway or conductors and 
cables of electrical circuit protective systems shall be in¬ 
stalled in accordance with 300.19. 

(J) Number and Size of Cables and Conductors in 
Raceway. Installations shall comply with 300.17. 

(K) Bushing. A bushing shall he installed where cables 
emerge from raceway used for mechanical support or pro- 
tection in accordance with 300.15(C). 

760.21 Access to Electrical Equipment Behind Panels 
Designed to Allow Access. Access to electrical equipment 


shall not be denied by an accumulation of conductors and 
cables that prevents removal of panels, including suspended 
ceiling panels. 

760.24 Mechanical Execution of Work. 

(A) General. Fire alarm circuits shall be installed in a neat 
workmanlike manner. Cables and conductors installed ex- 
posed on the surface of ceilings and sidewalls shall be 
supported by the building structure in such a manner that 
the cable will not be damaged by normal building use. Such 
cables shall be supported by straps, Staples, cable fies, 
hangers, or similar fittings designed and installed so as not 
to damage the cable. The installation shall also comply with 
300.4(D). [ROP 3-178] 

(B) Circuit Integrity (CI) Cable. Circuit Integrity (CI) 

cables sy^Tbe supported at a distance not exceeding 
610 Where located within 2.1 m (7 ft) of the 

flootVs coverafcan A(760.53)(l) and B(760.130)(l) as ap- 

rable, the cabl^^^ll be fastened in an approved manner 
í internáis of not nmc than 450 mm (18 in.). Cable sup- 
0 fasteners shall be Steel. [ROP 3-178] 

5 Abandoned Cables. The accessible portion of 
|gd fire alarm cables shall be removed. Where 
Wé identified for future use with a tag, the tag shall 
f^sufficient durability to withstand the environment in- 


760.30 Fire Alarm Circuit Identification. Fire alarm cir¬ 
cuits shall be identified at terminal and junction locations in 
a manner that helps to prevent unintentional signáis on fire 
alarm system circuit(s) during testing and servicing of other 
systems. 

760.32 Fire Alarm Circuits Extending Beyond One 

Building. Non-power-limited fire alarm circuits and 
power-limited fire alarm circuits that extend beyond one 
building and run outdoors shall meet the installation re- 
quirements of Parts II, III, and IV of Article 800 and shall 
meet the installation requirements of Part I of Article 300. 
[ROP 3-178a] 

Informational Note: An example of a protective device 
suitable to provide protection is a device tested to the re¬ 
quirements of ANSI/UL 497B, Protectors for Data Com¬ 
munications. [ROP 3-178a] 

760.35 Fire Alarm Circuit Requirements. Fire alarm cir¬ 
cuits shall comply with 760.35(A) and (B). 

(A) Non-Power-Limited Fire Alarm (NPLFA) Circuits. 

See Parts I and II. 

(B) Power-Limited Fire Alarm (PLFA) Circuits. See 
Parts I and III. 
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II. Non-Power-Limited Fire Alarm (NPLFA) Circuits 
760.41 NPLFA Circuit Power Source Requirements. 

(A) Power Source. The power source of non-power- 
limited fire alarm circuits shall comply with Chapters 1 
through 4, and the output voltage shall be not more than 
600 volts, nominal. The fire alarm circuit disconnect shall 
be permitted to be secured in the “on” position. 

(B) Branch Circuit. The branch circuit supplying the fire 
alarm equipment(s) shall supply no other loads. The loca- 
tion of the branch-circuit overcurrent protective device 
shall be permanently identified at the fire alarm control 
unit. The circuit disconnecting means shall have red Iden¬ 
tification, shall be accessible only to qualified personnel, 
and shall be identified as “FIRE ALARM CIRCUIT.” The 
red Identification shall not damage the overcurrent protec¬ 
tive devices or obscure the manufacturéis markings. This 
branch circuit shall not be supplied through ground-fault 
circuit interrupters or arc-fault circuit-interrupters. 

Informational Note: See 210.8(A)(5), Exception, for re- 
ceptacles in dwelling-unit unfinished basements that supply 
power for fire alarm systems. 

760.43 NPLFA Circuit Overcurrent Protection. Over¬ 
current protection for conductors 14 AWG and larger shall 
be provided in accordance with the conductor ampacity 
without applying the ampacity adjustment and 
factors of 310.15 to the ampacity calculation^^erci 
protection shall not exceed 7 amperes for ÍS^WG coj 
tors and 10 amperes for 16 AWG conductor 

Exception: Where other articles 
require other overcurrent proteci 

760.45 NPLFA Circuit Ovemftent Devic 

Overcurrent devices shall be locatec^Lthe poi 
conductor to be protected receives its 

Exception No. 1: Where the overcurrent device protecting 
the larger conductor also protects the smaller conductor. 


output of a single-phase, Usted electronic power source, 
other than a transformen having only a 2-wire (single- 
voltage) output for connection to non-power-limited cir¬ 
cuits shall be permitted to be protected by overcurrent pro¬ 
tection provided on the input side of the electronic power 
source, provided this protection does not exceed the valué 
determined by multiplying the non-power-limited circuit 
conductor ampacity by the output-to-input voltage ratio. 
Electronic power source outputs, other than 2-wire (single 
voltage), connected to non-power-limited circuits shall not 
be considered to be protected by overcurrent protection on 
the input of the electronic power source. 

Informational Note: A single-phase, listed electronic 
power supply whose output supplies a 2-wire (single- 
voltage) circuit is an example of a non-power-limited 
power source tha^flrets the requirements of 760.41. 


: As provided in 760.48 through 760.53. 
Where other articles ofthis Code require 


Ifluctors of Diíferent Circuits in Same Cable, 
closure, or Raceway. 

) Class 1 with NPLFA Circuits. Class 1 and non- 
wer-limited fire alarm circuits shall be permitted to oc- 
*cupy the same cable, enclosure, or raceway without regard 
to whether the individual circuits are alternating current or 
direct current, provided all conductors are insulated for the 
máximum voltage of any conductor in the enclosure or 
raceway. 

(B) Fire Alarm with Power-Supply Circuits. Power- 
supply and fire alarm circuit conductors shall be permitted 
in the same cable, enclosure, or raceway only where con¬ 
nected to the same equipment. 



Exception No. 2: Transformer secondary conductors. 
Non-power-limited fire alarm circuit conductors supplied 
by the secondary of a single-phase transformer that has 
only a 2-wire (single-voltage) secondary shall be permitted 
to be protected by overcurrent protection provided by the 
primary (supply) side of the transformer, provided the pro¬ 
tection is in accordance with 450.3 and does not exceed the 
valué determined by multiplying the secondary conductor 
ampacity by the secondary-to-primary transformer voltage 
ratio. Transformer secondary conductors other than 2-wire 
shall not be considered to be protected by the primary 
overcurrent protection. 

Exception No. 3: Electronic power source output conduc¬ 
tors. Non-power-limited circuit conductors supplied by the 


760.49 NPLFA Circuit Conductors. 

(A) Sizes and Use. Only copper conductors shall be per¬ 
mitted to be used for fire alarm systems. Size 18 AWG and 
16 AWG conductors shall be permitted to be used, provided 
they supply loads that do not exceed the ampacities given 
in Table 402.5 and are installed in a raceway, an approved 
enclosure, or a listed cable. Conductors larger than 16 
AWG shall not supply loads greater than the ampacities 
given in 310.15, as applicable. 

(B) Insulation. Insulation on conductors shall be rated for 
the system voltage and not less than 600 volts. Conductors 
larger than 16 AWG shall comply with Article 310. Con- 
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ductors 18 AWG and 16 AWG shall be Type KF-2, KFF-2, 
PAFF, PTFF, PF, PFF, PGF, PGFF, RFH-2, RFHH-2, 
RFHH-3, SF-2, SFF-2, TF, TFF, TFN, TFFN, ZF, or ZFF. 
Conductors with other types and thickness of insulation 
shall be permitted if listed for non-power-limited fire alarm 
circuit use. [ROP 3-182] 

Informational Note: For application provisions, see Table 
402.3. 

(C) Conductor Materials. Conductors shall be solid or 
stranded copper. 


(1) In Raceways, Exposed on Ceilings or Sidewalls, or 
Fished in Concealed Spaces. Cable splices or terminations 
shall be made in listed fittings, boxes, enclosures, fire alarm 
devices, or utilization equipment. Where installed exposed, 
cables shall be adequately supported and installed in such a 
way that máximum protection against physical damage is 
afforded by building construction such as baseboards, door 
trames, ledges, and so forth. Where located within 2.1 m 
(7 ft) of the floor, cables shall be securely fastened in an 
approved manner at intervals of not more than 450 mm 
(18 in.). 


Exception to (B) and (C): Wire Types PAF and PTF shall be 
permitted only for high-temperature applications between 
90°C (194°F) and 250°C (482°F). 

760.51 Number of Conductors in Cable Trays and 
Raceways, and Ampacity Adjustment Factors. 

(A) NPFFA Circuits and Class 1 Circuits. Where only 
non-power-limited fire alarm circuit and Class 1 circuit 
conductors are in a raceway, the number of conductors shall 
be determined in accordance with 300.17. The ampacity 
adjustment factors given in 310.15(B)(3)(a) shall apply if 
such conductors carry continuous load in excess of 10 per- 
cent of the ampacity of each conductor. 

(B) Power-Supply Conductors and NPLFA Cl 
Conductors. Where power-supply condu ctors and 
power-limited fire alarm circuit conducto] 
a raceway in accordance with 760. 
ductors shall be determined in accor 
ampacity adjustment factors given 
apply as follows: [ROP 

(1) To all conductors 
tors carry continuo] 
the ampacity of eacB 
number of conductors 

(2) To the power-supply condíNk^Kíly, where the fire 
alarm circuit conductors do noWarry continuous loads 
in excess of 10 percent of the ampacity of each con¬ 
ductor and where the number of power-supply conduc¬ 
tors is more than three 

(C) Cable Trays. Where fire alarm circuit conductors are 
installed in cable trays, they shall comply with 392.22 and 
392.80(A). 



conduc- 
lercent of 
diere the total 


(2) Passing Through a Floor or Wall. Cables shall be 
installed in metal raceway or rigid nonmetallic conduit 
where passing through a floor or wall to a height of 2.1 m 
(7 ft) above floor, unless adequate protection can be 
afforded b^ouilding construction such as detailed in 
76O.53y0^^or unless an equivalent solid guard is pro- 


r In HoistwaysWWples shall be installed in rigid metal 
JEondui^igid nonmelulic conduit, intermediate metal con- 
Tquidtight flexible nonmetallic conduit, or electrical 
líic tubing where installed in hoistways. 

As provided for in 620.21 for elevators and 
Equipment. 

(B) Applications of Listed NPLFA Cables. The use of 

non-power-limited fire alarm circuit cables shall comply 
with 760.53(B)(1) through (B)(4). 

(1) Ducts. Multiconductor non-power-limited fire alarm 
circuit cables, Types NPLFP, NPLFR, and NPLF, shall not 
be installed exposed in ducts. 

Informational Note: See 300.22(B). 

(2) Other Spaces Used for Environmental Air. Cables 
installed in other spaces used for environmental air shall be 
Type NPLFP. 

Exception No. 1: Types NPLFR and NPLF cables in¬ 
stalled in compliance with 300.22(C). 

Exception No. 2: Other wiring methods in accordance 
with 300.22(C) and conductors in compliance with 
760.49(C). 


760.53 Multiconductor NPLFA Cables. Multiconductor 
non-power-limited fire alarm cables that meet the require- 
ments of 760.176 shall be permitted to be used on fire 
alarm circuits operating at 150 volts or less and shall be 
installed in accordance with 760.53(A) and (B). 

(A) NPLFA Wiring Method. Multiconductor non-power- 
limited fire alarm circuit cables shall be installed in accor¬ 
dance with 760.53(A)(1), (A)(2), and (A)(3). 


Exception No. 3: Type NPLFP-CI cable shall be permitted 
to be installed to provide a 2-hour circuit integrity rated 
cable. 

(3) Riser. Cables installed in vertical runs and penetrating 
from floor to floor or cables installed in vertical runs in a 
shaft, shall be Type NPLFR. Floor penetrations requiring 
Type NPLFR shall contain only cables suitable for riser or 
plenum use. [ROP 3-193] 
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Exception No. 1: Type NPLF or other cables that are 
specified in Chapter 3 and are in compliance with 
760.49(C) and encased in metal raceway. 

Exception No. 2: Type NPLF cables located in a fireproof 
shaft having firestops at each floor. 


and shall be identified as “FIRE ALARM CIRCUIT.” The 
red identification shall not damage the overcurrent protec- 
tive devices or obscure the manufacturer’s markings. This 
branch circuit shall not be supplied through ground-fault 
Circuit interrupters or arc-fault circuit interrupters. 


Informational Note: See 300.21 for firestop requirements 
for floor penetrations. 

Exception No. 3: Type NPLF-CI cable shall be permitted to 
be installed to provide a 2-hour circuit integrity rated 
cable. 

(4) Other Wiring Within Buildings. Cables installed in 
building locations other than the locations covered in 
760.53(B)(1), (B)(2), and (B)(3) shall be Type NPLF. 
Exception No. 1: Chapter 3 wiring methods with conduc- 
tors in compliance with 760.49(C). 

Exception No. 2: Type NPLFP or Type NPLFR cables 
shall be permitted. 

Exception No. 3: Type NPLFR-CI cable shall be permitted 
to be installed to provide a 2-hour circuit integrity rated 
cable. 

III. Power-Limited Fire Alarm (PLFA) Circuits 
760.121 Power Sources for PLFA Circuits. 

(A) Power Source. The power source for a 
fire alarm circuit shall be as specified in i 

(A) (2), or (A)(3). 

Informational Note No. 1: Tables 12(A) a 
Chapter 9 provide the listing i 
limited fire alarm circuit sources.^ 

Informational Note No. 2: Sce 210.8(A)(5), 
receptacles in dwelling-unit unm^Kd basementsBat sup- 
ply power for fire alarm systems. 

(1) A Usted PLFA or Class 3 transfoS 

(2) A Usted PLFA or Class 3 power supj31 

(3) Listed equipment marked to identify the PLFA power 
source. 

Informational Note: Examples of listed equipment are a 
fire alarm control panel with integral power source; a cir¬ 
cuit card listed for use as a PLFA source, where used as part 
of a listed assembly; a current-limiting impedance, listed 
for the purpose or part of a listed product, used in conjunc- 
tion with a non-power-limited transformer or a stored en- 
ergy source, for example, storage battery, to limit the output 
current. 

(B) Branch Circuit. The branch circuit supplying the fire 
alarm equipment(s) shall supply no other loads. The loca- 
tion of the branch-circuit overcurrent protective device 
shall be permanently identified at the fire alarm control 
unit. The circuit disconnecting means shall have red iden¬ 
tification, shall be accessible only to qualified personnel, 


760.124 Circuit Marking. The equipment supplying 
PLFA circuits shall be durably marked where plainly vis¬ 
ible to indicate each circuit that is a power-limited fire 
alarm circuit. 

Informational Note: See 760.130(A), Exception No. 3, 
where a power-limited circuit is to be reclassified as a non- 
power-limited circuit. 

760.127 Wiring Methods on Supply Side of the PLFA 
Power Source. C^Actors and equipment on the supply 
side of the po^^Rource shall be installed in accordance 
with the app^w^kgquirements of Part II and Chapters 1 
through 4* minsfomkK or other devices supplied from 
power^^píy conducto^fchall be protected by an overcur- 
pice ratgd not over'^^amperes. 

Whe input leads of a transformer or other 
Wce supplying power-limited fire alarm circuits 
jmtted to be smaller than 14 AWG, but not 
pMVPG, ifthey are not over 300 mm (12 in.) 
they have insulation that complies with 

V.49(B)7 

JO. 130 Wiring Methods and Materials on Load Side of 
tHe PLFA Power Source. Fire alarm circuits on the load 
e of the power source shall be permitted to be installed 
using wiring methods and materials in accordance with 
760.130(A), (B), or a combination of (A) and (B). 

(A) NPLFA Wiring Methods and Materials. Installation 
shall be in accordance with 760.46, and conductors shall be 
solid or stranded copper. 

Exception No. 1: The ampacity adjustment factors given 
in 310.15(B)(3)(a) shall not apply. 

Exception No. 2: Conductors and multiconductor cables 
described in and installed in accordance with 760.49 and 
760.53 shall be permitted. 

Exception No. 3: Power-limited circuits shall be permitted 
to be reclassified and installed as non-power-limited cir¬ 
cuits if the power-limited fire alarm circuit markings re- 
quired by 760.124 are eliminated and the entire circuit is 
installed using the wiring methods and materials in accor¬ 
dance with Part II, Non-Power-Limited Fire Alarm 
Circuits. 

Informational Note: Power-limited circuits reclassified 
and installed as non-power-limited circuits are no longer 
power-limited circuits, regardless of the continued connec- 
tion to a power-limited source. 
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(B) PLFA Wiring Methods and Materials. Power-limited 
fire alarm conductors and cables described in 760.179 shall 
be installed as detailed in 760.130(B)(1), (B)(2), or (B)(3) 
of this section and 300.7. Devices shall be installed in ac- 
cordance with 110.3(B), 300.11(A), and 300.15. 

(1) In Raceways, Exposed on Ceilings or Sidewalls, or 
Fished in Concealed Spaces. Cable splices or terminations 
shall be made in listed fittings, boxes, enclosures, fire alarm 
devices, or utilization equipment. Where installed exposed, 
cables shall be adequately supported and installed in such a 
way that máximum protection against physical damage is 
afforded by building construction such as baseboards, door 
frames, ledges, and so forth. Where located within 2.1 m 
(7 ft) of the floor, cables shall be securely fastened in an 
approved manner at intervals of not more than 450 mm 
(18 in.). 

(2) Passing Through a Floor or Wall. Cables shall be 
installed in metal raceways or rigid nonmetallic conduit 
where passing through a floor or wall to a height of 2.1 m 
(7 ft) above the floor, unless adequate protection can be 
afforded by building construction such as detailed : 
760.130(B)(1), or unless an equivalent solid guard is pro- 
vided. 

(3) In Hoistways. Cables shall be installed in rigid^ 
conduit, rigid nonmetallic conduit, intermediate metal' 
duit, or electrical metallic tubing where i: 
ways. 

Exception: As provided for in 62* 
similar equipment. 


760.133 Installation 
Cables, Compartmenl 
holes, Outlet Boxes, D 
Routing Assemblies 

ductors and equipment 
shall be installed in 
760.143. [ROP 3-171] 



ipment in 
kclosllres, Man- 
ways, and Cable 
I Circuits. Con- 
W fire alarm circuits 
i 760.136 through 


760.136 Separation from Electric Light, Power, Class 1, 
NPLFA, and Medium-Power Network-Powered Broad- 
band Communications Circuit Conductors. 

(A) General. Power-limited fire alarm circuit cables and 
conductors shall not be placed in any cable, cable tray, 
compartment, enclosure, manhole, outlet box, device box, 
raceway, or similar fitting with conductors of electric light, 
power, Class 1, non-power-limited fire alarm circuits, and 
medium-power network-powered broadband Communica¬ 
tions circuits unless permitted by 760.136(B) through (G). 

(B) Separated by Barriers. Power-limited fire alarm Cir¬ 
cuit cables shall be permitted to be installed together with 
Class 1, non-power-limited fire alarm, and medium-power 


network-powered broadband Communications circuits 
where they are separated by a barrier. 

(C) Raceways Within Enclosures. In enclosures, power- 
limited fire alarm circuits shall be permitted to be installed 
in a raceway within the enclosure to sepárate them from 
Class 1, non-power-limited fire alarm, and medium-power 
network-powered broadband Communications circuits. 

(D) Associated Systems Within Enclosures. Power- 
limited fire alarm conductors in compartments, enclosures, 
device boxes, outlet boxes, or similar fittings shall be per¬ 
mitted to be installed with electric light, power, Class 1, 
non-power-limited fire alarm, and médium power network- 
powered broadband Communications circuits where they 
are introduc^Éiolely to connect the equipment connected 
to power-b^ued fire alarm circuits, and comply with either 
of the f^^Mng conditions: 

(1)^1 T!6 electnfcüght, power, Class 1, non-power-limited 
iré alarm, arS^tedium-power network-powered broad¬ 
band communiaPbns circuit conductors are routed to 
itain a minimum of 6 mm (0.25 in.) separation 
l om the conductors and cables of power-limited fire 
circuits. 

ircuit conductors opérate at 150 volts or less to 
mnd and also comply with one of the following: 

a. The fire alarm power-limited circuits are installed 
using Type FPL, FPLR, FPLP, or permitted substi- 
tute cables, provided these power-limited cable con¬ 
ductors extending beyond the jacket are separated 
by a minimum of 6 mm (0.25 in.) or by a noncon- 
ductive sleeve or nonconductive barrier from all 
other conductors. 

b. The power-limited fire alarm circuit conductors are 
installed as non-power-limited circuits in accor- 
dance with 760.46. 

(E) Enclosures with Single Opening. Power-limited fire 
alarm circuit conductors entering compartments, enclo¬ 
sures, device boxes, outlet boxes, or similar fittings shall be 
permitted to be installed with electric light, power, Class 1, 
non-power-limited fire alarm, and medium-power network- 
powered broadband Communications circuits where they 
are introduced solely to connect the equipment connected 
to power-limited fire alarm circuits or to other circuits con- 
trolled by the fire alarm system to which the other conduc¬ 
tors in the enclosure are connected. Where power-limited 
fire alarm circuit conductors must enter an enclosure that is 
provided with a single opening, they shall be permitted to 
enter through a single fitting (such as a tee), provided the 
conductors are separated from the conductors of the other 
circuits by a continuous and firmly fixed nonconductor, 
such as flexible tubing. 
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(F) In Hoistways. In hoistways, power-limited fire alarm 
Circuit conductors shall be installed in rigid metal conduit, 
rigid nonmetallic conduit, intermediate metal conduit, liq- 
uidtight flexible nonmetallic conduit, or electrical metallic 
tubing. For elevators or similar equipment, these conduc¬ 
tors shall be permitted to be installed as provided in 620.21. 

(G) Other Applications. For other applications, power- 
limited fire alarm circuit conductors shall be separated by at 
least 50 mm (2 in.) from conductors of any electric light, 
power, Class 1, non-power-limited fire alarm, or medium- 
power network-powered broadband Communications cir- 
cuits unless one of the following conditions is met: 

(1) Either (a) all of the electric light, power, Class 1, non- 
power-limited fire alarm, and medium-power network- 
powered broadband Communications circuit conductors 
or (b) all of the power-limited fire alarm circuit con¬ 
ductors are in a raceway or in metal-sheathed, metal- 
ciad, nonmetallic-sheathed, or Type UF cables. 

(2) All of the electric light, power, Class 1, non-power- 
limited fire alarm, and medium-power network- 
powered broadband Communications circuit conductors 
are permanently separated from all of the power- 
limited fire alarm circuit conductors by a continuous 
and firmly fixed nonconductor, such as porcelain tubes* 
or flexible tubing, in addition to the insulation on the 
conductors. 

760.139 Installation of Conductors of Di 
Circuits, Class 2, Class 3, and Communicat 
in the Same Cable, Enclosure, Cable Tray, 

Cable Routing Assembly. [ROP 3^U 

(A) Two or More PLFA Circuito Cable an^kondü 
of two or more power-limited n^^larm circuí® Commu¬ 
nications circuits, or Class 3 cir^fct shall h®permitted 
within the same cable, enclosure, cai^ktij^^aceway, or 
cable routing assembly. [ROP 3-171] 


ing assembly is at least that required by the power-limited 
fire alarm circuits. [ROP 3-171] 

(C) Low-Power Network-Powered Broadband Commu¬ 
nications Cables and PLFA Cables. Low-power network- 
powered broadband Communications circuits shall he per¬ 
mitted in the same enclosure, cable tray, raceway, or cable 
routing assembly with PLFA cables. [ROP 3-171] 

(D) Audio System Circuits and PLFA Circuits. Audio 
system circuits described in 640.9(C) and installed using 
Class 2 or Class 3 wiring methods in compliance with 
725.133 and 725.154 shall not be permitted to be installed 
in the same cable, cable tray, raceway, or cable routing 
assembly with power limited conductors or cables. [ROP 
3-171] 

ductors of 26 AWG shall be 
with a connector listed as 
iGor larger conductors that 
where the 26 AWG conduc- 
lent listed as suitable for 26 
s. Single conductors shall not be smaller 




irt of Conductors. Power-limited fire alarm 
>rs shall not be strapped, taped, or attached 
to the exterior of any conduit or other race- 
as a means of support. 

0.145 Current-Carrying Continuous Line-Type Fire 
rtectors. 

(A) Application. Listed continuous line-type fire detec- 
tors, including insulated copper tubing of pneumatically 
operated detectors, employed for both detection and carry- 
ing signaling currents shall be permitted to be used in 
power-limited circuits. 

(B) Installation. Continuous line-type fire detectors shall 
he installed in accordance with 760.124 through 760.130 
and 760.133. 


(B) Class 2 Circuits with PLFA Circuits. Conductors of 
one or more Class 2 circuits shall be permitted within the 
same cable, enclosure, cable tray, raceway, or cable routing 
assembly with conductors of power-limited fire alarm cir¬ 
cuits, provided that the insulation of the Class 2 circuit 
conductors in the cable, enclosure, raceway, or cable rout- 


760.154 Applications of Listed PLFA Cables. PLFA 
cables shall comply with the requirements described in ei¬ 
ther 760.154(A), (B), or (C) and Table 760.154, or where 
cable substitutions are made as shown in 760.154(D). 

[ROP 3-202] 
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Table 760.154 Applications of Listed PLFA Cables in Buildings [ROP 3-202] 






Cable Type 

FPLR 



Applications 

FPLP & FPLP-CI 

& FPLR-CI 

FPL & FPL-CI 


In fabricated ducts 

Y* 

N 

N 

In Fabricated Ducts as 

Described in 300.22(B) 

In metal raceway that complies 
with 300.22(B) 

Y* 

Y* 

Y* 

In Other Spaces Used for 
Environmental Air as 

In other spaces used for 
environmental air 

Y * 

N 

N 

Described in 300.22(C) 


In metal raceway that complies 

Y * 

Y* 

Y * 




In riser cable routing assemblies Y* 

In one- and two-family dwellings Y* 


Y* 

Y* 

Y* 

Y* 

Y* 


N 

N 

N 

N 

y* 


Within Buildings in Other Than 
Air-Handling Spaces and 

Risers General Y* Y* 

Supported by cable trays Y* Y* 

In any raceway recognized in 

Chapter 3 Y* Y* 

In plenum Communications 

raceway Y* Y* 

In plenum cable routing 

assemblies Y* Y* 


Y * 

Y* 

Y* 

Y * 

Y* 
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Table 760.154 Continued 



Cable Type 


Applications 

FPLP & FPLP-CI 

FPLR 
& FPLR-CI 

FPL & FPL-CI 

In riser Communications raceways 

Y* 

Y* 

Y* 

In riser cable routing assemblies 

y* 

Y* 

Y * 

In general-purpose 

Communications raceways 

Y* 

Y* 

Y * 

In general-purpose cable routing 
assemblies 

y* 

Y* 

Y* 


Note: An “N” in the table indicates that the cable type shall not be permitted to be installed in the apnMcation. A “Y*” indicates that the cable shall 
be permitted to be installed in the application, subject to the limitations described in 760.130 thrc^Br 760.145. 


(A) Plenum. Cables installed in ducts, plenums, and other 
spaces used for environmental air shall be Type FPLP. 
Types FPLP, FPLR, and FPL cables installed in compliance 
with 300.22 shall be permitted. Type FPLP-CI cable shall 
be permitted to be installed to provide a 2-hour circuit 
integrity rated cable. 

(B) Riser. Cables installed in risers shall be as described 
either (1), (2), or (3): 

(1) Cables installed in vertical runs and penetrating floor t 
floor, or cables installed in vertical runs 
be Type FPLR. Floor penetrations 
FPLR shall contain only cables suital 
plenum use. Type FPLR-CI cable shall 
be installed to provide a 2-hour 
cable. [ROP 3-206] 

(2) Other cables shall be inst 
located in a fireproof sha 
floor. 

(3) Type FPL cable shall be 
family dwellings. 

Informational Note: See 300.21 for firestop requirements 
for floor penetrations. 

(C) Other Wiring Within Buildings. Cables installed in 
building locations other than those covered in 760.154(A) 
or (B) shall be as described in either (C)(l), (C)(2), (C)(3), 
or (C)(4). Type FPL-CI cable shall be permitted to be in¬ 
stalled as described in either (C)(l), (C)(2), (C)(3), or 

(C)(4) to provide a 2-hour circuit integrity rated cable. 

(1) General. Type FPL shall be permitted. 

(2) In Raceways and Cable Routing Assemblies. Cables 
shall be permitted to be installed in raceways and cable 
routing assemblies. [ROP 3-171] 



.tal led in nonconcealed spaces where 
ible does not exceed 3 m (10 ft). 

(4) PpÉSfole Fire Alarm System. A portable fire alarm 
provú^l to protecta stage or set when not in use 
itted to use wiring methods in accordance 

with 3 

Jfire Alarm Cable Substitutions. The substitutions 
m rables listed in Table 760.154(D) and illus- 
in^^ure 760.154(D) shall be permitted. Where sub- 
Ttute cables are installed, the wiring requirements of Ar- 
;le 760, Parts I and III, shall apply. 

Informational Note: For information on Communications 
cables (CMP, CMR, CMG, CM), see 800.179. 


- and two- 



Type CM—Communications wires and cables 
Type FPL—Power-limited fire alarm cables 

0—»Ü] Cable A shall be permitted to be used in place of Cable B 
26 AWG mínimum 

Figure 760.154(D) Cable Substitution Hierarchy. 

IV. Listing Requirements 


(3) Nonconcealed Spaces. Cables specified in Chapter 3 760.176 Listing and Marking of NPLFA Cables. Non- 

and meeting the requirements of 760.179(A) and (B) shall power-limited fire alarm cables installed as wiring within 
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Table 760.154(D) Cable Substitutions 




Permitted 

Cable Type 

References 

Substitutions 

FPLP 

760.154(A) 

CMP 

FPLR 

760.154(B) 

CMP, FPLP, CMR 

FPL 

760.154(C) 

CMP, FPLP, CMR, 
FPLR, CMG, CM 


and other space used for environmental air, and shall also 
be listed as being resistant to the spread of fire. 

Informational Note: One method of defining resistant to 
the spread offire is that the cables do not spread fire to the 
top of the tray in the “UL Fíame Exposure, Vertical Tray 
Fíame Test” in ANSI/UL 1685-2007 (Rev. 2010), Standard 
for Safety for Vertical-Tray Fire-Propagation and Smoke- 
Release Test for Electrical and Optical-Fiber Cables. The 
smoke measurements in the test method are not applicable. 


buildings shall be listed in accordance with 760.176(A) and 

(B) and as being resistant to the spread of fire in accordance 
with 760.176(C) through (F), and shall be marked in accor¬ 
dance with 760.176(G). Cable used in a wet location shall 
be listed for use in wet locations or have a moisture- 
impervious metal sheath. 

(A) NPLFA Conductor Materials. Conductors shall be 18 
AWG or larger solid or stranded copper. 

(B) Insulated Conductors. Insulation on conductors shall 
be rated for the system voltage and not less than 600V. 
Insulated conductors 14 AWG and larger shall be one of the 
types listed in Table 310.104(A) or one that is identified for 
this use. Insulated conductors 18 AWG and 16 AW Gtehall 
be in accordance with 760.49. [ROP 3-207] 

(C) Type NPLFP. Type NPLFP non-poweiMimited^ 
alarm cable for use in other space used for environment 
air shall be listed as being suitable ftupKe in q 
used for environmental air as descri^B in 3(1 
shall also be listed as having adenuate WbretM zmt. aiTC 
smoke-producing characteristjfl 


Informational Note: Onj^ethod of del 
low smoke-producing d^Ee and fire- 
the cable exhibits a maxm^apeak opticí 
or less, an average optical o^uty of 0. 
máximum fíame spread distan! 
when tested in accordance with 
Method of Test for Fíame Travel ai 


^ that is 
s that 
lensity of 0.50 
ir less, and a 
(5 ft) or less 
>62-2011, Standard 
Smoke of Wires and 


Cables for Use in Air-Handling Spaces. [ROP 3-164] 


[ROP 3-141] 

Another method of defining resistant to the spread of 
fire is for the damage (char length) not to exceed 1.5 m (4 ft 
11 in.) when performing the CSA “Vertical Fíame Test — 
Cables in Cable Trays,” as described in CSA C22.2 No. 
0.3-M-2001, Test Methods for Electrical Wires and Cables. 

(F) Fire Alarm Circuit Integrity (CI) Cable or Electri¬ 
cal Circuit JÉhtective System. Cables that are used for 
survivability of critical circuits under fire conditions shall 
meet either (F)( 1 ) or (F)(2) as follows: [ROP 3-208] 

(O^pircuit Integrity (CI) Cables. Circuit Integrity (CI) 
mes, specified m 760.176(C), (D), and (E), and used for 
rsurvivídÉüity of critíral circuits shall have the additional 
Pcation using the suffix “-CI”. Circuit integrity (CI) 
Es shall only be permitted to be installed in a raceway 
kspecifically listed and marked as part of an electrical 
^circui^Motective system as covered in (F)(2). [ROP 3-208] 

Rectrical Circuit Protective System. Cables, speci¬ 
fied in 760.176(C), (D), (E), and (F)(l), that are part of an 
electrical circuit protective system shall be identified with 
the protective system number and hourly rating printed on 
the outer jacket of the cable and shall be installed in accor¬ 
dance with the listing of the protective system. [ROP 
3-208] 

Informational Note No. 1: Fire alarm circuit integrity (CI) 
cable and electrical circuit protective systems may be used 
for fire alarm circuits to comply with the survivability re- 
quirements of NFPA 72- 2010, National Fire Alarm and Sig- 
naling Code, 12.4.3 and 12.4.4, that the circuit maintain its 
electrical function during fire conditions for a defined pe- 
riod of time. [ROP 3-209] 


(D) Type NPLFR. Type NPLFR non-power-limited fire 
alarm riser cable shall be listed as being suitable for use in 
a vertical run in a shaft or from floor to floor and shall also 
be listed as having fire-resistant characteristics capable of 
preventing the carrying of fire from floor to floor. 

Informational Note: One method of defining fire-resistant 
characteristics capable of preventing the carrying of fire 
from floor to floor is that the cables pass ANSI/UL 1666- 
2007 (Rev. 2011), Test for Fíame Propagation Height of 
Electrical and Optical-Fiber Cables Installed Vertically in 
Shafts. [ROP 3-141] 

(E) Type NPLF. Type NPLF non-power-limited fire alarm 
cable shall be listed as being suitable for general-purpose 
fire alarm use, with the exception of risers, ducts, plenums, 


Informational Note No. 2: One method of defining circuit 
integrity (CI) cable or an Electrical Circuit Protective Sys¬ 
tem is by establishing a minimum 2-hour fire resistive rat¬ 
ing when tested in accordance with UL 2196-2001 (Rev. 
2006), Standard for Tests of Fire Resistive Cables. [ROP 
3-208, ROP 3-141] 

Informational Note No. 3: UL guide information for elec¬ 
trical circuit protective systems (FHIT) contains informa¬ 
tion on proper installation requirements to maintain the fire 
rating. [ROP 3-208] 

(G) NPLFA Cable Markings. Multiconductor non- 
power-limited fire alarm cables shall be marked in accor¬ 
dance with Table 760.176(G). Non-power-limited fire 
alarm circuit cables shall be permitted to be marked with a 
máximum usage voltage rating of 150 volts. Cables that are 
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listed for circuit integrity shall be identified with the suffix 
“CI” as defined in 760.176(F). 

Informational Note: Cable types are listed in descending 
order of fire resistance rating. 

Table 760.176(G) NPLFA Cable Markings 


Cable 

Marking 

Type 

Reference 

NPLFP 

Non-power-limited fire 

760.176(C) and 


alarm circuit cable for use 
in “other space used for 
environmental air” 

(G) 

NPLFR 

Non-power-limited fire 

760.176(D) and 


alarm circuit riser cable 

(G) 

NPLF 

Non-power-limited fire 

760.176(E) and 


alarm circuit cable 

(G) 


Note: Cables identified in 760.176(C), (D), and (E) and meeting the 
requirements for circuit integrity shall have the additional classifica- 
tion using the suffix “CI” (for example, NPLFP-CI, NPLFR-CI, and 
NPLF-CI). 


760.179 Listing and Marking of PLFA Cables and In- 
sulated Continuous Line-Type Fire Detectors. PLFA. 
cables installed as wiring within buildings shall be listed as^ 
being resistant to the spread of fire and other criteria in " 
accordance with 760.179(A) through (H) and ¡ 
marked in accordance with 760.179(1). Insulayg 
ous line-type fire detectors shall be listed J^accorc 
with 760.179(J). Cable used in a wet locath^fcall b^ 
for use in wet locations or have a moisturs|gij|gllr 
metal sheath. 



(A) Conductor Materials. Q 

stranded copper. 

(B) Conductor Size. The size of co^fctíorsJ^Tmulticon- 
ductor cable shall not be smaller than 26 AWG. Single 
conductors shall not be smaller than 18 AW 

(C) Ratings. The cable shall have a voltage rating of not 
less than 300 volts. 

(D) Type FPLP. Type FPLP power-limited fire alarm ple- 
num cable shall be listed as being suitable for use in ducts, 
plenums, and other space used for environmental air and 
shall also be listed as having adequate fire-resistant and low 
smoke-producing characteristics. 

Informational Note: One method of defining a cable that is 
low smoke-producing cable and fire-resistant cable is that 
the cable exhibits a máximum peak optical density of 0.50 
or less, an average optical density of 0.15 or less, and a 
máximum fíame spread distance of 1.52 m (5 ñ) or less 
when tested in accordance with NFPA 262-2011, Standard 
Method of Test for Fíame Travel and Smoke of Wires and 
Cables for Use in Air-Handling Spaces. [ROP 3-164] 


(E) Type FPLR. Type FPLR power-limited fire alarm riser 
cable shall be listed as being suitable for use in a vertical 
run in a shaft or from floor to floor and shall also be listed 
as having fire-resistant characteristics capable of preventing 
the carrying of fire from floor to floor. 

Informational Note: One method of defining fire-resistant 
characteristics capable of preventing the carrying of fire 
from floor to floor is that the cables pass the requirements 
of ANSI/UL 1666-2007 (Rev. 2011), Standard Test for 
Fíame Propagation Height of Electrical and Optical-Fiber 
Cable Installed Vertically in Shafts. [ROP 3-141] 

(F) Type FPL. Type FPL power-limited fire alarm cable 
shall be listed as being suitable for general-purpose fire 
alarm use, with the exception of risers, ducts, plenums, and 
other spaces used for environmental air, and shall also be 
listed as being resú^pt to the spread of fire. 

Informationa^É^K: One method of defining resistant to 
the spread jif fm is that the cables do not spread fire to the 
top of the^ray in tW^JL Fíame Exposure, Vertical Tray 
Flam^^t” in ANSF^kó85-2007 (Rev. 2010), Standard 
foi^JJety for Vertical-^^^Fire-Propagation and Smoke- 
Electricalund Optical-Fiber Cables. The 
Trements in the test method are not applicable. 
[ROP3^141] 

method of defining resistant to the spread of 
Aamage (char length) not to exceed 1.5 m (4 ft 
srforming the CSA “Vertical Fíame Test — 
:able Trays,” as described in CSA C22.2 No. 
r 3-M-ZOUl, Test Methods for Electrical Wires and Cables. 

1) Fire Alarm Circuit Integrity (CI) Cable or Electri- 
Circuit Protective System. Cables that are used for 
rurvivability of critical circuits under fire conditions shall 
meet either (G)(l) or (G)(2) as follows: [ROP 3-210] 

(1) Circuit Integrity (CI) Cables. Circuit Integrity (CI) 
cables, specified in 760.179(D), (E), (F) and (H), and used 
for survivability of critical circuits shall have the additional 
classification using the suffix “-CI”. Circuit integrity (CI) 
cables shall only be permitted to be installed in a raceway 
where specifically listed and marked as part of an electrical 
circuit protective system as covered in (G)(2). [ROP 
3-210] 

(2) Electrical Circuit Protective System. Cables, speci¬ 
fied in 760.179(D), (E), (F), (H), and (G)(l), that are part of 
an Electrical Circuit Protective System, shall be identified 
with the protective system number and hourly rating 
printed on the outer jacket of the cable and shall be in¬ 
stalled in accordance with the listing of the protective sys¬ 
tem. [ROP 3-210] 

Informational Note No. 1: Fire alarm circuit integrity (CI) 
cable and electrical circuit protective systems may be used 
for fire alarm circuits to comply with the survivability re¬ 
quirements of NFPA 72- 2010, National Fire Alarm and Sig- 
naling Code, 12.4.3 and 12.4.4, that the circuit maintain its 
electrical function during fire conditions for a defined pe- 
riod of time. [ROP 3-211] 
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Informational Note No. 2: One method of defining circuit 
integrity (CI) cable or an Electrical Circuit Protective Sys¬ 
tem is by establishing a mínimum 2-hour fire resistive rat- 
ing when tested in accordance with UL 2196-2001 (Rev. 
2006), Standard for Tests of Fire Resistive Cables. [ROP 
3-210, ROP 3-141] 

Informational Note No. 3: UL guide information for elec¬ 
trical circuit protective Systems (FHIT) contains informa¬ 
tion on proper installation requirements to maintain the fire 
rating. [ROP 3-210] 


the temí bonding conductor or the term grounding elec- 
trode conductor (GEC), where applicable, to more accu- 
rately reflect the application and function of the conductor. 

See Informational Note Figure 800(a) and Informa- 
tional Note Figure 800(b) for illustrative application of a 
bonding conductor or grounding electrode conductor. 
[ROP 16-21] 


I. General 


(H) Coaxial Cables. Coaxial cables shall be permitted to 
use 30 percent conductivity copper-covered Steel center 
conductor wire and shall be listed as Type FPLP, FPLR, or 
FPL cable. 


770.1 Scope. The provisions of this article apply to the 
installation of optical fiber cables, raceways, and cable 
routing assemblies. This article does not cover the construc- 
tion of optical fiber cables and raceways. 


(I) Cable Marking. The cable shall be marked in accor¬ 
dance with Table 760.179(1). The voltage rating shall not be 
marked on the cable. Cables that are listed for circuit integ¬ 
rity shall be identified with the suffix CI as defined in 
760.179(G). 

Informational Note: Voltage ratings on cables may be mis- 
interpreted to suggest that the cables may be suitable for 
Class 1, electric light, and power applications. 

Exception: Voltage markings shall be permitted where the 
cable has múltiple listings and voltage marking is required 
for one or more of the listings. 


Table 760.179(1) Cable Markings 



Note: Cables identified 
requirements for circuit integrit 
tion using the suffix “CI” (for 
CI). 


770.2 Definitmns. See Part I of Article 100. For purposes 
of this artiaprthe following additional definitions apply. 

[ROP 16-22] 

Toned Optical Fiber Cable. Installed optical fiber 
I that is notlfchnated at equipment other than a con¬ 
ectar apd not idenlpfed for future use with a tag. 

mational Note: See Part I of Article 100 for a definí¬ 
an of Equipment. [ROP 16-25] 

tauting Assembly. A single channel or connected 
channels, as well as associated fittings, forming a 
iral system that is used to support, route and protect 
high densities of wires and cables, typically Communica¬ 
tions wires and cables, optical fiber and data (Class 2 and 
Class 3) cables associated with information technology and 
Communications equipment. 

Cable Sheath. A covering over the optical fiber assembly 
that ineludes one or more jackets and may inelude one or 
more metallic members or strength members. 

Composite Optical Fiber Cable. A cable containing opti¬ 
cal fibers and current-carrying electrical conductors. 


Informational Note: Cable types are listed in descending 
order of fire-resistance rating. 

(J) Insulated Continuous Line-Type Fire Detectors. In- 

sulated continuous line-type fire detectors shall be rated in 
accordance with 760.179(C), listed as being resistant to the 
spread of fire in accordance with 760.179(D) through (F), 
marked in accordance with 760.179(1), and the jacket com- 
pound shall have a high degree of abrasión resistance. 


ARTICLE 770 

Optical Fiber Cables and Raceways 


Informational Note: The general term grounding conduc¬ 
tor as previously used in this article is replaced by either 


Conductive Optical Fiber Cable. A factory assembly of 
one or more optical fibers having an overall covering and 
containing non-current-carrying conductive member(s) 
such as metallic strength member(s), metallic vapor barri¬ 
era), metallic armor or metallic sheath. 

Electrical Circuit Protective System. A system consisting 
of components and materials intended for installation as 
protection for specific electrical wiring systems, with re- 
spect to the disruption of electrical circuit integrity upon 
exterior fire exposure. [ROP 16-26a] 

Exposed (to Accidental Contact). A conductive optical 
fiber cable in such a position that, in case of failure of 
supports or insulation, contact between the cable’s non- 
current-carrying conductive members and an electrical cir¬ 
cuit may result. 
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Informational Note: See Part I of Article 100 for two other 
definitions of Exposed. [ROP 16-27] 

Innerduct. A nonmetallic raceway placed within a larger 
raceway. [ROP 16-28] 

Nonconductive Optical Fiber Cable. A factory assembly 
of one or more optical fibers having an overall covering and 
containing no electrically conductive materials. 


any type of listed raceway permitted in Chapter 3. [ROP 
16-38a] 

770.21 Access to Electrical Equipment Behind Panels 
Designed to Allow Access. Access to electrical equipment 
shall not be denied by an accumulation of optical fiber 
cables that prevents removal of panels, including suspended 
ceiling panels. 


Optical Fiber Cable. A factory assembly or field assembly 
of one or more optical fibers having an overall covering. 

[ROP 16-29], 

Informational Note: A field-assembled optical fiber cable 
is an assembly of one or more optical fibers within a jacket. 

The jacket, without optical fibers, is installed in a manner 
similar to conduit or raceway. Once the jacket is installed, 
the optical fibers are inserted into the jacket, completing the 
cable assembly. [ROP 16-30] 

[ROP 16-15] 

Point of Entrance. The point within a building at which 
the optical fiber cable emerges from an external wall, from 
a concrete floor slab, from rigid metal conduit (RMC) or 
intermedíate metal conduit (IMC). [ROP 16-31] 

770.3 Other Articles. Installations of optical fiber cables^ 
and raceways shall comply with 770.3(A) and (B). Only ' 
those sections of Chapter 2 and Article 300 referaaggd in 
this article shall apply to optical fiber cables and 

(A) Hazardous (Classified) Locations. 

ber cables shall be permitted to be installe< 

(classified) locations. The cables shg^gj^g£ 
dance with the requirements of 51 
506.16, as applicable. 

(B) Cables in Ducts for Dust,Í S¡m,s e r Vapor 

Removal. The requirements of 300^™ ring Sys¬ 
tems shall apply to conductive optical r s. [ROP 

16-36] 



770.24 Mechanical Execution of Work. Optical fiber 
cables shall be installed in a neat and workmanlike manner. 
Cables installed exposed on the surface of ceilings and 
sidewalls shall be supported by the building structure in 
such a manner that the cable will not be damaged by nor¬ 
mal building use. Such cables shall be secured by hardware 
including straps, staAs. cable fies, hangers, or similar fit- 
tings designed m^^nstalled so as not to damage the cable. 
The installati|^^H|JI also conform with 300.4(D) and 
300.11. Catíjr ties^fcwl to secure optical fiber plenum 
cables h^lher space iMkfor environmental air (plenums) 
shallJ^Histed as having H^ksmoke and heat release prop- 


inal Note No. 1: Accepted industry practices are 
descrihétfoin ANSI/NECA/BICSI 568-2006, Standard for 
Jnstallin^^ammercial Building Telecommunications Ca- 
iCA/FOA 301-2009, Standard for Installing 
Fiber Optic Cables', and other ANSI-approved 
Wallation standards. [ROP 16-43] 

Informational Note No. 2: See 4.3.11.2.6.5 and 
^4.3.11.5.5.6 of NFPA 90A-2012, Standard for the lnstalla- 
tion of Air-Conditioning and Ventilating Systems, for dis¬ 
combustible components installed in accordance with 
300.22(C). [ROP 16-44] 

770.25 Abandoned Cables. The accessible portion of 
abandoned optical fiber cables shall be removed. Where 
cables are identified for future use with a tag, the tag shall 
be of sufficient durability to withstand the environment in¬ 
volved. 


(C) Composite Cables. Composite optical fiber cables 
shall be classified as electrical cables in accordance with 
the type of electrical conductors. They shall be constructed, 
listed, and marked in accordance with the appropriate ar¬ 
ticle for each type of electrical cable. 

(D) Cable Routing Assemblies. The applications in Table 
800.154(c), and installation rules in 800.110 and 800.113 
shall apply to Article 770. [ROP 16-37] 


770.26 Spread of Fire or Products of Combustión. In- 

stallations of optical fiber cables and raceways in hollow 
spaces, vertical shafts, and ventilation or air-handling ducts 
shall be made so that the possible spread of fire or products 
of combustión will not be substantially increased. Openings 
around penetrations of optical fiber cables and raceways 
through fire-resistant-rated walls, partitions, floors, or ceil¬ 
ings shall be firestopped using approved methods to main- 
tain the fire resistance rating. 


770.12 Innerduct for Optical Fiber Cables. Listed ple¬ 
num Communications raceway, listed riser Communications 
raceway, and listed general-purpose Communications race¬ 
way selected in accordance with the provisions of Table 
800.154(b) shall be permitted to be installed as innerduct in 


Informational Note: Directories of electrical construction 
materials published by qualified testing laboratories contain 
many listing installation restrictions necessary to maintain 
the fire-resistive rating of assemblies where penetrations or 
openings are made. Building codes also contain restrictions 
on membrane penetrations on opposite sides of a fire- 
resistance-rated wall assembly. An example is the 600-mm 
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(24-in.) mínimum horizontal separation that usually applies 
between boxes installed on opposite sides of the wall. As- 
sistance in complying with 770.26 can be found in building 
codes, fire resistance directories, and product listings. 


II. Cables Outside and Entering Buildings 

770.47 Underground Optical Fiber Cables Entering 
Buildings. Underground optical fiber cables entering build¬ 
ings shall comply with 770.47(A) through (B). [ROP 
16-46] 

(A) Underground Systems with Electric Light, Power, 
Class 1 or Non-Power-Limited Fire Alarm Circuit Con- 
ductors. Underground conductive optical fiber cables en¬ 
tering buildings with electric light, power, Class 1, or non- 
power-limited fire alarm circuit conductors in a raceway, 
handhole enclosure, or manhole shall be located in a sec- 
tion separated from such conductors by means of brick, 
concrete, or tile partitions or by means of a suitable barrier. 
[ROP 16-46] 

(B) Direct-Buried Cables and Raceways. Direct-buried i 
conductive optical fiber cables shall be separated by at least 
300 mm (12 in.) from conductors of any electric light, 
power, or non-power-limited fire alarm circuit condí 
or Class 1 circuit. [ROP 16-46] 

Exception No. 1: Where electric Service cond uch 
installed in raceways or have metal 

16-46] 

Exception No. 2: Where electric ll 
circuit or feeder conductors, non-pc 
circuit conductors, or Class. 
stalled in a raceway or in^letal-s) 

Type UF or Type USE «Mes. [ROI 

770.48 Unlisted Cables ai 


(A) Conductive and Nonconductive Cables. Unlisted 
conductive and nonconductive outside plant optical fiber 
cables shall be permitted to be installed in building spaces, 
other than risers, ducts used for environmental air, plenums 
used for environmental air, and other spaces used for envi¬ 
ronmental air, where the length of the cable within the 
building, measured from its point of entrance, does not 
exceed 15 m (50 ft) and the cable enters the building from 
the outside and is terminated in an enclosure. 

Informational Note No. 1: Splice cases or terminal boxes, 
both metallic and plástic types, typically are used as enclo- 
sures for splicing or terminating optical fiber cables. 
Informational Note No. 2: See 770.2 for the definition of 
Point of Entrance. 

(B) Nonconductive Cables in Raceway. Unlisted noncon¬ 
ductive outside plant optical fiber cables shall be permitted 



to enter the building from the outside and run in any of the 
following raceways: 

(1) Intermediate metal conduit (IMC) 

(2) Rigid metal conduit (RMC) 

(3) Rigid polyvinyl chloride conduit (PVC) 

(4) Electrical metallic tubing (EMT) 

[ROP 16-47] 

770.49 Metallic Entrance Conduit Grounding. Rigid 
metal conduit (RMC) or intermediate metal conduit (IMC) 
containing optical fiber entrance cable shall be connected 
by a bonding conductor or grounding electrode conductor 
to a grounding electrode in accordance with 770.100(B). 
[ROP 16-48] 


Interruption of Non-Current- 
Members of Optical Fiber Cables. 

tering the building or terminating on 
taing shall comply with 770.93(A) or 

htering Buildings. In installations where an optical 
fibel^jale is exposed to contad with electric light or power 
luclcrs and the cable enters the building, the non- 
it-carrying metallic members shall be either grounded 
specified in 770.100, or interrupted by an insulating joint 
or equivaled device. The grounding or interruption shall be 
cióse as practicable to the point of entrance. 

(B) Terminating On the Outside of Buildings. In instal¬ 
lations where an optical fiber cable is exposed to contad 
with electric light or power conductors and the cable is 
terminated on the outside of the building, the non-current- 
carrying metallic members shall be either grounded as 
specified in 770.100, or interrupted by an insulating joint or 
equivaled device. The grounding or interruption shall be as 
cióse as practicable to the point of termination of the cable. 

Informational Note: See 770.2 for a definition of Point of 
Entrance. [ROP 16-49] 

IV. Grounding Methods 

770.100 Entrance Cable Bonding and Grounding. 

Where required, the non-current-carrying metallic mem¬ 
bers of optical fiber cables entering buildings shall be 
bonded or grounded as specified in 770.100(A) through 
(D). 

(A) Bonding Conductor or Grounding Electrode Con¬ 
ductor. 

(1) Insulation. The bonding conductor or grounding elec¬ 
trode conductor shall be listed and shall be permitted to be 
insulated, covered, or bare. 
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(2) Material. The bonding conductor or grounding elec- 
trode conductor shall be copper or other corrosion-resistant 
conductive material, stranded or solid. 

(3) Size. The bonding conductor or grounding electrode 
conductor shall not be smaller than 14 AWG. It shall have a 
current-carrying capacity not less than that of the grounded 
metallic member(s). The bonding conductor or grounding 
electrode conductor shall not be required to exceed 6 AWG. 

(4) Length. The bonding conductor or grounding electrode 
conductor shall he as short as practicable. In one- and two- 
family dwellings, the bonding conductor or grounding elec¬ 
trode conductor shall he as short as practicable, not to ex¬ 
ceed 6.0 m (20 ft) in length. [ROP 16-50] 

Informational Note: Similar bonding conductor or ground¬ 
ing electrode conductor length limitations applied at apart- 
ment buildings and commercial buildings help to reduce 
voltages that may be developed between the building’s 
power and Communications systems during lightning 
events. [ROP 16-50] 

Exception: In one- and two-family dwellings where it is 
not practicable to achieve an overall máximum bonding 
conductor or grounding electrode conductor length of 6.0 
m (20 ft), a sepárate ground rod meeting the minimui 
dimensional criterio of 770.100(B)(3)(2) shall be driven,^ 
the grounding electrode conductor shall be connected to ' 
the sepárate ground rod in accordance with 77(^^fC), 
and the sepárate ground rod shall be bonded to' 1 
grounding electrode system in accordance wM/770.100 |P). 
[ROP 16-50] 

(5) Run in Straight Line. The J 

grounding electrode conductor s 
line as practicable. 

(6) Physical Protection. Bondinf^nductors JÉ ground¬ 
ing electrode conductors shall be pra^taed wjWe exposed 
to physical damage. Where the bonding conductor or 
grounding electrode conductor is insta]lecrin a metal race- 
way, both ends of the raceway shall be bonded to the con- 
tained conductor or to the same terminal or electrode to 
which the bonding conductor or grounding electrode con¬ 
ductor is connected. [ROP 16-51] 

(B) Electrode. The bonding conductor and grounding 
electrode conductor shall be connected in accordance with 
770.100(B)(1), (B)(2), or (B)(3). 

(1) In Buildings or Structures with an Intersystem 
Bonding Termination. If the building or structure served 
has an intersystem bonding termination as required by 
250.94, the bonding conductor shall be connected to the 
intersystem bonding termination. [ROP 16-53] 

Informational Note: See Part I of Article 100 for the defi- 
nition of Intersystem Bonding Termination. [ROP 16-52] 


(2) In Buildings or Structures with Grounding Means. 

If the building or structure served has no intersystem bond¬ 
ing termination, the bonding conductor or grounding elec¬ 
trode conductor shall be connected to the nearest accessible 
location on the following: 

(1) The building or structure grounding electrode system 
as covered in 250.50 

(2) The grounded interior metal water piping system, 
within 1.5 m (5 ft) from its point of entrance to the 
building, as covered in 250.52 

(3) The power Service accessible means extemal to enclo- 
sures as covered in 250.94 

(4) The nonflexible metallic power Service raceway 

(5) The Service equipment enclosure 

(6) The grounding electrode conductor or the grounding 
electrode cm^Ktor metal enclosure of the power ser- 

(7) The a^miding ^kfrode conductor or the grounding 

of a biMtag or structure disconnecting 
jfc ms that is ground^Éo an electrode as covered in 

^P.32^0P 16-56] 

(3) In Buildings or Structures Without Intersystem 
londing Termination or Grounding Means. If the build- 
t served has no intersystem bonding termi- 
pfcunding means, as described in 770.100(B)(2), 
T grounding electrode conductor shall be connected to 
fckther of the following: 

f To any one of the individual grounding electrodes de¬ 
scribed in 250.52(A)(1), (A)(2), (A)(3), or (A)(4). 

[ROP 16-54] 

(2) If the building or structure served has no grounding 
means, as described in 770.100(B)(2) or (B)(3)(l), to 
any one of the individual grounding electrodes de¬ 
scribed in 250.52(A)(7) and (A)(8) or to a ground rod 
or pipe not less than 1.5 m (5 ft) in length and 12.7 mm 
(% in.) in diameter, driven, where practicable, into per- 
manently damp earth and separated from lightning con¬ 
ductors as covered in 800.53 and at least 1.8 m (6 ft) 
from electrodes of other systems. Steam or hot water 
pipes or air terminal conductors (lightning-rod conduc¬ 
tors) shall not be employed as electrodes for non- 
current-carrying metallic members. [ROP 16-55] 

(C) Electrode Connection. Connections to grounding 
electrodes shall comply with 250.70. 

(D) Bonding of Electrodes. A bonding jumper not smaller 
than 6 AWG copper or equivalent shall be connected be¬ 
tween the grounding electrode and power grounding elec¬ 
trode system at the building or structure served where sepá¬ 
rate electrodes are used. 

Exception: At mobile homes as covered in 770.106. 
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Informational Note No. 1: See 250.60 for use of air ter¬ 
mináis (lightning rods). 

Informational Note No. 2: Bonding together of all sepá¬ 
rate electrodes limits potential diflferences between them 
and between their associated wiring systems. 

770.106 Grounding and Bonding of Entrance Cables at 
Mobile Homes. 


(B) Raceway Fill for Optical Fiber Cables. Raceway fill 
for optical fiber cables shall comply with either (B)(l) or 
(B)(2). 

(1) Without Electric Fight or Power Conductors. Where 
optical fiber cables are installed in raceway without electric 
light or power conductors, the raceway fill requirements of 
Chapters 3 and 9 shall not apply. 


(A) Grounding. Grounding shall comply with 
770.106(A)(1) and (A)(2). 

(1) Where there is no mobile home Service equipment lo- 
cated within 9.0 m (30 ft) of the exterior wall of the 
mobile home it serves, the non-current-carrying metal- 
lie members of optical fiber cables entering the mobile 
home shall be grounded in accordance with 
770.100(B)(3). 

(2) Where there is no mobile home disconnecting means 
grounded in accordance with 250.32 and located within 
9.0 m (30 ft) of the exterior wall of the mobile home it 
serves, the non-current-carrying metalüc members of 
optical fiber cables entering the mobile home shall be 
grounded in accordance with 770.100(B)(3). 

(B) Bonding. The grounding electrode shall be bond^lto 
the metal frame or available grounding terminal of tí 
bile home with a copper conductor not smaller th^kl 2 
AWG under either of the following conditions 

(1) Where there is no mobile home serment^ 
disconnecting means as in 770.1 (to 

(2) Where the mobile home is suppU 



Y. Installation Methods 

770.110 Raceways and Cable Routirlf^Assemblies for 
Optical Fiber Cables. IR¡ ¡8| d 6-571 

(A) Types of Raceways. OpticSfcl^Pábles shall be per- 
mitted to be installed in any racewy that complies with 
either (A)(l) or (A)(2) ), and in cable routing assemblies 
installed in compliance with (C). [ROP 16-57] 

(1) Raceways Recognized in Chapter 3. Optical fiber 
cables shall be permitted to be installed in any raceway 
included in Chapter 3. The raceways shall be installed in 
accordance with the requirements of Chapter 3. 

(2) Communications Raceways. Optical fiber cables shall 
be permitted to be installed in listed plenum Communica¬ 
tions raceways, listed riser Communications raceways, and 
listed general-purpose Communications raceways selected 
in accordance with the provisions of 770.113, 800.110, and 
800.113, and installed in accordance with 362.24 through 
362.56, where the requirements applicable to electrical 
nonmetallic tubing (ENT) apply. [ROP 16-57, ROP 
16-58] 


(2) Nonconductive Optical Fiber Cables with Electric 
Light or Power Conductors. Where nonconductive optical 
fiber cables are installed with electric light or power con¬ 
ductors in a raceway, the raceway fill requirements of 
Chapters 3 and 9 shall apply. 

(C) Cable Routing Assemblies. Communications wires 
and cables 1 be permitted to be installed in plenum 
cable rout^Passemblies, riser cable routing assemblies and 
genera^P^me cable routing assemblies selected in accor- 
reith tSkrovisions of 800.113 and Table 800.154(c) 
f installed h^^tordance with (1) and (2). [ROP 16-57] 

FTl ) Horizontal Support. Cable routing assemblies shall be 
red where run horizontally at intervals not to exceed 
fnm (3 ft), and at each end or joint, unless listed for 
^upport intervals. In no case shall the distance be- 
jpports exceed 3 m (10 ft). [ROP 16-57] 

Vertical Support. Vertical runs of cable routing assem¬ 
blies shall be securely supported at intervals not exceeding 
1.2 m (4 ft), unless listed for other support intervals, and 
shall not have more than one joint between supports. [ROP 
16-57] 

770.113 Installation of Optical Fiber Cables. Installation 
of optical fiber cables shall comply with 770.113(A) 
through (J). Installation of raceways shall comply with 
770.110. [ROP 16-62] 

(A) Listing. Optical fiber cables installed in buildings shall 
be listed. [ROP 16-62] 

Exception: Optical fiber cables that comply with 770.48 
shall not be required to be listed. 

(B) Fabricated Ducts Used for Environmental Air. The 

following cables shall be permitted in ducts, as described in 
300.22(B) if they are directly associated with the air distri- 
bution system: 

(1) Up to 1.22 m (4 ft) of Types OFNP and OFCP cables 

(2) Types OFNP, OFCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and OFC cables installed in raceways that are 
installed in compliance with 300.22(B) 

Informational Note: For information on tire protection of 
wiring installed in fabricated ducts see 4.3.4.1 and 
4.3.11.3.3 in NFPA90A-2012, Standard for the Installation 
of Air-Conditioning and Ventilating Systems. [ROP 16-62] 
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(C) Other Spaces Used For Environmental Air (Ple- 
nums). The following cables shall be permitted in other 
spaces used for environmental air as described in 
300.22(C): [ROP 16-62] 

(1) Types OFNP and OFCP cables [ROP 16-62] 

(2) Types OFNP and OFCP cables installed in plenum 
Communications raceways [ROP 16-62] 

(3) Types OFNP and OFCP cables supported by open me- 
tallic cable trays or cable tray systems [ROP 16-62] 

(4) Types OFNP, OFCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and OFC cables installed in raceways that are 
installed in compliance with 300.22(C) 


(2) Types OFNP, OFCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and OFC cables installed in: 

a. Plenum Communications raceways 

b. Riser Communications raceways 

c. General-purpose Communications raceways 

[ROP 16-62] 

Informational Note: See 770.26 for firestop requirements 
for floor penetrations. 

(F) Risers — Cables in Fireproof Shafts. The following 
cables shall be permitted to be installed in fireproof riser 
shafts having firestops at each floor: 


(5) Types OFNP, OFCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and OFC cables supported by solid bottom metal 
cable trays with solid metal covers in other spaces used 
for environmental air (plenums) as described in 
300.22(C) [ROP 16-62] 

(6) Types OFNP, OFCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and OFC cables installed in plenum Communica¬ 
tions raceways, riser Communications raceways or 
general-purpose Communications raceways supported 
by solid bottom metal cable trays with solid metal cov¬ 
ers in other spaces used for environmental air (ple¬ 
nums) as described in 300.22(C) [ROP 16-62] 

Informational Note No. 1: For information on fire protec- 
tion of wiring installed in other spaces used for environ¬ 
mental air, see 4.3.11.2, 4.3.11.4, and 4.3. 

NFPA 90A-2012, Standard for the Installatw^^j 
Conditioning and Ventilating Systems. [ROP¡^Po2] 

Informational Note No. 2: See 800.110 ; 
installation requirements for cable roufine 
Communications raceways. [ROPl^OP 

(D) Risers — Cables, Raceways and Cable 
semblies in Vertical Runs. The fóMowing cabM shall be 
permitted in vertical runs penetrat^^one oj^wire floors 
and in vertical runs in a shaft: 

(1) Types OFNP, OFCP, OFNR, and OFOR cables 

(2) Types OFNP, OFCP, OFNR, and OFCR cables installed 
in: 

a. Plenum Communications raceways 

b. Plenum cable routing assemblies 

c. Riser Communications raceways 

d. Riser cable routing assemblies 


Informational Note: See 770.26 for firestop requirements 
for floor penetrations. 

(E) Risers — Cables in Metal Raceways. The following 
cables shall be permitted in metal raceways in a riser hav¬ 
ing firestops at each floor: 

(1) Types OFNP, OFCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and OFC cables 


(1) Types OFNP, OFCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and OFC cables 

(2) Types OFNP, QÉCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and Q^^cables installed in: 

. PlemjjMco^minications raceways 
n cable^fctfing assemblies 
r communio^ns raceways 
£iser cable routingiikemblies 
jenj^Fpurpose Communications raceways 
ral-purpose cable routing assemblies 



G) Risers — One- and Two-Family Dwellings. The fol- 
\dng cables shall be permitted in one- and two-family 
wellings: 

~(1) Types OFNP, OFCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and OFC cables 

(2) Types OFNP, OFCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and OFC cables installed in: 

a. Plenum Communications raceways 

b. Plenum cable routing assemblies 

c. Riser Communications raceways 

d. Riser cable routing assemblies 

e. General-purpose Communications raceways 

f. General-purpose cable routing assemblies 

[ROP 16-62] 

(H) Cable Trays. The following cables shall be permitted 
to be supported by cable trays: 

(I) Types OFNP, OFCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and OFC cables 

(2) Types OFNP, OFCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and OFC cables installed in: 

a. Plenum Communications raceways 

b. Riser Communications raceways 

c. General-purpose Communications raceways 

[ROP 16-62] 
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(I) Distributing Frames and Cross-Connect Arrays. The 

following cables shall be permitted to be installed in dis¬ 
tributing frames and cross-connect arrays: 

(1) Types OFNP, OFCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and OFC cables 

(2) Types OFNP, OFCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and OFC cables installed in: 

a. Plenum Communications raceways 

b. Plenum cable routing assemblies 

c. Riser Communications raceways 

d. Riser cable routing assemblies 

e. General-purpose Communications raceways 

f. General-purpose cable routing assemblies 
[ROP 16-62] 

(J) Other Building Locations. The following cables shall 
be permitted to be installed in building locations other than 
the locations covered in 770.113(B) through (I): 

(1) Types OFNP, OFCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and OFC cables 

(2) Types OFNP, OFCP, OFNR, OFCR, OFNG, OFCG, 
OFN, and OFC cables installed in: 

a. Plenum Communications raceways 

b. Plenum cable routing assemblies 

c. Riser Communications raceways 

d. Riser cable routing assemblies 

e. General-purpose communicatio 

f. General-purpose cable routing 

(3) Types OFNP, OFCP, OFNR, 

OFN, and OFC cables installec 
recognized in Chapter 3 

[ROP 16-62] 

770.114 Grounding. SH^^urrent-canSig conductive 
members of optical fiber ^■tes shaUAe bonded to ¡ 
grounded equipment rack or eneM|«ror grounded in ac- 
cordance with the grounding T¡Ethods specified by 
770.100(B)(2). 

770.133 Installation of Optical Fibers and Electrical 
Conductors. 

(A) With Conductors for Electric Light, Power, Class 1, 
Non-Power-Limited Fire Alarm, or Médium Power 
Network-Powered Broadband Communications Cir- 
cuits. When optical fibers are within the same composite 
cable for electric light, power, Class 1, non-power-limited 
fire alarm, or medium-power network-powered broadband 
Communications circuits operating at 1000 volts or less, 
they shall be permitted to be installed only where the func- 
tions of the optical fibers and the electrical conductors are 
associated. [ROP 16-66] 

Nonconductive optical fiber cables shall be permitted to 
occupy the same cable tray or raceway with conductors for 



electric light, power, Class 1, non-power-limited fire alarm, 
Type ITC, or medium-power network-powered broadband 
Communications circuits, operating at 1000 volts or less. 
Conductive optical fiber cables shall not be permitted to 
occupy the same cable tray or raceway with conductors for 
electric light, power, Class 1, non-power-limited fire alarm, 
Type ITC, or medium-power network-powered broadband 
Communications circuits. [ROP 16-66] 

Optical fibers in composite optical fiber cables contain- 
ing only current-carrying conductors for electric light, 
power, Class 1 circuits rated 1000 volts or less shall be 
permitted to occupy the same cabinet, cable tray, outlet 
box, panel, raceway, or other termination enclosure with 
conductors for electric light, power, or Class 1 circuits op¬ 
erating at 1000 volts or less. [ROP 16-66] 

NoncomkAve optical fiber cables shall not be permit¬ 
ted to occ^pthe same cabinet, outlet box, panel, or similar 
enclosu^^^ring the electrical terminations of an electric 
I igjUj^poweL^fc^s 1, non-power-limited fire alarm, or 
lum-power n^fcork-powered broadband communica- 
ins Circuit. 

m No. 1: Occupancy of the same cabinet, outlet 
'panel, or similar enclosure shall be permitted where 
iductive optical fiber cable is functionally associated 
’.lectric light, power, Class 1, non-power-limited 
medium-power network-powered broadband 
Communications Circuit. 

Exception No. 2: Occupancy of the same cabinet, outlet 
box, panel, or similar enclosure shall be permitted where 
nonconductive optical fiber cables are installed in factory- 
or field-assembled control centers. 

Exception No. 3: In industrial establishments only, where 
conditions of maintenance and supervisión ensure that only 
qualified persons Service the installation, nonconductive 
optical fiber cables shall be permitted with circuits exceed- 
ing 1000 volts. [ROP 16-66] 

Exception No. 4: In industrial establishments only, where 
conditions of maintenance and supervisión ensure that only 
qualified persons Service the installation, optical fibers in 
composite optical fiber cables containing current-carrying 
conductors operating over 1000 volts shall be permitted to 
be installed. [ROP 16-66] 

Exception No. 5: Where all of the conductors of electric 
light, power, Class 1, nonpower-limited fire alarm, and 
medium-power network-powered broadband Communica¬ 
tions circuits are separated from all of the optical fiber 
cables by a permanent barrier or Usted divider. 

(B) With Communications Cables. Optical fibers shall be 
permitted in the same cable, and conductive and noncon¬ 
ductive optical fiber cables shall be permitted in the same 
raceway, cable tray, box, enclosure, or cable routing assem- 
bly, with conductors of any of the following: [ROP 16-67] 
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(1) Communications circuits in compliance with Parts I 
and V of Article 800 [ROP 16-67] 

(2) Community antenna televisión and radio distribution 
systems in compliance with Parts I and V of Article 

820 [ROP 16-67] 

(3) Low-power network-powered broadband Communica¬ 
tions circuits in compliance with Parts I and V of Ar¬ 
ticle 830 [ROP 16-67] 

(C) With Other Circuits. Optical fibers shall be permitted 
in the same cable, and conductive and nonconductive opti¬ 
cal fiber cables shall be permitted in the same raceway, 
cable tray, box, enclosure, or cable routing assembly, with 
conductors of any of the following: [ROP 16-67, ROP 
16-68, ROP 16-69] 

(1) Class 2 and Class 3 remote-control, signaling, and 
power-limited circuits in compliance with Article 645 
or Parts I and III of Article 725. [ROP 16-69] 

Table 770.154(a) Applications of Listed Optical Fiber Cables in Buildin 


In Specifically Fabricated 
Ducts as Described in 
300.22(B) 


In Other Spaces Used for 
Environmental Air as 
Described in 300.22(C) 



(2) Power-limited fire alarm systems in compliance with 
Parts I and III of Article 760 

(D) Support of Cables. Raceways shall be used for their 
intended purpose. Optical fiber cables shall not be strapped, 
taped, or attached by any means to the exterior of any 
conduit or raceway as a means of support. 

Exception: Overhead (aerial) spans of optical fiber cables 
shall be permitted to be attached to the exterior of a 
raceway-type mast intended for the attachment and support 
ofsuch cables. 

770.154 Applications of Listed Optical Fiber Cables. 

Permitted and nonpermitted applications of listed optical 
fiber cables shall be as indicated in Table 770.154(a). The 
permitted applicatioA shall be subject to the installation 
requirements ofl^FÍ 10 and 770.113. The substitutions for 
optical fiber Table 770.154(b) and illustrated in 

Figure 770.^^ sha^^ytermitted. [ROP 16-71] 


Cable Type 

IR, OFCR OFNG, OFCG, OFN, OFC 


NOT PERMITTED 



with solid metal covers 

Y* 

Y* 

Y* 


In vertical runs 

Y* 

Y * 

N 


In metal raceways 

y* 

Y * 

Y * 


In fireproof shafts 

In plenum 

Y* 

Y* 

Y* 


Communications raceways 

In plenum cable routing 

y* 

Y * 

N 

In Risers 

assemblies 

In riser Communications 

Y* 

Y* 

N 


raceways 

In riser cable routing 

Y* 

Y* 

N 


assemblies 

In one- and two-family 

Y * 

Y * 

N 


dwellings 

Y* 

Y* 

Y* 
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Table 770.154(a) Continued 


Cable Type 


Applications 

General 

Supported by cable trays 

In distributing frames and 
cross connect arrays 

In any raceway 
recognized in Chapter 3 

In plenum 

Communications raceways 

Within Buildings in other 

than Air-Handling Spaces In plenum cable routing 

and Risers assemblies 


OFNP, OFCP 


OFNR, OFCR OFNG, OFCG, OFN, OFC 


Note: An ‘N’ in the table indicates that the 
be permitted to be installed in the applicatiá 
Informational Note 1: Part V of Article 770 
cables and raceways, and cable routin¿mssei 
have not emerged from the rigid 
16-73] 

Informational Note No. 2: l^^mformation 
Informational Note No. 3: Car^kjputing as 
Ventilation Systems. 

Table 770.154(b) Cable 



Y* 

itted to be installed in the application. A ‘Y*’ indicates that the cable shall 
' described in 770.110 and 770.113. 

Ids within buildings. This table covers the applications of listed optical fiber 
buildings. The definition of point of entrance is in 770.2. Optical fiber entrance cables that 
íediate metal conduit (IMC) are not considered to be in the building. [ROP 16-72, ROP 

o the installation of optical fiber cables in fabricated ducts see 770.113(B). 

)t addressed in NFPA-90A 2012, Standard for the Installation of Air Conditioning and 


Permitted Substitutions 


OFNP 

OFCP 

OFNR 

OFCR 

OFNG, OFN 
OFCG, OFC 




OFNP 

OFNP 

OFNP, OFCP, OFNR 
OFNP, OFNR 

OFNP, OFCP, OFNR, OFCR, OFNG, OFN 


VI. Listing Requirements 

770.179 Optical Fiber Cables. Optical fiber cables shall 
be listed in accordance with 770.179(A) through (F) and 
shall be marked in accordance with Table 770.179. In ad- 
dition, the overall covering of a field-assembled optical fi¬ 
ber cable shall have a surface marking indicating the spe- 
cific optical fiber conductors with which it is listed and the 


optical fiber conductors shall have a permanent marking 
such as a marker tape indicating the overall covering with 
which they are listed. The overall covering of a field- 
assembled optical fiber cable shall meet the listing require¬ 
ments for optical fiber raceways in 179.82. Optical fiber 
cables shall have a temperature rating of not less than 60°C 
(140°F). [ROP 16-75] 
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Nonconductive Conductive 


Plenum 


Riser 


General purpose 


[a|—»{b] Cable A shall be permitted to be used in place of Cable B. 



Figure 770.154 Cable Substitution Hierarchy. 


(A) Types OFNP and OFCP. Types OFNP and OFCP 
nonconductive and conductive optical fiber plenum cables 
shall be listed as being suitable for use in ducts, plenums, 
and other space used for environmental air and shall also be 
listed as having adequate fire resistant and low smoke pro- 
ducing characteristics. 


being suitable for general-purpose use, with the exception 
of risers, plenums, and other spaces used for environmental 
air, and shall also be listed as being resistant to the spread 
of fire. 


Informational Note: One method of defining resistant to 
the spread of fire is that the cables do not spread fire to the 
top of the tray in the “UL Fíame Exposure, Vertical Tray 
Fíame Test” in ANSI/UL 1685-2010, Standard for Safety 
for Vertical-Tray Fire-Propagation and Smoke-Release Test 
for Electrical and Optical-Fiber Cables. The smoke mea- 
surements in the test method are not applicable. [ROP 
16-76] 

Another method of defining resistant to the spread of 
fire is for the damage (char length) not to exceed 1.5 m (4 ft 
11 in.) when performing the CSA “Vertical Fíame Test — 
Cables in Cable Trays,” as described in CSA C22.2 No. 
0.3-M-2001, Test Mtíhods for Electrical Wires and Cables. 


Table 770.179 


Type 


Informational Note: One method of defining a cable that is 
low smoke producing cable and fire-resistant cable is that 
the cable exhibits a máximum peak optical density of 0.50 
or less, an average optical density of 0.15 or less, and a 
máximum fíame spread distance of 1.52 m (5 ñ) or less 
when tested in accordance with NFPA 262-2011, Standard 
Method of Test for Fíame Travel and Smoke of Wires and 
Cables for Use in Air-Handling Spaces. [ROP 16-7” 
16-78] 

(B) Types OFNR and OFCR. Types OI 
nonconductive and conductive optical fil 
shall be listed as being suitable for m 
shaft or from floor to floor and sh: 
the fire-resistant characteristic^* itin] 

carrying of fire from floor to fh 

Informational Note: One method óWtefining f^Wesistant 
characteristics capable of preventing n^ca^mg of fire 
from floor to floor is that the cables passT^^equirements 
of ANSI/UL 1666-2011, Standard Test for Fíame Propaga- 
tion Height of Electrical and Optical-Fiber Cable Installed 
Vertically in Shafts. [ROP 16-76] 



NonWnductive optical fiber plenum 

Conductive optical fiber plenum cable 
Nonconductive optical fiber riser cable 
Conductive optical fiber riser cable 
Nonconductive optical fiber 
general-purpose cable 
Conductive optical fiber 
general-purpose cable 
Nonconductive optical fiber 
general-purpose cable 
Conductive optical fiber 
general-purpose cable 


Informational Note: Cable types are listed in descending 
order of fire resistance rating. Within each fire resistance 
rating, nonconductive cable is listed first because it may 
substitute for the conductive cable. 

(E) Circuit Integrity (CI) Cable or Electrical Circuit 
Protective System. Cables that are used for survivability of 
critical circuits under fire conditions shall meet either 
(E)(l) or (E)(2) as follows: [ROP 16-26a] 


(C) Types OFNG and OFCG. Types OFNG and OFCG 
nonconductive and conductive general-purpose optical fiber 
cables shall be listed as being suitable for general-purpose 
use, with the exception of risers and plenums, and shall also 
be listed as being resistant to the spread of fire. 

Informational Note: One method of defining resistant to 
the spread of fire is for the damage (char length) not to 
exceed 1.5 m (4 ft 11 in.) when performing the CSA “Ver¬ 
tical Fíame Test — Cables in Cable Trays,” as described in 
CSA C22.2 No. 0.3-M-2001, Test Methods for Electrical 
Wires and Cables. 

(D) Types OFN and OFC. Types OFN and OFC noncon¬ 
ductive and conductive optical fiber cables shall be listed as 


(1) Circuit Integrity (CI) Cables. Circuit Integrity (CI) 
cables, specified in 770.179(A) through (D), and used for 
survivability of critical circuits shall have the additional 
classification using the suffix “-CI”. Circuit integrity (CI) 
cables suitable for use in raceways shall be listed and 
marked specifically as part of an electrical Circuit protective 
system as covered in (E)(2). [ROP 16-26a] 

Informational Note: Circuit integrity cables without the 
suffix "-CI" are tested and designed to be installed in free 
air. A Circuit Integrity cable with the suffix “-CF’ that is 
tested for use in conduit will have an additional marking as 
part of a listed electrical Circuit protective system. [ROP 
16-26a] 
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(2) Electrical Circuit Protective System. Cables, speci- 
fied in 770.179(A) through (E), that are part of an electrical 
circuit protective system, shall be identified with the pro¬ 
tective system number and hourly rating printed on the 
outer jacket of the cable. [ROP 16-26a] 


purpose) and shall be marked in accordance with Table 
770.179. 

(2) The jacket of a field-assembled optical fiber cable shall 
have a surface marking indicating the specific optical 
fibers with which it is listed for use. 


Informational Note No. 1: One method of defining circuit 
integrity (CI) cable or an electrical circuit protective system 
is by establishing a minimum 2-hour fire-resistive rating 
when tested in accordance with UL 2196-2001 (Rev. 2006), 
Standard for Tests ofFire Resistive Cables. [ROP 16-26a] 
Informational Note No. 2: The listing organization pro¬ 
vides information for electrical circuit protective systems 
(FHIT), including installation requirements to maintain the 
tire rating. [ROP 16-26a] 


(3) The optical fibers shall have a permanent marking, 
such as a marker tape, indicating the jacket with which 
they are listed for use. 

(4) The jacket without fibers shall meet the listing require¬ 
ments for Communications raceways in 800.182(A) 
plenum, (B) riser or (C) general-purpose in accordance 
with the cable marking. 

[ROP 16-75] 


(F) Field-Assembled Optical Fiber Cables. Field- 
assembled optical fiber cable shall comply with 
770.179(F)(1) through (4). 

(1) The specific comhination of jacket and optical fibers 
intended to be installed as a field-assembled optical 
fiber cable shall be listed in accordance with 
770.179(A) (plenum), (B) (riser) or (D) (general- 



770.180 Gjmnding Devices. Where bonding or ground- 
ing is re«Kd, devices used to connect a shield, sheath or 
non-g^ren^krying metallic members of a cable to a 
ig condinfct or grounding electrode conductor shall 
Tsted or be pa^kf listed equipment. [ROP 16-80] 
lOP J4-81] 
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Chapter 8 Communications Systems 


ARTICLE 800 
Communications Circuits 


Informational Note: The general term grounding conduc¬ 
tor as previously used in this article is replaced by either 
the term bonding conductor or the term grounding elec- 
trode conductor (GEC), where applicable, to more accu- 
rately reflect the application and function of the conductor. 
See Informational Note Figure 800(a) and Informational 
Note Figure 800(b), 


Power Service 
grounding electrode- 
conductor 


Power Service 
grounding electrode- 
conductor 



Informational Note Figure 800(a) 
Term Bonding Conductor Used ii 
tion. 


Grounding electrodes 


Informational Note Figure 800(b) Example of the Use of the 
Term Grounding Electrode Conductor Used in a Communica¬ 
tions Installation. 


800.1 Scope. This article covers Communications circuits 
and equipment. 

Informational Note No. 1: See 90.2(B)(4) for installations 
of Communications circuits and equipment that are not 
covered. 

Informational Note No. 2: For further information for 
remote-control, signaling, and power-limited circuits, see 
Article 725. 

Informational Note No. 3: For further information for fire 
alarm systems, see Article 760. 

800.2 Deñniti^^^ee Part I of Article 100. For the pur- 
poses of thú^Km^^the following additional definitions 
apply. | Rttj^6-82 

ted C o mni u ni c attóij s Cable. Installed communi- 
cabl^Kit is not terminated at both ends at a con- 
necíS^to'^Kr equipment and not identified for future use 
with aT 

fote: See Part I of Article 100 for a defini- 

[ROP 16-83] 

:k. A square or portion of a city, town, or village en- 
^osed by streets and including the alleys so enclosed, but 
any Street. 

'able. A factory assembly of two or more conductors hav- 
ing an overall covering. 

Cable Routing Assembly A single channel or connected 
múltiple channels, as well as associated fittings, forming a 
structural system that is used to support, route and protect 
high densities of wires and cables, typically Communica¬ 
tions wires and cables, optical fiber and data (Class 2 and 
Class 3) cables associated with information technology and 
Communications equipment. [ROP 16-23] 

Cable Sheath. A covering over the conductor assembly 
that may inelude one or more metallic members, strength 
members, or jackets. 

Communications Circuit. The circuit that extends voice, 
audio, video, data, interactive Services, telegraph (except 
radio), outside wiring for fire alarm and burglar alarm from 
the Communications utility to the customer’s Communica¬ 
tions equipment up to and including terminal equipment 
such as a telephone, fax machine, or answering machine. 

Communications Circuit Integrity (CI) Cable. Cable 
used in Communications systems to ensure continued op- 
eration of critical circuits during a specified time under fire 
condi tions. 
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Communications Raceway. An enclosed channel of non- 
metallic materials designed expressly for holding wires and 
cables, typically Communications wires and cables, optical 
fiber and data (Class 2 and Class 3), in plenum, riser, and 
general-purpose applications. [ROP 16-85] 

Electrical Circuit Protective System A system consisting 
of components and materials intended for installation as 
protection for specific electrical wiring systems, with re- 
spect to the disruption of electrical Circuit integrity upon 
exterior fire exposure. [ROP 16-85a] 

Exposed (to Accidental Contact). A Circuit that is in such 
a position that, in case of failure of supports or insulation, 
contact with another circuit may result. 

Informational Note: See Part I of Article 100 for 
definitions of Exposed. [ROP 16-86] 

Innerduct A nonmetallic raceway placed within a larger 
raceway. [ROP 16-87] 

Point of Entrance. The point within a building at which 
the wire or cable emerges from an external wall, from a < 
concrete floor slab, or from a rigid metal conduit (Type 
RMC) or an intermedíate metal conduit (Type IMC). J 

16-88] 

Premises. The land and buildings of a user located oJ 
user side of the utility-user network poi nt oüBfem arcat 

Wire. A factory assembly of one or moM 
tors without an overall covering. 

800.3 Other Articles. 

(A) Hazardous (Class 
circuits and equipment i 
fied in accordance with 
the applicable requirements ol 

(B) Wiring in Ducts for Dust, Loose Stock, or Vapor 
Removal. The requirements of 300.22(A) shall apply. 

(C) Equipment in Other Space Used for Environmental 
Air. The requirements of 300.22(C)(3) shall apply. [ROP 
16-91] 



(G) Optical Fiber Cable. Where optical fiber cable is 
used, either in whole or in part, to provide a Communica¬ 
tions circuit within a building, Article 770 shall apply to the 
installation of the optical fiber portion of the Communica¬ 
tions circuit. 

[ROP 16-93] 

800.12 Innerduct. Listed plenum Communications race¬ 
way, listed riser Communications raceway, and listed 
general-purpose Communications raceway selected in ac¬ 
cordance with the provisions of 800.154 shall be permitted 
to be installed as innerduct in any type of listed raceway 
permitted in Chapter 3. [ROP 16-97] 

800.18 Installation of Equipment. Equipment electrically 
connected to^fceommunications network shall be listed in 
accordancj^th 800.170. [ROP 16-92] 

listing requirement shall not apply to test 
i ment tha^^úntended for temporary connection to a 
Tcommunication^Mtwork by qualified persons during 
he coacte of instalUñion, maintenance, or repair of tele- 
Tications equipment or systems. 

Access to Electrical Equipment Behind Panels 

Desig^Sgd to Allow Access. Access to electrical equipment 
lot be denied by an accumulation of Communications 
wirSS and cables that prevenís removal of panels, including 
suspended ceiling panels. 

800.24 Mechanical Execution of Work. Communications 
circuits and equipment shall be installed in a neat and 
workmanlike manner. Cables installed exposed on the sur- 
face of ceilings and sidewalls shall be supported by the 
building structure in such a manner that the cable will not 
be damaged by normal building use. Such cables shall be 
secured by hardware, including straps, Staples, cable fies, 
hangers, or similar fittings designed and installed so as not 
to damage the cable. The installation shall also conform to 
300.4(D) and 300.11. Cable fies used to secure Communi¬ 
cations plenum cables in other space used for environmen¬ 
tal air (plenums) shall be listed as having low smoke and 
heat release properties. [ROP 16-99, ROP 16-100, ROP 
16-101] 


(D) Installation and Use. The requirements of 110.3(B) 
shall apply. [ROP 16-92] 

(E) Network-Powered Broadband Communications 
Systems. Article 830 shall apply to network-powered 
broadband Communications systems. 

(F) Premises-Powered Broadband Communications 
Systems. Article 840 shall apply to premises-powered 
broadband Communications systems. 


Informational Note No. 1: Accepted industry practices are 
described in ANSI/NECA/BICSI 568-2006, Standard for 
Installing Commercial Building Telecommunications Ca- 
bling ; ANSI/TIA/EIA-568-B. 1-2004 — Part 1, General Re¬ 
quirements Commercial Building Telecommunications Ca- 
bling Standard; ANSI/TIA-569-B-2004, Commercial 
Building Standard for Telecommunications Pathways and 
Spaces\ ANSI/TIA-570-B, Residential Telecommunications 
Infrastructure, and other ANSI-approved installation 
standards. 

Informational Note No. 2: See 4.3.11.2.6.5 and 
4.3.11.5.5.6 of NFPA 90A-2012, Standard for the Installa- 
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tion of Air-Conditioning and Ventilating Systems, for dis- 
crete combustible components installed in accordance with 
300.22(C). [ROP 16-102] 

800.25 Abandoned Cables. The accessible portion of 
abandoned Communications cables shall be removed. 
Where cables are identified for future use with a tag, the tag 
shall be of sufficient durability to withstand the environ- 
ment involved. 


(4) Clearance. Supply Service drops and sets of overhead 
Service conductors of 0-750 volts running above and par- 
allel to Communications Service drops shall have a míni¬ 
mum separation of 300 mm (12 in.) at any point in the 
span, including the point of and at their attachment to the 
building, provided the ungrounded conductors are insulated 
and that a clearance of not less than 1.0 m (40 in.) is 
maintained between the two Services at the pole. [ROP 
16-96] 


800.26 Spread of Fire or Products of Combustión. In- 

stallations of Communications cables, Communications 
raceways and cable routing assemblies in hollow spaces, 
vertical shafts, and ventilation or air-handling ducts shall be 
made so that the possible spread of fire or producís of 
combustión will not be substantially increased. Openings 
around penetrations of Communications cables, Communi¬ 
cations raceways and cable routing assemblies through fire- 
resistant-rated walls, partitions, floors, or ceilings shall be 
firestopped using approved methods to maintain the fire 
resistance rating. [ROP 16-103] 

Informational Note: Directories of electrical construction 
materials published by qualified testing laboratories contain 
many listing installation restrictions necessary to maintain 
the fire-resistive rating of assemblies where penetrations or 
openings are made. Building codes also contain restrictions 
on membrane penetrations on opposite sides of a fire 
resistance-rated wall assembly. An example is the 60C 
(24 in.) mínimum horizontal separation that usuallvá 
between boxes installed on opposite sides of th*raíl. A"! 
sistance in complying with 800.26 can be fouijMn buildigj 
codes, fire resistance directories, and producá 

II. Wires and Cables Outside 

800.44 Overhead (Aerial) 

Cables. Overhead (aerial) 
cables entering buildings sha 
(B). 

(A) On Poles and In-Span. Where Communications wires 
and cables and electric light or power conductors are sup- 
ported by the same pole or are run parallel to each other 
in-span, the conditions described in 800.44(A)(1) through 
(A)(4) shall be met. 

(1) Relative Location. Where practicable, the Communica¬ 
tions wires and cables shall be located helow the electric 
light or power conductors. 

(2) Attachment to Cross-Arms. Communications wires 
and cables shall not be attached to a cross-arm that carries 
electric light or power conductors. 

(3) Climbing Space. The climbing space through Commu¬ 
nications wires and cables shall comply with the require- 
ments of 225.14(D). 



(B) Above Roofs. Communications wires and cables shall 
have a vertical clearance of not less than 2.5 m (8 ft) from 
all points of roofs above which they pass. 

Exception No. 1: Auxiliary buildings, such as garages and 
the like. A 

Exception No. 2:^Jreduction in clearance above only the 
overhanging mhí »/ the roof to not less than 450 mm 
(18 in.) shalfe pertmüed if(a) not more than 1.2 m (4 ft) 
of comimfcations sen^^drop conductors pass above the 
roof o^Kiang and (b) tn^^te terminated at a through- or 
ab^Fthe-roo^aceway or approved support. 
Exa^^u¡^K. 3: Where the roof has a slope of not less 
than lW^ton in 300 mm (4 in. in 12 in.), a reduction in 
tarance nmto i less than 900 mm (3 ft) shall be permitted. 

_aal Note: For additional information regarding 

K'erheacHaerial) wires and cables, see ANSI C2-2007, Na¬ 
tional Electric Safety Code, Part 2, Safety Rules for Over¬ 
head Lines. 

>00.47 Underground Communications Wires and 
Cables Entering Buildings. Underground Communications 
wires and cables entering buildings shall comply with 
800.47(A) and (B). The requirements of 310.10(C) shall 
not apply to Communications wires and cables. 

(A) With Electric Light or Power Conductors. Under¬ 
ground Communications wires and cables in a raceway, 
handhole enclosure, or manhole containing electric light, 
power, Class 1, or non-power-limited fire alarm circuit 
conductors shall be in a section separated from such con¬ 
ductors by means of brick, concrete, or tile partitions or by 
means of a suitable barrier. 

(B) Underground Block Distribution. Where the entire 
Street circuit is run underground and the circuit within the 
block is placed so as to he free from the likelihood of 
accidental contad with electric light or power circuits of 
over 300 volts to ground, the insulation requirements of 
800.50(A) and (C) shall not apply, insulating supports shall 
not be required for the conductors, and bushings shall not 
be required where the conductors enter the building. 

800.48 Unlisted Cables Entering Buildings. Unlisted 
outside plant Communications cables shall be permitted to 
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be installed in building spaces other than risers, ducts used 
for environmental air, plenums used for environmental air, 
and other spaces used for environmental air, where the 
length of the cable within the building, measured from its 
point of entrance, does not exceed 15 m (50 ft) and the 
cable enters the building from the outside and is terminated 
in an enclosure or on a listed primary protector. 

Informational Note No. 1: Splice cases or terminal boxes, 
both metallic and plástic types, are typically used as enclo- 
sures for splicing or terminating telephone cables. 

Informational Note No. 2: This section limits the length of 
unlisted outside plant cable to 15 m (50 ft), while 
800.90(B) requires that the primary protector be located as 
cióse as practicable to the point at which the cable enters 
the building. Therefore, in installations requiring a primary 
protector, the outside plant cable may not be permitted to 
extend 15 m (50 ft) into the building if it is practicable to 
place the primary protector closer than 15 m (50 ñ) to the 
point of entrance. [ROP 16-279] 


Informational Note No. 3: See 8 1 
Point of Entrance. 


1.2 for the definition of 


800.49 Metallic Entrance Conduit Grounding. Rigid 
metal conduit (RMC) or intermediate metal conduit (IMC) 
containing Communications entrance wire or cable si 
connected by a bonding conductor or grounding eleS 
conductor to a grounding electrode in accordance * 
800.100(B). [ROP 16-104] 


800.50 Circuits Requiring Primal 

that require primary protectors 
comply with 800.50(A), (B), 


(A) Insulation, Wires 

wires and cables withouf 
last outdoor support to 
in accordance with 800 



úcations 
mning from the 
shall be listed 


(B) On Buildings. Communications wires and cables in 
accordance with 800.50(A) shall be separated at least 
100 mm (4 in.) from electric light or power conductors not 
in a raceway or cable or be permanently separated from 
conductors of the other systems by a continuous and firmly 
fixed nonconductor in addition to the insulation on the 
wires, such as porcelain tubes or flexible tubing. Commu¬ 
nications wires and cables in accordance with 800.50(A) 
exposed to accidental contad with electric light and power 
conductors operating at over 300 volts to ground and at- 
tached to buildings shall be separated from woodwork by 
being supported on glass, porcelain, or other insulating ma¬ 
terial. 

Exception: Separation from woodwork shall not be re- 
quired where fases are omitted as provided for in 
800.90(A)(1), or where conductors are used to extend cir¬ 


cuits to a building from a cable having a grounded metal 
sheath. 

(C) Entering Buildings. Where a primary protector is in¬ 
stalled inside the building, the Communications wires and 
cables shall enter the building either through a noncombus- 
tible, nonabsorbent insulating bushing or through a metal 
raceway. The insulating bushing shall not be required 
where the entering Communications wires and cables (1) 
are in metal-sheathed cable, (2) pass through masonry, (3) 
meet the requirements of 800.50(A) and fuses are omitted 
as provided in 800.90(A)(1), or (4) meet the requirements 
of 800.50(A) and are used to extend circuits to a building 
from a cable having a grounded metallic sheath. Raceways 
or bushings shall slope upward from the outside or, where 
this cannot be^pne, drip loops shall be formed in the com- 
munication^nres and cables immediately before they en¬ 
ter the tHHig. 

R^^u^Maall be equipped with an approved Service 
More tha^kue Communications wire and cable shall 
Permitted to em^^hrough a single raceway or bushing. 
Conduú^or other rnCTal raceways located ahead of the pri- 
Jrotector shall be grounded. 

1 Lightning Conductors. Where practicable, a sepa- 
£ at least 1.8 m (6 ft) shall be maintained between 
mcations wires and cables on buildings and light- 
^onductors. 


III. Protection 
)0.90 Protective Devices. 

(A) Application. A listed primary protector shall be pro¬ 
vided on each circuit run partly or entirely in aerial wire or 
aerial cable not confined within a block. Also, a listed pri¬ 
mary protector shall be provided on each circuit, aerial or 
underground, located within the block containing the build¬ 
ing served so as to be exposed to accidental contact with 
electric hght or power conductors operating at over 300 
volts to ground. In addition, where there exists a lightning 
exposure, each interbuilding circuit on a premises shall be 
protected by a listed primary protector at each end of the 
interbuilding circuit. Installation of primary protectors shall 
also comply with 110.3(B). 

Informational Note No. 1: On a circuit not exposed to 
accidental contact with power conductors, providing a 
listed primary protector in accordance with this article 
helps protect against other hazards, such as lightning and 
above-normal voltages induced by fault currents on power 
circuits in proximity to the Communications circuit. 
Informational Note No. 2: Interbuilding circuits are con¬ 
siderad to have a lightning exposure unless one or more of 
the following conditions exist: 

(1) Circuits in large metropolitan areas where buildings are 
cióse together and sufliciently high to intercept light¬ 
ning. 
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(2) Interbuilding cable runs of 42 m (140 ft) or less, di- 
rectly buried or in underground conduit, where a con- 
tinuous metallic cable shield or a continuous metallic 
conduit containing the cable is connected to each build- 
ing grounding electrode system. 

(3) Areas having an average of five or fewer thunderstorm 
days per year and earth resistivity of less than 100 
ohm-meters. Such areas are found along the Pacific 
coast. 

(1) Fuseless Primary Protectors. Fuseless-type primary 
protectors shall be permitted under any of the conditions 
given in (A)(l)(a) through (A)(l)(e). 

(a) Where conductors enter a building through a cable 
with grounded metallic sheath member(s) and where the 
conductors in the cable safely fuse on all currents greater 
than the current-carrying capacity of the primary protector 
and of the primary protector bonding conductor or ground¬ 
ing electrode conductor 

(b) Where insulated conductors in accordance with 
800.50(A) are used to extend circuits to a building from a 
cable with an effectively grounded metallic sheath mem- 
ber(s) and where the conductors in the cable or cable stub, 
or the connections between the insulated conductors and 
the plant exposed to accidental contad with electric light or 
power conductors operating at greater than 300 volts to^ 
ground, safely fuse on all currents greater than the currentH 
carrying capacity of the primary protector, or the associated ' 
insulated conductors and of the primary protector honding 
conductor or grounding electrode conductor 

(c) Where insulated conductors in ac^WTance ' 

800.50(A) or (B) are used to extend circul^fc) a biú 
from other than a cable with metallic sheat^^^^cer(s)7" 
where (1) the primary protector is h^^fe^ieÍT^^¿itable 
for this purpose for application ^■círcuits'^ 
other than a cable with metafi^^rcheath memflw, ancr(2) 
the connections of the insulateofconductors tlthe plant 
exposed to accidental contad witn^^tric or power 
conductors operating at greater than ground or 

the conductors of the plant exposed to Haden tal contad 
with electric light or power conductors operating at greater 
than 300 volts to ground safely fuse on all currents greater 
than the current-carrying capacity of the primary protector, 
or associated insulated conductors and of the primary pro¬ 
tector bonding conductor or grounding electrode conductor 

(d) Where insulated conductors in accordance with 
800.50(A) are used to extend circuits aerially to a building 
from a buried or underground circuit that is unexposed to 
accidental contad with electric light or power conductors 
operating at greater than 300 volts to ground 

(e) Where insulated conductors in accordance with 
800.50(A) are used to extend circuits to a building from 
cable with an effectively grounded metallic sheath mem- 
ber(s), and where (1) the combination of the primary pro¬ 
tector and insulated conductors is listed as being suitable 
for this purpose for application with circuits extending from 


a cable with an effectively grounded metallic sheath mem- 
her(s), and (2) the insulated conductors safely fuse on all 
currents greater than the current-carrying capacity of the 
primary protector and of the primary protector bonding 
conductor or grounding electrode conductor 

Informational Note: Section 9 of ANSI C2-2007, National 
Electrical Safety Code, provides an example of methods of 
protective grounding that can achieve effective grounding 
of Communications cable sheaths for cables from which 
Communications circuits are extended. 

(2) Fused Primary Protectors. Where the requirements 
listed under 800.90(A)(l)(a) through (A)(l)(e) are not met, 
fused-type primary protectors shall be used. Fused-type pri¬ 
mary protectors shall consist of an arrester connected be¬ 
tween each line conductor and ground, a fuse in series with 
each line conductu^Hnd an appropriate mounting arrange- 
ment. Primary jj«ctor termináis shall be marked to indi- 
cate line, inawne^fcand ground, as applicable. 

>n. The pri^kv protector shall be located in, 
mmediately adjacl^ to the structure or building 
¿and jetóse as practicable to the point of entrance. 


rpoWs of this section, primary protectors located 
lome Service equipment within 9.0 m (30 ft) of 
; exterior wall of the mobile home it serves, or at a 
tobile home disconnecting means connected to an elec- 
\le by a grounding electrode conductor in accordance 
&ith 250.32 and located within 9.0 m (30 ft) of the exterior 
wall of the mobile home it serves, shall be considered to 
meet the requirements of this section. 

Informational Note: Selecting a primary protector location 
to achieve the shortest practicable primary protector bond¬ 
ing conductor or grounding electrode conductor helps limit 
potential differences between Communications circuits and 
other metallic systems. [ROP 16-107] 

(C) Hazardous (Classified) Locations. The primary pro¬ 
tector shall not be located in any hazardous (classified) 
locations, as defined in 500.5 and 505.5, or in the vicinity 
of easily ignitibie material. 

Exception: Ai permitted in 501.150, 502.150, and 
503.150. 

(D) Secondary Protectors. Where a secondary protector is 
installed in series with the indoor Communications wire and 
cable between the primary protector and the equipment, it 
shall be listed for the purpose in accordance with 
800.170(B). 

Informational Note: Secondary protectors on circuits ex¬ 
posed to accidental contad with electric light or power 
conductors operating at greater than 300 volts to ground are 
not intended for use without primary protectors. 
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800.93 Grounding or Interruption of Metallic Sheath 
Members of Communications Cables. Communications 
cables entering the building or terminating on the outside of 
the building shall comply with 800.93(A) or (B). 

(A) Entering Buildings. In installations where the Com¬ 
munications cable enters a building, the metallic sheath 
members of the cable shall be either grounded as specified 
in 800.100 or interrupted by an insulating joint or equiva- 
lent device. The grounding or interruption shall he as cióse 
as practicable to the point of entrance. 

(B) Terminating on the Outside of Buildings. In instal¬ 
lations where the Communications cable is terminated on 
the outside of the building, the metallic sheath members of 
the cable shall be either grounded as specified in 800.100 or 
interrupted by an insulating joint or equivalent device. The 
grounding or interruption shall be as cióse as practicable to 
the point of termination of the cable. 


IY. Grounding Methods 

800.100 Cable and Primary Protector Bondinj 
Grounding. The primary protector and the metallic 
ber(s) of the cable sheath shall be bonded or groum 
specified in 800.100(A) through (D). 

(A) Bonding Conductor or Groui 
ductor. 

(1) Insulation. The bondinj 
trode conductor shall be 
insulated, covered, or b< 

(2) Material. The bondinj^^idi grounding elec- 

trode conductor shall be copp^fc rrosion-resistant 

conductive material, stranded or 3 

(3) Size. The bonding conductor or grounding electrode 
conductor shall not be smaller than 14 AWG. It shall have a 
current-carrying capacity not less than the grounded metal¬ 
lic sheath member(s) and protected conductor(s) of the 
Communications cable. The bonding conductor or ground¬ 
ing electrode conductor shall not be required to exceed 6 
AWG. 

(4) Length. The primary protector bonding conductor or 
grounding electrode conductor shall be as short as practi¬ 
cable. In one- and two-family dwellings, the primary pro¬ 
tector bonding conductor or grounding electrode conductor 
shall he as short as practicable, not to exceed 6.0 m (20 ft) 
in length. 

Informational Note: Similar bonding conductor or ground¬ 
ing electrode conductor length limitations applied at apart- 



ment buildings and commercial buildings help to reduce 
voltages that may be developed between the building’s 
power and Communications Systems during lightning 

Exception: In one- and two-family dwellings where it is 
not practicable to achieve an overall máximum primary 
protector bonding conductor or grounding electrode con¬ 
ductor length of 6.0 m (20 ft), a sepárate Communications 
ground rod meeting the mínimum dimensional criteria of 
800.100(B)(3)(2) shall be driven, the primary protector 
shall be connected to the Communications ground rod in 
accordance with 800.100(C), and the Communications 
ground rod shall be connected to the power grounding elec¬ 
trode system in accordance with 800.100(D). 

(5) Run in^Straight Line. The bonding conductor or 
grounding electrode conductor shall be run in as straight a 
line as^ 

(6) Physical Protection. Bonding conductors and ground- 
electrode concnkers shall be protected where exposed 

to phtgkal damage; Where the bonding conductor or 
rng electrode conductor is installed in a metal race- 
both ends of the raceway shall be bonded to the con- 
¡onductor or to the same terminal or electrode to 
licn^^ bonding conductor or grounding electrode con- 
is connected. 


(B) Electrode. The bonding conductor or grounding elec¬ 
trode conductor shall be connected in accordance with 
800.100(B)(1), (B)(2), or (B)(3). 

(1) In Buildings or Structures with an Intersystem 
Bonding Termination. If the building or structure served 
has an intersystem bonding termination as required by 
250.94, the bonding conductor shall be connected to the 
intersystem bonding termination. 

Informational Note: See Part I of Article 100 for the defi- 
nition of Intersystem Bonding Termination. [ROP 16-109] 

(2) In Buildings or Structures with Grounding Means. 

If the building or structure served has no intersystem bond¬ 
ing termination, the bonding conductor or grounding elec¬ 
trode conductor shall be connected to the nearest accessible 
location on one of the following: 

(1) The building or structure grounding electrode system 
as covered in 250.50 

(2) The grounded interior metal water piping system, 
within 1.5 m (5 ft) from its point of entrance to the 
building, as covered in 250.52 

(3) The power Service accessible means extemal to enclo- 
sures as covered in 250.94 [ROP 16-110] 

(4) The nonflexible metallic power Service raceway 

(5) The Service equipment enclosure 
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(6) The grounding electrode conductor or the grounding 
electrode conductor metal enclosure of the power Ser¬ 
vice, or 

(7) The grounding electrode conductor or the grounding 
electrode of a building or structure disconnecting 
means that is grounded to an electrode as covered in 
250.32 

A honding device intended to provide a termination 
point for the bonding conductor (intersystem bonding) shall 
not interfere with the opening of an equipment enclosure. A 
bonding device shall be mounted on non-removable parts. 

A bonding device shall not be mounted on a door or cover 
even if the door or cover is nonremovable. [ROP 16-111] 
For purposes of this section, the mobile home Service 
equipment or the mobile home disconnecting means, as 
described in 800.90(B), shall be considered accessible. 

(3) In Buildings or Structures Without an Intersystem 
Bonding Termination or Grounding Means. If the build¬ 
ing or structure served has no intersystem bonding termi¬ 
nation or grounding means, as described in 800.100(B)(2), 
the grounding electrode conductor shall be connected to 
either of the following: 

(1) To any one of the individual grounding electrodes de-^ 
scribed in 250.52(A)(1), (A)(2), (A)(3), or (A)(4)^ 
[ROP 16-112] 

(2) If the building or structure served has no inte 
bonding termination or has no grounding 
described in 800.100(B)(2) or (B)(3)(iy 
the individual grounding electrode^ 

250.52(A)(7) and (A)(8) or to a ground roí| 
less than 1.5 m (5 ft) in length 
diameter, driven, where pra^Kble, in^^ 
damp earth and separated ftbm hghtning «B 
covered in 800.53 and at leí!™L8 m (6 ftlHom elec¬ 
trodes of other systems. Steam wfcut wateAipes or air 
terminal conductors (lightning-roaA^rcictors) shall 
not be employed as electrodes fo^protectors and 
grounded metallic members. 

(C) Electrode Connection. Connections to grounding 
electrodes shall comply with 250.70. 

(D) Bonding of Electrodes. A bonding jumper not smaller 
than 6 AWG copper or equivalent shall be connected be- 
tween the Communications grounding electrode and power 
grounding electrode system at the building or structure 
served where sepárate electrodes are used. 

Exception: At mobile homes as covered in 800.106. 

Informational Note No. 1: See 250.60 for use of air ter¬ 
mináis (lightning rods). 

Informational Note No. 2: Bonding together of all sepá¬ 
rate electrodes limits potential differences between them 
and between their associated wiring systems. 


800.106 Primary Protector Grounding and Bonding at 
Mobile Homes. 

(A) Grounding. Grounding shall comply with 
800.106(A)(1) and (A)(2). 

(1) Where there is no mobile home Service equipment lo- 
cated within 9.0 m (30 ft) of the exterior wall of the 
mobile home it serves, the primary protector grounding 
terminal shall be connected to a grounding electrode 
conductor or grounding electrode in accordance with 
800.100(B)(3). [ROP 16-114] 

(2) Where there is no mobile home disconnecting means 
grounded in accordance with 250.32 and located within 
9.0 m (30 ft) of the exterior wall of the mobile home it 
serves, the primary protector grounding terminal shall 
be connected uft grounding electrode in accordance 
with 800.10fl«(3). [ROP 16-115] 

(B) BondiityThe^^^iry protector grounding terminal or 
groundia^felectrode smKe connected to the metal frame 
or a^Arole grounding tendal of the mobile home with a 
cof^P conduAr not smaller than 12 AWG under either of 
the ^^fcwpgconditions: 

(1) WhS^where is no mobile home Service equipment or 
^discorm^ting means as in 800.106(A) 
(^l^fc^hcmobile home is supplied by cord and plug 

Installation Methods Within Buildings 

fO.llO Raceways and Cable Routing Assemblies for 
^Communications Wires and Cables. [ROP 16-116] 

(A) Types of Raceways. Communications wires and 
cables shall be permitted to be installed in any raceway that 
complies with either (A)(l) or (A)(2), and in cable routing 
assemblies installed in compliance with (C). [ROP 16-116] 

(1) Raceways Recognized in Chapter 3. Communica¬ 
tions wires and cables shall be permitted to be installed in 
any raceway included in Chapter 3. The raceways shall be 
installed in accordance with the requirements of Chapter 3. 

(2) Communications Raceways. Communications wires 
and cables shall be permitted to be installed in listed ple- 
num Communications raceways, listed riser Communica¬ 
tions raceways, and listed general-purpose Communications 
raceways selected in accordance with the provisions of 
800.113, and installed in accordance with 362.24 through 
362.56, where the requirements applicable to electrical 
nonmetallic tubing (ENT) apply. [ROP 16-116, ROP 16- 
117] 

(B) Raceway Fill for Communications Wires and 
Cables. The raceway fill requirements of Chapters 3 and 9 
shall not apply to Communications wires and cables. 
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(C) Cable Routing Assemblies. Communications wires 
and cables shall be permitted to be installed in plenum 
cable routing assemblies, riser cable routing assemblies and 
general-purpose cable routing assemblies selected in accor- 
dance with the provisions of 800.113, and installed in ac- 
cordance with (1) and (2). [ROP 16-116] 


(4) Type CMP cables and plenum Communications race- 
ways supported by open metallic cable trays or cable 
tray systems 

(5) Types CMP, CMR, CMG, CM, and CMX cables and 
Communications wires installed in raceways that are 
installed in compliance with 300.22(C) 


(1) Horizontal Support. Cable routing assemblies shall be 
supported where run horizontally at intervals not to exceed 
900 mm (3 ft), and at each end or joint, unless listed for 
other support intervals. In no case shall the distance be- 
tween supports exceed 3 m (10 ft). [ROP 16-116] 

(2) Vertical Support. Vertical runs of cable routing assem¬ 
blies shall be securely supported at intervals not exceeding 
1.2 m (4 ft), unless listed for other support intervals, and 
shall not have more than one joint between supports. [ROP 
16-116] 

800.113 Installation of Communications Wires, Cables 
and Raceways, and Cable Routing Assemblies. Installa- 
tion of Communications wires, cables, and raceways, and 
cable routing assembhes shall comply with 800.113(A) < 
through (L). Installation of raceways and cable routing as¬ 
semblies shall also comply with 800.110. [ROP 16-U9] 

(A) Listing. Communications wires, communic» 
cables, Communications raceways, and cable routing 
semblies installed in buildings shall be lig®É|;gjyROP 1 

119] 

Exception: Communications cabi 
800.48 shall not be required to be 


(B) Fabricated Ducts 

following wires and cabj 
for environmental air as 
directly associated with 
(1) Up to 1.22 m (4 ft) 




The 
icts used 
|2(B) if they are 
listributj^ system: 

>le 


(2) Types CMP, CMR, CMG, CWhnd CMX cables and 
Communications wires installed in raceways that are 
installed in compliance with 300.22(B) 

Informational Note: For information on fire protection of 
wiring installed in fabricated ducts see 4.3.4.1 and 
4.3.11.3.3 in NFPA 90A-2012, Standard for the Installation 
of Air-Conditioning and Ventilating Systems. [ROP 
16-119] 

(C) Other Spaces Used for Environmental Air (Ple- 
nums). The following wires, cables, and raceways shall be 
permitted in other spaces used for environmental air as 
described in 300.22(C): 

(1) Type CMP cables 

(2) Plenum Communications raceways 

(3) Type CMP cables installed in plenum Communications 
raceways 


(6) Types CMP, CMR, CMG, CM, and CMX cables, ple¬ 
num Communications raceways, riser Communications 
raceways and general-purpose Communications race¬ 
ways supported by solid bottom metal cable trays with 
solid metal covers in other spaces used for environmen¬ 
tal air (plenums) as described in 300.22(C) 

(7) Types CMP, CMR, CMG, CM, and CMX cables in¬ 
stalled in plenum Communications raceways, riser com- 
municatioas raceways and general-purpose communi- 
cation^^rceways supported by solid bottom metal 
cabpK with solid metal covers in other spaces used 
fq^ren^^wrienta] air (plenums) as described in 


tiational Note: For information on fire protection of 
ping installed in other spaces used for environmental air, 
¡^4.3.11.2, 4.3.11.4, and 4.3.11.5 of NFPA 90A-2012, 
Mrd for the Installation of Air-Conditioning and Ven- 
~ Systems. [ROP 16-119] 

(D) Risers — Cables and Raceways in Vertical Runs. 

The following cables, raceways and cable routing assem¬ 
blies shall be permitted in vertical runs penetrating one or 
more floors and in vertical runs in a shaft: 

(1) Types CMP and CMR cables 

(2) Plenum and riser Communications raceways 

(3) Plenum and riser cable routing assemblies 

(4) Types CMP and CMR cables installed in: 

a. Plenum Communications raceways 

b. Riser Communications raceways 

c. Plenum cable routing assemblies 

d. Riser cable routing assemblies 

[ROP 16-119] 

Informational Note: See 800.26 for firestop requirements 
for floor penetrations. 

(E) Risers — Cables and Raceways in Metal Raceways. 
The following cables and raceways shall be permitted in 
metal raceways in a riser having firestops at each floor: 

(1) Types CMP, CMR, CMG, CM, and CMX cables 

(2) Plenum, riser, and general-purpose Communications 
raceways 

(3) Types CMP, CMR, CMG, CM, and CMX cables in¬ 
stalled in: 

a. Plenum Communications raceways 
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b. Riser Communications raceways 

c. General-purpose Communications raceways 

[ROP 16-119] 

Informational Note: See 800.26 for firestop requirements 
for floor penetrations. 

(F) Risers — Cables, Raceways and Cable Routing As- 
semblies in Fireproof Shafts. The following cables, race¬ 
ways and cable routing assemblies shall be permitted to be 
installed in fireproof riser shafts having firestops at each 
floor: 


(3) Communications wires and Types CMP, CMR, CMG, 
and CM cables installed in: 

a. Plenum Communications raceways 

b. Riser Communications raceways 

c. General-purpose Communications raceways 

[ROP 16-119] 

(I) Distributing Frames and Cross-Connect Arrays. The 

following wires, cables, raceways, and cable routing assem¬ 
blies shall be permitted to be installed in distributing 
frames and cross-connect arrays: 


(1) Types CMP, CMR, CMG, CM, and CMX cables 

(2) Plenum, riser, and general-purpose Communications 
raceways 

(3) Plenum, riser and general-purpose cable routing assem¬ 
blies 

(4) Types CMP, CMR, CMG, and CM cables installed in: 

a. Plenum Communications raceways 

b. Riser Communications raceways 

c. General-purpose Communications raceways 

d. Plenum cable routing assemblies 

e. Riser cable routing assemblies 

f. General-purpose cable routing assemblies 

[ROP 16-119] 

Informational Note: See 
for floor penetrations. 

(G) Risers — One- and Two-Family Dw 

lowing cables, raceways and cable routing 
be permitted in one- and two-famil 

(1) Types CMP, CMR, CMG, í^tM cabls 

(2) Type CMX cables less tha^fcmi (0.25 in 

(3) Plenum, riser, and general-pB^^se coi 
raceways 

(4) Plenum, riser and general-purpose caB^routing assem¬ 
blies 

(5) Types CMP, CMR, CMG, and CM cables installed in: 

a. Plenum Communications raceways 

b. Riser Communications raceways 

c. General-purpose Communications raceways 

d. Plenum cable routing assemblies 

e. Riser cable routing assemblies 

f. General-purpose cable routing assemblies 

[ROP 16-119] 

(H) Cable Trays. The following wires, cables, and race¬ 
ways shall he permitted to be supported by cable trays: 

(I) Types CMP, CMR, CMG, and CM cables 

(2) Plenum, riser, and general-purpose Communications 
raceways 


(1) Types CMP, CMR, CMG, and CM cables and Commu¬ 
nications wires 

(2) Plenum, riser, and general-purpose Communications 
raceways 

(3) Plenum, ri al-purpose cable routing ; 


«bommunications raceways 
Communications raceways 
^eral-purpose Communications raceways 
le^«a cable routing assemblies 
iser oro le routing assemblies 

ral-purpose cable routing assemblies 


f Other Building Locations. The following wires, 
^cables, raceways and cable routing assemblies shall be per¬ 
mitted to be installed in building locations other than the 
locations covered in 800.113(B) through (I): 

(1) Types CMP, CMR, CMG, and CM cables 

(2) A máximum of 3 m (10 ft) of exposed Type CMX in 
nonconcealed spaces 

(3) Plenum, riser, and general-purpose Communications 
raceways 

(4) Plenum, riser, and general-purpose cable routing as¬ 
semblies 

(5) Communications wires and Types CMP, CMR, CMG, 
and CM cables installed in: 

a. Plenum Communications raceways 

b. Riser Communications raceways 

c. General-purpose Communications raceways 

(6) Types CMP, CMR, CMG, and CM cables installed in: 

a. Plenum cable routing assemblies 

b. Riser cable routing assemblies 

c. General-purpose cable routing assemblies 

(7) Communications wires and Types CMP, CMR, CMG, 
CM, and CMX cables installed in raceways recognized 
in Chapter 3 
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(8) Type CMUC undercarpet Communications wires and 
cables installed under carpet 

[ROP 16-119] 

(K) Multifamily Dwellings. The following cables, race- 
ways, and cable routing assemblies shall be permitted to be 
installed in multifamily dwellings in locations other than 
the locations covered in 800.113(B) through (G): 

(1) Types CMP, CMR, CMG, and CM cables 

(2) Type CMX cables less than 6 mm (0.25 in.) in diameter 
in nonconcealed spaces 

(3) Plenum, riser, and general-purpose Communications 
raceways 

(4) Plenum, riser, and general-purpose cable routing as¬ 
semblies 

(5) Communications wires and Types CMP, CMR, CMG, 
and CM cables installed in: 

a. Plenum Communications raceways 

b. Riser Communications raceways 

c. General-purpose Communications raceways 

(6) Types CMP, CMR, CMG, and CM cables installed in: 

a. Plenum cable routing assemblies 

b. Riser cable routing assemblies 

c. General-purpose cable routing assemblies 

(7) Communications wires and Types CMP, CMR, 

CM, and CMX cables installed in race^Ktaeco 
in Chapter 3 

(8) Type CMUC undercarpet comí 
cables installed under carpet 

[ROP 16-119] 

(L) One- and Two-Fm 

cables, raceways, and cam 
mitted to be installed in c 
locations other than the 1 
through (F): 

(1) Types CMP, CMR, CMG, and CM cables 

(2) Type CMX cables less than 6 mm (0.25 in.) in diameter 

(3) Plenum, riser, and general-purpose Communications 
raceways 

(4) Plenum, riser, and general-purpose cable routing as¬ 
semblies 

(5) Communications wires and Types CMP, CMR, CMG, 
and CM cables installed in: 

a. Plenum Communications raceways 

b. Riser Communications raceways 

c. General-purpose Communications raceways 

(6) Types CMP, CMR, CMG, and CM cables installed in: 

a. Plenum cable routing assemblies 

b. Riser cable routing assemblies 

c. General-purpose cable routing assemblies 




Pfollowing 
Bies shall be per- 
■ily dwellings in 
1 in 800.113(B) 


(7) Communication wires and Types CMP, CMR, CMG, 
CM, and CMX cables installed in raceways recognized 
in Chapter 3 

(8) Type CMUC undercarpet Communications wires and 
cables installed under carpet 

(9) Hybrid power and Communications cable listed in ac- 
cordance with 800.179(1) 

[ROP 16-119] 

800.133 Installation of Communications Wires, Cables, 
and Equipment. Communications wires and cables from 
the protector to the equipment or, where no protector is 
required, Communications wires and cables attached to the 
outside or inside of the building shall comply with 
800.133(A) t^ugh (C). 

from Other Conductors. 

Cable Trays, Boxes, Cables, Enclo- 
iting Assemblies. 

ind Communications Cables. Com- 
ins cables shall be permitted in the same raceway, 
r, box, enclosure, or cable routing assembly with 
of any of the following: 

jonductive and conductive optical fiber cables in 
[pliance with Parts I and V of Arricie 770 
rimmunity antenna televisión and radio distribution 
systems in compliance with Parts I and V of Arricie 
820 

(3) Low-power network-powered broadband Communica¬ 
tions circuits in compliance with Parts I and V of Ar¬ 
ricie 830 

(b) Other Circuits. Communications cables shall he per¬ 
mitted in the same raceway, cable tray, box, enclosure, or 
cable routing assembly with cables of any of the following: 
[ROP 16-124, ROP 16-125, ROP 16-126] 

(1) Class 2 and Class 3 remote-control, signaling, and 
power-limited circuits in compliance with Arricie 645 
or Parts I and III of Arricie 725 [ROP 16-126] 

(2) Power-limited fire alarm systems in compliance with 
Parts I and III of Arricie 760 

(c) Class 2 and Class 3 Circuits. Class 1 circuits shall 
not be run in the same cable with Communications circuits. 
Class 2 and Class 3 circuit conductors shall be permitted in 
the same cable with Communications circuits, in which case 
the Class 2 and Class 3 circuits shall be classified as Com¬ 
munications circuits and shall meet the requirements of this 
arricie. The cables shall be listed as Communications cables. 

Exception: Cables constructed of individually listed Class 
2, Class 3, and Communications cables under a common 
jacket shall not be required to be classified as Communica¬ 
tions cable. The fire-resistance rating of the composite 
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cable shall be determined by the performance of the com- 
posite cable. 

(d) Electric Light, Power, Class 1, Non—Power-Limited 
Fire Alarm, and Medium-Power Network-Powered Broad- 
band Communications Circuits in Raceways, Compart- 
ments, and Boxes. Communications conductors shall not be 
placed in any raceway, compartment, outlet box, junction 
box, or similar fitting with conductors of electric light, 
power, Class 1, non-power-limited fire alarm, or medium- 
power network-powered broadband Communications cir¬ 
cuits. 

Exception No. 1: Where all of the conductors of electric 
light, power, Class 1, non-power-limited fire alarm, and 
medium-power network-powered broadband Communica¬ 
tions circuits are separated from all of the conductors of 
Communications circuits by a permanent barrier or Usted 
divider. 

Exception No. 2: Power conductors in outlet boxes, junc¬ 
tion boxes, or similar fittings or compartments where such 
conductors are introduced solely for power supply to Com¬ 
munications equipment. The power Circuit conductors shall 
be routed within the endosare to maintain a mínimum of 
6 mm (0.25 in.) separation from the Communications Circuit a 
conductors. 

Exception No. 3: As permitted by 620.36. 

(2) Other Applications. Communications w 
shall he separated at least 50 mm (2 in.) from 
any electric light, power, Class 1, non-po\ 
alarm, or medium-power network-powere? 
Communications circuits. 

Exception No. 1: Where eitherj&all oftlu^ 
the electric light, power, Cla^^Lnon-powe^mnited fire 
alarm, and medium-power net^^k-powered broadband 
Communications circuits are in a^^eway^W in metal- 
sheathed, metal-ciad, nonmetallic-shec^^^^Type AC, or 


Type UF cables, or (2) all of the conductors of Communi¬ 
cations circuits are encased in raceway. 

Exception No. 2: Where the Communications wires and 
cables are permanently separated from the conductors of 
electric light, power, Class 1, non-power-limited fire alarm, 
and medium-power network-powered broadband Communi¬ 
cations circuits by a continuous and firmly fixed noncon- 
ductor, such as porcelain tubes or flexible tubing, in addi- 
tion to the insulation on the wire. 

(B) Support of Communications Wires and Cables. 

Raceways shall be used for their intended purpose. Com¬ 
munications wires and cables shall not be strapped, taped, 
or attached by any means to the exterior of any raceway as 
a means of support. 

Exception: Overl^tfl (aerial) spans of Communications 
wires and cabl^^mall be permitted to be attached to the 
exterior ofaJ^^^$tíype mast intended for the attachment 
and supptwWf and cables. 

800.154 Applications of Listed Communications Wires, 
Cables and I|feeways, anoListed Cable Routing Assem- 

bliel^^ná^d and nonpermitted applications of listed 
commS|^mons wires, cables and raceways, and hsted 
¿ible roun^^assemblies shall be in accordance with (1), 

^ (U^CistWPfirnrnunications wires and cables as indicated in 
~Table 800.154(a). 

1 Listed Communications raceways as indicated in Table 
} 800.154(b). 

Listed cable routing assemblies as indicated in Table 
800.154(c). 

The permitted applications shall be subject to the instal- 
lation requirements of 800.110 and 800.113. The substitu- 
tions for Communications cables listed in Table 800.154(d) 
and illustrated in Figure 800.154 shall be permitted. [ROP 
16-131] 


Table 800.154(a) Applications of Listed Communications Wires and Cables in Buildings [ROP 16-131, ROP 16-105, ROP 
16-106] 


Applications 

Wire and Cable Type 

CMP 

CMR 

CMGCM 

CMX 

CMUC 

Hib ” d „r" 


In Specifically 

300.22(B) 

In fabricated ducts 

Y* 

N 

N 

N 

N 

N 

N 

In metal raceway that compiles 
with 300.22(B) 

y* 

y* 

Y* 

Y* 

N 

N 

Y * 
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Table 800.154(a) Continued 


Wire and Cable Type 


Applications 

CMP 

CMR 

CMG CM 

CMX 

CMUC 

Hybrid power 

Communicatifinr 

ímunications 

In Other Spaces Used 
for Environmental 
Air as Described in 
300.22(C) 

In other spaces used for 
environmental air 

Y* 

N 

N 

N 

N 

N 

N 

In metal raceway that complies 
with 300.22(C) 

y* 

Y* 

Y * 

Y* 

N 

N 

Y* 

In plenum Communications 
raceways 

y* 

N 

N 

N 

N 

N 

Y* 

In plenum cable routing 
assemblies 

NOT PERMITTED 

Supported by open metal cable 

Y * 

N 

i 


N 

N 

N 

Supported by solid bottom metal 
cable trays with solid metal 

Y * 

Y* 

y 

r 

\ 

N 

N 

N 

In Risers 

In vertical runs 

Y* 


N 

N 

N 

N 

N 

In metal raceways 

Y * 


f 

Y* 

N 

N 

N 

In fireproof shafts 



V 

Y* 

N 

N 

N 

In plenum Communications 

\ 


? 

N 

N 

N 

N 

In plenum cable routing 
assemblies 

y ’ 

I 

N 

N 

N 

N 

N 

In risercommun.cat.o^cays 


V. 

N 

N 

N 

N 

N 

In riser cable j^itfijj|:;assemblies 

Y* 


N 

N 

N 

N 

N 

In one- a^^wo-family c^fcdings^ 

V* 

Y* 

Y * 

Y * 

N 

Y* 

N 
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Table 800.154(a) Continued 


Applications 

Wire and Cable Type 

CMP 

CMR 

CMG CM 

CMX 

CMUC 

Hybrid power 

Communieatiáim 

cables 

ímunications 

Within Buildings in 
Other Than 
Air-Handling Spaces 
and Risers 

General 

y* 

Y* 

Y * 

Y* 

N 

N 

N 

In one- and two-family dwellings 

Y* 

Y* 

Y * 

Y* 

Y* 

Y* 

N 

In multifamily dwellings 

Y* 

Y* 

Y * 

Y* 

Y* 

N 

N 

In nonconcealed spaces 

Y* 

Y* 

Y* 

Y* 

Y* 

N 

N 

Supported by cable trays 

Y* 

Y* 

Y * 

N 

N 

N 

N 

Under carpet 

N 

N 

N 

N 

Y * 

N 

N 

In distributing frames and 
cross-connect arrays 

Y* 

y* 

Y* 

jt 

’ N 

N 

Y* 

In any raceway recognized in 
Chapter 3 

Y* 

Y* 

y 



N 

Y* 

In plenum Communications 

Y* 

Y* 

/ 

* N 

> 

N 

Y* 

In plenum cable routing 
assemblies 

Y* 

Y* 



N 

N 

Y* 

In riser Communications raceways 

Y* 



^N 

N 

N 

Y* 

In riser cable routing assemblies 

Y* 

1 


N 

N 

N 

Y * 

In general-purpose 

Communications raceways ^ 

O 

X 

Y* 

N 

N 

N 

Y* 

In general-purpose cable routingB 
assemblies 

ur 

< 

Y * 

N 

N 

N 

Y * 



Note: An “N” in the table indicates that ti«rabIéT^>e is notj^Mitted to be installed in the application. A “Y*” indicates that the cable is permitted 
to be installed in the application, suhj^^to the limita) 

Informational Note 1: Part V of Art^fcSOO covers inst^ktion methods within buildings. This table covers the applications of listed Communica¬ 
tions wires, cables, and raceways in l^ktings. The dcHition of point of entrance is in 800.2. Communications entrance cables that have n 
emerged from the rigid metal conduit (RlBkor internábate metal conduit (IMC) are not considered to be in the building. 

Informational Note No. 2: For information btcthe í^Wctions to the installation of Communications cables in fabricated duets see 800.113(B). 
Informational Note No. 3: Cable routing asscml^^rarc not addressed in NFPA-90A 2012, Standard for the Installation of Air Conditioning and 
Ventilation Systems. 


800.156 Dwelling Unit Communications Outlet. For new 


Table 800.154(d) Cable Substitutions 


Cable Type 

Permitted Substitutions 

CMR 

CMP 

CMG, CM 

CMP, CMR 

CMX 

CMP, CMR, CMG, CM 


construction, a mínimum of one Communications outlet 
shall be installed within the dwelling in a readily accessible 
area and cabled to the Service provider demarcation point. 


VI. Listing Requirements 

800.170 Equipment. Communications equipment shall be 
listed as being suitable for electrical connection to a Com¬ 
munications network. 

Informational Note: One way to determine applicable re¬ 
quirements is to refer to UL 60950-1-2003, Standard for 
Safety of Information Technology Equipment', UL 1459- 
1999, Standard for Safety, Telephone Equipment; or UL 
1863-2004, Standard for Safety, Communications Circuit 
Accessories. For information on listing requirements for 
cable routing assemblies and Communications raceways, 
see UL 2024-2011, Standard for Signaling, Optical Fiber 
and Communication Cable Raceways and Cable Routing 
Assemblies. [ROP 16-76, ROP 16-134] 
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Table 800.154(b) Applications of Listed Communications Raceways in Buildings [ROP 16-131] 



Raceway Type 

( 

Applications 

Plenum 


General-purpose 

Communications 

raceways 

raceways 

raceways 

In Specifically Fabricated 
Ducts as Described in 
300.22(B) 

In fabricated ducts 

N 

N 

N 

In metal raceway that complies with 300.22(B) 

Y* 

Y* 

Y* 

In Other Spaces Used for 
Environmental Air as 
Described in 300.22(C) 

In other spaces used for environmental air 

Y* 

N 

N 

In metal raceway that complies with 300.22(C) 

Y* 

Y* 

Y* 

In plenum cable routing assemblies 

NOT PERMITTED 

Supported by open metal cable trays 

f Y* 

N 

N 

Supported by solid bottom metal cable trays 
solid metal covers 


Y* 

Y* 

In Risers 

In vertical runs 


Y* 

N 

In metal raceways^^T 


Y* 

Y* 

In fireproof shafts 

y* 

Y* 

Y* 

In plenum cable i^H^fc^emblies^^^ 

N 

N 

N 

In riser cable routi^kasso^W^^^- 

N 

N 

N 

In onc- aríd two-family dwellings 

y* 

Y* 

Y* 


general ^ 

Y* 

Y* 

Y* 

In two-famny dwellings 

Y * 

Y * 

Y* 

In m^tfamily dwellings 

Y* 

Y* 

Y* 

i 

r ^ 

nonconcealed spaces 

Y* 

Y* 

Y* 

Within Buildings in Other 
Than Air-Handling Spaces 
and Risers 

^^pipported by cable trays 

Y * 

Y * 

Y* 

Under carpet 

N 

N 

N 

In distributing frames and cross-connect arrays 

Y * 

Y * 

Y* 

In any raceway recognized in Chapter 3 

Y* 

Y* 

Y* 

In plenum cable routing assemblies 

N 

N 

N 

In riser cable routing assemblies 

N 

N 

N 

In general-purpose cable routing assemblies 

N 

N 

N 


Note: An ‘N’ in the table indicates that the cable type shall not be permitted to be installed in the application. A ‘Y*’ indicates that the cable shall 
be permitted to be installed in the application, subject to the limitations described in 800.110 and 800.113. 

Informational Note: Cable routing assemblies are not addressed in NFPA-90A, 2012, Standard for the Installation of Air Conditioning and 
Ventilation Systems. 

(A) Primary Protectors. The primary protector shall con- termináis shall be marked to indícate line and ground as 
sist of an arrester connected between each line conductor applicable. 
and ground in an appropriate mounting. Primary protector 
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Table 800.154(c) Applications of Listed Cable Routing Assemblies in Buildings [ROP 16-131] 


Applications 

Cable Routing Assembly Type 

Plenum Cable 
Routing 
Assembly 

Riser Cable C 
Routing 
Assembly 

ieneral-purpose 
Cable Routing 
Assembly 

In Specifically Fabricated 

Ducts as Described in 
300.22(B) 

In fabricated ducts 

N 

N 

N 

In metal raceway that complies with 300.22(B) 

N 

N 

N 

In Other Spaces Used for 
Environmental Air as 
Described in 300.22(C) 

In other spaces used for environmental air 

N 

N 

N 

In metal raceway that complies with 300.22(C) 

N 

N 

N 

In plenum Communications raceways 

N 

N 

N 

Supported by open metal cable trays 


N 

N 

Supported by solid bottom metal cable trays with 
solid metal covers 


N 

N 

In Risers 

In vertical runs 

' Y *\ 

Y* 

N 

In metal raceways 


N 

N 

In fireproof shafts 


Y* 

Y* 

In plenum communicatiolH^fc^ys N 

\ N 

N 

N 

In riser Communications rl^w 

y n 

N 

N 

In one- and two-famih dwe^ps 


Y * 

Y * 

_ 

Than Air-Handling Spaces 
and Risers 

{ Gen^ [ \ 

y* 

Y* 

Y* 

In one- a^fc^^ramily dwemngs 

y* 

Y * 

Y * 

In multifamily dwellings 

Y * 

Y* 

Y* 

In no^Bncealed spaces 

Y * 

Y* 

Y* 

Supi^pid by cable trays 

N 

N 

N 

Under carpet 

N 

N 

N 

In distributing frames and cross-connect arrays 

Y * 

Y * 

Y * 

In any raceway recognized in Chapter 3 

N 

N 

N 

In plenum Communications raceways 

N 

N 

N 

In riser Communications raceways 

N 

N 

N 

In general-purpose Communications raceways 

N 

N 

N 


Note: An ‘N’ in the table indicates that the cable type shall not be permitted to be installed in the application. A ‘Y*’ indicates that the cable shall 
be permitted to be installed in the application, subject to the limitations described in 800.113. 


Informational Note: One way to determine applicable re- 
quirements for a listed primary protector is to refer to 
ANSI/UL 497-2009, Standard for Protectors for Paired 
Conductor Communications Circuits. [ROP 16-76] 


(B) Secondary Protectors. The secondary protector shall 
be listed as suitable to provide means to safely limit cur- 
rents to less than the current-carrying capacity of Usted 
indoor Communications wire and cable, listed telephone set 


70-730 


NATIONAL ELECTRICAL CODE 2014 Edition 




































ARTICLE 800 — COMMUNICATIONS CIRCUITS 


800.179 



Type CM—Communications cables 

[Á1 Cable A shall be permitted to be used in place of Cable B. 

Í 

Figure 800.154 Cable Substitution Hierarchy. 


line cords, and listed Communications terminal equipment 
having ports for extemal wire line Communications circuits. 
Any overvoltage protection, arresters, or grounding connec- 
tion shall be connected on the equipment termináis side of 
the secondary protector current-limiting means. 

Informational Note: One way to determine applicable 
quirements for a listed secondary protector is to refer 
ANSI/UL 497A-2008, Standard for Secon d^B^no tectr. 
for Communications Circuits. [ROP 

(C) Plenum Grade Cable Ties. 

use in other space used for enviro 
shall be listed as having lowj| 
erties. [ROP 16-135] f 

Informational Note: ^^^FPA 90A-2Óij| Standard for 
the Installation ofAir-Com^aning and VeUlating Systems 
and ANSI/UL 2043, Standani^xSafetyjye Test for Heat 
and Visible Smoke Release for Ornen te Products and Their 
Accessories Installed in Air-HanaN^Gpaces for informa- 
tion on listing discrete products as naving low smoke and 
heat release properties. [ROP 16-135] 

800.173 Drop Wire and Cable. Communications wires 
and cables without a metallic shield, running from the last 
outdoor support to the primary protector, shall be listed as 
being suitable for the purpose and shall have current- 
carrying capacity as specified in 800.90(A)(l)(b) or 
(A)(l)(c). 



individual conductors, other than the outer conductor of a 
coaxial cable, shall be rated for 300 volts mínimum. The 
cable voltage rating shall not he marked on the cable or on 
the undercarpet Communications wire. Communications 
wires and cables shall have a temperature rating of not less 
than 60°C. 

Exception: Voltage markings shall be permitted where the 
cable has múltiple listings and voltage marking is required 
for one or more of the listings. 

Informational Note No. 1: Voltage markings on cables 
may be misinterpreted to suggest that the cables may be 
suitable for Class 1, electric light, and power applications. 
Informational Note No. 2: See 8' 
it for equipment. 


0.170 for listing require- 



Type 

Communications plenum cable 
Communications riser cable 
Communications 
general-purpose cable 
Communications 
general-purpose cable 
Communications cable, limited 


Informational Note: Cable types a 
order of fire resistance rating. 


: listed in descending 


(A) Type CMP. Type CMP Communications plenum 
cables shall be listed as being suitable for use in ducts, 
plenums, and other spaces used for environmental air and 
shall also be listed as having adequate fire-resistant and low 
smoke-producing characteristics. 

Informational Note: One method of defining a cable that is 
low smoke-producing cable and fire-resistant cable is that 
the cable exhibits a máximum peak optical density of 0.50 
or less, an average optical density of 0.15 or less, and a 
máximum fíame spread distance of 1.52 m (5 ñ) or less 
when tested in accordance with NFPA 262-2011, Standard 
Method of Test for Fíame Travel and Smoke of Wires and 
Cables for Use in Air-Handling Spaces. [ROP Í6-78, ROP 
16-136] 


800.179 Communications Wires and Cables. Communi¬ 
cations wires and cables shall be listed in accordance with 
800.179(A) through (I) and marked in accordance with 
Table 800.179. Conductors in Communications cables, 
other than in a coaxial cable, shall be copper. 

Communications wires and cables shall have a voltage 
rating of not less than 300 volts. The insulation for the 


(B) Type CMR. Type CMR Communications riser cables 
shall be listed as being suitable for use in a vertical run in a 
shaft or from floor to floor and shall also be listed as having 
fire-resistant characteristics capable of preventing the car- 
rying of fire from floor to floor. 

Informational Note: One method of defining fire-resistant 
characteristics capable of preventing the carrying of fire 
from floor to floor is that the cables pass the requirements 
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of ANSI/UL 1666-2011, Standard Testfor Fíame Propaga- 
tion Height of Electrical and Optical-Fiber Cable Installed 
Vertically in Shafts. [ROP 16-76] 

(C) Type CMG. Type CMG general-purpose Communica¬ 
tions cables shall be listed as being suitable for general- 
purpose Communications use, with the exception of risers 
and plenums, and shall also be listed as being resistant to 
the spread of fire. 

Informational Note: One method of defining resistant to 
the spread of fire is for the damage (char length) not to 
exceed 1.5 m (4 ft 11 in.) when performing the CSA “Ver¬ 
tical Fíame Test — Cables in Cable Trays,” as described in 
CSA C22.2 No. 0.3-M-2001, Test Methods for Electrical 
Wires and Cables. 

(D) Type CM. Type CM Communications cables shall be 
listed as being suitable for general-purpose Communica¬ 
tions use, with the exception of risers and plenums, and 
shall also be listed as being resistant to the spread of fire. 

Informational Note: One method of defining resistant to 
the spread offire is that the cables do not spread fire to the 
top of the tray in the “UL Fíame Exposure, Vertical Fíame 
Tray Test” in ANSI/UL 1685-2011, Standard for Safety for 
Vertical-Tray Fire-Propagation and Smoke-Release Testfor 
Electrical and Optical-Fiber Cables. The smoke measure- 
ments in the test method are not applicable. [ROP 16-76] 
Another method of defining resistant to the spread of 
fire is for the damage (char length) not to exceed 1.5 m (4 ft 
11 in.) when performing the CSA “Vertical Fíame Test— 
Cables in Cable Trays,” as described in CSA C _ 
0.3-M-2001, Test Methods for Electrical Wires 

(E) Type CMX. Type CMX limited-use 
cables shall be listed as being suitable for 
and for use in raceway and shall 
resistant to fíame spread. 

Informational Note: One metl^fcrf determini 
is resistant to fíame spread is b^MUing the 
VW-1 (vertical-wire) ñame test ir^k^I/UL 
Reference Standard for Electrical Win 
ible Cords. [ROP 16-76] 

(F) Type CMUC Undercarpet Wires and Cables. Type 
CMUC undercarpet Communications wires and cables shall 
be listed as being suitable for undercarpet use and shall also 
be listed as being resistant to ñame spread. 

Informational Note: One method of determining that cable 
is resistant to fíame spread is by testing the cable to the 
VW-1 (vertical-wire) fíame test in ANSI/UL 1581-2011, 
Reference Standard for Electrical Wires, Cables and Flex¬ 
ible Cords. [ROP 16-76] 

(G) Circuit Integrity (CI) Cable or Electrical Circuit 
Protective System. Cables that are used for survivability of 
critical circuits under fire conditions shall meet either 
(G)(l) or (G)(2) as follows: [ROP 16-85a] 

(1) Circuit Integrity (CI) Cables. Circuit Integrity (CI) 
cables, specified in 800.179(A) through (D), and used for 



survivability of critical circuits shall have the additional 
classification using the suffix “-CI”. Circuit integrity (CI) 
cables suitable for use in raceways shall be listed and 
marked specifically as part of an electrical circuit protective 
system as covered in (G)(2). [ROP 16-85a] 

Informational Note: Circuit Integrity cables without the 
suffix "-CI" are tested and designed to be installed in free 
air. A circuit integrity cable with the suffix “-CI” that is 
tested for use in conduit will have an additional marking as 
part of a listed electrical circuit protective system. [ROP 
16-85a] 

(2) Electrical Circuit Protective System. Cables, speci¬ 
fied in 800.179(A) through (E) and (G), that are part of an 
electrical circuit protective system, shall be identified with 
the protective systenvnumber and hourly rating printed on 
the outer jacket o^^e cable. [ROP 16-85a] 

Informational Note No. 1: One method of defining circuit 
integrity (^1) cable^fcun electrical circuit protective system 
s by i»ibiishing a^^kjmum 2-hour fire-resistive rating 
n accordanS^ith UL 2196-2001 (Rev. 2006), 
RTard forjfests of Fire wfeistive Cables. [ROP 16-85a, 

renal Note No. 2: The listing organization pro- 
a for electrical circuit protective systems 
kding installation requirements to maintain the 

OP 16-85a] 

Communications Wires. Communications wires, 
ich as distributing frame wire and jumper wire, shall be 
:d as being resistant to the spread of fire. 

Informational Note: One method of defining resistant to 
the spread of fire is that the cables do not spread fire to the 
top of the tray in the “UL Fíame Exposure, Vertical Fíame 
Tray Test” in ANSI/UL 1685-2010, Standard for Safety for 
Vertical-Tray Fire-Propagation and Smoke-Release Testfor 
Electrical and Optical-Fiber Cables. The smoke measure- 
ments in the test method are not applicable. [ROP 16-76] 
Another method of defining resistant to the spread of 
fire is for the damage (char length) not to exceed 1.5 m (4 ft 
11 in.) when performing the CSA “Vertical Fíame Test— 
Cables in Cable Trays,” as described in CSA C22.2 No. 
0.3-M-2001, Test Methods for Electrical Wires and Cables. 

(I) Hybrid Power and Communications Cables. Listed 
hybrid power and Communications cables shall be permit- 
ted where the power cable is a listed Type NM or NM-B 
conforming to the provisions of Part III of Article 334, and 
the Communications cable is a listed Type CM, the jackets 
on the listed NM or NM-B and listed CM cables are rated 
for 600 volts minimum, and the hybrid cable is listed as 
being resistant to the spread of fire. [ROP 16-138] 

Informational Note: One method of defining resistant to 
the spread of fire is that the cables do not spread fire to the 
top of the tray in the “UL Fíame Exposure, Vertical Fíame 
Tray Test” in ANSI/UL 1685-2010, Standard for Safety for 
Vertical-Tray Fire-Propagation and Smoke-Release Testfor 
Electrical and Optical-Fiber Cables. The smoke measure- 
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ments in the test method are not applicable. [ROP 16-76] 
Another method of defining resistant to the spread of 
fire is for the damage (char length) not to exceed 1.5 m (4 ft 
11 in.) when performing the CSA “Vertical Fíame Test — 
Cables in Cable Trays,” as described in CSA C22.2 No. 
0.3-M-2001, Test Methodsfor Electrical Wires and Cables. 

800.180 Grounding Devices. Where bonding or ground- 
ing is required, devices used to connect a shield, sheath or 
non-current-carrying metallic members of a cable to a 
bonding conductor or grounding electrode conductor shall 
be listed or be part of listed equipment. [ROP 16-139] 


band radio transmitting and receiving equipment, and cer- 
tain features of transmitter safety. This article covers anten- 
nas such as wire-strung type, multi-element, vertical rod, 
fíat, or parabolic exceeding 1 m (39.37 in.) in diameter or 
across and also covers the wiring and cabling that connects 
them to equipment. This article does not cover equipment 
and antennas used for coupling carrier current to power line 
conductors. [ROP 16-141] 

810.2 Definitions. For definitions applicable to this article, 
see Part I of Article 100. [ROP 16-142] 


800.182 Communications Raceways and Cable Routing 
Assemblies. Communications raceways, and cable routing 
assemblies shall be listed in accordance with 800.182(A) 
through (C). [ROP 16-140] 

Informational Note: For information on listing require- 
ments for both Communications raceways and cable routing 
assemblies, see ANSI/UL 2024-4-2011, Signaling, Optical 
Fiber and Communications Raceways and Cable Routing 
Assemblies. [ROP 16-140] 

(A) Plenum Communications Raceways and Plenum 
Cable Routing Assemblies. Plenum Communications race¬ 
ways and plenum cable routing assemblies shall be li^ 
having adequate fire-resistant and low smoke-pro^ 
characteristics. [ROP 16-140] 


(B) Riser Communications Raceways 

Routing Assemblies. Riser communici 
riser cable routing assemblies shall M 
equate fire-resistant characteristics c¡ 
the carrying of fire from floor^^jgoi 1] 

(C) General-Purpose Communications Raceways and 
General-Purpose Cable Routing Asmddies. General- 
purpose communications^kgways anJgeneral-purpose 
cable routing assembhes shall^^iste^^pbeing resistant to 
the spread of fire. [ROP 16-14(1]) jF 



ARTICLE 810 

Radio and Televisión Equipment 


Informational Note: The general term grounding conduc¬ 
tor as previously used in this article is replaced by either 
the term bonding conductor or the term grounding elec¬ 
trode conductor (GEC), where applicable, to more accu- 
rately reflect the application and function of the conductor. 


810.1 Scope. This article covers antenna systems for radio 
and televisión receiving equipment, amateur and citizen 


810.3 Other Articles. Wiring from the source of power to 
and between devices connected to the interior wiring Sys¬ 
tem shall coryülv with Chapters 1 through 4 other than as 
modified lu^arts I and II of Article 640. Wiring for audio 
signal procegging, amplification, and reproduction equip- 
ment^Ktll c^^yv with Article 640. For antennas exceed- 
m (39.37 t^fcm diameter or across coaxial cables that 
Tnnect antennas rafcquipment shall comply with Article 
820. ¿^antennas 1 m (39.37 in.) or less in diameter or 
coaxial cables that connect antennas to equipment 
xomply with Article 840. [ROP 16-143] 

4 CómiTiunity Televisión Antenna. The antenna shall 
coT^ly with this article. The distribution system shall com¬ 
ply with Article 820. 

810.5 Radio Noise Suppressors. Radio interference elimi- 
nators, interference capacitors, or noise suppressors con¬ 
nected to power-supply leads shall be of a listed type. They 
shall not be exposed to physical damage. 

810.6 Antenna Lead-In Protectors. Where an antenna 
lead-in surge protector is installed it shall be listed as being 
suitable for limiting surges on the cable that connects the 
antenna to the receiver/transmitter electronics and be con¬ 
nected between the conductors and the grounded shield or 
other ground connection. The antenna lead-in protector 
shall be grounded in accordance with 810.21. [ROP 16- 
144] 

Informational Note: For requirements covering protectors 
for antenna lead-in conductors, refer to UL Subject 497E, 
Outline of Investigation for Protectors for Antenna Lead-In 
Conductors. [ROP 16-144] 

810.7 Grounding Devices. Where bonding or grounding is 
required, devices used to connect a shield, sheath or non- 
current-carrying metallic members of a cable, or metal 
parts of equipment or antennas to a bonding conductor or 
grounding electrode conductor shall be listed or be part of 
listed equipment. [ROP 16-145] 
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II. Receiving Equipment — Antenna Systems 

810.11 Material. Antennas and lead-in conductors shall be 
of hard-drawn copper, bronze, aluminum alloy, copper-clad 
Steel, or other high-strength, corrosion-resistant material. 

Exception: Soft-drawn or medium-drawn copper shall be 
permitted for lead-in conductors where the máximum span 
between points of support is less than 11 m (35 ft). 

810.12 Supports. Outdoor antennas and lead-in conduc¬ 
tors shall be securely supported. The antennas or lead-in 
conductors shall not be attached to the electric Service mast. 
They shall not be attached to poles or similar structures 
carrying open electric light or power wires or trolley wires 
of over 250 volts between conductors. Insulators supporting 
the antenna conductors shall have sufficient mechanical 
strength to safely support the conductors. Lead-in conduc¬ 
tors shall be securely attached to the antennas. 

810.13 Avoidance of Contacts with Conductors of 
Other Systems. Outdoor antennas and lead-in conductors 
from an antenna to a building shall not cross over open 
conductors of electric light or power circuits and shall be 
kept well away from all such circuits so as to avoid the^ 
possibility of accidental contact. Where proximity to open^ 
electric light or power Service conductors of less than 250 t 
volts between conductors cannot be avoided, the insta lla- 
tion shall be such as to provide a clearance t 
600 mm (2 ft). 

Where practicable, antenna conducto^Khall 1 
stalled so as not to cross under open electric n 
conductors. 

810.14 Splices. Splices and jo, shU 

made mechanically secure wil devices 

or by such other means as wil aken the 

conductors. 

810.15 Grounding. Masts and metal structures supporting 
antennas shall be grounded in accordance with 810.21. 

810.16 Size of Wire-Strung Antenna — Receiving Sta- 
tion. 

(A) Size of Antenna Conductors. Outdoor antenna con¬ 
ductors for receiving stations shall be of a size not less than 
given in Table 810.16(A). 

(B) Self-Supporting Antennas. Outdoor antennas, such as 
vertical rods, fíat, parabolic, or dipole structures, shall be of 
corrosion-resistant materials and of strength suitable to 
withstand ice and wind loading conditions and shall be 
located well away from overhead conductors of electric 
light and power circuits of over 150 volts to ground, so as 
to avoid the possibility of the antenna or structure falling 




Mínimum Size of Conductors (AWG) 
Where Máximum Open Span Length Is 

Material 

Less Than 

11 m (35 ft) 

11 m to 

45 m (35 ft 
to 150 ft) 

Over 45 m 
(150 ft) 

Aluminum alloy, 
hard-drawn 
copper 

19 

14 

12 

Copper-clad 

Steel, bronze, 

high-strength 

material 

20 

17 

14 


atal contact with such circuits. [ROP 


t Lead-in ax Receiving Station. Lead-in 
|mn outside antennas for receiving stations 
nrious máximum open span lengths, be of such 
a tensile strength at least as great as that of 
kfor antennas as specified in 810.16. Where 
xonsists of two or more conductors that are 
pted tog&ther, are enclosed in the same covering, or are 
páncentric, the conductor size shall, for various máximum 
ten span lengths, be such that the tensile strength of the 
mbination is at least as great as that of the conductors for 
^antennas as specified in 810.16. 

810.18 Clearances — Receiving Stations. 

(A) Outside of Buildings. Lead-in conductors attached to 
buildings shall be installed so that they cannot swing closer 
than 600 mm (2 ft) to the conductors of circuits of 250 volts 
or less between conductors, or 3.0 m (10 ft) to the conduc¬ 
tors of circuits of over 250 volts between conductors, ex- 
cept that in the case of circuits not over 150 volts between 
conductors, where all conductors involved are supported so 
as to ensure permanent separation, the clearance shall be 
permitted to be reduced but shall not be less than 100 mm 
(4 in.). The clearance between lead-in conductors and any 
conductor forming a part of a lightning protection system 
shall not be less than 1.8 m (6 ft). Underground conductors 
shall be separated at least 300 mm (12 in.) from conductors 
of any light or power circuits or Class 1 circuits. 

Exception: Where the electric light or power conductors, 
Class 1 conductors, or lead-in conductors are installed in 
raceways or metal cable armor. 

Informational Note No. 1: See 250.60 for use of air ter¬ 
mináis. For further information, see NFPA 780-2011, Stan¬ 
dard for the Installation of Lightning Protection Systems, 
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which contains detailed information on grounding, bond- 
ing, and spacing from lightning protection systems. 

Informational Note No. 2: Metal raceways, enclosures, 
frames, and other non-current-carrying metal parts of elec- 
trical equipment installed on a building equipped with a 
lightning protection system may require bonding or spacing 
from the lightning protection conductors in accordance 
with NFPA 780-2011, Standard for the Installation of 
Lightning Protection Systems. Separation from lightning 
protection conductors is typically 1.8 m (6 ft) through air or 
900 mm (3 ft) through dense materials such as concrete, 
brick, or wood. 

(B) Antennas and Lead-ins — Indoors. Indoor antennas 
and indoor lead-ins shall not be run nearer than 50 mm 
(2 in.) to conductors of other wiring systems in the pre¬ 
mises. 

Exception No. 1: Where such other conductors are in 
metal raceways or cable armor. 

Exception No. 2: Where permanently separated from such 
other conductors by a continuous and firmly fixed noncon- 
ductor, such as porcelain tubes or flexible tubing. 

(C) In Boxes or Other Enclosures. Indoor antennas and 
indoor lead-ins shall be permitted to occupy the sai 
or enclosure with conductors of other wiring systems^ 
separated from such other conductors by an effectiv 
manently installed barrier. 

810.19 Electrical Supply Circuits 
tenna — Receiving Stations. Whel 
circuit is used in lieu of an antenna, 
radio receiving set is connecl 
be listed. 


810.20 Antenna Dischai 

(A) Where Required. Each c< 
outdoor antenna shall be pro vid’ 
discharge unit. 



810.21 Bonding Conductors and Grounding Electrode 
Conductors — Receiving Stations. Bonding conductors 
and grounding electrode conductors shall comply with 
810.21(A) through (K). [ROP 16-148] 

(A) Material. The bonding conductor or grounding elec¬ 
trode conductor shall be of copper, aluminum, copper-clad 
Steel, bronze, or similar corrosion-resistant material. Alumi¬ 
num or copper-clad aluminum bonding conductors or 
grounding electrode conductors shall not be used where in 
direct contad with masonry or the earth or where subject to 
corrosive conditions. Where used outside, aluminum or 
copper-clad aluminum conductors shall not be installed 
within 450 mm (18 in.) of the earth. 

Insulation on bonding conductors or 
ode conductors shall not be required. 

(C) 5«po^^The bonding conductor or grounding elec- 
Tonducto^dtal I be securely fastened in place and 
i be permitt^fco be directly attached to the surface 
:d q^er without^fe use of insulating supports. [ROP 



úving Stations. 

lead-in from an 
listed antenna 


Where proper support cannot be provided, the 
le bonding conductors or grounding electrode con- 
lall be increased proportionately. [ROP 16-150] 

(DjT’hysical Protection. Bonding conductors and ground¬ 
ing electrode conductors shall be protected where exposed 
to physical damage. Where the bonding conductor or 
grounding electrode conductor is installed in a metal race- 
way, both ends of the raceway shall be bonded to the con- 
tained conductor or to the same terminal or electrode to 
which the bonding conductor or grounding electrode con¬ 
ductor is connected. [ROP 16-151] 

(E) Run in Straight Line. The bonding conductor or 
grounding electrode conductor for an antenna mast or an¬ 
tenna discharge unit shall be run in as straight a line as 
practicable. 


Exception: Where the lead-in conductors are enclosed in a 
continuous metallic shield that either is grounded with a 
conductor in accordance with 810.21 or is protected by an 
antenna discharge unit. 

(B) Location. Antenna discharge units shall be located 
outside the building or inside the building between the 
point of entrance of the lead-in and the radio set or trans- 
formers and as near as practicable to the entrance of the 
conductors to the building. The antenna discharge unit shall 
not be located near combustible material or in a hazardous 
(classified) location as defined in Arricie 500. 

(C) Grounding. The antenna discharge unit shall be 
grounded in accordance with 810.21. 


(F) Electrode. The bonding conductor or grounding elec¬ 
trode conductor shall be connected as required in (F)(l) 
through (F)(3). 

(1) In Buildings or Structures with an Intersystem 
Bonding Termination. If the building or structure served 
has an intersystem bonding termination as required by 
250.94, the bonding conductor shall be connected to the 
intersystem bonding termination. 

Informational Note: See Arricie 100 for the definition of 
Intersystem Bonding Termination. 

(2) In Buildings or Structures with Grounding Means. 

If the building or structure served has no intersystem bond¬ 
ing termination, the bonding conductor or grounding elec- 
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trode conductor shall be connected to the nearest accessible 
location on the following: 

(1) The building or structure grounding electrode system 
as covered in 250.50 

(2) The grounded interior metal water piping systems, 
within 1.52 m (5 ft) from its point of entrance to the 
building, as covered in 250.52 

(3) The power Service accessihle means extemal to the 
building, as covered in 250.94 

(4) The nonflexible metallic power Service raceway 

(5) The Service equipment enclosure, or 

(6) The grounding electrode conductor or the grounding 
electrode conductor metal enclosures of the power 
Service 

A bonding device intended to provide a termination 
point for the bonding conductor (intersystem bonding) shall 
not interfere with the opening of an equipment enclosure. A 
bonding device shall be mounted on non-removable parts. 
A bonding device shall not be mounted on a door or cover 
even if the door or cover is non-removable. 

(3) In Buildings or Structures Without an Intersystem 
Bonding Termination or Grounding Means. If the build¬ 
ing or structure served has no intersystem bonding termi-1 
nation or grounding means as described in 810.21(F)(2), 
the grounding electrode conductor shall be conne cted to 
grounding electrode as described in 250.52. [ROP 16—15i ] 


(G) Inside or Outside Building. The boi 

or grounding electrode conductor shall be 
run either inside or outside the buildins 


(H) Size. The bonding conductu^Br grouTH 
conductor shall not be small^Ran 10 AW oppS 
AWG aluminum, or 17 AWG co^^r-clad stet bronze. 


ting and receiving stations shall also comply with 810.11 
through 810.15. 

810.52 Size of Antenna. Antenna conductors for transmit- 
ting and receiving stations shall be of a size not less than 
given in Table 810.52. 

Table 810.52 Size of Outdoor Antenna Conductors 

Mínimum Size of Conductors (AWG) 
Where Máximum Open Span Length 




Jcnductor or 
Ritted for both 


(I) Common Ground. A single 
grounding electrode conductor shall be' 
protective and operating purposes. 

(J) Bonding of Electrodes. A bonding jumper not smaller 
than 6 AWG copper or equivalent shall be connected be- 
tween the radio and televisión equipment grounding elec¬ 
trode and the power grounding electrode system at the 
building or structure served where sepárate electrodes are 
used. 

(K) Electrode Connection. Connections to grounding 
electrodes shall comply with 250.70. 

III. Amateur and Citizen Band Transmitting and 
Receiving Stations — Antenna Systems 

810.51 Other Sections. In addition to complying with Part 
III, antenna systems for amateur and citizen band transmit- 


810.53 áy^rof' Lead-in Conductors. Lead-in conductors 
for tran^fctting stations shall, for various máximum span 
jgths, be^^asize at least as great as that of conductors 
^specified in 810.52. 

0.54 Clearance on Building. Antenna conductors for 
msmitting stations, attached to buildings, shall be firmly 
inted at least 75 mm (3 in.) clear of the surface of the 
milding on nonabsorbent insulating supports, such as 
treated pins or brackets equipped with insulators having not 
less than 75-mm (3-in.) creepage and airgap distances. 
Lead-in conductors attached to buildings shall also comply 
with these requirements. 

Exception: Where the lead-in conductors are enclosed in a 
continuous metallic shield that is grounded with a conduc¬ 
tor in accordance with 810.58, they shall not be required to 
comply with these requirements. Where grounded, the me¬ 
tallic shield shall also be permitted to be used as a 
conductor. 

810.55 Entrance to Building. Except where protected 
with a continuous metallic shield that is grounded with a 
conductor in accordance with 810.58, lead-in conductors 
for transmitting stations shall enter buildings by one of the 
following methods: 

(1) Through a rigid, noncombustible, nonabsorbent insulat¬ 
ing tube or bushing 

(2) Through an opening provided for the purpose in which 
the entrance conductors are firmly secured so as to 
provide a clearance of at least 50 mm (2 in.) 

(3) Through a drilled window pane 
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810.56 Protection Against Accidental Contact. Lead-in 
conductors to radio transmitters shall be located or installed 
so as to make accidental contact with them difficult. 

810.57 Antenna Discharge Units — Transmitting Sta- 
tions. Each conductor of a lead-in for outdoor antennas 
shall be provided with an antenna discharge unit or other 
suitable means that drain static charges from the antenna 
system. 

Exception No. 1: Where the lead-in is protected by a con- 
tinuous metallic shield that is grounded with a conductor in 
accordance with 810.58, an antenna discharge unit or 
other suitable means shall not be required. 

Exception No. 2: Where the antenna is grounded with a 
conductor in accordance with 810.58, an antenna dis¬ 
charge unit or other suitable means shall not be required. 

810.58 Bonding Conductors and Grounding Electrode 
Conductors — Amateur and Citizen Band Transmitting 
and Receiving Stations. Bonding conductors and ground¬ 
ing electrode conductors shall comply with 810.58(A) 
through (C). 

(A) Other Sections. All bonding conductors and 
ing electrode conductors for amateur and citizen' 
transmitting and receiving stations shall comply 
810.21(A) through (K). 

(B) Size of Protective Bonding Contluctor 
ing Electrode Conductor. The prot^^te boj 

tor or grounding electrode conductor ni g ~s!5- 

tions shall be as large as the h^PQ^ut not sr ían 10 

AWG copper, bronze, or o^^>er-cla< 

(C) Size of Operating Bonding CondiHor or Ground¬ 
ing Electrode Conductor. The<¡operatij^)onding conduc¬ 
tor or grounding electrode conr^t*or transmitting sta¬ 
tions shall not be less than I^^AWG copper or its 
equivalent. 



(A) Enclosing. The transmitter shall be enclosed in a metal 
frame or grille or separated from the operating space by a 
barrier or other equivalent means, all metallic parts of 
which are effectively connected to a bonding conductor or 
grounding electrode conductor. [ROP 16-153] 

(B) Grounding of Controls. All external metal handles 
and Controls accessible to the operating personnel shall be 
effectively connected to an equipment grounding conductor 
if the transmitter is powered by the premises wiring system 
or grounded with a conductor in accordance with 810.21. 

(C) Interlocks on Doors. All access doors shall be pro¬ 
vided with interlocks that disconnect all voltages of over 
350 volts between conductors when any access door is 


RTICLE 820 
ntenna Televisión and 
Radio Distribution Systems 


itional Note: The general term grounding conduc- 
*previously used in this article is replaced by either 
term bonding conductor or the term grounding elec¬ 
trode conductor (GEC), where applicable, to more accu- 
rately reflect the application and function of the conductor. 

See Informational Note Figure 800(a) and Informa- 
tional Note Figure 800(b) for illustrative application of a 
bonding conductor or grounding electrode conductor. 
[ROP 16-154] 


820.1 Scope. This article covers coaxial cable distribution 
of radio frequency signáis typically employed in commu- 
nity antenna televisión (CATV) systems. 

Informational Note: See 90.2(B)(4) for installations of 
CATV and radio distribution systems that are not covered. 


IV. Interior Installation — Transmitting Stations 

810.70 Clearance from Other Conductors. All conduc¬ 
tors inside the building shall be separated at least 100 mm 
(4 in.) from the conductors of any electric light, power, or 
signaling circuit. 

Exception No. 1: As provided in Article 640. 

Exception No. 2: Where separated from other conductors 
by raceway or some firmly fixed nonconductor, such as 
porcelain tubes or flexible tubing. 

810.71 General. Transmitters shall comply with 
810.71(A) through (C). 


820.2 Definitions. See Part I of Article 100. For the pur- 
poses of this article, the following additional definitions 
apply. [ROP 16-155] 

Abandoned Coaxial Cable. Installed coaxial cable that is 
not terminated at equipment other than a coaxial connector 
and not identified for future use with a tag. 

Informational Note: See Part I of Article 100 for a defini- 
tion of Equipment. [ROP 16-156] 

Coaxial Cable. A cylindrical assembly composed of a con¬ 
ductor centered inside a metallic tube or shield, separated 
by a dielectric material, and usually covered by an insulat- 
ing jacket. 
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Exposed (to Accidental Contact). A circuit in such a po- 
sition that, in case of failure of supports and or insulation, 
contact with another circuit may result. 

Informational Note: See Part I of Article 100 for two other 
definitions of Exposed. [ROP 16-158] 

Point of Entrance. The point within a building at which 
the coaxial cable emerges from an extemal wall, from a 
concrete floor slab, from rigid metal conduit (RMC) or 
intermedíate metal conduit (IMC). [ROP 16-159] 


820.15 Power Limitations. Coaxial cable shall be permit- 
ted to deliver power to equipment that is directly associated 
with the radio frequency distribution system if the voltage 
is not over 60 volts and if the current is supplied by a 
transformer or other device that has power-limiting charac- 
teristics. 

Power shall be blocked from premises devices on the 
network that are not intended to be powered via the coaxial 
cable. 


Premises. The land and buildings of a user located on the 
user side of utility-user network point of demarcation. 

820.3 Other Articles. Circuits and equipment shall com- 
ply with 820.3(A) through (G). 

(A) Hazardous (Classified) Locations. CATV equipment 
installed in a location that is classified in accordance with 
500.5 and 505.5 shall comply with the applicable require- 
ments of Chapter 5. 

(B) Wiring in Ducts for Dust, Loose Stock, or Vapor 
Removal. The requirements of 300.22(A) shall apply. 

[ROP 16-161] 

(C) Equipment in Other Space Used for Environmental 
Air. The requirements of 300.22(C)(3) shall apply. [ROP 
16-161] 

(D) Installation and Use. The requirem ) 

shall apply. [ROP 16-162] 

(E) Installations of Conductive 
tical Fiber Cables. The requiretj 
apply. 

(F) Communications Circuil 

ticle 800 shall apply. 

(G) Network-Powered Broadband Communications 
Systems. The requirements of Article 830 shall apply. 

(H) Premises-Powered Broadband Communications 
Systems. The requirements of Article 840 shall apply. 



820.21 Access to Electrical Equipment Behind Panels 
Designed to Allow Access. Access to electrical equipment 
shall not be denied by an accumulation of coaxial cables 
that prevenís removal of panels, including suspended ceil- 
ing panels. 

820.24 Mechanical Execution of Work. Community tele¬ 
visión and ra^^fcnbution systems shall be installed in a 
neat and wdffnanlil^manner. Coaxial cables installed ex¬ 
posed «é surface o^kifing and sidewalls shall be sup- 
port^É^ the building stn*ire in such a manner that the 
cal^£will n^be damaged by normal building use. Such 
cabie™d^^be secured by hardware including straps, 
staples^^Be fies, hangers, or similar fittings designed and 
not to damage the cable. The installation 
hn to 300.4(D) and 300.11. Cable fies used 
fax i al plenum cables in other space used for 
ironmental air (plenums) shall be Usted as having low 
heat release properties. [ROP 16-165, ROP 
ROP 16-167] 

Informational Note No. 1: Accepted industry practices are 
described in ANSI/NECA/BICSI 568-2006, Standard for 
Installing Commercial Building Telecommunications Ca- 
bling; ANSI/TLA/EIA-568-B.1 2004 — Part 1, General 
Requirements Commercial Building Telecommunications 
Cabling Standard ; ANSI/TIA-569-B 2004, Commercial 
Building Standard for Telecommunications Pathways and 
Spaces - , ANSI/TIA-570-B, Residential Telecommunications 
Infrastructure, and other ANSI-approved installation 
standards. 

Informational Note No. 2: See 4.3.11.2.6.5 and 
4.3.11.5.5.6 of NFPA 90A-2012, Standard for Installation 
of Air-Conditioning and Ventilating Systems, for discrete 
combustible components installed in accordance with 
300.22 (C). [ROP 16-168] 


(I) Altérnate Wiring Methods. The wiring methods of 
Article 830 shall be permitted to substitute for the wiring 
methods of Article 820. 

Informational Note: Use of Article 830 wiring methods 
will facilitate the upgrading of Article 820 installations to 
network-powered broadband applications. 

(J) Cable Routing Assemblies. The definition in 800.2, 
the applications in Table 800.154(c) , and installation rules 
in 800.110 and 800.113 shall apply to Article 820. [ROP 
16-163] 


820.25 Abandoned Cables. The accessible portion of 
abandoned coaxial cables shall be removed. Where cables 
are identified for future use with a tag, the tag shall be of 
sufficient durability to withstand the environment involved. 

820.26 Spread of Fire or Products of Combustión. In- 

stallations of coaxial cables and Communications raceways 
in hollow spaces, vertical shafts, and ventilation or air- 
handling ducts shall be made so that the possible spread of 
fire or products of combustión will not be substantially 
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increased. Openings around penetrations of coaxial cables 
and Communications raceways through fire-resistant-rated 
walls, partitions, floors, or ceilings shall be firestopped us- 
ing approved methods to maintain the fire resistance rating. 

[ROP 16-169] 

Informational Note: Directories of electrical construction 
materials published by qualified testing laboratories contain 
many listing installation restrictions necessary to maintain 
the fire-resistive rating of assemblies where penetrations or 
openings are made. Building codes also contain restrictions 
on membrane penetrations on opposite sides of a fire 
resistance-rated wall assembly. An example is the 600-mm 
(24-in.) mínimum horizontal separation that usually applies 
between boxes installed on opposite sides of the wall. As- 
sistance in complying with 820.26 can be found in building 
codes, fire resistance directories, and product listings. 

II. Coaxial Cables Outside and Entering Buildings 
820.44 Overhead (Aerial) Coaxial Cables. Overhead 
(aerial) coaxial cables, prior to the point of grounding, as 
specified in 820.93, shall comply with 820.44(A) through 
(E). 

(A) On Poles and In-Span. Where coaxial cables and 
electric light or power conductors are supported tac th e 
same pole or are run parallel to each other in-sp! 
conditions described in 820.44(A)(1) through (A)(4 

be met. 

(1) Relative Location. Where pr 
cables shall he located below the 
conductors. 

(2) Attachment to Cross-Ai 

be attached to cross-arm th; 
conductors. 

(3) Climbing Space. TfíWttmbing spaSthrough coaxial 
cables shall comply with th^fcauiremej^of 225.14(D). 

(4) Clearance. Lead-in or ovemkjdperial) -drop coaxial 
cables from a pole or other supporffincluding the point of 
initial attachment to a building or structure, shall be kept 
away from electric light, power, Class 1, or non-power- 
limited fire alarm circuit conductors so as to avoid the pos- 
sibility of accidental contact. 

Exception: Where proximity to electric light, power, Class 
1, or non-power-limited fire alarm Circuit conductors can- 
not be avoided, the installation shall provide clearances of 
not less than 300 mm (12 in.) from electric light, power, 
Class 1, or non-power-limited fire alarm Circuit conduc¬ 
tors. The clearance requirement shall apply at all points 
along the drop, and it shall increase to 1.0 m (40 in.) at the 
pole. 

(B) Above Roofs. Coaxial cables shall have a vertical 
clearance of not less than 2.5 m (8 ft) from all points of 
roofs above which they pass. 



Exception No. 1: Auxiliary buildings such as garages and 
the like. 

Exception No. 2: A reduction in clearance above only the 
overhanging portion of the roof to not less than 450 mm 
(18 in.) shall be permitted if(l) not more than 1.2 m (4 ft) 
of Communications Service drop conductors pass above the 
roof overhang, and (2) they are terminated at a raceway 
mast or other approved support. 

Exception No. 3: Where the roof has a slope of not less 
than 100 mm in 300 mm (4 in. in 12 in.), a reduction in 
clearance to not less than 900 mm (3 ft) shall be permitted. 

(C) On Masts. Overhead (aerial) coaxial cables shall be 
permitted to be attached to an above-the-roof raceway mast 
that does not arlóse or support conductors of electric light 
or power c 

luildings. Coaxial cables extending between 
Éiñgs or strc^bres, and also the supports or attachment 
Purés, shall be icAúfied and shall have sufficient strength 
witlyfcind the loaCK to which they might be subjected. 

.-170] 



Where a coaxial cable does not have sufficient 
> be self-supporting, it shall be attached to a 
mg messenger cable that, together with the attach- 
ixtures or supports, shall be acceptable for the par¬ 
póse and shall have sufficient strength to withstand the 
loads to which they may be subjected. 

(E) On Buildings. Where attached to buildings, coaxial 
cables shall be securely fastened in such a manner that they 
will be separated from other conductors in accordance with 
820.44(E)(1), (E)(2), and (E)(3). 

(1) Electric Light or Power. The coaxial cable shall have 
a separation of at least 100 mm (4 in.) from electric light, 
power, Class 1, or non-power-limited fire alarm circuit 
conductors not in raceway or cable, or shall be permanently 
separated from conductors of the other system by a con- 
tinuous and firmly fixed nonconductor in addition to the 
insulation on the wires. 

(2) Other Communications Systems. Coaxial cable shall 
be installed so that there will be no unnecessary interfer- 
ence in the maintenance of the sepárate systems. In no case 
shall the conductors, cables, messenger strand, or equip- 
ment of one system cause abrasión to the conductors, cable, 
messenger strand, or equipment of any other system. 

(3) Lightning Conductors. Where practicable, a separa¬ 
tion of at least 1.8 m (6 ft) shall be maintained between any 
coaxial cable and lightning conductors. 

Informational Note: For additional information regarding 
overhead (aerial) wires and cables, see ANSI C2-2007, Na- 
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tional Electric Safety Code, Part 2, Safety Rules for Over- 
head Lines. 

820.47 Underground Coaxial Cables Entering Build- 
ings. Underground coaxial cables entering buildings shall 
comply with 820.47(A) and (B). 

(A) Underground Systems with Electric Light, Power, 
Class 1 or Non-Power Limited Fire Alarm Circuit Con- 
ductors. Underground coaxial cables in a duct, pedestal, 
handhole enclosure, or manhole that contains electric light, 
power, or Class 1 or non-power-limited fire alarm circuit 
conductors shall be in a section permanently separated from 
such conductors by means of a suitable barrier. [ROP 16- 
171] 


disconnecting means grounded in accordance with 250.32 
and located within 9.0 m (30 ft) of the exterior wall of the 
mobile home it serves, shall be considered to meet the 
requirements of this section. 

Informational Note: Selecting a grounding block location 
to achieve the shortest practicable bonding conductor or 
grounding electrode conductor helps limit potential differ- 
ences between CATV and other metallic systems. [ROP 
16-177] 

(A) Entering Buildings. In installations where the coaxial 
cable enters the building, the outer conductive shield shall 
be grounded in accordance with 820.100. The grounding 
shall be as cióse as practicable to the point of entrance. 


(B) Direct-Buried Cables and Raceways. Direct-buried 
coaxial cable shall be separated at least 300 mm (12 in.) 
from conductors of any light or power or Class 1 circuit. 

Exception No. 1: Where electric Service conductors or 
coaxial cables are installed in raceways or have metal 
cable armor. 

Exception No. 2: Where electric light or power branch- 
circuit orfeeder conductors or Class 1 circuit conductors 
are installed in a raceway or in metal-sheathed, metal-ciad,\ 
or Type UF or Type USE cables; or the coaxial cables have 
metal cable armor or are installed in a raceway. 

820.48 Unlisted Cables Entering Buildinj 

outside plant coaxial cables shall be peí 
stalled in building spaces other than risers^ 
environmental air, plenums used for e nviro r 
other spaces used for environmental 
the cable within the building, 
entrance, does not exceed 15 
the building from the outside ; 
ing block. 

820.49 Metallic Entrance Conduit GWunding. Rigid 
metal conduit (RMC) or intermedíate metal conduit (IMC) 
containing entrance coaxial cable shall be connected by a 
bonding conductor or grounding electrode conductor to a 
grounding electrode in accordance with 820.100(B). [ROP 
16-176] 



(B) Terminating Outside of the Building. In installations 
where the coaxi^^role is terminated outside of the build¬ 
ing, the outerj^^ktfive shield shall be grounded in accor¬ 
dance with ^EÜ. 1 Ot^faie grounding shall be as cióse as 
practicábate the poinW^ttachment or termination. 

jilote: See^0.2 for a definition of Point of 

BP 16-178] 

(('.) Location. Where installed, a listed primary protector 
gil be a^^d on each community antenna and radio dis- 
W) cable extemal to the premises. The listed 
tector shall be located as cióse as practicable to 
í entrance point of the cable on either side or integral to 
e ground block. 

•f)) Hazardous (Classified) Locations. Where a primary 
protector or equipment providing the primary protection 
function is used, it shall not be located in any hazardous 
(classified) location as defined in 500.5 and 505.5 or in the 
vicinity of easily ignitible material. 

Exception: Ai permitted in 501.150, 502.150, and 
503.150. 


IV. Grounding Methods 

820.100 Cable Bonding and Grounding. The shield of 
the coaxial cable shall be bonded or grounded as specified 
in 820.100(A) through (D). 



III. Protection 

820.93 Grounding of the Outer Conductive Shield of 
Coaxial Cables. Coaxial cables entering buildings or at- 
tached to buildings shall comply with 820.93(A) or (B). 
Where the outer conductive shield of a coaxial cable is 
grounded, no other protective devices shall be required. For 
purposes of this section, grounding located at mobile home 
Service equipment located within 9.0 m (30 ft) of the exte¬ 
rior wall of the mobile home it serves, or at a mobile home 


Exception: For Communications systems using coaxial 
cable confined within the premises and isolated from out¬ 
side cable plant, the shield shall be permitted to be 
grounded by a connection to an equipment grounding con¬ 
ductor as described in 250.118. Connecting to an equip¬ 
ment grounding conductor through a grounded receptacle 
using a dedicated bonding jumper and a permanently con¬ 
nected listed device shall be permitted. Use of a cord and 
plugfor the connection to an equipment grounding conduc¬ 
tor shall not be permitted. [ROP 16-181] 
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(A) Bonding Conductor or Grounding Electrode Con¬ 
ductor. 

(1) Insulation. The bonding conductor or grounding elec¬ 
trode conductor shall be bsted and shall be permitted to be 
insulated, covered, or bare. 

(2) Material. The bonding conductor or grounding elec¬ 
trode conductor shall be copper or other corrosion-resistant 
conductive material, stranded or solid. 

(3) Size. The bonding conductor or grounding electrode 
conductor shall not be smaller than 14 AWG. It shall have a 
current-carrying capacity not less than the outer sheath of 
the coaxial cable. The bonding conductor or grounding 
electrode conductor shall not be required to exceed 6 AWG. 

(4) Length. The bonding conductor or grounding electrode 
conductor shall be as short as practicable. In one- and two- 
family dwellings, the bonding conductor or grounding elec¬ 
trode conductor shall be as short as practicable, not to ex¬ 
ceed 6.0 m (20 ft) in length. [ROP 16-183] 

Informational Note: Similar bonding conductor or ground¬ 
ing electrode conductor length limitations applied at apart- 
ment buildings and commercial buildings help to reduce 
voltages that may be developed between the bu¡ld¡n| 
power and Communications Systems during lightW 

Exception: In one- and two-family dwelli ngs w here 1 
not practicable to achieve an overall t 
conductor or grounding electrode i 
m (20 ft), a sepárate grounding elei 
250.52(A)(5), (A)(6), or (A)(7) shall 
electrode conductor shall be¿ 
grounding electrode in a c£ 
sepárate grounding ele^mde shall 
power grounding electw^^system in 1 
820.100(D). 

(5) Run in Straight Line. Tl^j^Kcling conductor or 
grounding electrode conductor shalrbe run in as straight a 
line as practicable. 

(6) Physical Protection. Bonding conductors and ground¬ 
ing electrode conductors shall be protected where exposed 
to physical damage. Where the bonding conductor or 
grounding electrode conductor is installed in a metal race- 
way, both ends of the raceway shall be bonded to the con- 
tained conductor or to the same terminal or electrode to 
which the bonding conductor or grounding electrode con¬ 
ductor is connected. 

(B) Electrode. The bonding conductor or grounding elec¬ 
trode conductor shall be connected in accordance with 
820.100(B)(1), (B)(2), or (B)(3). 

(1) In Buildings or Structures with an Intersystem 
Bonding Termination. If the building or structure served 


^he sepárate 
and the 
onnéE^d to the 
ccordance with 


has an intersystem bonding termination as required by 
250.94, the bonding conductor shall be connected to the 
intersystem bonding termination. 

Informational Note: See Part I of Article 100 for the defi- 
nition of Intersystem Bonding Termination. [ROP 16-184] 

(2) In Buildings or Structures with Grounding Means. 

If the building or structure served has no intersystem bond¬ 
ing termination, the bonding conductor or grounding elec¬ 
trode conductor shall be connected to the nearest accessible 
location on one of the following: 

(1) The building or structure grounding electrode system 
as covered in 250.50 

(2) The grounded interior metal water piping system, 
within 1 .im (5 ft) from its point of entrance to the 
buildin^^B covered in 250.52 

(3) Thej^^rer Service accessible means extemal to enclo- 
sures as covered in 250.94 [ROP 16-185] 

(^lA’he nontimetal lie power Service raceway 
) The Service eqlkpent enclosure 
r(6) T^Ap-ounding electrode conductor or the grounding 
íctrode conductor metal enclosure of the power ser- 
kice, or 

(7) ^^^grounding electrode conductor or the grounding 
*rode of a building or structure disconnecting 
iTeans that is connected to an electrode as covered in 
250.32 

A bonding device intended to provide a termination 
point for the bonding conductor (intersystem bonding) shall 
not interfere with the opening of an equipment enclosure. A 
bonding device shall be mounted on non-removable parts. 
A bonding device shall not be mounted on a door or cover 
even if the door or cover is nonremovable. [ROP 16-186] 
For purposes of this section, the mobile home Service 
equipment or the mobile home disconnecting means, as 
described in 820.93, shall be considered accessible. 

(3) In Buildings or Structures Without an Intersystem 
Bonding Termination or Grounding Means. If the build¬ 
ing or structure served has no intersystem bonding termi¬ 
nation or grounding means, as described in 820.100(B)(2), 
the grounding electrode conductor shall be connected to 
either of the following: 

(1) To any one of the individual grounding electrodes de¬ 
scribed in 250.52(A)(1), (A)(2), (A)(3), or (A)(4) 

[ROP 16-187] 

(2) If the building or structure served has no intersystem 
bonding termination or grounding means, as described 
in 820.100(B)(2) or (B)(3)(l), to any one of the indi¬ 
vidual grounding electrodes described in 250.52(A)(5), 
(A)(7) and (A)(8). Steam or hot water pipes or air ter¬ 
minal conductors (lightning-rod conductors) shall not 
be employed as grounding electrodes for bonding con- 
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ductors or grounding electrode conductors. [ROP 
16-188] 

(C) Electrode Connection. Connections to grounding 
electrodes shall comply with 250.70. 

(D) Bonding of Electrodes. A bonding jumper not smaller 
than 6 AWG copper or equivalent shall be connected be- 
tween the community antenna televisión system’s ground¬ 
ing electrode and the power grounding electrode system at 
the building or structure served where sepárate electrodes 
are used. 


(2) Where the mobile home is supplied by cord and plug 

V. Installation Methods Within Buildings 

820.110 Raceways and Cable Routing Assemblies for 
Coaxial Cables. [ROP 16-191] 

(A) Types of Raceways. Coaxial cables shall be permitted 
to be installed in any raceway that complies with either 
(A)(l) or (A)(2), and in cable routing assemblies installed 
in compliance with (C). [ROP 16-191] 


Exception: At mobile homes as covered in 820.106. 

Informational Note No. 1: See 250.60 for use of air ter¬ 
mináis (lightning rods). 

Informational Note No. 2: Bonding together of all sepá¬ 
rate electrodes limits potential dififerences between them 
and between their associated wiring systems. 

(E) Shield Protection Devices. Grounding of a coaxial 
drop cable shield by means of a protective device that does 
not interrupt the grounding system within the premises 
shall be permitted. 

820.103 Equipment Grounding. Unpowered equipmentá 
and enclosures or equipment powered by the coaxial cable 1 
shall be considered grounded where connected to the me- 
tallic cable shield. 

820.106 Grounding and Bonding at Mo 

(A) Grounding. Grounding 
820.106(A)(1) and (A)(2). 

(1) Where there is no mobile h 
cated within 9.0 m (30 ftjd 
mobile home it serves, the col 
or surge arrester grounding tern 
to a grounding electrode conduct(3^fc|^Kínding elec¬ 
trode in accordance with 820. 100(B)^Pd ROP 16-189] 

(2) Where there is no mobile home disconnecting means 
grounded in accordance with 250.32 and located within 
9.0 m (30 ft) of the exterior wall of the mobile home it 
serves, the coaxial cable shield ground, or surge ar¬ 
rester grounding terminal, shall be connected to a 
grounding electrode in accordance with 820.100(B)(3). 
[ROP 16-190] 

(B) Bonding. The coaxial cable shield grounding terminal, 
surge arrester grounding terminal, or grounding electrode 
shall be connected to the metal frame or available ground¬ 
ing terminal of the mobile home with a copper conductor 
not smaller than 12 AWG under any of the following con- 
ditions: 

(1) Where there is no mobile home Service equipment or 
disconnecting means as in 820.106(A) 



(1) Raceways Recognized in Chapter 3. Coaxial cables 
shall be permitted to be installed in any raceway included 
in Chapter 3. The raceways shall be installed in accordance 
with the requiremerU^of Chapter 3. 

(2) Communications Raceways. Coaxial cables shall be 
permitted tq^rinSfcgd in listed plenum Communications 
raceway^fcsted riserckwriunications raceways, and listed 
genei^^mrpose communkdons raceways selected in ac- 
coi^rce witb^the provisSis of 820.113, 800.110 and 
80My anámstalled in accordance with 362.24 through 
362.5^fcwere the requirements applicable to electrical 

^jionmeta^^tubing (ENT) apply. [ROP 16-191, ROP 16- 


ay Fill for Coaxial Cables. The raceway fill 
piirements of Chapters 3 and 9 shall not apply to coaxial 


C) Cable Routing Assemblies. Coaxial cables shall be 
permitted to be installed in plenum cable routing assem¬ 
blies, riser cable routing assemblies and general-purpose 
cable routing assemblies selected in accordance with the 
provisions of 800.113, and installed in accordance with (1) 
and (2). [ROP 16-191] 

(1) Horizontal Support. Cable routing assemblies shall be 
supported where run horizontally at intervals not to exceed 
900 mm (3 ft), and at each end or joint, unless listed for 
other support intervals. In no case shall the distance be¬ 
tween supports exceed 3 m (10 ft). [ROP 16-191] 

(2) Vertical Support. Vertical runs of cable routing assem¬ 
blies shall be securely supported at intervals not exceeding 
1.2 m (4 ft), unless listed for other support intervals, and 
shall not have more than one joint between supports. [ROP 
16-191] 

820.113 Installation of Coaxial Cables. Installation of co¬ 
axial cables shall comply with 820.113(A) through (K). 
Installation of raceways shall comply with 820.110. 

(A) Listing. Coaxial cables installed in buildings shall be 
listed. 
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Exception: Coaxial cables that comply with 820.48 shall 
not be required to be Usted. 

(B) Fabricated Ducts Used for Environmental Air. The 

following cables shall be permitted in ducts as described in 
300.22(B) if they are directly associated with the air distri- 
bution system: 

(1) Up to 1.22 m (4 ft) of Type CATVP cable 

(2) Types CATVP, CATVR, CATV, and CATVX cables in- 
stalled in raceways that are installed in compliance 
with 300.22(B) 

Informational Note: For information on fire protection of 
wiring installed in fabricated ducts see 4.3.4.1 and 
4.3.11.3.3 in NFPA 90A-2012, Standard for the Installation 
of Air-Conditioning and Ventilating Systems. [ROP 
16-194] 

(C) Other Spaces Used For Environmental Air (Ple- 
nums). The following cables shall be permitted in other 
spaces used for environmental air as described in 
300.22(C): 

(1) Type CATVP cable 

(2) Type CATVP cable installed in plenum Communica¬ 
tions raceways 

(3) Type CATVP cable supported by open metallr 
trays or cable tray systems 

(4) Types CATVP, CATVR, CATV, 
stalled in raceways that are ir 
with 300.22(C) 

(5) Types CATVP, CATVR, CAP 
supported by solid bottom metal 
metal covers in other sp^^WWjJfor eil^ rental air 
(plenums) as describ^Wi 300.22( 

(6) Types CATVP , cifc^ CATV, a» CATVX cables 
installed in plenum raHu n i c at i or» raceways, riser 
Communications raceways^^geng^^purpose Commu¬ 
nications raceways supporte®^solid bottom metal 
cable trays with solid metal covers in other spaces used 
for environmental air (plenums) as described in 
300.22(C) 

[ROP 16-194] 

Informational Note: For information on fire protection of 
wiring installed in other spaces used for environmental air 
see 4.3.11.2, 4.3.11.4, and 4.3.11.5 of NFPA 90A-2012, 
Standard for the Installation of Air-Conditioning and Ven¬ 
tilating Systems. [ROP 16-194] 

(D) Risers — Cables in Vertical Runs. The following 
cables shall be permitted in vertical runs penetrating one or 
more floors and in vertical runs in a shaft: 

(1) Types CATVP and CATVR cables 

(2) Types CATVP and CATVR cables installed in: 

a. Plenum Communications raceways 



b. Plenum cable routing assemblies 

c. Riser Communications raceways 

d. Riser cable routing assemblies 

[ROP 16-194] 

Informational Note: See 820.26 for firestop requirements 
for floor penetrations. 

(E) Risers — Cables in Metal Raceways. The following 
cables shall be permitted in metal raceways in a riser hav- 
ing firestops at each floor: 

(1) Types CATVP, CATVR, CATV, and CATVX cables 

(2) Types CATVP, CATVR, CATV, and CATVX cables in¬ 
stalled in: 

a. Plenum Communications raceways 
Riser ^rnmunications raceways 

purpose Communications raceways 

[ROPl~ 

See 820.26 for firestop requirements 

in Fireproof Shafts. The following 
lall be permitted to be installed in fireproof riser 
with firestops at each floor: 
íes CATVP, CATVR, CATV, and CATVX cables 
CATVP, CATVR, and CATV cables installed in: 
Plenum Communications raceways 

b. Plenum cable routing assemblies 

c. Riser Communications raceways 

d. Riser cable routing assemblies 

e. General-purpose Communications raceways 

f. General-purpose cable routing assemblies 
[ROP 16-194] 

Informational Note: See 820.26 for firestop requirements 
for floor penetrations. 

(G) Risers — One- and Two-Family Dwellings. The fol¬ 
lowing cables shall be permitted in one- and two-family 
dwellings: 

(1) Types CATVP, CATVR, and CATV cables 

(2) Type CATVX cable less than 10 mm (0.375 in.) in 
diameter 

(3) Types CATVP, CATVR, and CATV cables installed in: 

a. Plenum Communications raceways 

b. Plenum cable routing assemblies 

c. Riser Communications raceways 

d. Riser cable routing assemblies 

e. General-purpose Communications raceways 

f. General-purpose cable routing assemblies 
[ROP 16-194] 

Informational Note: See 820.26 for firestop requirements 
for floor penetrations. 
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(H) Cable Trays. The following cables shall be permitted 
to be supported by cable trays: 

(I) Types CATVP, CATVR, and CATV cables 

(2) Types CATVP, CATVR, and CATV cables installed in: 

a. Plenum Communications raceways 

b. Riser Communications raceways 

c. General-purpose Communications raceways 

[ROP 16-194] 


c. Riser Communications raceways 

d. Riser cable routing assemblies 

e. General-purpose Communications raceways 

f. General-purpose cable routing assemblies 

(4) Types CATVP, CATVR, CATV, and Type CATVX 
cables installed in a raceway of a type recognized in 
Chapter 3 

[ROP 16-194] 


(I) Distributing Frames and Cross-Connect Arrays. The 

following cables shall be permitted to be installed in dis¬ 
tributing frames and cross-connect arrays: 

(1) Types CATVP, CATVR, and CATV cables 

(2) Types CATVP, CATVR, and CATV cables installed in: 

a. Plenum Communications raceways 

b. Plenum cable routing assemblies 

c. Riser Communications raceways 

d. Riser cable routing assemblies 

e. General-purpose Communications raceways 

f. General-purpose cable routing assemblies 

[ROP 16-194] 

(J) Other Building Locations. The following cables shalU 
be permitted to be installed in building locations other than^ 
the locations covered in 820.113(B) through (I): 

(1) Types CATVP, CATVR, and CATV cables ^ 

(2) A máximum of 3 m (10 ft) of exposed J 
cables in nonconcealed spaces 

(3) Types CATVP, CATVR, and CATV cablH 

a. Plenum Communications racjj 

b. Plenum cable routing a 

c. Riser Communications i^Kways 

d. Riser cable routing assed! 

e. General-purpose communicTMtes racejfl 

f. General-purpose cable routing^ 

(4) Types CATVP, CATVR, CATV, aiSPtype CATVX 
cables installed in a raceway of a type recognized in 
Chapter 3 

[ROP 16-194] 

(K) One- and Two-Family and Multifamily Dwellings. 

The following cables and cable routing assemblies shall be 
permitted to be installed in one- and two-family and mul¬ 
tifamily dwellings in locations other than those locations 
covered in 820.113(B) through (I): 

(1) Types CATVP, CATVR, and CATV cables 

(2) Type CATVX cable less than 10 mm (0.375 in.) in 
diameter 

(3) Types CATVP, CATVR, and CATV cables installed in: 

a. Plenum Communications raceways 

b. Plenum cable routing assemblies 


820.133 Installation of Coaxial Cables and Equipment. 

Beyond the point of grounding, as defined in 820.93, the 
coaxial cable installation shall comply with 820.133(A) and 
(B). 

(A) Separation from Other Conductors. 


(1) In Racewavsá 
Cable Routin| 
ROP 16-20^ 


cable Trays, Boxes, Enclosures and 
emblies. [ROP 16-199, ROP 16-200, 


(a) ^Jptical Fiber^^á Communications Cables. Co- 

axia^Émles shall be permlpd in the same raceway, cable 
tra^^Eox, eM^ure, or cable routing assembly with jack- 
eted any of the following: 

(1) NoOT^^uctive and conductive optical fiber cables in 

^omplilfce with Parts I and V of Article 770 
(2^B^mumrations circuits in compliance with Parts I 
Article 800 

) Low-power network-powered broadband Communica¬ 
tions circuits in compliance with Parts I and V of Ar- 
^ ticle 830 

(b) Other Circuits. Coaxial cables shall be permitted in 
the same raceway, cable tray, box, enclosure, or cable rout¬ 
ing assembly with jacketed cables of any of the following: 

(1) Class 2 and Class 3 remote-control, signaling, and 
power-limited circuits in compliance with Article 645 
or Parts I and III of Article 725 [ROP 16-201] 

(2) Power-limited fire alarm systems in compliance with 
Parts I and III of Article 760 

(c) Electric Light, Power, Class 1, Non-Power- 
Limited Fire Alarm, and Medium-Power Network-Powered 
Broadband Communications Circuits. Coaxial cable shall 
not be placed in any raceway, compartment, outlet box, 
junction box, or other enclosures with conductors of elec- 
tric light, power, Class 1, non-power-limited fire alarm, or 
medium-power network-powered broadband Communica¬ 
tions circuits. 

Exception No. 1: Where all of the conductors of electric 
light, power, Class 1, non-power-limited fire alarm, and 
medium-power network-powered broadband Communica¬ 
tions circuits are separated from all ofthe coaxial cables by 
a permanent barrier or Usted divider. 

Exception No. 2: Power Circuit conductors in outlet boxes, 
junction boxes, or similar fittings or compartments where 
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such conductors are introduced solely for power supply to 
the coaxial cable System distribution equipment. The power 
Circuit conductors shall be routed within the enclosure to 
maintam a mínimum 6-mm (0.25-in.) separation from co¬ 
axial cables. 

(2) Other Applications. Coaxial cable shall be separated 
at least 50 mm (2 in.) from conductors of any electric light, 
power, Class 1, non-power-limited fire alarm, or medium- 
power network-powered broadband Communications cir- 
cuits. 

Exception No. 1: Where either (1) all of the conductors of 
electric light, power, Class 1, non-power-limited fire alarm, 
and medium-power network-powered broadband Communi¬ 
cations circuits are in a raceway, or in metal-sheathed, 
metal-ciad, nonmetallic-sheathed, Type AC or Type UF 
cables, or (2) all of the coaxial cables are encased in 
raceway. 

Exception No. 2: Where the coaxial cables are perma- 
nently separated from the conductors of electric light, 
power, Class 1, non-power-limited fire alarm, and medium- 
power network-powered broadband Communications cir¬ 
cuits by a continuous and firmly fixed nonconductor, such 
as porcelain tubes or flexible tubing, in addition 
insulation on the wire. 


Table 820.154(b) Coaxial Cable Uses and Permitted 
Substitutions 

Cable Type 

Permitted Substitutions 

CATVP 

CMP, BLP 

CATVR 

CATVP, CMP, CMR, 

BMR, BLP, BLR 

CATV 

CATVP, CMP, 

CATVR, CMR, CMG, CM, 
BMR, BM, BLP, BLR, BL 


CATVP, CMP, 

CATVR, CMR, 

CATV, CMG, CM, 
BMR, BM, BLP, BLR, 
BL, BLX 


(B) Support of Coaxial Cables. Raceways shall be' 
for their intended purpose. Coaxial cable^jiall not 
strapped, taped, or attached by any mean^^^M^teric 
any conduit or raceway as a means oí^pport. 

Exception: Overhead (aerial) spai 
shall be permitted to be 
raceway-type mast intended, 
of such cables. 

820.154 Applications ofUUted CATV Jptbles. Permitted 
and nonpermitted application®Uisted^axial cables shall 
be as indicated in Table 820.15^^Me permitted applica- 
tions shall be subject to the instSration requirements of 
820.110 and 820.113. The substitutions for coaxial cables 
in Table 820.154(b) and illustrated in Figure 820.154 shall 
be permitted. [ROP 16-204] 

Informational Note: The substitute cables in Table 

820.154(b) and Figure 820.154 are only coaxial-type 

cables. 


VI. Listing Requirements 

820.179 Coaxial Cables. Cables shall be listed in accor- 
dance with 820.179(A) through (D) and marked in accor- 
dance with Table 820.179. The cable voltage rating shall 
not be marked on the cable. 

Informational Note: Voltage markings on cables could be 
misinterpreted to suggest that the cables may be suitable for 
Class 1, electric light, and power applications. 



[a] - * {11 Coaxial cable A shall be permitted to be used in 

place of coaxial cable B. 

Type BL— Network-powered broadband Communications low- 
power cable 

Type BM—Network-powered broadband Communications medium- 
power cable 

Type CATV — Community antenna televisión cables 
Type CM —Communications cables 

Figure 820.154 Cable Substitution Hierarchy. 


Exception: Voltage markings shall be permitted where the 
cable has múltiple listings and voltage marking is required 
for one or more of the listings. 

(A) Type CATVP. Type CATVP community antenna tele¬ 
visión plenum coaxial cables shall be listed as being suit¬ 
able for use in ducts, plenums, and other spaces used for 
environmental air and shall also be Usted as having ad- 
equate fire-resistant and low smoke-producing characteris- 
tics. 

Informational Note: One method of defining a cable that is 
low smoke-producing cable and fire-resistant cable is that 
the cable exhibits a máximum peak optical density of 0.50 
or less, an average optical density of 0.15 or less, and a 
máximum fíame spread distance of 1.52 m (5 ft) or less 


2014 Edition NATIONAL ELECTRICAL CODE 


70-745 






















































820.179 


ARTICLE 820 — COMMUNITY ANTENNA TELEVISION AND RADIO DISTRIBUTION SYSTEMS 


Table 820.154(a) Applications of Listed Coaxial Cables in Buildings [ROP 16-205, ROP 16-206] 


Applications 

Cable Type 

CATVP 

CATVR 

CATV 

CATVX 

In Specifically Fabricated 
Ducts as Described in 
300.22(B) 

In fabricated ducts as described in 300.22(B) 

y* 

N 

N 

N 

In metal raceway that complies with 300.22(B) 

y* 

Y * 

Y * 

Y * 

In Other Spaces Used for 
Environmental Air as 
Described in 300.22(C) 

In other spaces used for environmental air 
(plenums) as described in 300.22(C) 

Y * 

N 

N 

N 

In metal raceway that complies with 300.22(C) 

Y * 

Y * 

Y * 

Y * 

In plenum Communications raceways 

NOT PERMITTED 

In plenum cable routing assemblies 

Y* 

N 

N 

N 

Supported by open metal cable trays 

Y * 

N 

N 

N 

Supported by solid bottom metal cable trays with 
solid metal covers 

Y * 

/ 

Y* 

Y * 

In Risers 

In vertical runs 

Y* 4 


N 

N 

In metal raceways 

> 


Y* 

Y * 

In fireproof shafts 

i 

p. Y* ^ 

' Y* 

Y* 

In plenum Communications raceways 



N 

N 

In plenum cable routing assemblies ^1^ 


Y* 

N 

N 

In riser Communications raceways 


► Y* 

N 

N 

In riser cable routing assemblies 


Y* 

N 

N 

In one- and two- family dwaHW^s 

f 

Y* 

Y* 

Y* 

Within Buildings in Other 
Than Air-Handling Spaces 
and Risers 

General 

y 

Y* 

Y* 

Y* 

In one- and two-familv dwelm^s 

^ Y* 

Y * 

Y * 

Y* 

In multifamjj^welling^^^^ 

Y* 

Y* 

Y* 

Y* 

éST m ▼ 

In noncon®Í£d spaces 

Y * 

Y* 

Y* 

Y * 

Supported by^^^trays 

Y* 

Y* 

Y* 

N 

In distributing fram^^nd cross-connect arrays 

Y* 

Y* 

Y* 

N 

In any raceway recognized in Chapter 3 

Y * 

Y * 

Y * 

Y* 

In plenum Communications raceways 

Y* 

Y* 

Y * 

N 

In plenum cable routing assemblies 

Y* 

Y* 

Y* 

N 

In riser Communications raceways 

Y* 

Y* 

Y* 

N 

In riser cable routing assemblies 

Y * 

Y * 

Y* 

N 

In general-purpose Communications raceways 

Y* 

Y* 

Y* 

N 

In general-purpose cable routing assemblies 

Y * 

Y* 

Y* 

N 


Note: An “N” in the table indicates that the cable type is not permitted to be installed in the application. A “Y*” indicates that the cable is permitted 
to be installed in the application, subject to the limitations described in 820.113. 

Informational Note 1: Part V of Article 820 covers installation methods within buildings. This table covers the applications of listed coaxial cables 
in buildings. The definition of point of entrance is in 820.2. Coaxial entrance cables that have not emerged from the rigid metal conduit (RMC) or 
intermedíate metal conduit (IMC) are not considered to be in the building. 

Informational Note No. 2: For information on the restrictions to the installation of Communications cables in fabricated ducts see 820.113(B). 
Informational Note No. 3: Cable routing assemblies are not addressed in NFPA 90A-2012, Standard for the Installation ofAir Conditioning and 
Ventilating Systems. 
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when tested in accordance with NFPA 262-2011, Standard 
Method of Test for Fíame Travel and Smoke of Wires and 
Cables for Use in Air-Handling Spaces. [ROP16-78, ROP 
16-210] 

(B) Type CATYR. Type CATVR community antenna tele¬ 
visión riser coaxial cables shall be listed as being suitable 
for use in a vertical run in a shaft or from floor to floor and 
shall also be listed as having fire-resistant characteristics 
capable of preventing the carrying of fire from floor to 
floor. 


820.180 Grounding Devices. Where bonding or ground- 
ing is required, devices used to connect a shield, sheath or 
non-current-carrying metallic members of a cable to a 
bonding conductor or grounding electrode conductor shall 
be listed or be part of listed equipment. [ROP 16-211] 


ARTICLE 830 

Network-Powered Broadband 
Communications Systems 


Informational Note: One method of defining fire-resistant 
characteristics capable of preventing the carrying of fire 
from floor to floor is that the cables pass the requirements 
of ANSI/UL 1666-2011, Standard Test for Fíame Propaga- 
tion Height ofElectrical and Optical-Fiber Cable Installed 
Vertically in Shafts. [ROP 16-76] 

(C) Type CATY. Type CATV community antenna televi¬ 
sión coaxial cables shall be listed as being suitable for 
general-purpose CATV use, with the exception of risers and 
plenums, and shall also be listed as being resistant to the 
spread of fire. 

Informational Note: One method of defining resistant to 
the spread offire is that the cables do not spread fire to the 
top of the tray in the “UL Fíame Exposure, Vertical 
Fíame Test” in ANSI/UL 1685-2010, Standard for S 
for Vertical-Tray Fire-Propagation and Smoke-Release 
for Electrical and Optical-Fiber Cables. The smoke 
surements in the test method 
16-76] 

Another method of defining resistc^Mo the 
fire is for the damage (char length) no^Jexceed^ 

11 in.) when performing the CSA 
Cables in Cable Trays,” as describí 
0.3-M-2001, Test Methods f^0H^ 

(D) Type CATVX. Ty^^pYTVX limWl-use'Wímmunity 
antenna televisión coaxiín^rfdes shall H listed as being 
suitable for use in dwellingg^^ for uj in raceway and 
shall also be listed as being res^fcu^^name spread. 

Informational Note: One method oTOetermining that cable 
is resistant to llame spread is by testing the cable to the 
VW-1 (vertical-wire) llame test in ANSI/UL 1581-2011, 
Reference Standard for Electrical Wires, Cables and Flex¬ 
ible Cords. [ROP 16-76] 


Table 820.179 Coaxial Cable Markings 



CATVP 

CATVR 

CATV 

CATVX 


CATV plenum cable 
CATV riser cable 
CATV cable 
CATV cable, limited u 


Communications Systems 


Informational Note: The general term grounding conduc- 
s prevqAsly used in this article is replaced by either 
Iding conductor or the term grounding elec- 
r (GEC), where applicable, to more accu- 
e application and function of the conductor, 
kutional Note Figure 800(a) and Informa- 
K800(b) for illustrative application of a 
grounding electrode conductor. 



(ope. This article covers network-powered broad- 
jeommunications systems that provide any combina- 
tiorTof voice, audio, video, data, and interactive Services 
through a network interface unit. 

Informational Note No. 1: A typical basic system configu- 
ration ineludes a cable supplying power and broadband sig- 
nal to a network interface unit that converts the broadband 
signal to the component signáis. Typical cables are coaxial 
cable with both broadband signal and power on the center 
conductor, composite metallic cable with a coaxial member 
for the broadband signal and a twisted pair for power, and 
composite optical fiber cable with a pair of conductors for 
power. Larger systems may also inelude network compo- 
nents such as amplifiers that require network power. 

Informational Note No. 2: See 90.2(B)(4) for installations 
of broadband Communications systems that are not covered. 

830.2 Definitions. See Part I of Article 100. For purposes 
of this article, the following additional definitions apply. 

[ROP 16-213] 

Abandoned Network-Powered Broadband Communica¬ 
tions Cable. Installed network-powered broadband Com¬ 
munications cable that is not terminated at equipment other 
than a connector and not identified for future use with a tag. 

Informational Note: See Part I of Article 100 for a defini- 
tion of Equipment. [ROP 16-214] 


Block. A square or portion of a city, town, or village en- 
Informational Note: Cable types are listed in descending closed by streets, including the alleys so enclosed but not 

order of fire resistance rating. any Street. 
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Exposed (to Accidental Contact). A circuit in such a po- 
sition that, in case of failure of supports or insulation, con¬ 
tact with another circuit may result. 

Informational Note: See Part I of Article 100 for two other 

definitions of Exposed. [ROP 16-215] 

Fault Protection Device. An electronic device that is in¬ 
tended for the protection of personnel and functions under 
fault conditions, such as network-powered broadband Com¬ 
munications cable short or open circuit, to hmit the current 
or voltage, or both, for a low-power network-powered 
broadband Communications circuit and provide acceptable 
protection from electric shock. 


(E) Output Circuits. As appropriate for the Services pro- 
vided, the output circuits derived from the optical network 
terminal shall comply with the requirements of the follow- 
ing: 

(1) Installations of Communications circuits — Part V of 
Article 800 

(2) Installations of community antenna televisión and radio 
distribution circuits — Part V of Article 820 

Exception: 830.90(B)(3) shall apply where protection is 
provided in the output of the NIU. 

(3) Installations of optical fiber cables — Part V of Article 
770 


Network Interface Unit (NIU). A device that converts a 
broadband signal into component voice, audio, video, data, 
and interactive Services signáis. The NIU provides isolation 
between the network power and the premises signal cir¬ 
cuits. The NIU may also contain primary and secondary 
protectors. 

Network-Powered Broadband Communications Circuit. 

The circuit extending from the Communications utility’s 
serving terminal or tap up to and including the NIU. 

Informational Note: A typical single-family network- 
powered Communications circuit consists of a Communica¬ 
tions drop or Communications Service cable and an NIU 
and ineludes the Communications utility’s serving 
or tap where it is not under the exclusive 
Communications utility. 

Point of Entrance. The point within a bi 
the network-powered broadband coi 
emerges from an external wall, fi 
from rigid metal conduit (RMCi^ 
duit (IMC). [ROP 16-217] 

830.3 Other Articles. Circuit 
ply with 830.3(A) through (F). 



(4) Installations of Class 2 and Class 3 circuits — Part III 
of Article 725 

(5) Installations o^^iwer-limited fire alarm circuits — Part 
III of Artidj 


¡ical Damage. The require- 


(G) C»rRouting Assemblies. The definition in 800.2, 
the appli^kjns in Table 800.154(c) , and the installation 
and 800.113 shall apply to Article 830. 

[ROP 16-222] 


>0.15 Power Limitations. Network-powered broadband 
imunications systems shall be classified as having low- 
medium-power sources as specified in 830.15(1) or (2). 

(1) Sources shall be classified as defined in Table 830.15. 

(2) Direct-current power sources exceeding 150 volts to 
ground, but no more than 200 volts to ground, with the 
current to ground limited to 10 mA de, that meet the 
current and power limitation for medium-power 
sources in Table 830.15 shall be classified as medium- 
power sources. 


(A) Hazardous (Classified) Locations. Network-powered 
broadband Communications circuits and equipment in- 
stalled in a location that is classified in accordance with 
500.5 and 505.5 shall comply with the applicable require¬ 
ments of Chapter 5. 

(B) Wiring in Ducts for Dust, Loose Stock, or Vapor 
Removal. The requirements of 300.22(A) shall apply. 

[ROP 16-219] 

(C) Equipment in Other Space Used for Environmental 
Air. The requirements of 300.22(C)(3) shall apply. [ROP 
16-220] 

(D) Installation and Use. The requirements of 110.3(B) 
shall apply. 


Informational Note: One way to determine compliance 
with 830.15(2) is listed information technology equipment 
intended to supply power via a Communications network 
that complies with the requirements for RFT-V circuits as 
defined in UL 60950-21-2007, Standard for Safety for In¬ 
formation Technology Equipment — Safety — Part 21: Re- 
mote Power Feeding. [ROP 16-76] 

830.21 Access to Electrical Equipment Behind Panels 
Designed to Allow Access. Access to electrical equipment 
shall not be denied by an accumulation of network-powered 
broadband Communications cables that prevenís removal of 
panels, including suspended ceiling panels. 

830.24 Mechanical Execution of Work. Network- 
powered broadband Communications circuits and equip¬ 
ment shall be installed in a neat and workmanlike manner. 
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Table 830.15 Limitations for Network-Powered Broadband 
Communications Systems 


Network Power Source 

Low 

Médium 

Circuit voltage, (volts) 1 

0-100 

0-150 

limitation, R4 max ( volt-amperes) 1 

250 

250 

Current limitation, 7 max 
(amperes) 1 

iooo/y max 

I000/V max 

Máximum power rating 
(volt-amperes) 

100 

100 

Máximum voltage rating 
(volts) 

100 

150 

Máximum overcurrent 
protection (amperes) 2 

100/V max 

NA 


Vmax! / max , and K4 max are determined with the current-Iimiting in 
pedance in the Circuit (not bypassed) as follows: 

V' max —Máximum system voltage regardless of load with rated ii 
put applied. 

/ max —Máximum system current under any noncapacitive load, ii 
cluding short Circuit, and with overcurrent protection bypassed if 
used. 7 max hmits apply after 1 minute of operation. 

V7\ max —Máximum volt-ampere output after 1 minute of operation < 
regardless of load and overcurrent protection bypassed if used. 
2 Overcurrent protection is not required where the current-Iimiting de- 
vice provides equivalent current limitation and the current-üj 
device does not reset until power or the load is removed. 


Cables installed exposed on the surface > 
sidewalls shall be supported by the t 
such a manner that the cable will no¡ 
mal building use. Such cables shall b 
including straps, Staples, cablett£^han^®|Px)r similar fit- 
tings designed and installed so as not tu da^^re the cable. 
The installation shall alst^mform to^^M-(l^^d 300.11. 
Cable ties used to secura^^work-powe* broadband ple- 
num cables in other space nkd for envúMmental air (ple- 
nums) shall be listed as havin^kw sn^K and heat release 
properties. [ROP 16-224, ROP 16-225, ROP 16-226] 

Informational Note No. 1: Accepted industry practices are 
described in ANSI/NECA/BICSI 568-2006, Standard for 
Installing Commercial Building Telecommunications Ca- 
bling; ANSI/TIA/EIA-568-B. 1-2004 — Part 1 General Re- 
quirements Commercial Building Telecommunications Ca- 
bling Standard; ANSI/TIA-569-B-2004, Commercial 
Building Standard for Telecommunications Pathways and 
Spaces\ ANSI/TIA-570-B-2009, Residential Telecommuni¬ 
cations Infrastructure ; and other ANSI-approved installa¬ 
tion standards. 



moved. Where cables are identified for future use with a 
tag, the tag shall be of sufficient durability to withstand the 
environment in volved. 

830.26 Spread of Fire or Products of Combustión. In- 

stallations of network-powered broadband cables in hollow 
spaces, vertical shafts, and ventilation or air-handling ducts 
shall be made so that the possible spread of fire or producís 
of combustión will not be substantially increased. Openings 
around penetrations of network-powered broadband cables 
through fire-resistant-rated walls, partitions, floors, or ceil- 
ings shall be firestopped using approved methods to main- 
tain the fire resistance rating. 

Informational Note: Directories of electrical construction 
materials putíished by qualified testing laboratories contain 
many listio^^istallation restrictions necessary to maintain 
the ñrej^Míiwe rating of assemblies where penetrations or 
openú^ke made. Building codes also contain restrictions 
on^Kmbn^^penetrations on opposite sides of a fire 
teistance-raWbvall assembly. An example is the 600-mm 
R4-in.) minimu^fcerizontal separation that usually applies 
r betwqgn boxes ins^Pfcd on opposite sides of the waÜ. As- 
n complying with 830.26 can be found in building 
¡, fire resistance directories, and product listings. 

bles Outside and Entering Buildings 

♦ Entrance Cables. Network-powered broadband 
Communications cables located outside and entering build¬ 
ings shall comply with 830.40(A) and (B). 

(A) Medium-Power Circuits. Medium-power network- 
powered broadband Communications circuits located out¬ 
side and entering buildings shall be installed using Type 
BMU, Type BM, or Type BMR network-powered broad¬ 
band Communications medium-power cables. 

(B) Low-Power Circuits. Low-power network-powered 
broadband Communications circuits located outside and en¬ 
tering buildings shall be installed using Type BLU or Type 
BLX low-power network-powered broadband Communica¬ 
tions cables. Cables shown in Table 830.154(b) shall be 
permitted to substitute. 

Exception: Outdoor community antenna televisión and ra¬ 
dio distribution system coaxial cables installed prior to 
January 1, 2000, and installed in accordance with Ardele 
820, shall be permitted for low-power-type, network- 
powered broadband Communications circuits. 


Informational Note No. 2: See 4.3.11.2.6.5 and 
4.3.11.5.5.6 of NFPA 90A-2012, Standard for the Installa¬ 
tion of Air-Conditioning and Ventilating Systems, for dis- 
crete combustible components installed in accordance with 
300.22(C). [ROP 16-227] 

830.25 Abandoned Cables. The accessible portion of 
abandoned network-powered broadband cables shall be re¬ 


830.44 Overhead (Aerial) Cables. Overhead (aerial) 
network-powered broadband Communications cables shall 
comply with 830.44(A) through (G). 

Informational Note: For additional information regarding 
overhead (aerial) wires and cables, see ANSI C2-2007, Na¬ 
tional Electric Safety Code, Part 2, Safety Rules for Over¬ 
head Lines. 
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(A) On Poles and In-Span. Where network-powered 
broadband Communications cables and electric light or 
power conductors are supported by the same pole or are run 
parallel to each other in-span, the conditions described in 
830.44(A)(1) through (A)(4) shall be met. 

(1) Relative Location. Where practicable, the network- 
powered broadband Communications cables shall be located 
below the electric light or power conductors. 


(2) 3.5 m (11.5 ft) — over residential property and drive- 
ways, and those commercial areas not subject to truck 
trafile 

(3) 4.7 m (15.5 ft) — over public streets, alleys, roads, 
parking areas subject to truck trafile, driveways on 
other than residential property, and other land traversed 
by vehicles such as cultivated, grazing, forest, and 
orchard 


(2) Attachment to Cross-Arms. Network-powered broad¬ 
band Communications cables shall not be attached to a 
cross-arm that carries electric light or power conductors. 

(3) Climbing Space. The climbing space through network- 
powered broadband Communications wires and cables shall 
comply with the requirements of 225.14(D). 

(4) Clearance. Lead-in or overhead (aerial)-drop network- 
powered broadband Communications cables from a pole or 
other support, including the point of initial attachment to a 
building or structure, shall be kept away from electric light, 
power, Class 1, or non-power-limited fire alarm circuit 
conductors so as to avoid the possibility of accidental con¬ 
tad. 

Exception: Where proximity to electric light, power, Class 
1, or non-power-limited fire alarm circuit conductors can 
not be avoided, the installation shall provide clearances of 
not less than 300 mm (12 in.) from electric light^ower, 
Class 1, or non-power-limited fire alarm circi 
tors. The clearance requirement shall appl^yall 
along the drop, and it shall increase to I.K^Ln (40 
the pole. 


Informational Note: These clearances have been specifi- 
cally chosen to correlate with ANSI C2-2007, National 
Electrical Safety Code, Table 232-1, which provides for 
clearances of wires, conductors, and cables above ground 
and roadways, rather than using the clearances referenced 
in 225.18. Because Article 800 and Article 820 have had no 
required clearances, the Communications industry has used 
the clearances froj^the NESC for their installed cable 
plant. 

(D) Ov g^K^»ruice of network-powered broadband 
commui Sons cab^fcúi any direction from the water 
level, at of pool, baS^tf diving platform, or anchored 
>malv with thosmdearances in 680.8. 




garages and 


(B) Above Roofs. Network-poweia 
cations cables shall have a veg^R clearan^ 
than 2.5 m (8 ft) from all poinfl^^roofs abovqj 
pass. 

Exception No. 1: 
the like. 

Exception No. 2: A reduction in clearance above only the 
overhanging portion of the roof to not less than 450 mm 
(18 in.) shall be permitted if (1) not more than 1.2 m (4 ft) 
of the broadband Communications drop cables pass above 
the roof overhang, and (2) they are terminated at a 
through-the-roof raceway or support. 


(E) Final Spans. Final spans of network-powered broad- 
inications cables without an outer jacket shall 

•mittél^kbe attached to the building, but they shall be 
jss Tnan 900 mm (3 ft) from Windows that are 
ie opened, doors, porches, balconies, ladders, 
fire escapes, or similar locations. 

;eption: Conductors run above the top level of a win- 
shall be permitted to be less than the 900-mm (3-ft) 
requirement above. 

Overhead (aerial) network-powered broadband Commu¬ 
nications cables shall not be installed beneath openings 
through which materials might be moved, such as openings 
in farm and commercial buildings, and shall not be installed 
where they obstruct entrance to these building openings. 

(F) Between Buildings. Network-powered broadband 
Communications cables extending between buildings or 
structures, and also the supports or attachment fixtures, 
shall be identified as suitable for outdoor aerial applications 
and shall have sufficient strength to withstand the loads to 
which they may be subjected. 


Exception No. 3: Where the roof has a slope of not less 
than 100 mm in 300 mm (4 in. in 12 in.), a reduction in 
clearance to not less than 900 mm (3 ft) shall be permitted. 

(C) Clearance from Ground. Overhead (aerial) spans of 
network-powered broadband Communications cables shall 
conform to not less than the following: 

(1) 2.9 m (9.5 ft) — above finished grade, sidewalks, or 
from any platform or projection from which they might 
be reached and accessible to pedestrians only 


Exception: Where a network-powered broadband Commu¬ 
nications cable does not have sufficient strength to be self- 
supporting, it shall be attached to a supporting messenger 
cable that, together with the attachment fixtures or sup¬ 
ports, shall be acceptable for the purpose and shall have 
sufficient strength to withstand the loads to which they may 
be subjected. 

(G) On Buildings. Where attached to buildings, network- 
powered broadband Communications cables shall be se- 
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curely fastened in such a manner that they are separated 
from other conductors in accordance with 830.44(I)(1) 
through (I)(4). 

(1) Electric Light or Power. The network-powered broad- 
band Communications cable shall have a separation of at 
least 100 mm (4 in.) from electric light, power, Class 1, or 
non-power-limited fire alarm circuit conductors not in race- 
way or cable, or be permanently separated from conductors 
of the other system by a continuous and firmly fixed non- 
conductor in addition to the insulation on the wires. 

(2) Other Communications Systems. Network-powered 
broadband Communications cables shall be installed so that 
there will be no unnecessary interference in the mainte- 
nance of the sepárate systems. In no case shall the conduc¬ 
tors, cables, messenger strand, or equipment of one system 
cause abrasión to the conductors, cables, messenger strand, 
or equipment of any other system. 

(3) Lightning Conductors. Where practicable, a separa¬ 
tion of at least 1.8 m (6 ft) shall be maintained between any 
network-powered broadband Communications cable and ' 
lightning conductors. 

(4) Protection from Damage. Network-powered 4 
band Communications cables attached to buildings or^ 
tures and located within 2.5 m (8 ft) of finished grade s| 
be protected by enclosures, raceways, oyjÉMij^annrovt 
means. 

Exception: A low-power networM 
Communications circuit that is equip p 
protection device, approprL 
broadband communication0fable u 

network side of the nehfU^powered bm^bana Communi¬ 
cations cable being prote3 

830.47 Underground Network-Powered Broadband 
Communications Cables Entermg Buildings. Under¬ 
ground network-powered broadband Communications 
cables entering buildings shall comply with 830.47(A) 
through (D). 

(A) Underground Systems with Electric Light and 
Power Conductors. Underground network-powered broad¬ 
band Communications cables in a duct, pedestal, handhole 
enclosure, or manhole that contains electric light, power 
conductors, non-power-limited fire alarm circuit conduc¬ 
tors, or Class 1 circuits shall be in a section permanently 
separated from such conductors by means of a suitable 
barrier. 

(B) Direct-Buried Cables and Raceways. Direct-buried 
network-powered broadband Communications cables shall 
be separated by at least 300 mm (12 in.) from conductors of 



any light, power, non-power-limited fire alarm circuit con¬ 
ductors or Class 1 circuit. 

Exception No. 1: Where electric Service conductors or 
network-powered broadband Communications cables are 
installed in raceways or have metal cable armor. 

Exception No. 2: Where electric light or power branch- 
circuit orfeeder conductors, non-power-limited fire alarm 
circuit conductors, or Class 1 circuit conductors are in¬ 
stalled in a raceway or in metal-sheathed, metal-ciad, or 
Type UF or Type USE cables; or the network-powered 
broadband Communications cables have metal cable armor 
or are installed in a raceway. 

(C) Mechanical Protection. Direct-buried cable, conduit, 
or other race^ys shall be installed to meet the mínimum 
cover reqm^ments of Table 830.47. In addition, direct- 
buried a^^Lemerging from the ground shall be protected 
by en^KíurSkjceways, or other approved means extend- 

)from the mfcmum cover distance required by Table 
tf.47 below gracia a point at least 2.5 m (8 ft) above 
^inishedfcrade. In no case shall the protection be required to 
^50 mm (18 in.) below finished grade. Type BMU 
BLU direct-buried cables emerging from the ground 
e installed in rigid metal conduit (RMC), intermedi¬ 
óte m^^conduit (IMC), rigid nonmetallic conduit, or other 
ÉVed means extending from the minimum cover dis¬ 
tance required by Table 830.47 below grade to the point of 
entrance. [ROP 16-233, ROP 16-278] 

Exception: A low-power network-powered broadband 
Communications circuit that is equipped with a Usted fault 
protection device, appropriate to the network-powered 
broadband Communications cable used, and located on the 
network side of the network-powered broadband Communi¬ 
cations cable being protected. 

(D) Pools. Cables located under the pool or within the area 
extending 1.5 m (5 ft) horizontally from the inside wall of 
the pool shall meet those clearances and requirements 
specified in 680.10. 

830.49 Metallic Entrance Conduit Grounding. Rigid 
metal conduit (RMC) or intermedíate metal conduit (IMC) 
containing network-powered broadband Communications 
entrance cable shall be connected by a bonding conductor 
or grounding electrode conductor to a grounding elec- 
trode in accordance with 830.100(B). [ROP 16-234] 

III. Protection 

830.90 Primary Electrical Protection. 

(A) Application. Primary electrical protection shall be 
provided on all network-powered broadband Communica¬ 
tions conductors that are neither grounded ñor interrupted 
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Table 830.47 Network-Powered Broadband Communications Systems Mínimum Cover Requirements (Cover is the shortest 
distance measured between a point on the top surface of any direct-buried cable, conduit, or other raceway and the top surface 
of flnished grade, concrete, or similar cover.) 


Location of 

Wiring Method 

Direct Burial Cables 

Rigid Metal Conduit 
(RMC) or Intermedíate 
Metal Conduit (IMC) 
[ROP 16-278, ROP 
16-233] 

Nonmetallic Raceways Listed 
for Direct Burial; Without 
Concrete Encasement or 
Other Approved Raceways 

mm in. 

mm in. 

mm in. 


Alt locations not specified below 450 

In trench below 50-mm (2-in.) 300 

thick concrete or equivalent 
Under a building (in raceway 0 

Under mínimum of 100-mm 300 


(4-in.) thick concrete exterior 
slab with no vehicular traffic 
and the slab extending not less 
than 150 mm (6 in.) beyond 
the underground installation 
One- and two-family dwelling 300 

driveways and outdoor parking 
areas and used only for 
dwelling-related purposes 


18 

12 

0 

12 


12 



Notes: 

1. Raceways approved for burial only where concrete encased shall iv 

2. Lesser depths shall be permitted where cables rise for terminations 

3. Where solid rock is encountered, all wiring shall be inst alled ir 
The raceways shall be covered by a minimum of 50 n 

4. Low-power network-powered broadband communi^ 
and radio distribution system coaxial cables that wgjr 
accordance with Article 820 shall be permitted w" 


and are run partly or entirely 
within a block. Also, primary 
provided on all aerial or un 
broadband Communications i 
grounded ñor interrupted and 
containing the building served 
ning or accidental contad with electric 
ductors operating at over 300 volts to ground. 



neither 
fthe block 
to light- 
power con- 


t less than 50 mm (2 in.) thick. 
otherwise required. 
íceway permitted for direct burial. 
down to rock, 
buried community antenna televisión 
buildings prior to January 1, 2000, in 
(12 in.). 

(1) Circuits in large metropolitan areas where buildings are 
cióse together and sufficiently high to intercept light- 
ning. 

(2) Areas having an average of five or fewer thunderstorm 
days each year and earth resistivity of less than 100 
ohm-meters. Such areas are found along the Pacific 


(1) Fuseless Primary Protectors. Fuseless-type primary 


Exception: Where electrical protection is provided on the 
derived circuit(s) (output side of the NIU) in accordance 
with 830.90(B)(3). 

Informational Note No. 1: On network-powered broad¬ 
band Communications conductors not exposed to lightning 
or accidental contad with power conductors, providing pri¬ 
mary electrical protection in accordance with this article 
helps protect against other hazards, such as ground poten- 
tial rise caused by power fault currents, and above-normal 
voltages induced by fault currents on power circuits in 
proximity to the network-powered broadband Communica¬ 
tions conductors. 

Informational Note No. 2: Network-powered broadband 
Communications circuits are considered to have a lightning 
exposure unless one or more of the following conditions 


protectors shall be permitted where power fault currents on 
all protected conductors in the cable are safely limited to a 
valué no greater than the current-carrying capacity of the 
primary protector and of the primary protector bonding 
conductor or grounding electrode conductor. [ROP 16- 
235] 

(2) Fused Primary Protectors. Where the requirements 
listed in 830.90(A)(1) are not met, fused-type primary pro¬ 
tectors shall be used. Fused-type primary protectors shall 
consist of an arrester connected between each conductor to 
be protected and ground, a fuse in series with each conduc¬ 
tor to be protected, and an appropriate mounting arrange- 
ment. Fused primary protector termináis shall be marked to 
indicate line, instrument, and ground, as applicable. 
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(B) Location. The location of the primary protector, where 
required, shall comply with (B)(l), (B)(2), or (B)(3): 

(1) A listed primary protector shall be applied on each 
network-powered broadband Communications cable ex- 
ternal to and on the network side of the network inter¬ 
face unit. 

(2) The primary protector function shall be an integral part 
of and contained in the network interface unit. The 
network interface unit shall be listed as being suitable 
for application with network-powered broadband Com¬ 
munications systems and shall have an extemal mark- 
ing indicating that it contains primary electrical protec- 
tion. 

(3) The primary protector(s) shall be provided on the de- 
rived circuit(s) (output side of the NIU), and the com- 
bination of the NIU and the protector(s) shall be listed 
as being suitable for application with network-powered 
broadband Communications systems. 

A primary protector, whether provided integrally or ex¬ 
temal to the network interface unit, shall be located as cióse 
as practicable to the point of entrance. 

For purposes of this section, a network interface unit 
and any extemally provided primary protectors loc ated at 
mobile home Service equipment located in sight frdT 
not more than 9.0 m (30 ft) from the exterior wall a 
mobile home it serves, or at a mobile home disconne^ 
means grounded in accordance with 250.^ 
sight from and not more than 9.0 m (30J^rom S exteriS 
wall of the mobile home it serves, ^píl be c<¿¡ 
meet the requirements of this section^ 

Informational Note: Selectú^l _ 
primary protector locatio^o achieve' \tSfc sho^Bk practi¬ 
cable primary protectc^Knding condtw* or gKnmding 
electrode conductor helpBkmit poten ti aBifferences be- 
tween Communications circl^^nd othe^Btallic systems. 

(C) Hazardous (Classified) Locations. The primary pro¬ 
tector or equipment providing the pnmary protection func¬ 
tion shall not be located in any hazardous (classified) loca¬ 
tion as defined in 500.5 and 505.5 or in the vicinity of 
easily ignitible material. 


with 250.32 and located within 9.0 m (30 ft) of the exterior 
wall of the mobile home it serves, shall be considered to 
meet the requirements of this section. 

Informational Note: Selecting a grounding location to 
achieve the shortest practicable bonding conductor or 
grounding electrode conductor helps limit potential differ- 
ences between the network-powered broadband Communi¬ 
cations circuits and other metallic systems. 

(A) Entering Buildings. In installations where the 
network-powered Communications cable enters the build- 
ing, the shield shall be grounded in accordance with 
830.100 and metallic members of the cable not used for 
Communications or powering shall be grounded in accor¬ 
dance with 830.100, or interrupted by an insulating joint or 
equivalent de A e. The grounding or interruption shall be as 
cióse as pi^Bcable to the point of entrance. 

(B) Terminating Outside of the Building. In installations 
the net^Btpowered Communications cable is ter- 

iated outside^^^the building, the shield shall be 
;roundj¿ in accordarce with 830.100, and metallic mem- 
le cable not used for Communications or powering 
be grounded in accordance with 830.100 or inter- 
by an insulating joint or equivalent device. The 
or interruption shall be as cióse as practicable to 
int of attachment of the NIU. 

Informational Note: See 830.2 for the definition of Point 
of Entrance. 


IV. Grounding Methods 

830.100 Cable, Network Interface Unit, and Primary 
Protector Bonding and Grounding. Network interface 
units containing protectors, NIUs with metallic enclosures, 
primary protectors, and the metallic members of the 
network-powered broadband Communications cable that are 
intended to be bonded or grounded shall be connected as 
specified in 830.100(A) through (D). 

(A) Bonding Conductor or Grounding Electrode Con¬ 
ductor. 


Exception: As permitted in 501.150, 502.150, and 
503.150. 

830.93 Grounding or Interruption of Metallic Members 
of Network-Powered Broadband Communications 
Cables. Network-powered Communications cables entering 
buildings or attaching to buildings shall comply with 
830.93(A) or (B). 

For purposes of this section, grounding located at mo¬ 
bile home Service equipment located within 9.0 m (30 ft) of 
the exterior wall of the mobile home it serves, or at a 
mobile home disconnecting means grounded in accordance 


(1) Insulation. The bonding conductor or grounding elec¬ 
trode conductor shall be listed and shall be permitted to be 
insulated, covered, or bare. 

(2) Material. The bonding conductor or grounding elec¬ 
trode conductor shall be copper or other corrosion-resistant 
conductive material, stranded or solid. 

(3) Size. The bonding conductor or grounding electrode 
conductor shall not be smaller than 14 AWG and shall have 
a current-carrying capacity not less than that of the 
grounded metallic member(s) and protected conductor(s) of 
the network-powered broadband Communications cable. 
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The bonding conductor or grounding electrode conductor 
shall not be required to exceed 6 AWG. 

(4) Length. The bonding conductor or grounding electrode 
conductor shall be as short as practicable. In one- and two- 
family dwellings, the bonding conductor or grounding elec¬ 
trode conductor shall be as short as practicable, not to ex¬ 
ceed 6.0 m (20 ft) in length. [ROP 16-236] 

Informational Note: Similar bonding conductor or ground¬ 
ing electrode conductor length limitations applied at apart- 
ment buildings and commercial buildings help to reduce 
voltages that may be developed between the building’s 
power and Communications Systems during lightning 
events. 

Exception: In one- and two-family dwellings where it is 
not practicable to achieve an overall máximum bonding 
conductor or grounding electrode conductor length of 6.0 
m (20 ft), a sepárate Communications ground rod meeting 
the mínimum dimensional criteria of830.100(B)(3)(2) shall 
be driven, and the grounding electrode conductor shall be 
connected to the Communications ground rod in accordance 
with 830.100(C). The Communications ground rod shall be 
bonded to the power grounding electrode system in accor¬ 
dance with 830.100(D). 

(5) Run in Straight Line. The bonding conductor or ^ 
grounding electrode conductor shall be run in as straight a 
line as practicable. 

(6) Physical Protection. Bonding conduct 
ing electrode conductors shall be protectei 
to physical damage. Where the b ondin 
grounding electrode conductor is ii 
way, both ends of the raceway be bonc 
tained conductor or to the sa^^terminal or 
which the bonding conductor or^kunding el 
ductor is connected. 

(B) Electrode. The bonding conductor o (^grounding elec¬ 
trode conductor shall be connected in accordance with 
830.100(B)(1), (B)(2), or (B)(3). 

(1) In Buildings or Structures with an Intersystem 
Bonding Termination. If the building or structure served 
has an intersystem bonding termination as required by 
250.94, the bonding conductor shall be connected to the 
intersystem bonding termination. 

Informational Note: See Part I of Article 100 for the defi- 
nition of Intersystem Bonding Termination. [ROP 16-237] 

(2) In Buildings or Structures with Grounding Means. 

If the building or structure served has no intersystem bond¬ 
ing termination, the bonding conductor or grounding elec¬ 
trode conductor shall be connected to the nearest accessible 
location on one of the following: 



(1) The building or structure grounding electrode system 
as covered in 250.50 

(2) The grounded interior metal water piping system, 
within 1.5 m (5 ft) from its point of entrance to the 
building, as covered in 250.52 

(3) The power Service accessible means extemal to enclo- 
sures as covered in 250.94 [ROP 16-238] 

(4) The nonflexible metallic power Service raceway 

(5) The Service equipment enclosure 

(6) The grounding electrode conductor or the grounding 
electrode conductor metal enclosure of the power Ser¬ 
vice, or 

(7) The grounding electrode conductor or the grounding 
electrode of a Jauilding or structure disconnecting 
means that is^Énnected to an electrode as covered in 

A bondSg deviikúitended to provide a termination 
point f«e bonding c^^kctor (intersystem bonding) shall 
Rere with the open^^of an equipment enclosure. A 
bo^tig de^^r shall be mounted on non-removable parts. 
A bo^k^flrevice shall not be mounted on a door or cover 
even if nfcdoor or cover is non-removable. [ROP 16-239] 
£ot puq^^s of this section, the mobile home Service 
the mobile home disconnecting means, as 
T 830.93, shall be considered accessible. 

[) In Buildings or Structures Without an Intersystem 
iding Termination or Grounding Means. If the build- 
íg or structure served has no intersystem bonding termi¬ 
nation or grounding means, as described in 830.100(B)(2), 
the grounding electrode conductor shall be connected to 
either of the following: [ROP 16-240] 

(1) To any one of the individual grounding electrodes de¬ 
scribed in 250.52(A)(1), (A)(2), (A)(3), or (A)(4) 
[ROP 16-241] 

(2) If the building or structure served has no intersystem 
bonding termination or has no grounding means, as 
described in 830.100(B)(2) or (B)(3)(l), to any one of 
the individual grounding electrodes described in 
250.52(A)(7) and (A)(8), or to a ground rod or pipe not 
less than 1.5 m (5 ft) in length and 12.7 mm ( l A in.) in 
diameter, driven, where practicable, into permanently 
damp earth and separated from lightning conductors as 
covered in 800.53 and at least 1.8 m (6 ft) from elec¬ 
trodes of other systems. Steam or hot water pipes or 
lightning-rod conductors shall not be employed as 
grounding electrodes for protectors, NIUs with integral 
protection, grounded metallic members, NIUs with me¬ 
tallic enclosures, and other equipment. [ROP 16-242] 

(C) Electrode Connection. Connections to grounding 
electrodes shall comply with 250.70. 
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(D) Bonding of Electrodes. A bonding jumper not smaller 
than 6 AWG copper or equivalent shall be connected be- 
tween the network-powered broadband Communications 
system grounding electrode and the power grounding elec- 
trode system at the building or structure served where sepá¬ 
rate electrodes are used. 

Exception: At mobile homes as covered in 830.106. 

Informational Note No. 1: See 250.60 for use of air ter¬ 
mináis (lightning rods). 

Informational Note No. 2: Bonding together of all sepá¬ 
rate electrodes limits potential differences between them 
and between their associated wiring systems. 


V. Installation Methods Within Buildings 

830.110 Raceways and Cable Routing Assemblies for 
Network-Powered Broadband Communications Cables. 
[ROP 16-245] 

(A) Types of Raceways. Low-power network-powered 
broadband Communications cables shall be permitted to be 
installed in any raceway that complies with either (A)(l) or 
(A)(2), and in cable routing assemblies installed in compli- 
ance with (C). Medium-power network-powered broadband 
Communications cables shall be permitted to be installed in 
any raceway that complies with (A)(l). [ROP 16-245] 


830.106 Grounding and Bonding at Mobile Homes. 

(A) Grounding. Grounding shall comply with 
830.106(A)(1) or (A)(2). 

(1) Where there is no mobile home Service equipment lo- 
cated within 9.0 m (30 ft) of the exterior wall of the 
mobile home it serves, the network-powered broadband 
Communications cable shield, network-powered broad¬ 
band Communications cable metallic members not used 
for Communications or powering, network in terfac e 
unit, and primary protector grounding terminal si 
connected to a grounding electrode conducti 
grounding electrode in accordance with 830.100(B^ 
[ROP 16-243] 

(2) Where there is no mobile home dUPbnnectMb meai 
grounded in accordance with 25( 

9.0 m (30 ft) of, the exterior wall 
serves, the network-powa#ed broadbS®k Communica¬ 
tions cable shield, ne^Wk-po^fcd brofcaand Com¬ 
munications cable n^^Klic memben^it usot for Com¬ 
munications or powe^^network ifflprface unit, and 
primary protector groun® 
nected to a grounding ele 
830.100(B)(3). [ROP 16-244]^ 

(B) Bonding. The network-powered broadband Communi¬ 
cations cable grounding terminal, network interface unit 
grounding terminal, if present, and primary protector 
grounding terminal shall be bonded together with a copper 
bonding conductor not smaller than 12 AWG. The network- 
powered broadband Communications cable grounding ter¬ 
minal, network interface unit grounding terminal, primary 
protector grounding terminal, or the grounding electrode 
shall be bonded to the metal frame or available grounding 
terminal of the mobile home with a copper bonding con¬ 
ductor not smaller than 12 AWG under any of the foliowing 
conditions: 


shall be con- 
accordance with 


(1) Raceways Recognized in Chapter 3. Low-and 
medium-power network-powered broadband Communica¬ 
tions cables^ull be permitted to be installed in any race¬ 
way inclu^B in Chapter 3. The raceways shall be installed 
in acc^^ulkwith the requirements of Chapter 3. 

Communications Raceways. Low-power network- 
Jmvered broadband^pmmunications cables shall be per- 
f be installed in listed plenum Communications 
(ys, listed riser Communications raceways, and listed 
ral-purpose Communications raceways selected in ac- 
K.e with the provisions of 800.113 and 830.113, and 
nn accordance with 362.24 through 362.56, where 
Hjuirements applicable to electrical nonmetallic tubing 
apply. [ROP 16-245] 

(B) Raceway Fill for Network-Powered Broadband 
Communications Cables. Raceway fill for network- 
powered broadband Communications cables shall comply 
with either (B)(l) or (B)(2). 

(1) Low-Power Network-Powered Broadband Commu¬ 
nications Cables. The raceway fill requirements of Chap- 
ters 3 and 9 shall not apply to low-power network-powered 
broadband Communications cables. 

(2) Medium-Power Network-Powered Broadband 
Communications Cables. Where medium-power network- 
powered broadband Communications cables are installed in 
a raceway, the raceway fill requirements of Chapters 3 and 
9 shall apply. 

(C) Cable Routing Assemblies. Network-powered broad¬ 
band Communications cables shall be permitted to be in¬ 
stalled in plenum cable routing assemblies, riser cable rout¬ 
ing assemblies and general-purpose cable routing 
assemblies selected in accordance with the provisions of 
800.113, and installed in accordance with (1) and (2). 
[ROP 16-245] 


(1) Where there is no mobile home Service equipment or 
disconnecting means as in 830.106(A) 

(2) Where the mobile home is supplied by cord and plug 


(1) Horizontal Support. Cable routing assemblies shall be 
supported where run horizontally at intervals not to exceed 
900 mm (3 ft), and at each end or joint, unless listed for 
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other support intervals. In no case shall the distance be- 
tween supports exceed 3 m (10 ft). [ROP 16-245] 

(2) Vertical Support. Vertical runs of cable routing assem- 
blies shall be securely supported at intervals not exceeding 
1.2 m (4 ft), unless listed for other support intervals, and 
shall not have more than one joint between supports. [ROP 
16-245] 

830.113 Installation of Network-Powered Broadband 
Communications Cables. Installation of network-powered 
broadband Communications cables shall comply with 
830.113(A) through (H). 


Informational Note: For information on tire protection of 
wiring installed in other spaces used for environmental air, 
see 4.3.11.2, 4.3.11.4 and 4.3.11.5 of NFPA 90A-2012, 
Standard for the Installation of Air-Conditioning and Ven- 
tilating Systems. 

[ROP 16-247] 

(D) Risers — Cables in Vertical Runs. The following 
cables shall be permitted in vertical runs penetrating one or 
more floors and in vertical runs in a shaft: 

(1) Types BLP, BMR, and BLR cables 

(2) Types BLP and BLR cables installed in: 


(A) Listing. Network-powered broadband Communications 
cables installed in buildings shall be listed. 

(B) Fabricated Ducts Used for Environmental Air.. The 

following cables shall be permitted in ducts as described in 
300.22(B) if they are directly associated with the air distri- 
bution system: 

(1) Up to 1.22 m (4 ft) of Type BLP cable 

(2) Types BLP, BMR, BLR, BM, BL, and BLX cables 
installed in raceways that are installed in compliance 
with 300.22(B) 

Informational Note: For information on tire protection of 
wiring installed in fabricated ducts see 4.3.4.1 and 
4.3.11.3.3 in NFPA 90A-2012, Standard for the Inst 
of Air-Conditioning and Ventilating Svstemf 

16-247] 

(C) Other Spaces Used For Environm 
nums). The following cables shall 
spaces used for environmenüp 
300.22(C): 

(1) Type BLP cable 

(2) Type BLP cable installed nications 

raceways 


a. Plenum Communications raceways 

b. Plenum cable routing assemblies 
Riser Communications raceways 

d. Riser cabl^Kiting assemblies 



See 830.26 for firestop requirements 


(E}\®iserSí t y Cables in Metal Raceways. The following 
cables^^rbe permitted in a metal raceway in a riser with 
firestops ?^^ch floor: 

BMR, BLR, BM, BL, and BLX cables 
.R BLR, and BL cables installed in: 

a. Plenum Communications raceways 

b. Riser Communications raceways 

c. General-purpose Communications raceways 

Informational Note: See 830.26 for firestop requirements 
for floor penetrations. 


(F) Risers — Cables in Fireproof Shafts. The following 
cables shall be permitted to be installed in fireproof riser 
shafts with firestops at each floor: 


(3) Type BLP cable supported by open metallic cable trays 
or cable tray systems 


(1) Types BLP, BMR, BLR, BM, BL, and BLX cables 

(2) Types BLP, BLR, and BL cables installed in: 


(4) Types BLP, BMR, BLR, BM, BL, and BLX cables 
installed in raceways that are installed in compliance 
with 300.22(C) 

(5) Types BLP, BMR, BLR, BM, BL, and BLX cables 
supported by solid bottom metal cable trays with solid 
metal covers in other spaces used for environmental air 
(plenums) as described in 300.22(C) 

(6) Types BLP, BMR, BLR, BM, BL, and BLX cables 
installed in plenum Communications raceways, riser 
Communications raceways or general-purpose Commu¬ 
nications raceways supported by solid bottom metal 
cable trays with solid metal covers in other spaces used 
for environmental air (plenums) as described in 
300.22(C) 


a. Plenum Communications raceways 

b. Plenum cable routing assemblies 

c. Riser Communications raceways 

d. Riser cable routing assemblies 

e. General-purpose Communications raceways 

f. General-purpose cable routing assemblies 

Informational Note: See 830.26 for firestop requirements 
for floor penetrations. 

[ROP 16-247] 

(G) Risers — One- and Two-Family Dwellings. The fol¬ 
lowing cables shall be permitted in one- and two-family 
dwellings: 
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(1) Types BLP, BMR, BLR, BM, and BL cables and BLX 
cables less than 10 mm (0.375 in.) in diameter 

(2) Types BLP, BLR, and BL cables installed in: 

a. Plenum Communications raceways 

b. Riser cable routing assemblies 

c. Riser Communications raceways 

d. Riser cable routing assemblies 

e. General-purpose Communications raceways 

f. General-purpose cable routing assemblies 

Informational Note: See 830.26 for firestop requirements 
for floor penetrations. 

[ROP 16-247] 

(H) Other Building Locations. The following cables and 
raceways shall be permitted to be installed in building lo¬ 
cations other than those covered in 830.113(B) through (G): 

(I) Types BLP, BMR, BLR, BM, and BL cables 

(2) Types BLP, BMR, BLR, BM, BL, and BLX cables 
installed in a raceway 

(3) Types BLP, BLR, and BL cables 

a. Plenum Communications raceways 

b. Plenum cable routing assemblies 

c. Riser Communications raceways 

d. Riser cable routing assemblies 

e. General-purpose Communications raceways 

f. General-purpose cable routing assejg 

(4) Type BLX cables less than 10 mm^j 
eter in one- and two-family dwql 

(5) Types BMU and BLU cables eH 

from outside and run in r¡_ 

intermedíate metal cond^P^O 
connected by a boqd^p conducto^ 
trode conductor in ac^kdance with 8 


¿it (RMC) or 
^conduit is 
.groiMting elec- 
.100(B) 


Informational Note: This { 

Type BLX cable ti 
that the primary protector, o 
be located as cióse as practicable ti 


the length of 
50.90(B) requires 
r integral protection, 
the point at which the 


cable enters the building. Therefore, in installations requir- 
ing a primary protector, or NIU with integral protection, 
Type BLX cable may not be permitted to extend 15 m 
(50 ft) into the building if it is practicable to place the 
primary protector closer than 15 m (50 ft) to the entrance 
point. 

(6) A máximum length of 15 m (50 ft), within the building, 
of Type BLX cable entering the building from outside 
and terminating at an NIU or a primary protection 
location 

[ROP 16-247, ROP 16-233, ROP 16-278] 

830.133 Installation of Network-Powered Broadband 
Communications Cables and Equipment. Cable and 
equipment installations within buildings shall comply with 
830.133(A) through (C), as applicable. 


(A) Separation of Conductors. 

(1) In Raceways, Cable Trays, Boxes, Enclosures and 
Cable Routing Assemblies. 

(a) Low- and Medium-Power Network-Powered 
Broadband Communications Circuit Cables. Low- and 
medium-power network-powered broadband Communica¬ 
tions cables shall be permitted in the same raceway, cable 
tray, box, enclosure or cable routing assembly. 

(b) Low-Power Network-Powered Broadband Commu¬ 
nications Circuit Cables with Optical Fiber Cables and 
Other Communications Cables. Low-power network- 
powered broadband Communications cables shall be per¬ 
mitted in the same raceway, cable tray, box, enclosure, or 
cable routing assembly with jacketed cables of any of the 
following ciu 

(1) Comu^Htcations circuits in compliance with Parts I 
¿ticle 800 

(2) ^Ti&condíll™^ and conductive optical fiber cables i: 
Compliance ^^^Parts I and V of Article 770 

P) Community anrapia televisión and radio distribution 
ms in compliance with Parts I and V of Article 

pro 

w-Power Network-Powered Broadband Communi- 
Circuit Cables with Other Circuits. Low-power 
prk-powered broadband Communications cables shall 
be permitted in the same raceway, cable tray, box, enclo¬ 
sure, or cable routing assembly with jacketed cables of any 
of the following circuits: 

(1) Class 2 and Class 3 remote-control, signaling, and 
power-limited circuits in compliance with Parts I and 
III of Article 725 

(2) Power-limited fire alarm systems in compüance with 
Parts I and III of Article 760 

(d) Medium-Power Network-Powered Broadband Com¬ 
munications Circuit Cables with Optical Fiber Cables and 
Other Communications Cables. Medium-power network- 
powered broadband Communications cables shall not be 
permitted in the same raceway, cable tray, box, enclosure or 
cable routing assembly with conductors of any of the fol¬ 
lowing circuits: 

(1) Communications circuits in compüance with Parts I 
and V of Article 800 

(2) Conductive optical fiber cables in compliance with 
Parts I and V of Article 770 

(3) Community antenna televisión and radio distribution 
systems in compliance with Parts I and V of Article 
820 

(e) Medium-Power Network-Powered Broadband Com¬ 
munications Circuit Cables with Other Circuits. Medium- 
power network-powered broadband Communications cables 
shall not be permitted in the same raceway, cable tray, box, 
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enclosure, or cable routing assembly with conductors of 
any of the following circuits: 

(1) Class 2 and Class 3 remote-control, signaling, and 
power-limited circuits in compliance with Parts I and 
III of Article 725 

(2) Power-limited fire alarm systems in compliance with 
Parts I and III of Article 760 

[ROP 16-250, ROP 16-251, ROP 16-252, ROP 16-253] 

(f) Electric Light, Power, Class 1, Non—Powered Broad- 
band Communications Circuit Cables. Network-powered 
broadband Communications cable shall not be placed in any 
raceway, cable tray, compartment, outlet box, junction box, 
or similar fittings with conductors of electric light, power, 
Class 1, or non-power-limited fire alarm circuit cables. 
Exception No. 1: Where all of the conductors of electric 
light, power, Class 1, non—power-limited fire alarm circuits 
are separated from all of the network-powered broadband 
Communications cables by a permanent barrier or Usted 
divider. 

Exception No. 2: Power circuit conductors in outlet boxes, 
junction boxes, or similar fittings or compartments where 
such conductors are introduced solely for power supply to 
the network-powered broadband Communications system 
distribution equipment. The power circuit conductors shall 
be routed within the enclosure to maintain a mínimum 
6-mm (0.25-in.) separation from network-powered broad¬ 
band Communications cables. 

(2) Other Applications. Network-powe 
Communications cable shall be separated 

Table 830.154(a) Applications of Netwnj 


(2 in.) from conductors of any electric light, power, Class 1, 
and non-power-limited fire alarm circuits. 

Exception No. 1: Where either (1) all of the conductors of 
electric light, power, Class 1, and non-power-limited fire 
alarm circuits are in a raceway, or in metal-sheathed, 
metal-ciad, nonmetallic-sheathed, Type AC, or Type UF 
cables, or (2) all of the network-powered broadband Com¬ 
munications cables are encased in raceway. 

Exception No. 2: Where the network-powered broadband 
Communications cables are permanently separated from the 
conductors of electric light, power, Class 1, and non- 
power-limited fire alarm circuits by a continuous and firmly 
fixed nonconductor, such as porcelain tubes or flexible tub- 
ing, in addition to the insulation on the wire. 

(B) Support of Network-Powered Broadband Commu¬ 
nications Cab les. R aceways shall be used for their in¬ 
tended purpu^R^^^rk-powered broadband Communica¬ 
tions cab^t snall no^ktírapped, taped, or attached by any 
meansJ^Wie exterior oH^^conduit or raceway as a means 


(lications of Network-Powered Broadband 
tions System Cables. Permitted and nonper- 
ipns of listed network-powered broadband 
lons system cables shall be as indicated in 
¡4(a). The permitted applications shall be sub- 
to the installation requirements of 830.40, 830.110 and 
,113. The substitutions for network-powered broadband 
ítem cables listed in Table 830.154(b) shall be permitted. 

Cables in Buildings [ROP 16-255, ROP 16-233, ROP 16-278] 



Applications 

Cable Types 

BLP 

BLR 

BL 

BMR 

BM 

BLX 

BMU, 

BLU 

In Specifically Fabricated 
Ducts as Described in 
300.22(B) 

In fabricated ducts^^tes|fed in 
300.22(B) 

y* 

N 

N 

N 

N 

N 

N 

In metal raceway that complies with 
300.22(B) 

y* 

Y* 

Y* 

Y* 

Y * 

Y* 

N 

In Other Spaces Used for 
Environmental Air as 
Described in 300.22(C) 

In other spaces used for 
environmental air as described in 
300.22(C) 

Y * 

N 

N 

N 

N 

N 

N 

In metal raceway that complies with 
300.22(C) 

Y * 

Y* 

Y* 

Y * 

Y * 

Y* 

N 

In plenum Communications raceways 

Y * 

N 

N 

N 

N 

N 

N 

In plenum cable routing assemblies 

NOT PERMITTED 

Supported by open metal cable trays 

Y * 

N 

N 

N 

N 

N 

N 

Supported by solid bottom metal 
cable trays with solid metal covers 

Y * 

Y* 

Y* 

Y * 

Y * 

Y* 

N 
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Table 830.154(a) Continued 


Applications 

Cable Tvpes 

BLP 

BLR 

BL 

BMR 

BM 

BLX 

BMU, 

BLU 

In Risers 

In vertical runs 

Y* 

Y * 

N 

Y * 

N 

N 

N 

In metal raceways 

Y* 

Y* 

Y * 

Y * 

Y* 

Y* 

N 

In fireproof shafts 

Y* 

Y* 

Y* 

Y* 

Y * 

Y* 

N 

In plenum Communications raceways 

Y* 

Y* 

N 

N 

N 

N 

N 

In plenum cable routing assemblies 

y* 

Y* 

N 

N 

N 

N 

N 

In riser Communications raceways 

Y* 

Y* 

N 

N 

N 

N 

N 

In riser cable routing assemblies 

Y* 

Y * 

N 

N 

N 

N 

N 

In one- and two-family dwellings 

y* 

Y* 

V. 

Y * 

Y * 

Y* 

N 

Within Buildings in Other 
Than Air-Handling 

Spaces and Risers 

General 

Y* 

Y* A 


Y* 

Y * 

Y* 

N 

In one- and two-family dwellings 

Y* 

s 


Y * 

Y* 

Y* 

N 

Supported by cable trays 

Y * 

/■ 

Y^ 

v 

Y * 

N 

N 

In rigid metal conduit (RMC) and 
intermedíate metal conduit (IMC) 

H 

/ 

► Y * 

▼ 

Y* 

Y* 

Y* 

Y* 

In any raceway recognized in . 

Chapter 3 


\ 

Y * 

Y* 

Y * 

Y* 

N 

In plenum Communications raceways 


V 

Y * 

N 

N 

N 

N 

In plenum cable routing j^BUÍ es 

v' 

Vi 

Y* 

N 

N 

N 

N 

In riser communicaJj^pracewaB 

V* 

Y* 

Y * 

N 

N 

N 

N 

In riser cable nm'fing assemblies 

Y* 

Y * 

Y * 

N 

N 

N 

N 

In generaL^irose Communications 

Y* 

Y* 

Y* 

N 

N 

N 

N 

In ger.cn 1-purpose routn^T 

Y* 

Y * 

Y* 

N 

N 

N 

N 


Note: An “N” in the table indicatS^mthe cajw type shall not be permitted to be installed in the application. A “Y*” indicates that the cable is 
permitted to be installed in the appu^^Mj^Mject to the limitations described in 830.113. 

Informational Note 1: Part V of Arricle^Ho covers installation methods within buildings. This table covers the applications of listed network- 
powered broadband Communications cables in buildings. The definition of point of entrance is in 830.2. Network-powered broadband Communi¬ 
cations cables entrance cables that have not emerged from the rigid metal conduit (RMC) or intermedíate metal conduit (IMC) are not considered 
to be in the building. 

Informational Note No. 2: For information on the restrictions to the installation of network-powered broadband Communications cables in 
fabricated ducts see 830.113(B). 

Informational Note No. 3: Cable routing assemblies are not addressed in NFPA 90A-2012, Standard for the Installation ofAir Conditioning and 
Ventilating Systems. 


Table 830.154(b) Cable Substitutions 


Cable 

Type 

Permitted Cable Substitutions 

BM 

BMR 

BLP 

CMP, CL3P 

BLR 

CMP, CL3P, CMR, CL3R, BLP, BMR 

BL 

CMP, CMR, CM, CMG, CL3P, CL3R, CL3, BMR, 
BM, BLP, BLR 

BLX 

CMP, CMR, CM, CMG, CMX, CL3P, CL3R, CL3, 
CL3X, BMR, BM, BLP, BRP, BL 
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830.160 Bends. Bends in network broadband cable shall 
be made so as not to damage the cable. 


VI. Listing Requirements 

830.179 Network-Powered Broadband Communica¬ 
tions Equipment and Cables. Network-powered broad¬ 
band Communications equipment and cables shall be listed 
and marked in accordance with 830.179(A) or (B). 

Exception No. 1: This listing requirement shall not apply 
to community antenna televisión and radio distribution Sys¬ 
tem coaxial cables that were installed prior to January 1, 
2000, in accordance with Ardele 820 and are used for 
low-power network-powered broadband Communications 
circuits. 

Exception No. 2: Substitute cables for network-powered 
broadband Communications cables shall be permitted as 
shown in Table 830.154(b). 

(A) Network-Powered Broadband Communications 
Medium-Power Cables. Network-powered broadband 
Communications medium-power cables shall be factory- 
assembled cables consisting of a jacketed coaxial cable, a 
jacketed combination of coaxial cable and múltiple indi-1 
vidual conductors, or a jacketed combination of an optical 
fiber cable and múltiple individual conductors. Th e ins ula- 
tion for the individual conductors shall be rated for 300 
volts minimum. Cables intended for outdooMre shal] 
listed as suitable for the application. Cables <ÉB l be 
in accordance with 310.120. 

(1) Type BMR. Type BMR cable^ 
suitable for use in a vertical rur^^a shaft o^ 
floor and shall also be listed as^fcing fire-resis bt charac- 
teristics capable of preventing t^fccarrying < ffire from 
floor to floor. 

Informational Note: One method of defimjgfire-resistant 
characteristics capable of preventing the carrying of fire 
from floor to floor is that the cables pass the requirements 
of ANSI/UL 1666-2011, Standard Test for Fíame Propaga- 
don Height of Electrical and Optical-Fiber Cable Installed 
Verdcally in Shafts. [ROP 16-76] 

(2) Type BM. Type BM cables shall be listed as being 
suitable for general-purpose use, with the exception of ris- 
ers and plenums, and shall also be listed as being resistant 
to the spread of fire. 


tire is for the damage (char length) not to exceed 1.5 m (4 ft 
11 in.) when performing the CSA Vertical Fíame Test — 
Cables in Cable Trays, as described in CSA C22.2 No. 
0.3-M-2001, Test Methods for Electrical Wires and Cables. 

(3) Type BMU. Type BMU cables shall be jacketed and 
listed as being suitable for outdoor underground use. 

(B) Network-Powered Broadband Communication 
Low-Power Cables. Network-powered broadband Commu¬ 
nications low-power cables shall be factory-assembled 
cables consisting of a jacketed coaxial cable, a jacketed 
combination of coaxial cable and múltiple individual con¬ 
ductors, or a jacketed combination of an optical fiber cable 
and múltiple individual conductors. The insulation for the 
individual conductors shall be rated for 300 volts mini¬ 
mum. Cables inten^l for outdoor use shall he listed as 
suitable for the ¡u^peation. Cables shall be marked in ac¬ 
cordance with 310.120. 

(1) TypeJjM 1 . Typ^kLP cables shall be listed as being 
suitabla^^use in ducts^Miums, and other spaces used for 
envj^mentaCair and shm^also be listed as having ad- 
e fire -rdre tant and low smoke-producing characteris- 




Inform¡n^^l Note: One method of defining a cable that is 
^smoK^koducing cable and fire-resistant cable is that 
ribits a máximum peak optical density of 0.50 
average optical density of 0.15 or less, and a 
máximum ñame spread distance of 1.52 m (5 ft) or less 
when tested in accordance with NFPA 262-2011, Standard 
lethod of Test for Fíame Travel and Smoke of Wires and 
T Cables for Use in Air-Handling Spaces. [ROP 16-78, ROP 
16-257] 

(2) Type BLR. Type BLR cables shall be listed as being 
suitable for use in a vertical run in a shaft, or from floor to 
floor, and shall also be listed as having fire-resistant char¬ 
acteristics capable of preventing the carrying of fire from 
floor to floor. 

Informational Note: One method of defining fire-resistant 
characteristics capable of preventing the carrying of fire 
from floor to floor is that the cables pass the requirements 
of ANSI/UL 1666-2011, Standard Test for Fíame Propaga- 
don Height of Electrical and Optical-Fiber Cable Installed 
Vertically in Shafts. [ROP 16-76] 

(3) Type BL. Type BL cables shall he listed as being suit¬ 
able for general-purpose use, with the exception of risers 
and plenums, and shall also be listed as being resistant to 
the spread of fire. 


Informational Note: One method of defining resistant to 
the spread of fire is that the cables do not spread fire to the 
top of the tray in the UL Fíame Exposure, Vertical Tray 
Fíame Test in ANSI/UL 1685-2010, Standard for Safetyfor 
Vertical-Tray Fire-Propagation and Smoke-Release Test for 
Electrical and Optical-Fiber Cables. The smoke measure- 
ments in the test method are not applicable. [ROP 16-76] 
Another method of defining resistant to the spread of 


Informational Note: One method of defining resistant to 
the spread of fire is that the cables do not spread fire to the 
top of the tray in the UL Fíame Exposure, Vertical Tray 
Fíame Test in ANSI/UL 1685-2010, Standard for Safetyfor 
Vertical-Tray Fire-Propagation and Smoke-Release Test for 
Electrical and Optical-Fiber Cables. The smoke measure- 
ments in the test method are not applicable. [ROP 16-76] 
Another method of defining resistant to the spread of 
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fire is for the damage (char length) not to exceed 1.5 m (4 ft 
11 in.) when performing the CSA Vertical Fíame Test — 
Cables in Cable Trays, as described in CSA C22.2 No. 
0.3-2001, Test Methods for Eléctrical Wires and Cables. 

(4) Type BLX. Type BLX limited-use cables shall be 
Usted as being suitable for use outside, for use in dwellings, 
and for use in raceways and shall also be listed as being 
resistant to ñame spread. 

Informational Note: One method of determining that cable 
is resistant to fíame spread is by testing the cable to VW-1 
(vertical-wire) ñame test in ANSI/UL 1581-2011, Refer- 
ence Standard for Electrical Wires, Cables and Flexible 
Cords. [ROP 16-76] 


Informational Note No. 4: See 90.2(B)(4) for installations 
of premises-powered broadband Communications systems 
that are not covered. [ROP 16-262] 

840.2 Definitions. The definitions in Part I of Article 100 
and 770.2, 800.2, and 820.2 shall apply. For purposes of 
this article, the following additional definitions apply. 

[ROP 16-265] 

Fiber-to-the-Premises (FTTP). Conductive or non- 
conductive optical fiber cable that is brought to the pre- 
mises, is terminated at an optical network terminal (ONT), 
and establishes a connection to a Communications network. 

[ROP 16-267] 


(5) Type BLU. Type BLU cables shall be jacketed and 
listed as being suitable for outdoor underground use. 

830.180 Grounding Devices. Where bonding or ground- 
ing is required, devices used to connect a shield, sheath or 
non-current-carrying metallic members of a cable to a 
bonding conductor or grounding electrode conductor shall 
be listed or be part of Usted equipment. [ROP 16-258] 


ARTICLE 840 
Premises-Powered Broat 
Communications S 1 


I. General 

840.1 Scope. This arti< to^ijted broad¬ 
band Communications : any combina- 

tion of voice, video, d lervices. [ROP 

16-260] 

Informational Note No. 1: ExampH^íf premises-powered 
broadband Communications systems are Services through an 
optical network terminal (ONT) or parabolic antenna Sys¬ 
tem. [ROP 16-260] 

Informational Note No. 2: A typical basic optical fiber 
system configuration consists of an optical fiber cable to the 
premises (FTTP) supplying a broadband signal to an ONT 
that converts the broadband optical signal into component 
electrical signáis, such as traditional telephone, video, high- 
speed internet, and interactive Services. Powering of the 
ONT is typically accomplished through an ONT power 
supply unit (OPSU) and battery backup unit (BBU) that 
derive their power input from the available ac at the pre¬ 
mises. The optical fiber cable is unpowered and may be 
nonconductive or conductive. [ROP 16-261] 



Optical Network Terminal (ONT). A device that converts 
an optical siaAl into component signáis, including voice, 
audio, vidg^^Tata, wireless, and interactive Service electri¬ 
cal, am^É^kisidered to be network interface equipment. 

Communications Circuit. The Circuit that ex- 
ís voice, audil^kideo, data, interactive Services, tele- 
(raph (ffltcept radiojjund outside wiring for fire alarm and 
larm from the Service provider’s ONT to the cus- 
communications equipment up to and including 
lal equipment, such as a telephone, a fax machine, or 
png machine. 

Ises Community Antenna Televisión (CATV) 
Circuit. The circuit that extends community antenna tele¬ 
visión (CATV) systems for audio, video, data, and interac¬ 
tive Services from the Service provider’s ONT to the appro- 
priate customer equipment. 

840.3 Other Articles. 

(A) Hazardous (Classified) Locations. Premises-powered 
broadband Communications circuits and equipment in- 
stalled in a location that is classified in accordance with 
500.5 and 505.5 shall comply with the applicable require- 
ments of Chapter 5. 

(B) Cables in Ducts for Dust, Loose Stock, or Vapor 
Removal. The requirements of 300.22(A) for wiring sys¬ 
tems shall apply to conductive optical fiber cables. [ROP 
16-269] 

(C) Equipment in Other Space Used for Environmental 
Air. The requirements of 300.22(C) (3) shall apply. [ROP 
16-270] 

(D) Installation and Use. The requirements of 110.3(B) 
shall apply. [ROP 16-272] 


Informational Note No. 3: A typical parabolic antenna 
signal receiving system consists of a parabolic antenna sup¬ 
plying signal to and powered by an on premises receiving 
unit through coaxial cabling. [ROP 16-263] 


(E) Output Circuits. As appropriate for the Services pro- 
vided, the output circuits derived from the optical network 
terminal shall comply with the requirements of the follow¬ 
ing: 
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(1) Installations of Communications circuits — Part V of 
Article 800 

(2) Installations of community antenna televisión and radio 
distribution circuits — Part V of Article 820 

(3) Installations of optical fiber cables — Part V of Article 
770 

(4) Installations of Class 2 and Class 3 circuits — Part III 
of Article 725 

(5) Installations of power-limited fire alarm circuits — Part 
III of Article 760 

[ROP 16-271, ROP 16-272] 

840.21 Access to Electrical Equipment Behind Panels 
Designed to Allow Access. Access to electrical equipment 
shall not be denied by an accumulation of premises- 
powered broadband cables that prevenís removal of panels, 
including suspended ceiling panels. 

840.24 Mechanical Execution of Work. The require- 
ments of 770.24, 800.24, and 820.24 shall apply. 

840.25 Abandoned Cables. The requirements of 770.25, 
800.25, and 820.25 shall apply. 


840.26 Spread of Fire or Products of Combustión. The 

requirements of 770.26, 800.26, and 820.26 shall apply. 

II. Cables Outside and Entering Buildinj 

840.44 Overhead Optical Fiber Cables. 

fiber cables containing a non-curr ent-c 
member entering buildings shall 
and (B). 

(A) On Poles and In-Span. outside pBit optical 

fiber cables and electric light or pol^Lcondu^K are sup- 
ported by the same pole or are run pffi&JaW?) each other 
in-span, the conditions described in 840W(A)(1) through 
(A)(4) shaü be met. 

(1) Relative Location. Where practicable, the outside 
plant optical fiber cables shall be located below the electric 
light or power conductors. 


the span, including the point of and at their attachment to 
the building. Clearance of not less than 1.0 m (40 in.) shall 
be maintained between the two Services at the pole. [ROP 
16-273] 

(B) Above Roofs. Outside plant optical fiber cables shall 
have a vertical clearance of not less than 2.5 m (8 ft) from 
all points of roofs above which they pass. 

Exception No. 1: The requirement of 840.44(B) shall not 
apply to auxiliary buildings, such as garages and the like. 
Exception No. 2: A reduction in clearance above only the 
overhanging portion of the roof to not less than 450 mm 
(18 in.), shall be permitted if (a) not more than 1.2 m (4ft) 
of premises-powered broadband Communications service- 
drop cable passes alwve the roof overhang, and (b) the 
cable is terminat^Kt a through- or above-the-roof race- 
way or approv^mmport. 

Exception 1^/3: the roof has a slope of not less 

than lOOftm in 300^^^4 in. in 12 in.), a reduction i 
clear¡Jim to not less thar^^ü mm (3 ft) shall be permitted. 

Note: For additional information regarding 
and cables, see ANSI C2-2007, National 
Code, Part 2, Safety Rules for Overhead 

jerground Optical Fiber Cables Entering 
mdings. Underground optical fiber cables entering build- 
;s shall comply with 840.47(A) through (C). 

) Class 1 or Non-Power-Limited Fire Alarm Circuits. 

Underground optical fiber cables with a non-current- 
carrying metallic member entering buildings with electric 
light, power, Class 1, or non-power-limited fire alarm Cir¬ 
cuit conductors in a raceway, handhole enclosure, or man- 
hole shan be located in a section separated from such con¬ 
ductors by means of brick, concrete, or tile partitions or by 
means of a suitable barrier. 

(B) Direct-Buried Cables and Raceways. Direct-buried 
optical fiber cables with a non-current-carrying metallic 
member shall be separated by at least 300 mm (12 in.) from 
conductors of any electric light, power, or non-power- 
limited fire alarm circuit conductors or Class 1 circuit. 



(2) Attachment to Cross-Arms. Attachment of outside 
plant optical fiber cables to a cross-arm that carnes electric 
light or power conductors shall not be permitted. 

(3) Climbing Space. The climbing space through outside 
plant optical fiber cables shall comply with the require¬ 
ments of 225.14(D). 

(4) Clearance. Supply Service drops and sets of overhead 
Service conductors of 0-750 volts running above and par- 
allel to broadband Communications Service drops shall have 
a minimum separation of 300 mm (12 in.) at any point in 


Exception No. 1: Where electric Service conductors are 
installed in raceways or have metal cable armor. 

Exception No. 2: Where electric light or power branch- 
circuit orfeeder conductors, non-power-limited fire alarm 
circuit conductors, or Class 1 circuit conductors are in¬ 
stalled in a raceway or in metal-sheathed, metal-ciad, or 
Type UF or Type USE cables. 

(C) Mechanical Protection. Direct-buried cable, conduit, 
or other raceway shall be installed to have a minimum 
cover of 150 mm (6 in.). 
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840.48 Unlisted Cables and Raceways Entering Build- 
ings. The requirements of 770.48 shall apply. 

840.49 Metallic Entrance Conduit Grounding. The re¬ 
quirements of 770.49 shall apply. [ROP 16-280] 

III. Protection 

840.90 Protective Devices. The requirements of 800.90 
shall apply. 

840.93 Grounding or Interruption. Non-current-carrying 
metallic members of optical fiber cables, Communications 
cables or coaxial cables entering buildings or attaching to 
buildings shall comply with 840.93(A), (B) or (C), respec- 
tively. [ROP 16-281] 

(A) Non-Current-Carrying Metallic Members of Opti¬ 
cal Fiber Cables. Non-current-carrying metallic members 
of optical fiber cables entering a building or terminating on 
the outside of a building shall comply with 770.93(A) or 

(B) . 

(B) Communications Cables. The grounding or interrup¬ 
tion of the metallic sheath of Communications cabl| 
comply with 800.93. 

(C) Coaxial Cables. Where the ONT is installed insicíl 
outside of the building, with coaxial cab^^^^kpatinj 
the ONT, and is either entering, exitir^íor attac 
outside of the building, 820.93 shall^Kly. 

IV. Grounding Methods 

840.100 ONT and Odfei e (Wounding. 

Grounding required for p^B NT and optical 

fiber cable shall comply witm 00, or 820.100, 

as applicable. 

840.101 Premises Circuits Not Leaving the Building. 

Where the ONT is served by a nonconductive optical fiber 
cable, or where any non-current-carrying metallic member 
is interrupted by an insulating joint or equivalent device, 
and circuits that termínate at the ONT and are completely 
contained within the building (i.e., they do not exit the 
building), 840.101(A), (B), and (C) shall apply, as appli¬ 
cable. 

(A) Coaxial Cable Shield Grounding. The shield of co¬ 
axial cable shall be grounded by one of the following: 

(1) Any of the methods described in 820.100 or 820.106 

(2) A fixed connection to an equipment grounding conduc¬ 
tor as described in 250.118 

(3) Connection to the ONT grounding terminal provided 
that the terminal is connected to ground by one of the 




methods described in 820.100 or 820.106, or to an 
equipment grounding conductor through a listed 
grounding device that will retain the ground connection 
if the ONT is unplugged 

(B) Communications Circuit Grounding. Communica¬ 
tions circuits shall not be required to be grounded. 

(C) ONT Grounding. The ONT shall not be required to be 
grounded unless required by its listing. If the coaxial cable 
shield is separately grounded as described in 840.101(A)(1) 
or 840.101(A)(2), the use of a cord and plug for the con¬ 
nection to the ONT grounding connection shall be permit- 
ted. 

Informational Note: Where required to be grounded, a 
listed devi^$tat extends the equipment grounding conduc- 
receptacle to the ONT equipment grounding 
xmitted. Sizing of the extended equipment 
covered in Table 250.122. 


rounding and Bonding at Mobile Homes. 
irounding. Grounding shall comply with (1) and (2). 


there is no mobile home Service equipment lo¬ 
an 9.0 m (30 ft) of the exterior wall of the mobile 
KSHP'it serves, the non-current-carrying metallic members 
of optical fiber cables shall be connected to a grounding 
electrode in accordance with 770.106(A)(1), The ONT, if 
required to be grounded, shall be connected to a grounding 
electrode in accordance with 800.106(A)(1). Premises 
CATV circuits shall be grounded in accordance with 
820.106(A)(1) unless the ONT is listed to provide the 
grounding path for the shield of the coaxial cable. The 
grounding electrode shall be bonded in accordance with 
770.106(B). [ROP 16-283] 

(2) Where there is no mobile home disconnecting means 
grounded in accordance with 250.32 and located within 9.0 
m (30 ft) of the exterior wall of the mobile home it serves, 
the non-current-carrying metallic members of optical fiber 
cables shall be connected to a grounding electrode in ac¬ 
cordance with 770.106(A)(2), The ONT, if required to be 
grounded, shall be connected to a grounding electrode in 
accordance with 800.106(A)(2). Premises CATV circuits 
shall be grounded in accordance with 820.106(A)(2) unless 
the ONT is listed to provide the grounding path for the 
shield of the coaxial cable. The grounding electrode shall 
be bonded in accordance with 770.106(B). [ROP 16-284] 

(B) Bonding. The ONT grounding terminal or grounding 
electrode shall be connected to the metal frame or available 
grounding terminal of the mobile home with a copper con¬ 
ductor not smaller than 12 AWG under any of the following 
conditions: 
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(1) Where there is no mobile home Service equipment or 
disconnecting means as specified in 840.106(A). 

(2) Where the mobile home is supplied by cord and plug. 

V. Installation Methods Within Buildings 

840.110 Raceways for Premises-Powered Broadband 
Communications Optical Fiber Cables. The requirements 
of 770.110 shaü apply. 

840.113 Installation Past the ONT. Installation of pre¬ 
mises Communications circuits and premises coaxial cir- 
cuits shall comply with 840.113(A) and (B). 

(A) Premises Communications Circuits. Premises Com¬ 
munications wires and cables installed in a building from 
the ONT shall be listed in accordance with 800.179, and the 
installation shall comply with 800.113 and 800.133. 

(B) Premises Community Antenna Televisión (CATV) 
Circuits. Premises CATV coaxial cables instaUed in a 
building from the ONT shall be listed in accordance with 
820.179, and the installation shall comply with 820.113 and 
820.133. 

840.133 Installation of Optical Fibers and Electrical 
Conductors Associated with Premises-Powered Broad¬ 
band Communications Systems. The requirements oi 

770.133 shall apply. 

840.154 Applications of Listed Optical FU 

and Raceways. The requirements of 770.15« 

VI. Listing Requirements 
840.170 Equipment and C ínife s. Pri | 

broadband Communications sj^Kis equipr d cables 
shall comply with 840.170(A) tffl^gh (D). 



(A) Optical Network Terminal. The ONT and applicable 
grounding means shall be listed for application with 
premises-powered broadband Communications systems. 

Informational Note No. 1: One way to determine appli¬ 
cable requirements is to refer to UL 60950-1-2007, Stan¬ 
dard for Safety of Information Technology Equipment, UL 
498A-2008, Current Taps and Adapters\ or UL 467-2007, 
Grounding and Bonding Equipment. 

Informational Note No. 2: There are no requirements on 
the ONT and its grounding methodologies except for those 
covered by the listing of the product. 

(B) Optical Fiber Cables. Optical fiber cables shall be 
listed in accordance with 770.179(A) through (D) and shall 
be marked in accordmice with Table 770.179. 

(C) Premises Communications Circuits. Premises com- 
munications^»^^^cables connecting to the ONT shall 
he listed^n^accordlkt with 800.179. Communications 
racewíy^Pissociated wS| premises-powered broadband 

úcatiojjg system síraF be listed in accordance with 


(D) Premisas Community Antenna Televisión (CATV) 
ruits. ttkuses community antenna televisión (CATV) 
ile^connecting to the ONT shall be listed in 
!rdanc!^with 820.179. Applicable grounding means 
iall be listed for application with premises-powered 
rndband Communications systems. 

1.180 Grounding Devices. Where bonding or ground¬ 
ing is required, devices used to connect a shield, sheath or 
non-current-carrying metallic members of a cable to a 
bonding conductor or grounding electrode conductor shall 
be listed or be part of listed equipment. [ROP 16-285] 
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Table 1 Percent of Cross Section of Conduit and Tubing for 
Conductora and Cables [ROP 8-202] 


Number of Conductora 
and/or Cables 

All Conductor Types 

1 

53 

2 

31 

O ver 2 

40 


Informational Note No. 1: Table 1 is based on common 
conditions of proper cabling and alignment of conductors 
where the length of the pulí and the number of bends are 
within reasonable limits. It should be recognized that, for 
certain conditions, a larger size conduit or a lesser conduit 
fill should be considered. 

Informational Note No. 2: When pulling three conductors 
or cables into a raceway, if the ratio of the raceway (in|_ 
diameter) to the conductor or cable (outside diametenj 
between 2.8 and 3.2, jamming can occur. While jam 
can occur when pulling four or more conductors o 
into a raceway, the probability is very le 

Notes to Tables 

(1) See Informative Annex C for th^ 
conductors and fixture wi res, a ll o 
tal cross-sectional are a yf 
in trade sizes of the^plicable c 

(2) Table 1 applies o^mo complete^^nduit or tubing 
systems and is not i^^kled to apply to sections of 
conduit or tubing used to^»jtecU«posed wiring from 
physical damage. 

(3) Equipment grounding or bonaing conductors, where 
installed, shall be included when calculating conduit 
or tubing fill. The actual dimensions of the equipment 
grounding or bonding conductor (insulated or bare) 
shall be used in the calculation. 

(4) Where conduit or tubing nipples having a máximum 
length not to exceed 600 mm (24 in.) are installed 
between boxes, cabinets, and similar enclosures, the 
nipples shall be permitted to be filled to 60 percent of 
their total cross-sectional area, and 310.15(B)(3)(a) 
adjustment factors need not apply to this condition. 

(5) For conductors not included in Chapter 9, such as 
multiconductor cables and optical fiber cables, the ac¬ 
tual dimensions shall be used. 

(6) For combinations of conductors of dilferent sizes, use 
actual dimensions or Table 5 and Table 5A for dimen¬ 


sions of conductors and Table 4 for the applicable 
conduit or tubing dimensions. [ROP 6-111] 

(7) When calculating the máximum number of conductors 
or cables permitted in a conduit or tubing, all of the 
same size (total cross-sectional area including insula- 
tion), the next higher whole number shall be used to 
determine the máximum number of conductors per¬ 
mitted when the calculation results in a decimal 
greater than or equal to 0.8. When calculating the size 
for conduit or tubing permitted for a single conductor, 
one conductor shall be permitted when the calculation 
resultólas decimal greater than or equal to 0.8. [ROP 
S-ljmtOP 8-199] 

(8) SÉrere^kre conductors are permitted by other sec- 
^tions of tmfcCoí/e, the dimensions for bare conductors 

in Table 8 smkbe permitted. 

r (9) ^Aulticonductor cable, optical fiber cable, or flexible 
rord of two or more conductors shall be treated as a 
^single conductor for calculating percentage conduit 
J area. For cables that have elliptical cross sections, 
^cross-sectional area calculation shall be based on 
fcsing the major diameter of the ellipse as a circle 
diameter. [ROP 8-200] 

) The valúes for approximate conductor diameter 
E area shown in Table 5 are based on worst case 
scenario and indicate Round Concentric-Lay-Stranded 
Conductors. Solid and Round Concentric-Lay- 
Stranded are grouped together for the purpose of 
Table 5. Round Compact-Stranded Conductors valúes 
are shown in Table 5a. [ROP 6-112] 
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Table 2 Radius of Conduit and Tubing Bends 


Conduit or 
Size 

Tübing 

One Shot 
and Full 
Shoe 
Benders 

Other Bends 

Metric 

Designator 

Trade 

Size 

mm 

in. 

mm 

in. 

16 

t/ 2 

101.6 

4 

101.6 

4 

21 

3 /4 

114.3 

43/2 

127 

5 

27 

1 

146.05 

53/4 

152.4 

6 

35 

va 

184.15 

73/4 

203.2 

8 

41 

VA 

209.55 

83/4 

254 

10 

53 

2 

241.3 

93/2 

304.8 

12 

63 

23/2 

266.7 

103/2 

381 

15 

78 

3 

330.2 

13 

457.2 

18 

91 

33/2 

381 

15 

533.4 

21 

103 

4 

406.4 

16 

609.6 

24 

129 

5 

609.6 

24 

762 

30 

155 

6 

762 

30 

914.4 

36 


Table 4 Dimensions and Percent Area of Conduit and Tubing 
(Areas of Conduit or Tubing for the Combinations of Wires Permittet 



— Electrical Nonmetallic Tübing (ENT) [ROP 8-92] 


Total Area 
100% 


196 0.304 

343 0.533 

556 0.864 

968 1.496 

1314 2.036 

2165 3.356 

3783 5.858 

5701 8.846 

7451 11.545 

9521 14.753 


Metric Trade 
Designator Size 


Nominal 

Internal Total Area 

Diameter 100% 60% 



1 Wire 
53% 


2 Wires 
31% 


Over 2 Wires 


40% 


16 

21 

27 

35 

41 

53 

63 

78 

91 


'A 

3 /4 

1 

l>/4 

va 

2 

1V2 

3 

3 !/2 


15.3 0.602 

20.4 0.804 

26.1 1.029 

34.5 1.36 

40.4 1.59 

52 2.047 


184 0.285 
328 0.508 
537 0.832 
937 1.453 
1281 1.986 
2123 3.291 


110 0.171 
197 0.305 
322 0.499 
562 0.872 
769 1.191 
1274 1.975 


97 0.151 

174 0.269 

284 0.441 

497 0.770 

679 1.052 

1125 1.744 


57 0.088 

102 0.157 

166 0.258 

291 0.450 
397 0.616 

658 1.020 


73 0.114 

131 0.203 

215 0.333 

375 0.581 

512 0.794 

849 1.316 
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Article 348 — Flexible Metal Conduit (FMC) 


Metric Trade 
Designator Size 


Nominal 

Internal 

Diameter 


1 Wire 
53% 


9.7 0.384 
16.1 0.635 

20.9 0.824 

25.9 
32.4 


39.1 


1.538 


51.8 2.040 


74 0.116 
204 0.317 
343 0.533 


1201 1.858 

2107 3.269 


44 0.069 
122 0.190 
206 0.320 
316 0.490 
495 0.766 
720 1.115 
1264 1.961 


0.061 

0.168 

0.283 

0.433 

0.677 

0.985 


0.036 

0.098 

0.165 

0.253 

0.396 

0.576 

1.013 


0.046 

0.127 

0.213 

0.327 

0.511 

0.743 

1.307 



Nominal 

Internal Total Area 

Diameter 100% 60% 

Metric Trade - - - 

Designator Size mm in. mm 2 in. 2 mm 2 in. 2 


1 Wire 
53% 


2 Wires Over 2 Wires 

31% 40% 



12 

16 

21 

27 

35 

41 

53 


3 /s 

Ví 

3/4 


m 

m 

2 


12.5 0.494 

16.1 0.632 

21.1 0.830 

26.8 1.054 

35.4 1.395 

40.3 1.588 

51.6 2.033 


123 0.192 
204 0.314 
350 0.541 
564 0.873 
984 1.528 
1276 1.981 
2091 3.246 


74 0.115 
122 0.188 
210 0.325 
338 0.524 
591 0.917 
765 1.188 
1255 1.948 


65 0.102 

108 0.166 
185 0.287 

299 0.462 

522 0.810 

676 1.050 

1108 1.720 


38 0.059 

63 0.097 

108 0.168 

175 0.270 

305 0.474 

395 0.614 

648 1.006 


49 0.077 

81 0.125 

140 0.216 

226 0.349 

394 0.611 

510 0.792 

836 1.298 


*Corresponds to 356.2(2). 
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Article 356 — Liquidtight Flexible Nonmetallic Conduit (LFNC-A*) 


Nominal 

Internal Total Area 

Diameter 100% 60% 

Metric Trade - - - 

Designator Size mm in. mm 2 in. 2 mm 2 in. 2 


12 3 /s 

16 'A 

21 3 /4 

27 1 

35 VA 

41 m 

53 2 


12.6 0.495 

16.0 0.630 
21.0 0.825 
26.5 1.043 

35.1 1.383 

40.7 1.603 
52.4 2.063 


125 0.192 
201 0.312 
346 0.535 
552 0.854 
968 1.502 
1301 2.018 
2157 3.343 


75 0.115 
121 0.187 
208 0.321 
331 0.513 
581 0.901 
781 1.211 
1294 2.006 


1 Wire 
53% 


66 0.102 
107 0.165 

184 0.283 

292 0.453 

513 0.796 

690 1.070 

1143 1.772 


2 Wires Over 2 Wires 

31% 40% 


39 0.060 

62 0.097 

107 0.166 

171 0.265 

300 0.466 

403 0.626 

669 1.036 


50 0.077 

80 0.125 

139 0.214 

221 0.342 

387 0.601 

520 0.807 

863 1.337 


*Corresponds to 356.2(1). 


Metric Trade 
Designator Size 


12 3 /g 

16 Vi 

21 3/ 4 

27 1 

35 VA 

41 VA 

53 2 

63 2V2 

78 3 

91 31/2 

103 4 

129 5 

155 6 


Metric Trade 
Designator Size 


12 3/ g 

16 1/2 

21 3/ 4 

27 1 

35 114 

41 11/2 

53 2 

63 214 

78 3 

91 314 

103 4 

129 5 

155 6 



Diameter 100% 60% 53% 31% 



Over 2 Wires 
40% 


49 0.077 

81 0.125 

140 0.216 

226 0.349 

394 0.611 

510 0.792 

836 1.298 

1259 1.953 

1931 2.990 

2511 3.893 

3275 5.077 


Over 2 Wires 


40% 


16.1 0.632 

21.2 0.836 
27.0 1.063 

35.4 1.394 

41.2 1.624 

52.9 2.083 

63.2 2.489 

78.5 3.090 

90.7 3.570 

102.9 4.050 

128.9 5.073 
154.8 6.093 


204 0.314 
353 0.549 
573 0.887 
984 1.526 
1333 2.071 
2198 3.408 
3137 4.866 
4840 7.499 
6461 10.010 
8316 12.882 
13050 20.212 
18821 29.158 


122 0.188 
212 0.329 
344 0.532 
591 0.916 
800 1.243 
1319 2.045 
1882 2.919 
2904 4.499 
3877 6.006 
4990 7.729 
7830 12.127 
11292 17.495 


108 0.166 
187 0.291 

303 0.470 

522 0.809 

707 1.098 

1165 1.806 

1663 2.579 

2565 3.974 

3424 5.305 

4408 6.828 

6916 10.713 

9975 15.454 


63 0.097 

109 0.170 

177 0.275 

305 0.473 

413 0.642 

681 1.056 

972 1.508 

1500 2.325 

2003 3.103 

2578 3.994 

4045 6.266 

5834 9.039 


81 0.125 

141 0.220 

229 0.355 

394 0.610 

533 0.829 

879 1.363 

1255 1.946 

1936 3.000 

2584 4.004 

3326 5.153 

5220 8.085 

7528 11.663 
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Article 352 — Rigid PYC Conduit (PVC), Schedule 80 


Nominal 

Internal Total Area 

Dlameter 100% 60% 

Metrlc Trade - - - 

Deslgnator Size mm in. mm 2 in. 2 mm 2 in. 2 


1 Wlre 2 Wlres Over 2 Wlres 

53% 31% 40% 


mm 2 in. 2 mm 2 in. 2 mm 2 in. 2 


12 Va 

16 /a 

21 3/4 

27 1 

35 m 

41 1 l/a. 

53 2 

63 2% 

78 3 

91 m 

103 4 

129 5 

155 6 


Metric Trade 
Designator Size 


12 % 

16 l Á 

21 3/4 

27 1 

35 114 

41 m 

53 2 

63 2/2 

78 3 

91 3/2 

103 4 

129 5 

155 6 


13.4 0.526 
18.3 0.722 

23.8 0.936 

31.9 1.255 

37.5 1.476 

48.6 1.913 

58.2 2.290 

72.7 2.864 
84.5 3.326 

96.2 3.786 
121.1 4.768 
145.0 5.709 






2660 4.119 
4151 6.442 



127.4 5.016 12748 19.761 
153.2 6.031 18433 28.567 


Article 352 — Type A, Rigid PVC Conduit (PVC) 


Nominal 

Internal Total Area 

Diameter 100% 60% 

Metric Trade - - - 

Designator Size mm in. mm 2 in. 2 mm 2 in. 2 


1 Wire 
53% 


2 Wires 
31% 


16 

21 

27 

35 

41 

53 


1/4 

l/ 2 

2 


17.8 0.700 

23.1 0.910 

29.8 1.175 

38.1 1.500 

43.7 1.720 

54.7 2.155 


249 0.385 
419 0.650 
697 1.084 
1140 1.767 
1500 2.324 
2350 3.647 


149 0.231 
251 0.390 
418 0.651 
684 1.060 
900 1.394 
1410 2.188 


132 0.204 

222 0.345 

370 0.575 

604 0.937 

795 1.231 

1245 1.933 


77 0.119 

130 0.202 

216 0.336 

353 0.548 

465 0.720 

728 1.131 


100 0.154 

168 0.260 
279 0.434 

456 0.707 

600 0.929 

940 1.459 
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Article 352 — Type A, Rigid PVC Conduit (PVC) 


Nominal 

Internal Total Area 

Diameter 100% 60% 

Metric Trade - - - 

Designator Size mm in. mm 2 in. 2 mm 2 in. 2 


1 Wire 
53% 


2 Wires 
31% 


Over 2 Wires 


40% 


63 VA 

78 3 

91 3 % 

103 4 

129 5 

155 6 


66.9 2.635 
82.0 3.230 
93.7 3.690 
106.2 4.180 


3515 5.453 

5281 8.194 

6896 10.694 
8858 13.723 


2109 3.272 
3169 4.916 
4137 6.416 
5315 8.234 


1863 2.890 

2799 4.343 

3655 5.668 

4695 7.273 


1090 1.690 

1637 2.540 

2138 3.315 

2746 4.254 


1406 2.181 

2112 3.278 

2758 4.278 

3543 5.489 



Type: FFH-2, RFH-1, RFH-2, RHH*, RHW*, RHW-2*, RHH, RHW, RHW-2, SF-1, SF-2, SFF-1, SFF-2, TF, TFF, THHW, 
THW, THW-2, TW, XF, XFF 


RFH-2, 

18 

9.355 

0.0145 

3.454 

0.136 

FFH-2, RFHH-2 

[ROP 6-114] 

16 

11.10 

0.0172 

3.759 

0.148 
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Table 5 Continued 


Approximate Area Approximate Diameter 

Size (AWG or- - 

Type kcmil) mirr in. 2 mm in. 


RHH, RHW, 

RHW-2 

14 18.90 0.0293 4.902 0.193 

12 22.77 0.0353 5.385 0.212 

10 28.19 0.0437 5.994 0.236 

8 53.87 0.0835 8.280 0.326 

6 67.16 0.1041 9.246 0.364 

4 86.00 0.1333 10.46 0.412 

3 98.13 0.1521 11.18 0.440 

2 112.9 0.1750 11.99 0.472 

1 171.6 0.2660 14.78 0.582 

1/0 196.1 0.3039 ^ 15.80 0.622 

2/0 226.1 0.3505^^ 16.97 0.668 

3/0 262.7 0.402^^ 18.29 0.720 

4/0 306.7 19.76 0.778 

250 405.9 ^^0.6291 22.73 0.895 

300 457.3 0.7088 24.13 0.950 

350 507.7 0.^0 ▼ 25.43 1.001 

400 556.5 fláRó 26.62 1.048 

500 650.5 ^^^0082 28.78 1.133 

600 782.9 ^^U.2135 31.57 1.243 

700 874.9 T«1 33.38 1.314 

750 920.8 m ^J^^¿4272 34.24 1.348 

800 965.0 ^ 35.05 1.380 

900 L6377 36.68 1 444 

1000 ^#1143^ ^ 1.7719 38.15 1.502 

1250 2.3479 43.92 1.729 

1500 2.6938 47.04 L852 

1750^^^ ^»9 3.0357 49.94 1.966 

2175 3.3719 52.63 2.072 

SF-2, SFF-2 

^K8 7A19 0.0115 3.073 0.121 

■ 8.968 0.0139 3.378 0.133 

M 11.10 0.0172 3.759 0.148 

SF-1, SFF-1 

18 4.194 0.0065 2.311 0.091 

RFH-1,TF, TFF, 

XF, XFF 

18 5.161 0.0088 2.692 0.106 

TF, TFF, XF, XFF 

16 7.032 0.0109 2.997 0.118 

TW, XF, XFF, 
THHW, THW, 
THW-2 

14 8.968 0.0139 3.378 0.133 

TW, THHW, THW, 
THW-2 

12 11.68 0.0181 3.861 0.152 

10 15.68 0.0243 4.470 0.176 

8 28.19 0.0437 5.994 0.236 

RHH*, RHW*, 
RHW-2* 

14 13.48 0.0209 4.140 0.163 
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Table 5 Continued 


Size (AWG 
Type kcmil) 


RHH*, RHW*, 
RHW-2*, XF, 


12 


XFF 


Approximate Area 


16.77 


0.0260 


Approximate Diameter 


4.623 0.182 
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Table 5 Continued 


Size (AWG o 
kcmil) 


Approximate Area 


Approximate Diameter 
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Table 5 Continued 


Approximate Area 

Size (AWG or- 

Type kcmil) mm 2 in. 2 


Approximate Diameter 



1000 872.2 

1250 1108 

1500 1300 

1750 1492 

2000 1682 


KF-2, KFF-2 18 2.000 

16 2.839 

14 4.129 

12 6.000 

10 8.968 


KF-1, KFF-1 18 1.677 

16 2.387 

14 3.548 

12 5.355 

10 8.194 


1.3519 33.32 1.312 

1.7180 37.57 1.479 

2.0156 40.69 1.602 

2.3127 43.59 1.716 

2.6073 46.28 1.822 


0.003 1.575 0.062 

0.0043 1.88 0.074 

0.0064 2.286 0.090 

0.0092 2.743 0.108 

0.0139 3.378 0.133 


0.0026 1.448 0.057 

0.0037 1.753 0.069 

0.0055 2.134 0.084 

0.0083 2.616 0.103 

0.0127 3.226 0.127 


*Types RHH, RHW, and RHW-2 without outer covering. 
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Table 5A Compact Copper and Aluminum Building Wire Nominal Dimensions* and Areas 


Bare Types RHH**, RHW**, 

Conductor _ or USE _ Types THW and THHW Type THHN Type XHHW 


Size Approximate Approximate Approximate Approximate Approximate Approximate Approximate Approximate Size 

(AWG Diameter Diameter Area Diameter Area Diameter Area Diameter Area (AWG 




8 3.404 0.134 6.604 0.260 

6 4.293 0.169 7.493 0.295 

4 5.410 0.213 8.509 0.335 

2 6.807 0.268 9.906 0.390 

1 7.595 0.299 11.81 0.465 


1/0 8.534 0.336 12.70 ( 
2/0 9.550 0.376 13.72 ( 
3/0 10.74 0.423 14.99 ( 


I 0.500 
1 0.540 
i 0.590 

4/0 12.07 0.475 16.26 0.640 


34.25 0.0531 6.477 0.255 32.90 0.0510 — — — — 5.690 0.224 

44.10 0.0683 7.366 0.290 42.58 0.0660 6.096 0.240 29.16 0.0452 6.604 0.260 

56.84 0.0881 8.509 0.335 56.84 0.0881 7.747 0.305 47.10 0.0730 7.747 0.305 

77.03 0.1194 9.906 0.390 77.03 0.1194 9.144 0.360 65.61 0.1017 9.144 0.360 

109.5 0.1698 11.81 0.465 109.5 0.1698 10.54 0.415 87.23 0.1352 10.54 0.415 

0.1590 11.43 0.450 
0.1924 12.45 0.490 
0.2290 13.72 0.540 
0.2780 14.99 0.590 




25013.21 0.520 18.16 
30014.48 0.570 19.43 

35015.65 0.616 20.57 
40016.74 0.659 21.72 

50018.69 0.736 23.62 ( 

60020.65 0.813 26.29 
70022.28 0.877 27.94 
75023.06 0.908 28.83 
90025.37 0.999 31.50 

100026.92 1.060 32.64 : 


i 0.2733 14.99 0.590 
i 0.3217 16.38 0.645 

0.4015 18.42 0.725 
0.4596 19.69 0.775 
0.5153 20.83 0.820 
0.5741 21.97 0.865 

: 0.6793 23.88 0.940 
! 0.8413 26.67 1.050 
0.9503 28.19 1.110 
! 1.0118 29.21 1.150 
i 1.2076 31.09 
i 1.2968 32.64 


*Dimensions are from industry sources. 
**Types RHH and RHW without outer 

Table 8 Conductor Properties 


(AWG “ 
kcmil) 

18 0.823 1620 



25.42 0.0394 
34.19 0.0530 
47.10 0.0730 
65.61 0.1017 
87.23 0.1352 

102.6 0.1590 


147.7 0.2290 
176.3 0.2733 


0.3525 16.76 0.660 
0.4071 18.16 0.715 
.0.4656 19.30 0.760 
¡216 20.32 0.800 

076151 22.35 0.880 
0.7620 24.89 0.980 
0.8659 26.67 1.050 
0.9076 27.69 1.090 
1.1196 29.69 1.169 
1.2370 31.24 1.230 


220.7 0.3421 

259.0 0.4015 

292.6 0.4536 

324.3 0.5026 

392.4 0.6082 

486.6 0.7542 

558.6 0.8659 

602.0 0.9331 
692.3 1.0733 

766.6 1.1882 


Direct-Current Resistance at 75°C (167°F) 
Copper 

Coated Aluminum 


17.3 5.29 


8 8.367 16510 1 — — 3.264 0.128 8.37 0.013 2.506 0.764 2.579 0.786 4.125 1.26 

8 8.367 16510 7 1.23 0.049 3.71 0.146 10.76 0.017 2.551 0.778 2.653 0.809 4.204 1.28 


6 13.30 26240 7 

4 21.15 41740 7 

3 26.67 52620 7 

2 33.62 66360 7 

1 42.41 83690 19 


1.56 0.061 4.67 

1.96 0.077 5.89 

2.20 0.087 6.60 

2.47 0.097 7.42 

1.69 0.066 8.43 


0.184 17.09 0.027 

0.232 27.19 0.042 

0.260 34.28 0.053 

0.292 43.23 0.067 

0.332 55.80 0.087 


1.608 0.491 1.671 

1.010 0.308 1.053 

0.802 0.245 0.833 

0.634 0.194 0.661 

0.505 0.154 0.524 


0.510 2.652 0.808 

0.321 1.666 0.508 

0.254 1.320 0.403 

0.201 1.045 0.319 

0.160 0.829 0.253 
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Table 8 Continued 

Conductors Direct-Current Resistance at 75°C (167°F) 


Stranding 


Overa» 


Copper 


Size Area Diameter Diameter 

(AWG - - - 

or Circular 

kcmil) mm 2 mils Quantity mm in. mm in. 


Area Uncoated Coated Aluminum 


ohm/ ohm/ ohm/ ohm/ ohm/ ohm/ 

mm 2 in. 2 km kFT km kFT km kFT 


1/0 53.49105600 19 

2/0 67.43133100 19 

3/0 85.01167800 19 

4/0 107.2 211600 19 


1.89 0.074 

2.13 0.084 

2.39 0.094 

2.68 0.106 


9.45 0.372 
10.62 0.418 
11.94 0.470 
13.41 0.528 


70.41 0.109 
88.74 0.137 
111.9 0.173 

141.1 0.219 


0.399 0.122 

0.3170 0.0967 

0.2512 0.0766 

0.1996 0.0608 


0.415 0.127 

0.329 0.101 

0.2610 0.0797 

0.2050 0.0626 


0.660 0.201 
0.523 0.159 

0.413 0.126 

0.328 0.100 


250 127 — 37 2.09 0.082 14.61 0.575 168 0.260 0.1687 0.0515 0.1753 0.0535 0.2778 0.0847 

300 152 — 37 2.29 0.090 16.00 0.630 201 0.312 0.1409 0.0429 0.1463 0.0446 0.2318 0.0707 



Table 9 Alternating-Current Resistance and Reactance for 600-Volt Cables, 3-Phase, 60 Hz, 75°C (167°F) — Three Single 
Conductors in Conduit 


Size 

(AWGA1 
or kcmil) i 

Ohms to Neutral per Kilometer 

Ohms to Neutral per 1000 Feet 

Size 

(AWG 

kcmil) 

X, (Reactance) 
for All Wires 

Alternating-Current 
Resistance for 
Uncoated 

Copper Wires 

Alternating-Current 
Resistance for 
Aluminum Wires 

Effective Z at 0.85 PF 
for Uncoated Copper 
Wires 

Effective Z at 0.85 PF 
for Aluminum 

Wires 

PVC, 

uminum 

Zonduits 

Steel 

Conduit 

PVC Al 
Conduit 

uminum 

Conduit 

Steel 

Conduit 

PVC Al 
Conduit 

uminum 

Conduit 

Steel 

Conduit 

PVC Al 
Conduit 

uminum 

Conduit 

Steel 

Conduit 

PVC Al 
Conduit 

uminum 

Conduit 

Steel 

Conduit 

14 

0.190 

0.058 

0.240 

0.073 

10.2 

3.1 

10.2 

3.1 

10.2 

3.1 

z 

z 

z 

8.9 

2.7 

8.9 

2.7 

8.9 

2.7 

z 

z 

3 

14 
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Table 9 Continued 










Ohms ti 

Ohms t 

0 Neutral per Kilometer 

0 Neutral per 1000 Feet 








Alternating-Current 














Resistance for 

Alternating-Current 

Effective Z at 0.85 PF 

Effective Z at 0.85 PF 



X , (Reactance) 


Jncoated 

Resistance for 

for Uncoated Copper 

for Aluminum 



for A1I Wires 

Copper Wires 

Aluminum Wires 


Wires 



Wires 


















Size 

Size 

PVC, 














(AWG 

(AWGA 

uminum 

Steel 

PVC A 

uminum 

Steel 

PVC A 

uminum 

Steel 

PVC Al 

uminum 

Steel 

PVC A 

uminum 

Steel 

or 

or kcmil) 

onduits 

Conduit 

Conduit 

Conduit 

Conduit 

Conduit 

Conduit 

Conduit 

Conduit 

Conduit 

Conduit 

Conduit 

Conduit 

Conduit 

kcmil) 

12 

0.177 

0.223 

6.6 

6.6 

6.6 

10.5 

10.5 

10.5 

5.6 

5.6 

5.6 

9.2 

9.2 

9.2 

12 


0.054 

0.068 

2.0 

2.0 

2.0 

3.2 

3.2 

3.2 

1.7 

1.7 

1.7 

2.8 

2.8 

2.8 


10 

0.164 

0.207 

3.9 

3.9 

3.9 

6.6 

6.6 

6.6 


1:5 

3.6 

5.9 

5.9 

5.9 

10 


0.050 

0.063 

1.2 

1.2 

1.2 

2.0 

2.0 

2.0 

ti 

1.8 

1.8 

1.8 


8 

0.171 

0.213 

2.56 

2.56 

2.56 

4.3 

4.3 

4.3 



2.30 

3.6 

3.6 

3.6 

8 


0.052 

0.065 

0.78 

0.78 

0.78 

1.3 

1.3 

1.3 a 

^69 


0.70 

1.1 

1.1 

1.1 


6 

0.167 

0.210 

1.61 

1.61 

1.61 

2.66 

2.66 


1.44 

1.48^ 

kl.48 

2.33 

2.36 

2.36 

6 


0.051 

0.064 

0.49 

0.49 

0.49 

0.81 

0.81 

0*81 

0^ 

0.45 

W45 

0.71 

0.72 

0.72 


4 

0.157 

0.197 

1.02 

1.02 

1.02 

1.67 

1.67 

1.67 

0.95 

0.95 

0.98 

1.51 

1.51 

1.51 

4 


0.048 

0.060 

0.31 

0.31 

0.31 

0.51 

0.51 


r 0.29 

0.29 

0.30 

0.46 

0.46 

0.46 


3 

0.154 

0.194 

0.82 

0.82 

0.82 

1.3M 


1.3 ™ 

0.75 

0.79 

0.79 

1.21 

1.21 

1.21 

3 


0.047 

0.059 

0.25 

0.25 

0.25 

0.40^ 


>bJ).40 


0.24 

0.24 

0.37 

0.37 

0.37 


2 

0.148 

0.187 

0.62 

0.66 

0.66 

1.05 

l.OjJ 


^0.62 

0.62 

0.66 

0.98 

0.98 

0.98 

2 


0.045 

0.057 

0.19 

0.20 

0.2 

^>.32 


0.32 

0.19 

0.19 

0.20 

0.30 

0.30 

0.30 


1 

0.151 

0.187 

0.49 

0.52 , 

ár 

r0.16 

0.82 

0.85 

0.82 

0.52 

0.52 

0.52 

0.79 

0.79 

0.82 

1 


0.046 

0.057 

0.15 

0.16^ 

,,#25 

0.26 \ 

0.25 

0.16 

0.16 

0.16 

0.24 

0.24 

0.25 


1/0 

0.144 

0.180 

0.39 

0.43 ” 




0.66 

0.43 

0.43 

0.43 

0.62 

0.66 

0.66 

1/0 


0.044 

0.055 

0.12 


o«T 

0.20 

0^21 

0.20 

0.13 

0.13 

0.13 

0.19 

0.20 

0.20 


2/0 

0.141 

0.177 


0.3™ 

k).33^ 

0.52 

0.52 

0.52 

0.36 

0.36 

0.36 

0.52 

0.52 

0.52 

2/0 


0.043 

0.054 


0.10 

w° 

^rió 

0.16 

0.16 

0.11 

0.11 

0.11 

0.16 

0.16 

0.16 


3/0 

0.138 

0.171 


0.269 

■59 

0.43 

0.43 

0.43 

0.289 

0.302 

0.308 

0.43 

0.43 

0.46 

3/0 


0.042 

0.052 

o'o77 

^0.082 

JP79 

0.13 

0.13 

0.13 

0.088 

0.092 

0.094 

0.13 

0.13 

0.14 


4/0 

0.135 

0.167 

0.203 


^0.207 

0.33 

0.36 

0.33 

0.243 

0.256 

0.262 

0.36 

0.36 

0.36 

4/0 


0.041 

0.051 

0.062 

o^r 

0.063 

0.10 

0.11 

0.10 

0.074 

0.078 

0.080 

0.11 

0.11 

0.11 


250 

0.135 

0.171 

0.171 

0.187 

0.177 

0.279 

0.295 

0.282 

0.217 

0.230 

0.240 

0.308 

0.322 

0.33 

250 


0.041 

0.052 

0.052 

0.057 

0.054 

0.085 

0.090 

0.086 

0.066 

0.070 

0.073 

0.094 

0.098 

0.10 


300 

0.135 

0.167 

0.144 

0.161 

0.148 

0.233 

0.249 

0.236 

0.194 

0.207 

0.213 

0.269 

0.282 

0.289 

300 


0.041 

0.051 

0.044 

0.049 

0.045 

0.071 

0.076 

0.072 

0.059 

0.063 

0.065 

0.082 

0.086 

0.088 


350 

0.131 

0.164 

0.125 

0.141 

0.128 

0.200 

0.217 

0.207 

0.174 

0.190 

0.197 

0.240 

0.253 

0.262 

350 


0.040 

0.050 

0.038 

0.043 

0.039 

0.061 

0.066 

0.063 

0.053 

0.058 

0.060 

0.073 

0.077 

0.080 


400 

0.131 

0.161 

0.108 

0.125 

0.115 

0.177 

0.194 

0.180 

0.161 

0.174 

0.184 

0.217 

0.233 

0.240 

400 


0.040 

0.049 

0.033 

0.038 

0.035 

0.054 

0.059 

0.055 

0.049 

0.053 

0.056 

0.066 

0.071 

0.073 


500 

0.128 

0.157 

0.089 

0.105 

0.095 

0.141 

0.157 

0.148 

0.141 

0.157 

0.164 

0.187 

0.200 

0.210 

500 


0.039 

0.048 

0.027 

0.032 

0.029 

0.043 

0.048 

0.045 

0.043 

0.048 

0.050 

0.057 

0.061 

0.064 
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Table 9 Continued 


Size 

(AWGA1 
or kcmil)i 

Ohms to Neutral per Kilometer 

Ohms to Neutral per 1000 Feet 

Size 

(AWG 

kcmil) 

X, (Reactance) 
for All Wires 

Alternating-Current 
Resistance for 
Uncoated 

Copper Wires 

Alternating-Current 
Resistance for 
Aluminum Wires 

Effective Z at 0.85 PF 
for Uncoated Copper 
Wires 

Effective Z at 0.85 PF 
for Aluminum 

Wires 

PVC, 

uminum 

londuits 

Steel 

Conduit 

PVC Al 
Conduit 

uminum 

Conduit 

Steel 

Conduit 

PVC Al 
Conduit 

uminum 

Conduit 

Steel 

Conduit 

PVC Al 
Conduit 

uminum 

Conduit 

Steel 

Conduit 

PVC A 
Conduit 

uminum 

Conduit 

Steel 

Conduit 

600 

0.128 

0.039 

0.157 

0.048 

0.075 

0.023 

0.092 

0.028 

0.082 

0.025 

0.118 

0.036 

0.135 

0.041 

0.125 

0.038 

0.131 

0.040 

0.144 

0.044 

0.154 

0.047 

0.167 

0.051 

0.180 

0.055 

0.190 

0.058 

600 

750 

0.125 

0.038 

0.157 

0.048 

0.062 

0.019 

0.079 

0.024 

0.069 

0.021 

0.095 

0.029 

0.112 

0.034 

0.102 

0.031 

0.118 

0.036 

0.131^ 
0.040. 

Po.141 

0.043 

0.148 

0.045 

0.161 

0.049 

0.171 

0.052 

750 

1000 

0.121 

0.037 

0.151 

0.046 

0.049 

0.015 

0.062 

0.019 

0.059 

0.018 

0.075 

0.023 

0.089 

0.027 

0.082 

0.025 

0.105 < 
0.03^ 

*0.036 

kü.131 

'Ni|iQ40 

0.128 

0.039 

0.138 

0.042 

0.151 

0.046 

1000 


Notes: 

1. These valúes are based on the following constants: UL-Type RHH w 
are 100 percent IACS copper and 61 percent IACS aluminum, and aluminum a 
it is negligible at these voltages. These resistance valúes are valid only at 75°C (lor 
600-volt wire types operating at 60 Hz. 

2. Effective Z is defined as R cos(0) + X sin(0), where 0 is the power fadíi M8Élfe.pf the ci 
approximation for line-to-neutral voltage drop. Effective impedance valuf^ 
power factor ( PF ), effective impedance ( Ze ) can be calculated from R ai 


Table 10 Conductor Stranding 


n cradled configuration. Wire conductivities 
it IACS. Capacitive reactance is ignored, since 
u for the parameters as given, but are representative for 

Multiplying current by effective impedance gives a good 
valid only at 0.85 power factor. For another Circuit 
is table as follows: Ze = Rx PF + X L sin[arccos(/ J f’)]. 



a Number of strands vary. 

b Aluminum 14 AWG (2.1 mm 2 ) is not available. 

c Conductors with a lesser number of strands shall be permitted based on an evaluation for connectability and bending. [ROP l-185a] 

With the permission of Underwriters Laboratories, Inc., material is reproduced from UL Standard 486A-B, Wire Connectors, which is copyrighted 
by Underwriters Laboratories, Inc., Northbrook, Illinois. While use of this material has been authorized, UL shall not be responsible for the manner 
in which the information is presented, ñor for any interpretations thereof. For more information on UL or to purchase standards, please visit our 
Standards website at www.comm-2000.com or cali 1-888-853-3503. 
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Tables 11(A) and 11(B) 

For listing purposes, Table 11 (A) and Table 11(B) provide the required power source limitations for Class 2 and Class 3 
power sources. Table 11(A) applies for altemating-current sources, and Table 11(B) applies for direct-current sources. 

The power for Class 2 and Class 3 circuits shall be either (1) inherently limited, requiring no overcurrent protection, or 
(2) not inherently limited, requiring a combination of power source and overcurrent protection. Power sources designed for 
interconnection shall be listed for the purpose. 

As part of the listing, the Class 2 or Class 3 power source shall be durably marked where plainly visible to indícate the 
class of supply and its electrical rating. A Class 2 power source not suitable for wet location use shall be so marked. 

Exception: Limited power circuits used by listed information technology equipment. 

Overcurrent devices, where required, shall be located at the point where the conductor to be protected receives its supply 
and shall not be interchangeable with devices of higher ratings. The overcurrent device shall be permitted as an integral part 
of the power source. 


Table 11(A) Class 2 and Class 3 Alternating-Current Power Source Limitations 


Power Source 

Inherently Limited Power Source (Overcurrent^^^ 

Protection Not Required) 

Not Inherently Limited Power Source 
(Overcurrent Protection Required) 

Class 2 


^^^£lass 2 

Class 3 

Source voltage 

V max (volts) 

(see Note 1) 

0 through 20* 

Over 20 and 
through 30* 

Over 30 a^H 
through lfl 

'Oyer 3^^d 
throuáf 100 

0 througír 
20* 

Over 20 and 
through 30* 

Over 30 and 
through 100 

O ver 100 and 
through 150 

Power limitations 

VAm„ (volt-amperes) 

(see Note 1) 

- 

- 

N 

AT 

250 (see 
Note 3) 

250 

250 

N.A. 

Current limitations 

Innx (amperes) 

(see Note 1) 

8.0 


T 

15WV max 

1000/V max 

1000/V m „ 

iooo/v m „ 

1.0 

protection (amperes) 

- i 




5.0 

100/V max 

100/ V max 

1.0 

Power source 
máximum 
nameplate 

VA (volt- 
amperes) 



0.005 x 

100 

5.0 x 

100 

100 

100 

Current 5.0 

(amperes) 

J' /V ™ 

0.005 

100/V max 

5.0 

100/V max 

100/V^ 

100/V^ 


Table 11(B) Class 2 and Class 3 Direct-Current Power Source Limitations 


Power Source 

Inherently Limited Power Source (Overcurrent 
Protection Not Required) 

Not Inherently Limited Power Source 
(Overcurrent 

Protection Required) 

Class 2 

Class 3 

Class 2 

Class 3 

Source voltage 

Vmax (volts) 

(see Note 1) 

0 through 
20* 

Over 20 and 
through 30* 

Over 30 and 
through 60* 

Over 60 and 
through 150 

Over 60 

through 

100 

0 through 
20* 

Over 20 and 
through 60* 

Over 60 

through 

100 

Over 100 
and through 
150 
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TABLES 


Table 11(B) Continued 


Power Source 

Inherently Limited Power Source (Overcurrent 
Protection Not Required) 

Not Inherently Limited Power Source 
(Overcurrent 

Protection Required) 

Class 2 

Class 3 

Class 2 

Class 3 

Power limitations 

E4m¡u¡ (volt-amperes) 

(see Note 1) 

- 

- 

- 

- 

- 

250 (see 
Note 3) 

250 

250 

N.A. 

Current limitations 
f„., (amperes) 

(see Note 1) 

8.0 

8.0 

150/V max 

0.005 

150/V^ 

1000/V^ 

1000/V^ 

1000/V^» 

1.0 

Máximum overcurrent 
protection (amperes) 





- 

5.0 

100/V^ 

100/V^ 

1.0 

source 

máximum 

nameplate 

VA 

(volt-amperes) 

5.0 x V max 

too 

too 

0.005x 

100 

5.0 *V mal 

100 

100 

100 

(amperes) 

5.0 

100/V^ 

100/V max 

0.005 

100/v^ 


100/V max 

100/V max 

100/V max 


*Voltage ranges shown are for continuous de in indoor locations or where wel 
Fot interrupted de or wet contact conditions, see Note 4. 

Notes for Tables 11(A) and 11(B) 

l-V^max’ 7 max , and VA max are determined with the current-limiting impedance ir 
t^max- Máximum output voltage regardless of load with rated input applied. 

/ max : Máximum output current under any noncapacitive load, includúd 
transformer limits the output current, 7 max limits apply after 1 n 
as part of a Usted product, is used in combination with a nonpower-limt 
output current, / max lirnits apply after 5 seconds. 

K4 max : Máximum volt-ampere output after 1 minute o: 

2. For nonsinusoidal ac, V max shall not be greater ti 
wiring methods shall be used or V max shall not he _g 

3. If the power source is a transformer, VA mi 

4. For de interrupted at a rate of 10 to 200 Hz, sfi3|»ot be greater tháñ 24.8 volts peak. Where wet contact (immersion not included) is likely 
to occur, Class 3 wiring methods shall be used, or V^. shl^ot be greater than 30 volts for continuous de; 12.4 volts peak for de that is interrupted 
at a rate of 10 to 200 Hz. 


;d) as follows: 

fct'ith overcurrent protection bypassed if used. Where a 
:nt-limiting impedance, listed for the purpose, or 
¡rored energy source, e.g., storage battery, to limit the 


n load and overcurrent protection bypassed if used. 

;t contact (immersion not included) is Ukely to 
(psoidal ac and 21.2 volts peak for nonsinusoidal ac 


r, Class 3 


Tables 12(A) and 12(B) 

For listing purposes, Tables 12(^fcnd 12(fjf provide the required power source limitations for power-limited fire alarm 
sources. Table 12(A) applies for a 1 ternat^fc^rrent sources, and Table 12(B) applies for direct-current sources. The power for 
power-limited fire alarm circuits shall be either (1) inherently limited, requiring no overcurrent protection, or (2) not 
inherently limited, requiring the power to be limited by a combination of power source and overcurrent protection. 

As part of the listing, the PLFA power source shall be durably marked where plainly visible to indicate that it is a 
power-limited fire alarm power source. The overcurrent device, where required, shall be located at the point where the 
conductor to be protected receives its supply and shall not be interchangeable with devices of higher ratings. The overcurrent 
device shall be permitted as an integral part of the power source. 


Table 12(A) PLFA Alternating-Current Power Source Limitations 


Power Source 

Inherently Limited Power Source 
(Overcurrent 

Protection Not Required) 

Not Inherently Limited Power Source 
(Overcurrent 

Protection Required) 

Circuit voltage 

V max (volts) 

(see Note 1) 

0 through 20 

Over 20 and 
through 30 

Over 30 and 
through 100 

0 through 20 

Over 20 and 
through 100 

O ver 100 and 
through 150 
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Table 12(A) Continued 


Power Source 

Inherently Limited Power Source 
(Overcurrent 

Protection Not Required) 

Not Inherently Limited Power Source 
(Overcurrent 

Protection Required) 

Power limitations 

VA max ( volt-amperes) 

(see Note 1) 

— 

— 

— 

250 

(see Note 2) 

250 

N.A. 

Current limitations 

7 max 

(amperes) (see Note 1) 

8.0 

8.0 

150/V max 

1000/V max 

1000/V max 

1.0 

Máximum overcurrent protection 
(amperes) 

- 

- 

- 

5.0 

I00/V max 

1.0 

Power source 
máximum 
nameplate 
ratings 

VA (volt- 
amperes) 

5-0 x V max 

100 

100 

A,5.0 x V max 

100 

100 

Current 

(amperes) 

5.0 

I00/V max 

5 0 

I00/V max 

100/V max 



Notes for Tables 12(A) and 12(B) 

1. y m ax> 4av and ^max arc determined as follows: 

V max : Máximum output voltage regardless of load with rated input applied. 

7 max : Máximum output current under any noncapacitive load, including short Circuit, and with overcurrent protection bypassed if used. Where a 
transformer limits the output current, 7 max limits apply after 1 minute of operation. Where a current-limiting impedance, listed for the purpose, is 
used in combination with a nonpower-limited transformer or a stored energy source, e.g., storage battery, to limit the output current, 7 max limits 
apply after 5 seconds. 

VA max : Máximum volt-ampere output after 1 minute of operation regardless of load and overcurrent protection bypassed if used. Current limiting 
impedance shall not be bypassed when determining 7 max and V4 max . 

2. If the power source is a transformer, is 350 or less when V max is 15 or less. 
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INFORMATIVE ANNEX A 


Informative Annex A Product Safety Standards [ROP 1-186] 


Informative Annex A is not a part of the requirements of 
this NFPA document but is included for informational pur- 
poses only. [ROP l-186a] 

This informative annex provides a list of product safety 
standards used for product listing where that listing is re- 
quired by this Code. It is recognized that this list is current 
at the time of publication but that new standards or modi- 


fications to existing standards can occur at any time while 
this edition of the Code is in efifect. 

This informative annex does not form a mandatory part 
of the requirements of this Code but is intended only to 
provide Code users with informational guidance about the 
product characteristics about which Code requirements 
have been based. 


Product Standard Ñame Product Standard Number 


Aboveground Reinforced Thermosetting Resin conduit (RTRC) and Fittings 
Antenna-Discharge Units 
Arc-Fault Circuit-Interrupters 
Armored Cable 

Attachment Plugs and Receptacles 

Audio, Video and Similar Electronic Apparatus — Safety Requirements 
Batteries for Use in Electric Vehicles 

Batteries For Use in Light Electric Rail (LER) Applications and Stationary Applications 
Belowground Reinforced Thermosetting Resin Conduit (RTRC) and Fittings 
Busways 

Cables — Thermoplastic-Insulated Underground Feeder and Branch-Circuit Cables 
Cables — Thermoplastic-Insulated Wires and Cables 
Cables — Thermoset-Insulated Wires and Cables 
Cable and Cable Fittings for Use in Hazardous (Classified) Locations 
Cables for Non-Power-Limited Fire-Alarm Circuits 
Cables for Power-Limited Fire-Alarm Circuits 
Capacitors 

Cellular Metal Floor Raceways and Fittings 
Circuit Breakers for Use in Communication Equipment 
Circuit Integrity (CI) Cable — Fire Tests for Electrical Circuit Protective 
Circuit Integrity (CI) Cable — Tests for Fire Resistive Cables 
Class 2 Power Units 
Communications Cables 
Communication Circuit Accessories 
Community-Antenna Televisión Cables 
Concentrator Photovoltaic Modules and Assemblies 
Conduit, Tubing, and Cable Fittings 
Connectors for Use in Photovoltaic Systems 
Cord Sets and Power-Supply Cords 
Cover Plates for Flush-Mounted Wiring 
Data-Processing Cable 
Distributed Wiring Hamesses 
Electric Generators 
Electric Heating Appliances 
Electric Sign Components 
Electric Signs 

Electric Spas, Equipment Assemblies, and 
Electric Vehicle (EV) Charging System Equipmenr 
Electric Vehicle Supply Equipment 
Electric Water Heaters for Pools and Tubs 

Electrical Apparatus for Explosive Gas Atmospheres — Part 15: Type of Protection “n” 

Electrical Apparatus for Use in Class I, Zone 1 Hazardous (Classified) Locations Type of 
Protection — Encapsulation “m” 

Electrical Apparatus for Use in Zone 20, Zone 21, and Zone 22 Hazardous (Classified) Locations ANSI/ISA-61241-18 

— Protection by Encapsulation “mD” 

Electrical Apparatus for Use in Zone 21 and Zone 22 Hazardous (Classified) Locations — ANSI/ISA-61241-1 

Protection by Enclosure “tD” 

Electrical Apparatus for Use in Zone 20, Zone 21, and Zone 22 Hazardous (Classified) Locations ANSI/ISA-61241-0 

— General Requirements 

Electrical Apparatus for Use in Zone 20, Zone 21, and Zone 22 Hazardous (Classified) Locations ANSI/ISA-61241-11 

— Protection by Intrinsic Safety “iD” 

Electrical Apparatus for Use in Zone 21 and Zone 22 Hazardous (Classified) Locations 
Protection by Pressurization “pD” 

Electrical Intermedíate Metal Conduit — Steel 
Electrical Metallic Tubing — Aluminum 
Electrical Metallic Tubing — Steel 
Electrical Nonmetallic Tubing 

Electrical Resistance Heat Tracing for Industrial Applications 
Electrical Rigid Metal Conduit — Steel 
Electric-Battery-Powered Industrial Trucks 



1973 

ul2W 

UL85^ 

UL 493 ^ 

UL 83 
>UL 44 
UL 2225 
UL 1425 
UL 1424 
UL 810 
UL 209 
>UL 489A 
Subject 1724 
UL 2196 
UL 1310 
UL 444 
UL 1863 
UL 1655 
Subject 8703 
UL514B 
Subject 6703 
UL 817 
UL514D 
UL 1690 
Subject 9703 
UL 1004-4 
UL 499 
UL 879 
UL 48 
UL 1563 
UL 2202 
UL 2594 
UL 1261 

ANSI/ISA-60079-15/ANSI/UL 60079-15 
ANSI/ISA-60079-18/ANSI/UL 60079-18 


ANSI/ISA-61241-2 

UL 1242 
UL797A 
UL 797 
UL 1653 
TF. F.F. 515 
UL 6 
UL 583 
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Product Standard Ñame 


Product Standard Number 


Low-Voltage Lighting Systems 

Low-Voltage Swichgear and Controlgear - Part 4-1A: Contactors and Motor-Starters- 
Electromechanical Contactors and Motor-Starters 
Low-Voltage Switchgear and Controlgear - Part 5-2: Control Circuit Devices and Switching 
Elements - Proximity Switches 
Low Voltage Transformers - Part 1: General Requirements 
Low Voltage Transformers - Part 3: Class 2 and Class 3 Transformers 
Luminaire Reflector Kits for Installation on Previously Installed Fluorescent Luminaires, 
Supplemental Requirements 
Luminaires 

Machine-Tool Wires and Cables 
Manufacturad Wiring Systems 

Medical Electrical Equipment — Part 1: General Requirements for Safety 

Médium-Voltage AC Contactors, Controllers, and Control Centers 

Médium-Voltage Power Cables 

Metal-Ciad Cables 

Metallic Outlet Boxes 

Mobile Home Pipe Heating Cable 

Molded-Case Circuit Breakers, Molded-Case Switches, and Circuit-Breaker Enclosures 
Molded-Case Circuit Breakers, Molded-Case Switches, and Circuit-Breaker Enclosures for Use 
with Photovoltaic (PV) Systems 
Motor Control Centers 
Motor-Operated Appliances 

Multi-Pole Connectors for Use in Photovoltaic Systems 
Neón Transformers and Power Supplies 

Nonincendive Electrical Equipment for Use in Class I and II, División 2 and Class ni, Di™É| 
and 2 Hazardous (Classified) Locations 
Nonmetallic Outlet Boxes, Flush-Device Boxes, and Covers 
Nonmetallic Surface Raceways and Fittings 
Nonmetallic Underground Conduit with Conductors 
Office Fumishings 
Optical Fiber Cable 

Optical Fiber and Communication Cable Raceway 
Panelboards 

Performance Requirements of Detectors for Flammable Gases 
Personnel Protection Systems for Electric Vehicle (EV) Supply Circuits; 

General Requirements 

Personnel Protection Systems for Electric Vehicle Supply Cin^||| 

Particular Requirements for Protection Devices for Usea^^H 
Photovoltaic DC Arc-Fault Circuit Protection 
Photovoltaic Junction Boxes 
Photovoltaic Wire 

Plugs, Receptacles and Couplers for Electrical Vehicl 
Portable Electric Luminaires 
Portable Power-Distribution Equipment 
Potting Compounds for Swimming Pool, 

Power Conversión Equipment 
Power Outlets 

Power Units Other Than Class 2 
Power-Limited Circuit Cables 
Professional Video and Audio Equipment 

Programmable Controllers - Part 2: Lquipmenl_ 

Protectors for Coaxial Communications Circuits^ 

Protectors for Data Communication and Fire Alan 
Protectors for Pairad-Conductor Communications Circuits 
Reference Standard for Electrical Wires, Cables, and Flexible Cords 

Requirements for Process Sealing Between Electrical Systems and Potentially Flammable oí 
Combustible Process Fluids 
Residential Pipe Heating Cable 
Roof and Gutter De-Icing Cable Units 
Room Air Conditioners 

Rotating Electrical Machines - General Requirements 
Schedule 40, 80, Type EB and A Rigid PVC Conduit and Fittings 
Schedule 40 and 80 High Density Polyethylene (HDPE) Conduit 
Sealed Wire Connector Systems 
Seasonal and Holiday Decorative Products 
Secondary Protectors for Communications Circuits 
Self-Ballasted Lamps and Lamp Adapters 
Service-Entrance Cables 

Smoke Detectors for Fire Alarm Signaling Systems 
Solar Trackers 
Specialty Transformers 
Splicing Wire Connectors 

Stage and Studio Luminaires and Connector Strips 
Standby Batteries 

Stationary Engine Generator Assemblies 
Strut-Type Channel Raceways and Fittings 



ts and Tests 


Subject 1699B 
Subject 3730 
Subject 4703 
UL 2251 
UL 153 
UL 1640 
UL676A 
UL508C 
UL 231 
UL 1012 
UL 13 
UL 1419 
UL 61131-2 
UL497C 
UL497B 
UL 497 
UL 1581 

ANSI/ISA-12.27.01 

Subject 2049 
Subject 1588 
UL 484 
UL 1004-1 
UL 651 
UL 651A 
UL486D 
UL 588 
UL497A 
UL 1993 
UL 854 
UL 268 
Subject 3703 
UL 506 
UL486C 
UL 1573 
UL 1989 
UL 2200 
UL5B 
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Product Standard Ñame 


Product Standard Number 


Supplemental Requirements for Extra-Heavy Wall Reinforced Thermosetting Resin Conduit 
(RTRC) and Fittings 
Surface Metal Raceways and Fittings 

Surface Raceways and Fittings for Use with Data, Signal and Control Circuits 
Surge Arresters — Gapped Silicon-Carbide Surge Arresters for AC Power Circuits 
Surge Arresters — Metal-Oxide Surge Arresters for AC Power Circuits 
Swimming Pool Pumps, Filters, and Chlorinators 
Switchboards 

Thermally Protected Motors 

Transfer Switch Equipment 

Underfloor Raceways and Fittings 

Underwater Luminaires and Submersible Junction Boxes 

Uninterruptible Power Systems 

Vacuum Cleaners, Blower Cleaners, and Flousehold Floor Finishing Machines 
Waste Disposers 

Wind Turbine Generating Systems 
Wind turbine Generating Systems - Small 
Wire Connectors 

Wireways, Auxiliary Gutters, and Associated Fittings 


UL2515A 

UL 5 
UL5C 
IEEE C62.1 
IEEE C62.ll 
UL 1081 
UL 891 
UL 1004-3 
UL 1008 
UL 884 
UL 676 
UL 1778 
UL 1017 
UL 430 
Subject 6140 
Subject 6142 
UL 486A-486B 
UL 870 
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Informative Annex B Application Information for Ampacity Calculation 


This informative annex is not a part ofthe requirements of 
this NFPA document but is includedfor informational pur- 
poses only. 


(Rho), see ANSI/IEEE Standard 442-1996, Guide for Soil 
Thermal Resistivity Measurements. 


B.310.15(B)(1) Equation Application Information. This 
informative annex provides application information for am- 
pacities calculated under engineering supervisión. 


B.310.15(B)(2) Typical Applications Covered by Tables. 

Typical ampacities for conductors rated 0 through 2000 
volts are shown in Table B.310.15(B)(2)(1) through Table 
B.310.15(B)(2)(10). Table B.310.15(B)(2)(11) provides the 
adjustment factors for more than three current-carrying 
conductors in a raceway or cable with load diversity. Un- 
derground electrical duct bank configurations, as detailed in 
Figure B.310.15(B)(2)(3), Figure B.310.15(B)(2)(4), and 
Figure B.310.15(B)(2)(5), are utilized for conductors rated^ 
0 through 5000 volts. In Figure B.310.15(B)(2)(2) through^ 
Figure B.310.15(B)(2)(5), where adjacent duct banks are ' 
used, a separation of 1.5 m (5 ft) between the centej^gs of 
the closest ducts in each bank or 1.2 m (4 ft) t 
extremities of the concrete envelopes is suffid^n to prej® 
derating of the conductors due to mutual^fcrtingd 
ampacities were calculated as detailed in the bíSk^pacity 
paper, AIEE Paper 57-660, The (ffü'pMtipn of m^Tem- 
perature Rise and Load CapabiU^^f Cable ; $ystems, % J. 
H. Neher and M. H. McGrath^or additional information 
concerning the application o^®tese ampMties, see 
IEEE/ICEA Standard S-135/P-46-^^^ow^^a¿/e Am¬ 
pacities, and IEEE Standard 835-1994. Umdard Power 
Cable Ampacity Tables. 

Typical valúes of thermal resistivity (Rho) are as fol- 

lows: 

Average soil (90 percent of USA) = 90 
Concrete = 55 

Damp soil (coastal areas, high water table) = 60 
Paper insulation = 550 
Polyethylene (PE) = 450 
Polyvinyl chloride (PVC) = 650 
Rubber and rubber-like = 500 
Very dry soil (rocky or sandy) =120 
Thermal resistivity, as used in this informative annex, 
refers to the heat transfer capability through a substance by 
conduction. It is the reciprocal of thermal conductivity and 
is normally expressed in the units°C-cm/watt. For addi¬ 
tional information on determining soil thermal resistivity 


B.310.15(B)(3) Criteria Modifications. Where valúes of 
load factor and Rho are known for a particular electrical 
duct bank installation and they are diiferent from those 
shown in a specific table or figure, the ampacities shown in 
the table or figure can be modified by the application of 
factors derived from the use of Figure B.310.15(B)(2)(1). 

Where two diiferent ampacities apply to adjacent por- 
tions of a circuit, the higher ampacity can be used beyond 
the point of transiti^^ a distance equal to 3 m (10 ft) or 
10 percent of Ü^prcuit length calculated at the higher 
ampacity, wW^^^ms less. 

Wher^tiwburia^ktfh of direct burial or electrical duct 
bank chj^ms are modii^^rom the valúes shown in a fig¬ 
ure o«m>le, ampacities cafi^ modified as shown in (a) and 

(a^fcwere burial depths are increased in part(s) of an 
^electrica^^^t run to avoid underground obstructions, no 
¡gse in jk^acity of the conductors is needed, provided 
yj tn of parts of the duct run increased in depth to 
ffld obstmctions is less than 25 percent of the total run 
fngth. 

k (b) Where burial depths are deeper than shown in a 
*cific underground ampacity table or figure, an ampacity 
^derating factor of 6 percent per increased 300 mm (foot) of 
depth for all valúes of Rho can be utilized. No rating 
change is needed where the burial depth is decreased. 


B.310.15(B)(4) Electrical Ducts. The term electrical 
duct(s) is defined in 310.60. 


B.310.15(B)(5) Table B.310.15(B)(2)(6) and Table 
B.310.15(B)(2)(7). 

(a) To obtain the ampacity of cables installed in two 
electrical ducts in one horizontal row with 190-mm (7.5- 
in.) center-to-center spacing between electrical ducts, simi¬ 
lar to Figure B.310.15(B)(2)(2), Detail 1, multiply the am¬ 
pacity shown for one duct in Table B.310.15(B)(2)(6) and 
Table B.310.15(B)(2)(7) by 0.88. 

(b) To obtain the ampacity of cables installed in four 
electrical ducts in one horizontal row with 190-mm (7.5- 
in.) center-to-center spacing between electrical ducts, simi¬ 
lar to Figure B.310.15(B)(2)(2), Detail 2, multiply the am¬ 
pacity shown for three electrical ducts in Table 
B.310.15(B)(2)(6) and Table B.310.15(B)(2)(7) by 0.94. 
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B.310.15(B)(6) Electrical Ducts Used in Figure 
B.310.15(B)(2)(2). If spacing between electrical ducts, as 
shown in Figure B.310.15(B)(2)(2), is less than specified in 
Figure B.310.15(B)(2)(2), where electrical ducts enter 
equipment enclosures from underground, the ampacity of 
conductors contained within such electrical ducts need not 
be reduced. 

B.310.15(B)(7) Examples Showing Use of Figure 
B.310.15(B)(2)(1) for Electrical Duct Bank Ampacity 
Modifications. Figure B.310.15(B)(2)(1) is used for inter- 
polation or extrapolation for valúes of Rho and load factor 
for cables installed in electrical ducts. The upper family of 
curves shows the variation in ampacity and Rho at unity 
load factor in terms of /,, the ampacity for Rho = 60, and 
50 percent load factor. Each curve is designated for a par¬ 
ticular ratio / 2 //j, where I 2 is the ampacity at Rho =120 and 
100 percent load factor. 

The lower family of curves shows the relationship be¬ 
tween Rho and load factor that will give substantially the 
same ampacity as the indicated valué of Rho at 100 percent 
load factor. 


As an example, to find the ampacity of a 500-kcmil 
copper cable circuit for six electrical ducts as shown in 
Table B.310.15(B)(2)(5): At the Rho = 60, LF = 50, /, = 
583; for Rho = 120 and LF = 100, 1 2 = 400. The ratio / 2 //, 
= 0.686. Lócate Rho = 90 at the bottom of the chart and 
follow the 90 Rho line to the intersection with 100 percent 
load factor where the equivalent Rho = 90. Then follow the 
90 Rho line to / 2 //iratio of 0.686 where F = 0.74. The 
desired ampacity = 0.74 x 583 =431, which agrees with the 
table for Rho = 90, LF = 100. 

To determine the ampacity for the same circuit where 
Rho = 80 and LF = 75, using Figure B.310.15(B)(2)(1), the 
equivalent Rho = 43, F = 0.855, and the desired ampacity = 
0.855 x 583 = 498 amperes. Valúes for using Figure 
B.310.15(B)(2V1) are found in the electrical duct bank am¬ 
pacity tabl^^w this informative annex. 

WhapKsload factor is less than 100 percent and can 
be veJÉed I^fc^asurement or calculation, the ampacity of 
clerical duct^fckinstallations can be modified as shown. 

fferent valúes cm Éfao can be accommodated in the same 
manneiJ 


Table B.310.15(B)(2)(1) Ampacities of Two or Three Insulated Com 
Covering (Multiconductor Cable), in Raceway in Free ^ 


i, Rated 0 Through 2000 Volts, Within a 
bient Air Temperature of 30°C (86°F)* 


Table 310.104(A).] 


Overall 



60°C (140°F) 

75°C (T67°F) 


60°C (140°F) 

75°C (167°F) 

90°C (194°F) 





Types THfiÉL 








THHW, 



Types THHN, 





THW-2, 



THHW, 





THWN-2, 



THW-2, 





RHH, 



THWN-2, 




Types RHW, 

k. RWH-2, 



RHH, 




THHW, 

^ USE-2, 


Types RHW, 

RWH-2,USE-2, 




THW, 

XHHW, 


THHW, THW, 

XHHW, 




THWN, 

XHHW-2, 


THWN, 

XHHW-2, 



Types TW, UFl 

XHHW, ZW 

ZW-2 

Type TW 

XHHW 

ZW-2 


Size (AWG or 




ALUMINUM OR COPPER-CLAD 

Size (AWG or 

kcmil) 


COPPER 



ALUMINUM 


kcmil) 

14 

16** 

18** 

21** 

_ 

_ 

_ 

14 

12 

20** 

24** 

27** 

16** 

18** 

21** 

12 

10 

27** 

33** 

36** 

21** 

25** 

28** 

10 

8 

36 

43 

48 

28 

33 

37 

8 

6 

48 

58 

65 

38 

45 

51 

6 

4 

66 

79 

89 

51 

61 

69 

4 

3 

76 

90 

102 

59 

70 

79 

3 

2 

88 

105 

119 

69 

83 

93 

2 

1 

102 

121 

137 

80 

95 

106 

1 

1/0 

121 

145 

163 

94 

113 

127 

1/0 

2/0 

138 

166 

186 

108 

129 

146 

2/0 

3/0 

158 

189 

214 

124 

147 

167 

3/0 

4/0 

187 

223 

253 

147 

176 

197 

4/0 
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Table B.310.15(B)(2)(1) Continued 
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Table B.310.15(B)(2)(3) Continued 



Temperature Rating of Conductor. [See Table 310.104(A).] 



60°C 

75°C 

85°C 

90°C 

60° C 

75°C 

85°C 

90°C 


Size (AWG 

(140°F) 

(167°F) 

(185°F) 

(194°F) 

(140°F) 

(167°F) 

(185°F) 

(194°F) 

Size (AWG 









or kcmil) 


COPPER 


ALUMINUM OR COPPER-CLAD ALUMINUM 

or kcmil) 

2/0 

143 

184 

206 

215 

111 

144 

160 

168 

2/0 

3/0 

165 

213 

238 

249 

129 

166 

185 

194 

3/0 

4/0 

190 

245 

274 

287 

149 

192 

214 

224 

4/0 

250 

212 

274 

305 

320 

166 

214 

239 

250 

250 

300 

237 

306 

341 

357 

186 

240 

268 

280 

300 

350 

261 

337 

377 

394 

205 

265 

296 

309 

350 

400 

281 

363 

406 

425 

222 

287 

317 

334 

400 

500 

321 

416 

465 

487 

255 

^0 

368 

385 

500 

600 

354 

459 

513 

538 

284 A 

^368 

410 

429 

600 

700 

387 

502 

562 

589 

306 A 

*^^05 

462 

473 

700 

750 

404 

523 

586 

615 

328^ 


473 

495 

750 

800 

415 

539 

604 

633 



490 

513 

800 

900 

438 

570 

639 

670 

362 

46^^ 

514 

548 

900 

1000 

461 

601 

674 

707 j 

y 385 ^ 

499 ^ 

' 558 

584 

1000 


*Refer to 310.15(B)(2) for the ampacity correction factors where the ai 
**Unless otherwise specifically permitted elsewhere in this Code, the overcuH 
for 14 AWG, 20 amperes for 12 AWG, and 30 amperes for lüÉBj^ícopper; ( 
and copper-clad aluminum. 


Table B.310.15(B)(2)(11) Adjustment Facto^ 
Three Current-Carrying Conductors ii " 
with Load Diversity 



¡rature is other than 40°C (104°F). 
rotection for these conductor types shall not exceed 15 amperes 
iperes for 12 AWG and 25 amperes for 10 AWG aluminum 


*Number of conductors is the total number of conductors in the race- 
way or cable adjusted in accordance with 310.15(B)(4) and (5). 
**These factors include the efifects of a load diversity of 50 percent. 


Informational Note: The ampacity limit for 10 through 85 
current-carrying conductors is based on the following equa- 
tion. For more than 85 conductors, special calculations are 
required that are beyond the scope of this table. 


ampacity from Table 310.15(B)(16), Table 
310.15(B)(18), Table B.310.15(B)(2)(1), Table 
B.310.15(B)(2)(6), or Table B.310.15(B)(2)(7) 
multiplied by the appropriate adjustment factor 
from Table B.310.15(B)(2)(11). 
total number of conductors used to select 
adjustment factor from Table 
B.310.15(B)(2)(11) 

number of conductors carrying current 
simultaneously in the raceway or cable 
ampacity limit for the current-carrying 
conductors in the raceway or cable 

Example 1 

Calcúlate the ampacity limit for twelve 14 AWG 
THWN current-carrying conductors (75 °C) in a raceway 
that contains 24 conductors that may, at different times, be 
current-carrying. 


>r A lt whichever is less 


= 14 amperes (i.e., 50 percent diversity) 
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Table B.310.15(B)(2)(5) Ampacities of Single Insulated Conductors, Rated 0 through 2000 Volts, in Nonmagnetic Underground 
Electrical Ducts (One Conductor per Eleetrical Duct), Based on Ambient Earth Temperature of 20°C (68°F), Electrical Duct 
Arrangement in Accordance with Figure B.310.15(B)(2)(2), Conductor Temperature 75°C (167°F) 



Example 2 

Calcúlate the ampacity limkjor eighteeBl4 AWG 
THWN current-carrying conductoraB25°C) b» raceway 
that contains 24 conductors that may^^^j^ent times, be 
current-carrying. 


A, = ^°' 5 ^ 2 ^ X20(0.7) = 11.5 amperes 
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Table B.310.15(B)(2)(6) Ampacities of Three Insulated Conductors, Rated 0 through 2000 Volts, Within an Overall Covering 
(Three-Conductor Cable) in Underground Electrical Ducts (One Cable per Electrical Duct) Based on Ambient Earth 
Temperature of 20°C (68°F), Electrical Duct Arrangement in Accordance with Figure B.310.15(B)(2)(2), Conductor Temperature 
75°C (167°F) 


1 Electrical Duct 
(Fig. 

B.310.15(B)(2)(2), 
Detail 1) 

Types RHVV, 
THHW, THW, 
Size THWN, XHHW, 
(AWG USE 




3 Electrical 
Ducts (Fig. 
B.310.15(B)(2)(2), 
Detail 2) 

Types RHW, 
THHW, THW, 
THWN, XHHW, 
USE 


6 Electrical 
Ducts (Fig. 
B.310.15(B)(2)(2), 
Detail 3) 

Types RHW, 
THHW, THW, 
THWN, XHHW, 
USE 


1 Electrical Duct 
(Fig. 

B.310.15(B)(2)(2), 
Detail 1) 

Types RHW, 
THHW, THW, 
THWN, XHHW, 
USE 


3 Electrical 
Ducts (Fig. 
B.310.15(B)(2)(2), 
Detail 2) 

Types RHW, 
THHW, THW, 
THWN, XHHW, 
USE 


6 Electrical 
Ducts (Fig. 
B.310.15(B)(2)(2), 
Detail 3) 

Types RHW, 
THHW, THW, 
THWN, XHHW, 
USE 


COPPER 


ALUMINUM OR COPPER-CLAD ALUMINUM 


Size 

(AWG 


RHO RHO RHO 

60 90 120 

LF LF LF 

50 100 100 


58 


54 


1/0 177 160 156 
2/0 203 183 178 


250 297 265 256 
350 363 321 310 
500 444 389 375 
750 552 478 459 
1000 628 539 518 


bient 
Temp. 

(°C) 

6-10 1.09 

11-15 1.04 

16-20 1.00 

21-25 0.95 

26-30 0.90 


RHO RHO RHO 

60 90 120 

LF LF LF 

50 100 100 


RHO RHO RHO ] 

60 90 120 

LF LF LF 

50 100 100 



233 207 201 
285 252 244 
352 308 297 
446 386 372 
521 447 - 


Correction Factors 


1.04 

1.00 

0.95 

0.90 


RHO RHO RHO 

60 90 120 

LF LF LF 

50 100 100 


41 


32 


30 


122 90 84 


160 116 107 
183 131 121 

202 144 132 
245 172 158 
299 207 190 


bient 

Temp. 

(°F) 

43-50 

52-59 

61-68 

70-77 

79-86 
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Table B.310.15(B)(2)(7) Ampacities of Three Single Insulated Conductors, Rated 0 Through 2000 Volts, In Underground 
Electrical Ducts (Three Conductors per Electrical Duct) Based on Ambient Earth Temperature of 20°C (68°F), Electrical Duct 
Arrangement in Accordance with Figure B.310.15(B)(2)(2), Conductor Temperature 75°C (167°F) 
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Table B.310.15(B)(2)(8) Ampacities of Two or Three Insulated Conductors, Rated 0 Through 2000 Volts, Cabled Within an 
Overall (Two- or Three-Conductor) Covering, Directly Buried in Earth, Based on Ambient Earth Temperature of 20°C (68°F), 
Electrical Duct Arrangement in Accordance with Figure B.310.15(B)(2)(2), 100 Percent Load Factor, Thermal Resistance (Rho) 
of 90 



1 Cable (Fig. 
B.310.15(B)(2)(2), Detail 
5) 

2 Cables (Fig. 
B.310.15(B)(2)(2), Detail 
6) 

1 Cable (Fig. 
B.310.15(B)(2)(2), Detail 
5) 

2 Cables (Fig. 
B.310.15(B)(2)(2), Detail 
6) 



60°C 

75°C 

60°C 

75°C 

60°C 

75°C 

60°C 

75°C 



(140°F) 

(167°F) 

(140°F) 

(167°F) 

(140°F) 

(167°F) 

(140°F) 

(167°F) 



TYPES 

TYPES 




RHW, 


RHW, 


RHW, 


RHW, 




THHW, 


THHW, 


THHW, 


THHW, 




THW, 


THW, 


THW, 


THW, 




THWN, 


THWN, 


THWN, 


THWN, 




XHHW, 


XHHW, 


XHHW, 


XHHW, 



UF 

USE 

UF 

USE 

UF 

^TJSE 

UF 

USE 

Size (AWG 







^ - 



or kcmil) 


COPPER 


ALUMINU 

M O^COPPER-CLAD ALUMINUM 

or kcmil) 

8 

64 

75 

60 

70 


59^^ 

47 

55 

8 

6 

85 

100 

81 

95 


75 ^ 

► 60 

70 

6 

4 

107 

125 

100 

117 4 

^ 83 J 

97 

78 

91 

4 

2 

137 

161 

128 

150 


126 

110 

117 

2 

1 

155 

182 

145 

170 


142 

113 

132 

1 

1/0 

177 

208 

165 


138^^ 

162 

129 

151 

1/0 

2/0 

201 

236 

188 



184 

146 

171 

2/0 

3/0 

229 

269 

213 

250 


210 

166 

195 

3/0 

4/0 

259 

304 

241^^ 

28^^ 

203 

238 

188 

220 

4/0 

250 

- 

333 


1 308 

- 

261 

- 

241 

250 

500 

_ 

481 



_ 

381 

_ 

350 

500 

750 

— 

58^^ 


535 

— 

473 

— 

433 

750 

1000 

— 



600 

— 

545 

— 

497 

1000 

Ambient 




Correction Factors 




Ambient 

Temp. 









Temp. (°F) 

(°C) 










6-10 

1.12 

1.09 

(/ 1.12 

1.09 

1.12 

1.09 

1.12 

1.09 

43-50 

11-15 

1.06 

1.04^ 

1.06 

1.04 

1.06 

1.04 

1.06 

1.04 

52-59 

16-20 

1.00 

1.00 

1.00 

1.00 

1.00 

1.00 

1.00 

1.00 

61-68 

21-25 

0.94 

0.95 

0.94 

0.95 

0.94 

0.95 

0.94 

0.95 

70-77 

26-30 

0.87 

0.90 

0.87 

0.90 

0.87 

0.90 

0.87 

0.90 

79-86 


Note: For ampacities of Type UF cable in underground electrical ducts, multiply the ampacities shown in the table by 0.74. 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-793 










































INFORMATIVE ANNEX B 


Table B.310.15(B)(2)(9) Ampacities of Three Triplexed Single Insulated Conductors, Rated 0 Through 2000 Volts, Directly 
Buried in Earth Based on Ambient Earth Temperature of 20°C (68°F), Electrical Duct Arrangement in Accordance with Figure 
B.310.15(B)(2)(2), 100 Percent Load Factor, Thermal Resistance (Rho) of 90 



See Fig. 

B.310.15(B)(2)(2), 
Detail 7 

See Fig. 

B.310.15(B)(2)(2), 
Detail 8 

See Fig. 

B.310.15(B)(2)(2), 
Detail 7 

See Fig. 

B.310.15(B)(2)(2), 
Detail 8 



60°C 

75°C 

60°C 

75°C 

60°C 

75°C 

60°C 

75°C 



(140°F) 

(167°F) 

(140°F) 

(167°F) 

(140°F) 

(167°F) 

(140°F) 

(167°F) 



TYPES 

TYPES 


Size (AWG 

UF 

USE 

UF 

USE 

UF 

USE 

UF 

USE 


or kcmil) 

COPPER 

ALUMINUM OR COPPER-CLAD ALUMINUM 

or kcmil) 

8 

72 

84 

66 

77 

55 

65 

51 

60 

8 

6 

91 

107 

84 

99 

72 

84 A 

> 66 

77 

6 

4 

119 

139 

109 

128 

92 

io8^r 

85 

100 

4 

2 

153 

179 

140 

164 

119 

j 

109 

128 

2 

1 

173 

203 

159 

186 

135 

158 

k 124 

145 

1 

1/0 

197 

231 

181 

212 

154 A 

r 180 


165 

1/0 

2/0 

223 

262 

205 

240 


2(£ 

159 

187 

2/0 

3/0 

254 

298 

232 

272 

199 


181 

212 

3/0 

4/0 

289 

339 

263 

308 

226^^ 

265 

206 

241 

4/0 

250 

_ 

370 

_ 

336 ^ 

_ ^ 



263 

250 

350 

— 

445 

— 

403 W 



— 

316 

350 

500 

— 

536 

— 

483 ^ 



— 

382 

500 

750 

— 

654 

— 

587 

k ^ 

^525 

— 

471 

750 

1000 

— 

744 

— . 


y 

608 

— 

544 

1000 



NATIONAL ELECTRICAL CODE 2014 Edition 







































INFORMATTVE ANNEX B 


Table B.310.15(B)(2)(10) Ampacities of Three Single Insulated Conductors, Rated 0 Through 2000 Volts, Directly Burled in 
Earth Based on Amblent Earth Temperature of 20°C (68°F), Electrical Duct Arrangement In Accordance with Figure 
B.310.15(B)(2)(2), 100 Percent Load Factor, Thermal Resistance (Rho) of 90 



See Fig. 

B.310.15(B)(2)(2), 
Detail 9 

See Fig. 

B.310.15(B)(2)(2), 
Detail 10 

See Fig. 

B.310.15(B)(2)(2), 
Detail 9 

See Fig. 

B.310.15(B)(2)(2), 
Detail 10 



60°C 

75°C 

60°C 

75°C 

60° C 

75°C 

60°C 

75°C 



(140°F) 

(167°F) 

(140°F) 

(167°F) 

(140°F) 

(167°F) 

(140°F) 

(167°F) 



TYPES 

TYPES 


Size (AWG 

UF 

USE 

UF 

USE 

UF 

USE 

UF 

USE 

Size (AWG 









or kcmil) 


COPPER 


ALUMINUM OR COPPER-CLAD ALUMINUM 

or kcmil) 

8 

84 

98 

78 

92 

66 

J1 

61 

72 

8 

6 

107 

126 

101 

118 

84 


78 

92 

6 

4 

139 

163 

130 

152 

108 

127 

101 

118 

4 

2 

178 

209 

165 

194 

139 A 

^.163 

129 

151 

2 

1 

201 

236 

187 

219 



146 

171 

1 

1/0 

230 

270 

212 

249 

AS 

/yf9 


165 

194 

1/0 

2/0 

261 

306 

241 

283 

^T204 

239 ^ 

► 188 

220 

2/0 

3/0 

297 

348 

274 

321 A 

f 232^^ 

272 

213 

250 

3/0 

4/0 

336 

394 

309 

362 1 

¿a/ 

307 

241 

283 

4/0 

250 

_ 

429 

_ 

jg94 


335 


308 

250 

350 

— 

516 

— 



403 

— 

370 

350 

500 

— 

626 

— 



490 

— 

448 

500 

750 

— 

767 

— 



605 

— 

552 

750 

1000 

_ 

887 


808 

_ 

706 


642 

1000 

1250 

— 

979 

■ 

f 89Í' 

— 

787 

— 

716 

1250 

1500 

— 

1063 4 

f 


— 

862 

— 

783 

1500 

1750 

— 

1133 



— 

930 

— 

843 

1750 

2000 

— 

1195^ 


1082 

— 

990 

— 

897 

2000 

Ambient 




Correction Factors 




Ambient 

Temp.(°C) 









Temp.(°F) 

6-10 

1.12 


M. 12 

1.09 

1.12 

1.09 

1.12 

1.09 

43-50 

11-15 

1.06 


\^Fm)6 

1.04 

1.06 

1.04 

1.06 

1.04 

52-59 

16-20 

1.00 

lü^i 

W loo 

1.00 

1.00 

1.00 

1.00 

1.00 

61-68 

21-25 

0.94 

0.95 ▼ 

[ 0.94 

0.95 

0.94 

0.95 

0.94 

0.95 

70-77 

26-30 

0.87 

0.90 

0.87 

0.90 

0.87 

0.90 

0.87 

0.90 

79-86 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-795 








































INFORMATIVE ANNEX B 




(7.5 ¡n.) (7.5 ¡n.) 


Detail 4 

675 mm x 675 mm 
(27 in. x 27 in.) 
Electrical duct bank 
Nine electrical ducts 


(27 in.x 11.5 in.) 
Electrical duct bank 
Three electrical ducts 


Detail 5 

Buried 3 
conductor 


(7.5 in.) (7.5 | n.) 

n i 

Detail 9 

Buried single-conductor 
cables (1 Circuit) 


Note 1: Minimum burial depths to t( 
accordance with 300.5. M< 
banks shall be 750 m 
direct buried cables shall b 



O Electrical duct 
• Cable or cables 


Figure B.310.15(B)(2)(2) Cable Installation Dimensions for Use with Table B.310.15(B)(2)(5) 
Through Table B.310.15(B)(2)(10). 
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INFORMATTVE ANNEX B 



Informational Note Figure B.310.15(B)(2)(3) Ampacities of 
Single Insulated Conductors Rated 0 through 5000 Volts in 
Underground Electrical Ducts (Three Conductors per Electri- 
cal Duct), Nine Single-Conductor Cables per Phase Based on 
Ambient Earth Temperature of 20°C (68°F), Conductor Tem- 
perature 75°C (167°F). 
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INFORMATIVE ANNEX B 


Surface Surface 



Informational Note Figure B.310.15(B)(2)(4) Ampacities of 
Single Insulated Conductors Rated 0 through 5000 Volts in 
Nonmagnetic Underground Electrical Ducts (One Conductor 
per Electrical Duct), Four Single-Conductor Cables per Phase 
Based on Ambient Earth Temperature of 20°C (68°F), Con¬ 
ductor Temperature 75°C (167°F). 


70-798 
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INFORMATTVE ANNEX C 


Informative Annex C Conduit and Tubing Fill Tables for Conductors and Fixture Wires of 
the Same Size 


This informative annex is not a part of the requirements of 
this NFPA document but is includedfor informational pur- 
poses only. 

Table Page 


C. 1 — Electrical Metallic Tubing (EMT) 

C.l(A)* — Electrical Metallic Tubing (EMT) 

C.2 — Electrical Nonmetallic Tubing (ENT) 

C.2(A)* — Electrical Nonmetallic Tubing (ENT) 

C.3 — Flexible Metal Conduit (EMC) 

C.3(A)* — Flexible Metal Conduit (EMC) 

C.4 — Intermedíate Metal Conduit (IMC) 

C.4(A)* — Intermedíate Metal Conduit (IMC) 

C.5 — Liquidtight Flexible Nonmetallic Conduit (Type LFNC-B) 
C.5(A)*— Liquidtight Flexible Nonmetallic Conduit (Type LFNC-B) 
C.6 — Liquidtight Flexible Nonmetallic Conduit (Type LFNC-A) 
C.6(A)* — Liquidtight Flexible Nonmetallic Conduit (Type LFNC 
C.7 — Liquidtight Flexible Metal Conduit (LFMC) 

C.7(A)*— Liquidtight Flexible Metal Conduit (LFMC) 

C.8 — Rigid Metal Conduit (RMC) 

C.8(A)* — Rigid Metal Conduit (RMC) 

C.9 — Rigid PVC Conduit, Schedule 80 
C.9(A)* — Rigid PVC Conduit, Schedule 80 
C.10 — Rigid PVC Conduit, Schedule 40 and HDPE Cor 
C.10(A)*— Rigid PVC Conduit, Schedule 40 and HDPE 
C.ll — Type A, Rigid PVC Conduit 
C.ll(A)* — Type A, Rigid PVC Condu 
C.12 — Type EB, PVC Conduit 
C.12(A)* — Type EB, PVC Conduit 

*Where this table is used in conjunci 


(AWG 3 /s Vi y 4 1 ÍYt m 2 Vh 3 Vh 4 5 6 

kcmil) 12 16 21 27 35 41 53 63 78 91 103 129 155 

CONDUCTORS 




2014 Edition 


NATIONAL ELECTRICAL CODE 


70-799 


















INFORMATIVE ANNEX C 


Table C.l Continued 


Conductor 


Type 


350 

400 

500 

600 

700 

750 


12 


Trade Size (Metric Designator) 


Vi % 1 VA VA 2 l'h 3 3Vi 4 5 6 

16 21 27 35 41 53 63 78 91 103 129 155 


900 

1000 

1250 

1500 

1750 

2000 

TW, THHW, 14 

THW, THW-2 12 

10 


RHH*, 

RHW*, 

RHW-2* 


_ 8 

14 

12 

10 


TW, THW, 
THHW, 


_8 

6 


RHH*, 

RHW*, 

RHW-2* 


3 


1/0 

2/0 

3/0 

4/0 

250 

300 

350 

400 

500 

600 

700 

750 


THHN, 

THWN, 

THWN-2 


900 

1000 

1250 

1500 

1750 

2000 

14 

12 

10 


J> 


2 

1 

1/0 

2/0 

3/0 

4/0 

250 



70-800 
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INFORMATTVE ANNEX C 


Table C.l Continued 
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INFORMATIVE ANNEX C 


Table C.l Continued 



Conductor 

Trade Size (Metric Designator) 


(AWG 

% Vt 

% 

i m va 

2 VA 3 VA 4 5 6 

Type 

kcmil) 

12 16 

21 

27 35 41 

53 63 78 91 103 129 155 


1750 

0 

0 

0 0 0 

0 1112 


2000 

0 

0 

0 0 0 

0 1111 


FIXTURE WIRES 



Notes: 

1. This table is for concentric strandeT^kráuctors only] 

2. Two-hour fire-rated RHH cable has ce^^^able 
Consult manufacturer’ s conduit fill tables. 

*Types RHH, RHW, and RHW-2 without 


compact stranded conductors, Table C.l (A) should be used. 
which has much larger diameters than other RHH wires. 


70-802 


NATIONAL ELECTRICAL CODE 2014 Edition 

























INFORMATTVE ANNEX C 


Table C.l(A) Máximum Number of Conductors or Fixture Wires in Electrical Metallic Tubing (EMT) 

(Based on Chapter 9: Table 1, Table 4 & Table 5a) [ROP8-204a] 


Trade Size (Metric Designator) 


12 16 21 27 35 


53 63 78 91 103 129 155 


COMPACT CONDUCTORS 



Definition: Compact stranding is the result of a manufacturing process where the standard conductor is 
compressed to the extent that the interstices (voids between strand wires) are virtually eliminated. 


2014 Edition NATIONAL ELECTRICAL CODE 


70-803 




























INFORMATIVE ANNEX C 


Table C.2 Máximum Number of Conductors or Fixture Wires in Electrical Nonmetallic 
Tubing (ENT) (Based on Chapter 9: Table 1, Table 4 & Table 5 ) [ROP8-204a] 


Trade Size (Metric Designator) 


63 78 91 103 129 155 


CONDUCTORS 



70-804 
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INFORMATTVE ANNEX C 


Table C.2 Continued 


Type 

Conductor 

Size 

(AWG/ 

kcmil) 

Trade Size (Metric Designator) 

% Vi % 1 VA VA 2 2Vi 3 3 V¡ 4 5 6 

12 16 21 27 35 41 53 63 78 91 103 129 155 


2000 

0 0 0 0 0 0 

THHN, 

THWN, 

THWN-2 

14 

12 

10 

6 

11 21 34 60 82 135 

8 15 25 43 59 99 

5 9 15 27 37 62 

3 5 9 16 21 36 

1 4 6 11 15 26 

3 

2 

1 

1 2 4 7 9 16 

1 1 3 6 8 13 

1 1 3 5 7 11 

1 1 13 5 8 

1/0 

2/0 

3/0 

4/0 

1 1 13 4 7 

0 1 12 3 6 

0 1113 5 

0 1112 4 ^ 

250 

300 

350 

400 

500 

0 0 1113 

001113 

001112 

oooiii 

0 0 0 1 1 1 ▲ 

600 

700 

750 

800 

900 

1000 

ó ó ó i i i 

0 0 0 0 1 1 

0 0 0 0 1 

0 0 0 0 1 

000011 

0 0 0 0 1 

FEP, 

FEPB, 

PFA, 

PFAH, 

TFE 

14 

12 

10 

11 20 33 58 7S 

8 15 24 42 ^ 

6 10 17 30 41 

3 6 24 

s 


6 

3 

2 

2 4 MT «17» 

; mi mJL3 

PFA, 

PFAH, 

TFE 

1 

ys : 

PFA, 

PFAH, 

TFE, Z 

1/0 

2/0 

3/0 

4/0 

i i ▼ 4 8 

1 ■ 4 6 

1 M 2 3 5 

'J 1 1 2 4 

Z 

14 

12 

10 

6 

13 24 "40 70 95 158 

9 28 49 68 112 

6 10 17 30 41 69 

3 6 11 19 26 43 

2 4 7 13 18 30 

3 

2 

1 

1 3 5 9 12 21 

1 2 4 6 9 15 

1 1 3 5 7 12 

1 1 2 4 6 10 

XHHW, 

ZW, 

XHHW-2, 

XHH 

14 

12 

10 

6 

8 14 24 42 57 94 

6 11 18 32 44 72 

4 8 13 24 32 54 

2 4 7 13 18 30 

1 3 5 10 13 22 

3 

2 

1 2 4 7 9 16 

1 1 3 6 8 13 

1 1 3 5 7 11 

XHHW, 

XHHW-2, 

XHH 

1 

1 1 13 5 8 

1/0 

2/0 

3/0 

4/0 

0 1 13 4 7 

0 1 12 3 6 

0 1113 5 

0 1112 4 
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INFORMATIVE ANNEX C 


Table C.2 Continued 



Notes: 

1. This table is for concentric stranded conductors only. For compact stranded conductors, Table C.2(A) should be used. 

2. Two-hour fire-rated RHH cable has ceramifiable insulation which has much larger diameters than other RHH wires. 
Consult manufacturer’s conduit fill tables. 

*Typcs RHH, RHW, and RHW-2 without outer covering. 


70-806 
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INFORMATTVE ANNEX C 


Table C.2(A) Máximum Number of Conductors or Fixture Wires in Electrical Nonmetallic Tubing (ENT) 

(Based on Chapter 9: Table 1, Table 4, & Table 5a) [ROP8-204a] 



Definition: Compact stranding is the result of a manufacturing process where the standard conductor is 
compressed to the extent that the interstices (voids between strand wires) are virtually eliminated. 
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INFORMATIVE ANNEX C 


Table C.3 Máximum Number of Conductora or Fixture Wires in Flexible Metal Conduit (FMC) (Based 
Table 4, & Table 5) [ROP8-204a] 



Chapter 9: Table 1, 


NATIONAL ELECTRICAL CODE 2014 Edition 


























INFORMATTVE ANNEX C 


Table C.3 Continued 
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INFORMATIVE ANNEX C 


Table C.3 Continued 



1. This table is for concentric stranded conductors only. For compact stranded conductors, Table C.3(A) should be used. 

2. Two-hour fire-rated RHH cable has ceramifiable insulation which has much larger diameters than other RHH wires. Consult manufacturer’s 
conduit fill tables. 

*Typcs RHH, RHW, and RHW-2 without outer covering. 


70-810 


NATIONAL ELECTRICAL CODE 2014 Edition 
































INFORMATTVE ANNEX C 


Table C.3(A) Máximum Number of Conductors or Fixture Wires in Flexible Metal Conduit (FMC) 

(Based on Chapter 9: Table 1, Table 4, & Table 5a) [ROP8-204a] 



Definition: Compact stranding is the result of a manufacturing process where the standard conductor is 
compressed to the extent that the interstices (voids between strand wires) are virtually eliminated. 
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70-811 


























INFORMATIVE ANNEX C 


Table C.4 Máximum Number of Conductora or Fixture Wires in Intermedíate Metal Conduit (IMC) (Based on Chapter 9: Table 
1, Table 4 & Table 5 ) [ROP8-204a] 


1000 


TW, 

THHW, 

THW, 

THW-2 


1250 

1500 

1750 

2000 

14 

12 

10 


RHH*, 

RHW*, 

RHW-2* 


14 

12 

10 


TW, THW, 6 

THHW, 4 


RHH*, 

RHW*, 

RHW-2* 


3 


1/0 

2/0 

3/0 

4/0 

250 

300 

350 


500 

600 

700 

750 


900 

1000 
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Table C.4 Continued 



2014 Edition 


NATIONAL ELECTRICAL CODE 
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INFORMATIVE ANNEX C 


Table C.4 Continued 



Notes: 

1. This table is for concentric stranded conductors only. For compact stranded conductors, Table C.4(A) should be used. 

2. Two-hour fire-rated RHH cable has ceramifiable insulation which has much larger diameters than other RHH wires. Consult manufacturer’s 
conduit fill tables. 

*Types RHH, RHW, and RHW-2 without outer covering. 
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INFORMATTVE ANNEX C 


Table C.4(A) Máximum Number of Conductors or Fixture Wires in Intermedíate Metal Conduit (IMC) 

(Based on Chapter 9: Table 1, Table 4 & Table 5a) [ROP8-204a] 



Definition: Compact stranding is the result of a manufacturing process where the standard conductor is 
compressed to the extent that interstices (voids between strand wires) are virtually elinúnated. 
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INFORMATIVE ANNEX C 


Table C.5 Máximum Number of Conductors or Fixture Wires in Liquidtight Flexible 
Nonmetallic Conduit (Type LFNC-B*) (Based on Chapter 9: Table 1, Table 4, & Table 5) 

[ROP8-204a] 


Cond 

Si 

(AV 

Type kcr 

uctor Trade Size (Metric Designator) 

VGl 3 /s Vz % 1 l'/4 11/2 2 21/2 3 31/2 4 5 6 

nil) 12 16 21 27 35 41 53 63 78 91 103 129 155 

CONDUCTORS 

RHH, 

RHW, 

RHW-2 

14 2 4 7 12 21 27 44 

12 1 3 6 10 17 22 36 

10 1 3 5 8 14 18 29 

8 1 1 2 4 7 9 15 

6 1 1 1 3 6 7 12 


4 0 1 1 2 4 6 9 

3 0 1 1 1 4 5 8 

2 0 1 1 1 3 4 7 

1 0 0 1113 5 

1 

2 

3 

4 

0 0 0 1 1 1 2 4 

0 0011113 

0 0001113 

0 0 0 0 1 1 1 2 

3 

3 

4 

5 

50 0 0 0 0 1 1 1 

00 0 0 0 0 1 1 1 

50 0 0 0 0 1 1 1 

00 0 0 0 0 1 1 1 

00 0000111 ▲ 

6 

7 

7 

8 
9 

00 0 0 0 0 0 1 1 

00 0 0 0 0 0 0 1 

50 0 0 0 0 0 0 1 

00 0 0 0 0 0 0 1 

00 0000001 

10 

12 

15 

17 

20 

00 0 0 0 0 0 0 1 ^ 

50 0 0 0 0 0 0 0 ^ 

00 00000 ^^0 wr 

50 0000 

00 0000 0 o m 

TW, 

THHW, 

THW, 

THW-2 

14 5 9 15 25 44 

19 

10 3 5 9 14 25»»^ 53 

8 13 5 H| 14 29 

RHH’, 

RHW’, 

RHW-2* 

14 3 6 10 16 X Í9 3^»62 

12 3 5^f8 13 23^30^B0 

10 1 3^^^^ 10 18» 23 39 

TW, THW, 

THHW, 

THW-2, 

RHH*, 

RHW*, 

RHW-2* 

2 0 1 1 2 4 6 9 

1 0 1113 4 7 

1/ 

2, 

3, 

4, 

'0 0 0 1 1 2 3 6 
'0 0 0 1 1 2 3 5 
'0 0 0 1 1 1 2 4 
'0 0 0 0 1 1 1 3 

2 

3 

3 

4 

5 

50 0 0 0 1 1 1 3 

00 0 0 0 1 1 1 2 

50 0 0 0 0 1 1 1 

00 0 0 0 0 1 1 1 

00 0 0 0 0 1 1 1 

6 

7 

7 

8 
9 

00 0 0 0 0 1 1 1 

00 0 0 0 0 0 1 1 

50 0 0 0 0 0 1 1 

00 0 0 0 0 0 1 1 

00 0 0 0 0 0 0 1 

10 

12 

15 

00 0 0 0 0 0 0 1 

50 0 0 0 0 0 0 1 

00 0 0 0 0 0 0 0 
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Table C.S Continued 



2014 Edition 
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Table C.5 Continued 



Notes: 

1. This table is for concentric stranded conductora only. For compact stranded conductora, Table C.5(A) 
should be used. 

2. Two-hour fire-rated RHH cable has ceramifiable insulation which has much larger diameters than other RHH wires. 
Consult manufacturer’s conduit fill tables. 

*Types RHH, RHW, and RHW-2 without outer covering. 
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INFORMATTVE ANNEX C 


Table C.5(A) Máximum Number of Conductors or Fixture Wires in Liquidtight Flexible Nonmetallic 
Conduit (Type LFNC-B*) (Based on Chapter 9: Table 1, Table 4, & Table 5(A)) [ROP8-204a] 



Definition: Compact stranding is the result of a manufacturing process where the standard conductor is 
compressed to the extent that the interstices (voids between strand wires) are virtually eliminated. 
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INFORMATIVE ANNEX C 


Table C.6 Máximum Number of Conductors or Fixture Wires in Liquidtight Flexible 
Nonmetallic Conduit (Type LFNC-A*) (Based on Chapter 9: Table 1, Table 4, and Table 5) 

[ROP8-204a] 
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INFORMATTVE ANNEX C 


Table C.6 Continued 


T .'Pe 

Conductor 

Size 

(AWG/ 

kcmil) 

Trade Size (Metric Designator) 

% Vz % 1 VA V/z 2 2' 2 3 VA 4 5 6 

12 16 21 27 35 41 53 63 78 91 103 129 155 


1750 

2000 

0 0 0 0 0 0 0 

0 0 0 0 0 0 0 

THHN, 

THWN, 

THWN-2 

14 

12 

10 

8 

6 

8 13 22 35 62 83 138 

5 9 16 25 45 60 100 

3 6 10 16 28 38 63 

1 3 6 9 16 22 36 

1 2 4 6 12 16 26 

4 

3 

2 

1 

1 1 2 4 7 9 16 

1 1 1 3 6 8 13 

1 1 1 3 5 7 11 

0 1114 5 8 

1/0 

2/0 

3/0 

4/0 

0 1113 4 7 

0 0 1 1 2 3 6 

0 0 1 1 1 3 5 ^ 

001112 4 

250 

300 

350 

400 

500 

0 0 0 1 1 1 3 

0 0 0 1 1 1 3 

oooiii 2 

0 0 0 0 1 1 1 ^ 

ooooii i ^ vx 

600 

700 

750 

800 

900 

1000 

0 0 0 0 1 1 1 

0 0 0 0 1 1 l^f 

0 0 0 0 0 1 1 

000001 1 

0 0 0 0 0 1 

0 0 0 0 0 

FEP, 

FEPB, 

PFA, 

PFAH, 

TFE 

14 

12 

10 

7 12 21 34 60 

6 

3 

2 

! ^JhJt 

PFA, 

PFAH, 

TFE 

1 

/v 

PFA, 

PFAH, 

TFE, Z 

1/0 

2/0 

3/0 

4/0 

i m 3 5 8 

0 1 M 3 4 6 

0 1 2 3 5 

0 112 4 

Z 

14 

12 

10 

6 

9 15 41 72 97 161 

6 10 18 29 51 69 114 

4 6 11 18 31 42 70 

2 4 7 11 20 26 44 

1 3 5 8 14 18 31 

3 

2 

1 

1 1 3 5 9 13 21 

1 1 2 4 7 9 15 

1 1 1 3 6 8 13 

1 1 1 2 4 6 10 

XHHW, 

ZW, 

XHHW-2, 

XHH 

14 

12 

10 

8 

6 

5 9 15 24 43 58 96 

4 7 12 19 33 44 74 

3 5 9 14 24 33 55 

1 3 5 8 13 18 30 

1 1 3 5 10 13 22 

4 

3 

2 

1 1 2 4 7 10 16 

1 1 1 3 6 8 14 

1 1 1 3 5 7 11 
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INFORMATIVE ANNEX C 


Table C.6 Continued 



Notes: 

1. This table is for concentric stranded conductors only. For compact stranded conductors, Table C.6(A) 
should be used. 

2. Two-hour fire-rated RHH cable has ceramifiable insulation which has much larger diameters than other RHH wires. 
Consult manufacturer’s conduit fill tables. 

*Types RHH, RHW, and RHW-2 without outer covering. 
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INFORMATTVE ANNEX C 


Table C.6(A) Máximum Number of Conductors or Fixture Wires in Liquidtight Flexible 
Nonmetallic Conduit (Type LFNC-A) (Based on Chapter 9: Table 1, Table 4, & Table 5(A)) 



Definition: Compact stranding is the result of a manufacturing process where the standard conductor is 
compressed to the extent that the interstices (voids between strand wires) are virtually eliminated. 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-823 
























INFORMATIVE ANNEX C 


Table C.7 Máximum Number of Conductors or Fixture Wires in Liquidtight Flexible Metal 
Conduit (LFMC) (Based on Chapter 9: Table 1, Table 4, and Table 5) [ROP8-204a] 
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INFORMATTVE ANNEX C 


Table C.7 Continued 
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INFORMATIVE ANNEX C 


Table C.7 Continued 



Conductor 

Trade Size (Metric Designator) 


Size 










6 


(AWG/ 

% 

V2 

% 

1 

VA 

m 

2 

2'/2 3 

3»/2 

4 5 155 

Type 

kcmil) 

12 

16 

21 

27 

35 

41 

53 

63 78 

91 

103 129 


250 

0 

0 

0 

1 

1 

1 

3 

5 7 

10 

13 


300 

0 

0 

0 

1 

1 

1 

3 

4 6 

8 

11 


350 

0 

0 

0 

1 

1 

1 

2 

3 5 

7 

10 


400 

0 

0 

0 

1 

1 

1 

1 

3 5 

6 

8 


500 

0 

0 

0 

0 

1 

1 

1 

2 4 

5 

7 


600 

0 

0 

0 

0 

1 

1 

1 

1 3 

4 

6 


700 

0 

0 

0 

0 

1 

1 

1 

1 3 

4 

5 


750 

0 

0 

0 

0 

0 

1 

1 

1 3 

3 

5 


800 

0 

0 

0 

0 

0 

1 

1 

1 2 

3 

4 


900 

0 

0 

0 

0 

0 

1 

1 

1 2 

3 

4 


1000 

0 

0 

0 

0 

0 

0 

1 

1 1 

3 

3 


1250 

0 

0 

0 

0 

0 

0 

1 

1 1 

1 

3 


1500 

0 

0 

0 

0 

0 

0 

1 

1 1 

1 

2 


1750 

0 

0 

0 

0 

0 

0 

0 

1 1 

1 

1 ^ 


2000 

0 

0 

0 

0 

0 

0 

0 

1 1 

1 

1 


FIXTURE WIRES 


RFH-2, 

FFH-2, 

RFHH-2 

18 

16 

5 8 15 24 42 54 89 134 206 268 

4 7 12 20 35 46 75 113 174 ^¿6^95 

SF-2, 

SFF-2 

18 

16 

14 

6 11 19 30 53 69 113 169 260^^8 441 

5 9 15 25 44 57 93 140 280 365 

4 7 12 20 35 46 75 113 226^5 

SF-1, 

SFF-1 

18 

12 19 33 53 94 122 199 300 4^k59«F81 

RFH-1, TF, 

TFF, XF, 
XFF 

18 

16 

8 14 24 39 69 90 14^^22 339 577 

7 11 20 32 56 72 35^BMA5 

XF, XFF 

14 

5 9 15 25 44 57 93*40 J 15 280 365 

TFN, 

TFFN 

18 

16 

14 23 39 63 111 L44 236 ^^843 7W 923 

10 17 30 48 85 110 ^180 *^415 540 705 

PF, PFF, 
PGF, 

PGFF, 

PAF, PTF, 
PTFF, 

PAFF 

18 

16 

14 

13 21 37 60 J¡|F 136*224 33^ 515 671 875 

10 16 29 46^^81 105 173:^(Fr 398 519 677 

7 12 21^^5 lfc^9 130 195 299 389 507 

ZF, ZFF, 

ZHF 

18 

16 

14 

17 28 4S ™ 136 T76 v 288 434 664 865 1128 

12 2Q^f35 57 130^213 320 490 638 832 

9 15^*26 42 13 95 156 235 360 469 611 

KF-2, 

KFF-2 

18 

16 

14 

12 

10 

25 42 7Z k 116 2#/ 264 433 651 996 1297 1692 

18 29 5¡^k81 142 184 302 454 695 905 1180 

12 19 34^^tó^p95 124 203 305 467 608 793 

8 13 23 66 86 141 212 325 423 552 

5 9 15 25 44 57 93 140 215 280 365 

KF-1, 

KFF-1 

18 

16 

14 

12 

10 

29 48 83 134 235 304 499 751 1150 1497 1952 

20 34 58 94 165 214 351 527 808 1052 1372 

14 23 39 63 111 144 236 355 543 707 923 

9 15 26 42 73 95 156 235 360 469 611 

6 10 17 27 48 62 102 153 235 306 399 

XF, XFF 

12 

10 

3 5 8 13 23 30 50 75 115 149 195 

1 3 6 10 18 23 39 58 89 117 152 


Notes: 


1. This table is for concentric stranded conductors only. For compact stranded conductors, Table C.7(A) 
should be used. 

2. Two-hour fire-rated RHH cable has ceramifiable insulation which has much larger diameters than other RHH 
conduit fill tables. 

*Types RHH, RHW, and RHW-2 without outer covering. 


wires. Consult manufacturer’s 
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INFORMATTVE ANNEX C 


Table C.7(A) Máximum Number of Conductors or Fixture Wires in Liquidtight Flexible Metal 
Conduit (LFMC) (Based on Chapter 9: Table 1, Table 4, & Table 5(A)) [ROP8-204a] 



Definition: Compact stranding is the result of a manufacturing process where the standard conductor is 
compressed to the extent that the interstices (voids between strand wires) are virtually eliminated. 


2014 Edition 


NATIONAL ELECTRICAL CODE 


70-827 



























INFORMATIVE ANNEX C 


Table C.8 Máximum Number of Conductora or Fixture Wires in Rigid Metal Conduit (RMC) 

(Based on Chapter 9: Table 1, Table 4, & Table 5) [ROP8-204a] 


TW, THW, 6 

THHW, 4 


RHH*, 

RHW*, 

RHW-2* 


3 

2 

1 

l/o~ 

2/0 

3/0 

4/0 

250 

300 

350 


500 

600 

700 

750 


900 

1000 0 0000 1 112358 
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INFORMATTVE ANNEX C 


Table C.8 Continued 


Trade Size (Metric Designator) 


27 35 41 53 63 78 91 103 129 


1250 

1500 

1750 

2000 


THHN, 

THWN, 

THWN-2 


22 36 63 85 140 200 309 412 531 833 1202 


53 82 109 140 221 318 


38 59 79 101 159 230 



26 42 73 100 


32 43 71 102 157 209 269 423 610 

20 27 45 64 99 132 170 267 386 

14 19 31 45 69 93 120 188 271 


22 35 47 
19 29 39 


82 129 186 

60 94 136 

50 78 113 
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INFORMATIVE ANNEX C 


Table C.8 Continued 


Type 


XHHW, 

ZW. 

XHHW-2, 

XHH 


Conductor 


(AWG/ 


% 

12 


14 


12 

10 


XHHW, 

XHHW-2, 

XHH 


1/0 

2/0 

3/0 

4/0 

250 

300 

350 


500 

600 

700 

750 


900 

1000 

1250 

1500 

1750 

2000 


RFH-2, 

FFH-2, 

RFHH-2 

SF-2, 


18“ 

16 

1F 


SFF-2 


16 


14 


TFF, XF, 
XFF 
XF, XFF 
TFN, 
TFFN 
PF, PFF, 
PGF, 
PGFF, 


16 


14 

18 

16 

18 


16 


PAF, PTF, 

PTFF, 

PAFF 


14 


18 

16 


_14_ 

KF-2, 18 

KFF-2 16 

14 
12 
10 


Trade Size (Metric Designator) 

6~ 

Vz % 1 1V4 1V 2 2 2V 2 3 3Vz 4 5 155 

16 21 27 35 41 53 63 78 91 103 129 

1 1 2 5 6 10 15 23 31 40 63 92 

9 15 25 44 59 98 140 215 288 370 581 839 


7 12 

5 9 

3 5 


19 

14 


33 45 75 107 165 221 284 446 644 

25 34 56 80 123 164 212 332 480 

14 19 31 44 68 91 118 185 267 



9 15 25 44 59 98 140 215 288 370 581 839 

23 40 64 111 150 248 354 545 728 937 1470 2120 

17 30 49 84 115 189 270 416 556 715 1123 1620 

21 38 61 105 143 235 335 517 690 888 1394 2011 

16 29 47 81 110 181 259 400 534 687 1078 1555 

12 22 35 61 83 136 194 300 400 515 808 1166 


28 49 

20 36 

_I5_26_ 

42 73 

29 51 

19 34 

13 24 

9 15 


79 135 184 303 432 

58 100 136 223 319 

42 73 100 164 234 

118 203 276 454 648 

82 142 192 317 452 

55 95 129 213 304 

38 66 90 148 211 

25 44 59 98 140 


666 889 1145 1796 2592 

491 656 844 1325 1912 

361 482 621 974 1405 

1000 1334 1717 2695 3887 

697 931 1198 1880 2712 

468 625 805 1263 1822 

326 435 560 878 1267 

215 288 370 581 839 
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INFORMATTVE ANNEX C 


Table C.8 Continued 



Conductor 

Trade Size (Metric Designator) 


Size 












6 


(AWG/ 

3 /8 

V2 

% 

i 

VA 

1 v 2 

2 

2V 2 

3 

3Vz 

4 

5 155 

Type 

kcmil) 

12 

16 

21 

27 

35 

41 

53 

63 

78 

91 

103 

129 

KF-1, 

18 


48 

84 

136 

234 

318 

524 

748 

1153 

1540 

1982 

3109 448( 

KFF-1 

16 


34 

59 

96 

165 

224 

368 

526 

810 

1082 

1392 

2185 3155 


14 


23 

40 

64 

111 

150 

248 

354 

545 

728 

937 

1470 212C 


12 


15 

26 

42 

73 

100 

164 

234 

361 

482 

621 

974 140f 


10 


10 

17 

28 

48 

65 

107 

153 

236 

315 

405 

636 918 

XF, XFF 

12 


5 

8 

13 

23 

32 

52 

75 

115 

154 

198 

311 448 


10 


3 

6 

10 

18 

25 

41 

58 

90 

120 

154 

242 350 


1. This table is for concentric stranded conductors only. For compact stranded conductors, Table C.8(A) 
should be used. 

2. Two-hour fire-rated RHH cable has ceramifiable insulation which has much larger diameters than other RHH wires. Consult manufacturer’s 
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INFORMATIVE ANNEX C 


Table C.8(A) Continued 
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INFORMATTVE ANNEX C 


Table C.9 Máximum Number of Conductors or Fixture Wires in Rigid PVC Conduit, 
Schedule 80 ÍBased on Chapter 9: Table 1, Table 4 & Table 5) [ROP8-204a] 
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INFORMATIVE ANNEX C 


Table C.9 Continued 
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INFORMATTVE ANNEX C 


Table C.9 Continued 



1. This table is for concentric stranded conductors only. For compact stranded conductors, Table C.9(A) 
should be used. 

2. Two-hour fire-rated RHH cable has ceramifiable insulation which has much larger diameters than other RHH wires. Consult manufacturer’s 
conduit fill tables. 

*Types RHH, RHW, and RHW-2 without outer covering. 
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INFORMATIVE ANNEX C 


Table C.9(A) Máximum Number of Conductora or Fixture Wires in Rigid PVC Conduit, Schedule 80 

(fíased on Chapter 9: Table 1, Table 4 & Table 5(Aj) [ROP8-204a] 



Definition: Compact stranding is the result of a manufacturing process where the standard conductor 
compressed to the extent that the interstices (voids between strand wires) are virtually eliminated. 
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INFORMATTVE ANNEX C 


Table C.10 Máximum Number of Conductors or Fixture Wires in Rigid PVC Conduit, 
Schedule 40 and HDPE Conduit {Based on Chapter 9: Table 1, Table 4 & Table 5) [ROP8-204a] 
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Table C.10 Continued 
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INFORMATTVE ANNEX C 


Table C.10 Continued 


T .'P e 

Conductor 

Slze 

(AWG/ 

kcmil) 

Trade Size (Metric Designator) 

% Vi % 1 VA VA 2 2'A 3 3 Vi 4 5 6 

12 16 21 27 35 41 53 63 78 91 103 129 155 


250 

300 

350 

400 

500 

0 0 1 1 1 3 5 7 10 13 20 29 

0 0 1 1 1 3 4 6 8 11 17 25 

00 1 1 12 3 57 9 15 22 

000111 3568 13 19 

0001112457 11 16 

600 

700 

750 

800 

900 

000111 13459 13 

000011 1 3458 11 

000011 12347 11 

000011 12347 10 

000011 123469 

1000 

1250 

1500 

1750 

2000 

000001 1 13368 

000001 1 11 346 

000001 1 1 1 245 

000000 1 1 1^3 5 

000000 1 1 1 3 4 

FIXTURE WIRES 

RFH-2, 

FFH-2, 

RFHH-2 

18 

16 

8 14 23 40 54 90 129 200 545 788 

6 12 19 33 46 76 109 169^6 29^^59 664 

SF-2, 

SFF-2 

18 

16 

14 

10 17 29 50 69 114 163 A53 338 436 '«g'A 993 

8 14 24 42 57 94 13^Ko9 280 361 56^822 

6 12 19 33 46 76 ¿JÉT 169 Jjk 292 459 664 

SF-1, 

SFF-1 

18 

17 31 51 89 122 202 2%^\44T¿S99 772 1216 1758 

RFH-1, TF, 
TFF, XF, 
XFF 

18 

16 

13 23 38 66 90 ^J49 213 330 442 570 898 1298 

10 18 30 53 73 mi) ÍM^fc^.357 460 725 1048 

XF, XFF 

14 

8 14 24 42 57 94 135 zo0 361 568 822 

TFN, 

TFFN 

18 

16 

20 37 60 jj05 ^44 23^^41 528 708 913 1437 2077 

16 28 46 80 mo 183^261 403 541 697 1098 1587 

PF, PFF, 
PGF, 

PGFF, 

PAF, PTF, 
PTFF, 

PAFF 

18 

16 

14 

19 35 57 100 137 227 501 671 865 1363 1970 

15 27 250 387 519 669 1054 1523 

79 131 188 290 389 502 790 1142 

ZF, ZFF, 
ZHF 

18 

16 

14 

^^25 45 74 129^176 292 417 646 865 1116 1756 2539 

^^18 33 5> 95 130 216 308 476 638 823 1296 1873 

24 4® 70 95 158 226 350 469 605 952 1376 

KF-2, 

KFF-2 

18 

16 

14 

12 

10 

31V67 JáW 193 265 439 626 969 1298 1674 2634 3809 

135 184 306 436 676 905 1168 1838 2657 

18 li^52 91 124 205 293 454 608 784 1235 1785 

12 22 36 63 86 143 204 316 423 546 859 1242 

8 14 24 42 57 94 135 209 280 361 568 822 

KF-1, 

KFF-1 

18 

16 

14 

12 

10 

44 78 128 223 305 506 722 1118 1498 1931 3040 4395 

31 55 90 157 214 355 507 785 1052 1357 2136 3088 

20 37 60 105 144 239 341 528 708 913 1437 2077 

13 24 40 70 95 158 226 350 469 605 952 1376 

9 16 26 45 62 103 148 229 306 395 622 899 

XF, XFF 

12 

10 

4 8 13 22 30 50 72 112 150 193 304 439 

3 6 10 17 24 39 56 87 117 150 237 343 


Notes: 

1. This table is for concentric stranded conductors only. For compact stranded conductors, Table C.10(A) 
should be used. 

2. Two-hour fire-rated RHH cable has ceramifiable insulation which has much larger diameters than other RHH wires. Consult manufacturer’s 
conduit fill tables. 

*Types RHH, RHW, and RHW-2 without outer covering. 
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INFORMATIVE ANNEX C 


Table C.10(A) Máximum Number of Conductors or Fixture Wires in Rigid PVC Conduit, Schedule 40 
and HDPE Conduit (Based on Chapter 9: Table 1, Table 4, & Table 5a) [ROP8-204a] 



Definition: Compact stranding is the result of a manufacturing process where the standard conductor 
compressed to the extent that the interstices (voids between strand wires) are virtually eliminated. 
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INFORMATTVE ANNEX C 


Table C.ll Máximum Number of Conductors or Fixture Wires in Type A, Rigid PVC Conduit 

(Based on Chapter 9: Table 1, Table 4, & Table 5) [ROP8-204a] 


TW, 

THHW, 

THW, 

THW-2 


1000 

1250 

1500 

1750 

2000 

14 

12 

10 


RHH*, 

RHW*, 

RHW-2* 


14 

12 

10 


TW, THW, 6 

THHW, 4 


RHH*, 

RHW*, 

RHW-2* 


3 


1/0 

2/0 

3/0 

4/0 

250 

300 

350 

400 

500 

600 

700 

750 


900 

1000 
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INFORMATIVE ANNEX C 


Table C.ll Continued 


Conductor 


Type 


Size - 

(AWG/ % 

kcmil) 12 

1250 
1500 
1750 


THHN, 

THWN, 

THWN-2 


2000 

14 

12 

10 


6 


3 


1/0 

2/0 

3/0 

4/0 

250 

300 

350 

400 

500 

600 

700 

750 


Trade Size (Metric Designator) 


Vi 3/4 1 1V4 V/i 2 2Vi 3 3 Vi 4 5 6 

16 21 27 35 41 53 63 78 91 103 129 155 


PFAH, TFE 


900 

1000 

14 

12 

10 


6 


PFA, 

PFAH, TFE 
PFA, 

PFAH, 

TFE, Z 


Z 


1/0 

2/0 

3/0 

4/0 

14 

12 

10 


XHHW, 

ZW, 

XHHW-2, 

XHH 


14 

12 

10 




3 
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INFORMATTVE ANNEX C 


Table C.ll Continued 



1. TMs table is for concentric stranded conductors only. For compact stranded conductors, Table C.ll(A) 
should be used. 

2. Two-hour fire-rated RHH cable has ceramifiable insulation which has much larger diameters than other RHH wires. Consult manufacturer’s 
conduit fill tables. 

*Types RHH, RHW, and RHW-2 without outer covering. 
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INFORMATIVE ANNEX C 


Table C.ll(A) Máximum Number of Conductors or Fixture Wires in Type A, Rigid PVC Conduit 

(fíased on Chapter 9: Table 1, Table 4, & Table 5a) [ROP8-204a] 



Definition: Compact stranding is the result of a manufacturing process where the standard conductor 
compressed to the extent that the interstices (voids between strand wires) are virtually eliminated. 
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INFORMATTVE ANNEX C 


Table C.12 Máximum Number of Conductors or Fixture Wires in Type EB, PVC Conduit 

(Based on Chapter 9: Table 1, Table 4, & Table 5) [ROP8-204a] 



2014 Edition 


NATIONAL ELECTRICAL CODE 


70-845 
























INFORMATTVE ANNEX C 


Table C.12 Continued 


Type 

Conductor 

Size 

(AWG/ 

kcmil) 

Trade Size (Metric Designator) 

% '/2 % 1 l'/4 li/ 2 2 21/2 3 31/2 4 5 6 

12 16 21 27 35 41 53 63 78 91 103 129 155 


2000 

0 1113 4 

THHN, 

THWN, 

THWN-2 

14 

12 

10 

6 

159 359 468 595 915 1300 

116 262 342 434 667 948 

73 165 215 274 420 597 

42 95 124 158 242 344 

30 68 89 114 175 248 

3 

2 

1 

19 42 55 70 107 153 

16 36 46 59 91 129 

13 30 39 50 76 109 

10 22 29 37 57 80 

1/0 

2/0 

3/0 

4/0 

8 18 24 31 48 68 

7 15 20 26 40 56 

5 13 17 21 33 47 

4 10 14 18 27A. 39 

250 

300 

350 

400 

500 

4 8 II 14 JW 31 

3 7 10 12 27 

3 6 8 24 

2 6 7 ^ H^21 

1 5 8 12^M 

600 

700 

750 

800 

900 

1000 

1 

1 

1 

1 

1 

1 I í 

3 4 7 10 

2 ^^4 6 9 

FEP, 

FEPB, 

PFA, 

PFAH, 

TFE 

14 

12 

10 

155 m 

113 1 
81 

MS454 887 1261 

648 920 

^ 1|^2^^D2 465 660 

136 173 266 378 

6 

3 

2 

^¡r W W 4 97 123 189 269 

M 3 68 86 132 188 

^3 56 72 110 157 

36 46 59 91 129 

PFA, 

PFAH, 

TFE 

1 

11 25 32 41 63 90 

PFA, 

PFAH, 

TFE, Z 

1/0 

2/0 

3/0 

4/0 

m ▼ 9 20 27 34 53 75 

■ 7 17 22 28 43 62 

M 6 14 18 23 36 51 

M 5 11 15 19 29 42 

Z 

14 

12 

10 

6 

186 419 547 696 1069 1519 

132 297 388 494 759 1078 

81 182 238 302 465 660 

51 115 150 191 294 417 

36 81 105 134 206 293 

3 

2 

1 

24 55 72 92 142 201 

18 40 53 67 104 147 

15 34 44 56 86 122 

12 27 36 45 70 99 

XHHW, 

ZW, 

XHHW-2, 

XHH 

14 

12 

10 

6 

111 250 327 415 638 907 

85 192 251 319 490 696 

63 143 187 238 365 519 

35 79 104 132 203 288 

26 59 77 98 150 213 

3 

2 

19 42 56 71 109 155 

16 36 47 60 92 131 

13 30 39 50 77 110 

XHHW, 

XHHW-2, 

XHH 

1 

10 22 29 37 58 82 

1/0 

2/0 

3/0 

4/0 

8 19 25 31 48 69 

7 16 20 26 40 57 

6 13 17 22 33 47 

5 11 14 18 27 39 
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Table C.12 Continued 



1. This table is for concentric stranded conductors only. For compact stranded conductors, Table C.12(A) 
should be used. 

2. Two-hour fire-rated RHH cable has ceramifiable insulation which has much larger diameters than other RHH wires. 
Consult manufacturera conduit fill tables. 

*Types RHH, RHW, and RHW-2 without outer covering. 
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Table C.12(A) Máximum Number of Conductors or Fixture Wires in Type EB, PVC Conduit 

(Based on Chapter 9: Table 1, Table 4, & Table 5a) [ROP8-204a] 



Definition: Compact stranding is the result of a manufac ig process where the standard conductor is 
compressed to the extent that the interstices (voids between strand wires) are virtually eliminated. 
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Informative Annex D Examples 


This informative annex is not a parí ofthe requirements of 
this NFPA document but is included for informational pur- 
poses only. 

Selection of Conductors. In the following examples, 
the results are generally expressed in amperes (A). To se- 
lect conductor sizes, refer to the 0 through 2000 volt (V) 
ampacity tables of Article 310 and the rules of 310.15 that 
pertain to these tables. 

Voltage. For uniform application of Ardeles 210, 215, 
and 220, a no mi n a l voltage of 120, 120/240, 240, and 
208Y/120 V is used in calculating the ampere load on the 
conductor. 

Fractions of an Ampere. Except where the calcula- 
tions result in a major fraction of an ampere (0.5 or larger), 
such fractions are permitted to be dropped. 

Power Factor. Calculations in the following examples 
are based, for convenience, on the assumption that all loads 
have the same power factor (PF). 

Ranges. For the calculation of the range loads in these 
examples, Column C of Table 220.55 has been used. For 
optional methods, see Columns A and B of Table 220.55. 
Except where the calculations result in a major fracti 
kilowatt (0.5 or larger), such fractions are permitte 
dropped. 

SI Units. For metric conversions, 0.09^¡|^ 1 
0.3048 m = 1 ft. 

Example Dl(a) One-Family Dwell 

The dwelling has a floor area o^^OO fWWclusive of an 
unfinished cellar not adaptaj^^^^fcti re u n fin i s hed 

attic, and open porches, á^píances are a 12-k^^ange and 
a 5.5-kW, 240-V dryer. ^fcune range anWiryer kW ratings 
equivalent to kVA ratings^™^cordan«®/ith 220.54 and 

Calculated Load [see 220.40] 

General Lighting Load 1500 ft 2 at 3 VA/ft 2 = 4500 VA 

Mínimum Number of Branch Circuits Required [see 
210.11(A)] 

General Lighting Load: 4500 VA + 120 V = 38 A 

This requires three 15-A, 2-wire or two 20-A, 2-wire 
circuits. 

Small-Appliance Load: Two 2-wire, 20-A circuits [see 

210 . 11 ( 0 ( 1 ) ] 

Laundry Load: One 2-wire, 20-A circuit [see 

210 . 11 ( 0 ( 2 )] 

Bathroom Branch Circuit: One 2-wire, 20-A circuit (no 
additional load calculation is required for this circuit) [see 
210.11(0(3) ] 


Mínimum Size Feeder Required [see 220.40] 

General Lighting 4,500 VA 

Small Apptiance 3,000 VA 

Laundry 1,500 VA 


9,000 VA 
3,000 VA 
2,100 VA 


5,100 VA 
8,000 VA 
5,500 VA 


Net Calculated Load 



Load for 120/240-V, 3-wire, single- 
feeder 

= 78 A 

and 230.79 require Service conduc- 
disconneSi^r means rated not less than 100 am- 


ilation for Neutral for Feeder and Service 

and Small-Appliance Load 
700 VA at 70% (see 220.61) 
it 70% (see 220.61) 


5,100 VA 
5,600 VA 
3,850 VA 

Total 14,550 VA 


Calculated Load for Neutral 

14,550 VA 5- 240 V = 61 A 

Example Dl(b) One-Family Dwelling 

Assume same conditions as Example No. Dl(a), plus addi- 
tion of one 6-A, 230-V, room air-conditioning unit and one 
12-A, 115-V, room air-conditioning unit,* one 8-A, 115-V, 
rated waste disposer, and one 10-A, 120-V, rated dish- 
washer. See Article 430 for general motors and Article 440, 
Part VII, for air-conditioning equipment. Motors have 
nameplate ratings of 115 V and 230 V for use on 120-V and 
240-V nominal voltage systems. 

*(For feeder neutral, use larger of the two appliances 
for unbalance.) 

From Example Dl(a), feeder current is 78 A (3-wire, 
240 V). 


Amperes from Example DI (a) 
One 230-V air conditioner 
One 115-V air conditioner and 
120-V dishwasher 
One 115-V disposer 
25% of largest motor (see 
430.24) 


Total amperes per conductor 99 84 

Therefore, the Service would be rated 110 A. 
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Example D2(a) Optional Calculation for One-Family 
Dwelling, Heating Larger Than Air Conditioning [see 
220.82] 

The dwelling has a floor area of 1500 ft 2 , exclusive of an 
unfinished cellar not adaptable for future use, unfinished 
attic, and open porches. It has a 12-kW range, a 2.5-kW 
water heater, a 1.2-kW dishwasher, 9 kW of electric space 
heating installed in five rooms, a 5-kW clothes dryer, and a 
6-A, 230-V, room air-conditioning unit. Assume range, wa¬ 
ter heater, dishwasher, space heating, and clothes dryer kW 
ratings equivalent to kVA 


3000 VA at 100% 3,000 VA 

9000 VA - 3000 VA = 6000 VA at 35% 2,100 VA 


Subtotal 5,100 VA 

Range: 8 kVA at 70% 5,600 VA 

Clothes dryer: 5 kVA at 70% 3,500 VA 

Dishwasher 1,200 VA 


Total 15,400 VA 


Calculated Load for Neutral 

15,400 VA -f 240 V= 64 A 


Air Conditioner kVA Calculation 

6 A x 230 V 4- 1000 = 1.38 kVA 

This 1.38 kVA [Ítem 1 from 220.82(C)] is less than 40% of 
9 kVA of separately controlled electric heat [item 6 from 
220.82(C)], so the 1.38 kVA need not be included in the 
Service calculation. 

General Load 


1500 ft 2 at 3 VA 

Two 20-A appliance outlet circuits at 1500 VA each 

Laundry Circuit 

Range (at nameplate rating) 

Water heater 
Dishwasher 
Clothes dryer 


Application of Demand Factor 


First 10 kVA of general load 
Remainder of general load at 40% 
(19.7 kVA x 0.4) 



Example D2(b) Optional Calculation for One-Family 
Dwelling, Air Conditioning Larger Than Heating [see 
220.82(A) and 2 
The dwelling has^Woor area of 1500 ft 2 , exclusive of an 
unfinished ceMst adaptable for future use, unfinished 
attic, and o*Tpo^fc^. It has two 20-A small appliance 
circuits, AÉe 20-Alarm^kcircuit, two 4-kW wall-mounted 
ovens^^ie 5.1-kW «^■er-mounted cooking unit, a 
wate^teater, a 1.24rw dishwasher, a 5-kW combi- 
lotfffl^vasher and dryer, six 7-A, 230-V room air- 
units, and a 1.5-kW permanently installed 
[ace heater. Assume wall-mounted ovens, 
cooking unit, water heater, dishwasher, 
itíon clothes washer and dryer kW ratings 
ívalentTo kVA. 

.ir Conditioning kVA Calculation 

ítal amperes = 6 units x 7 A = 42 A 
42 A x 240 V ~ 1000 = 10.08 kVA (assume PF = 1.0) 

Load Included at 100% 

Air Conditioning: Included below [see item 1 in 220.82(C)] 
Space Heater: Omit [see item 5 in 220.82(C)[ 

General Load 


Total 21,480 VA 


Calculated Load for Service Size 

21.48 kVA= 21,480 VA 
21,480 VA -f 240 V = 90 A 

Therefore, the minimum Service rating would be 100 A 
in accordance with 230.42 and 230.79. 

Feeder Neutral Load in Accordance with 220.61 

1500 ft 2 at 3 VA 4,500 VA 

Three 20-A circuits at 1500 VA 4,500 VA 

Total 9,000 VA 


1500 ft 2 at 3 VA 4,500 VA 

Two 20-A small-appliance 

circuits at 1500 VA each 3,000 VA 

Laundry Circuit 1,500 VA 

Two ovens 8,000 VA 

One cooking unit 5,100 VA 

Water heater 4,500 VA 

Dishwasher 1,200 VA 

Washer/dryer 5,000 VA 


Total general load 32,800 VA 
First 10 kVA at 100% 10,000 VA 

Remainder at 40% 

(22.8 kVA x 0.4 x 1000) 9,120 VA 


Subtotal general load 19,120 VA 
Air conditioning 10,080 VA 


Total 29,200 VA 
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Calculated Load for Service 

29,200 VA -b 240 V = 122 A (service rating) 

Feeder Neutral Load, in accordance with 220.61 

Assume that the two 4-kVA wall-mounted ovens are sup- 
plied by one branch circuit, the 5.1-kVA counter-mounted 
cooking unit by a sepárate circuit. 


1500 ft 2 at 3 VA 4,500 VA 

Three 20-A circuits at 1500 VA 4,500 VA 


Subtotal 9,000 VA 

3000 VA at 100% 3,000 VA 

9000 VA - 3000 VA = 6000 VA at 35% 2,100 VA 


Subtotal 5,100 VA 


Heat Pump and Supplementary Heat* 

240 V x 24 A = 5760 VA 

15 kW Electric Heat: 

5760 VA + (15,000 VA x 65%) = 5.76 kVA + 9.75 kVA 
= 15.51 kVA 

*If supplementary heat is not on at same time as 
heat pump, heat pump kVA need not be added to total. 

Totals 

Net general load 19,280 VA 

Heat pump and supplementary heat 15,510 VA 

Total 34,790 VA 


Two 4-kVA ovens plus one 5.1-kVA cooking unit =13.1 
kVA. Table 220.55 permits 55% demand factor or 13.1 kVA 
x 0.55 = 7.2 kVA feeder capacity. 

Subtotal from above 
Ovens and cooking unit: 7200 VA x 70% for neutral load 
Clothes washer/dryer: 5 kVA x 70% for neutral load 
Dishwasher 


Calculated Load for Neutral 

14,840 VA -b 240 V = 62 



Example D2(c) Optional Calculationfoi 
Dwelling with Heat Pump (Single- 

Service) (see 220.82) 

The dwelling has a floor area of 2( 
unfinished cellar not adaptable for 
attic, and open porches. It ht 

water heater, a 1.2-kW di:_ 

and a 2'/ 2 -ton (24-A) t^^pump witi? 
heat. 

Heat Pump kVA Calculatufl 

24 A x 240 V -b 1000 = 5.76 k^ 

This 5.76 kVA is less than 15 of the backup heat; 
therefore, the heat pump load need not be included in the 
service calculation [see 220.82(C)] 

General Load 

2000 ft 2 at 3 VA 6,000 VA 

Two 20-A appliance outlet circuits at 3,000 VA 

1500 VA each 
Laundry circuit 
Range (at nameplate rating) 

Water heater 
Dishwasher 
Clothes dryer 


>ad for Service 

1000 -b 240 V= 145 A 
dwelling unit would be permitted to be 
¿ervice. 

Te D3 Store Building 

: e 50 ft by 60 ft, or 3000 ft 2 , has 30 ft of show 
tw. There are a total of 80 dúplex receptacles. The 
serviS®^ 120/240 V, single phase 3-wire service. Actual 
:ted lighting load is 8500 VA. 


14,400 VA 
10,000 VA 
2,200 VA 


Calculated Load (see 220.40) 

Noncontinuous Loads 

Receptacle Load (see 220.44) 

80 receptacles at 180 VA 
10,000 VA at 100% 

14,400 VA - 10,000 VA = 4400 at 50% 


Continuous Loads 

General Lighting* 

3000 ft 2 at 3 VA/ft 2 
Show Window Lighting Load 
30 ft at 200 VA/ft [see 220.14(G)] 
Outside Sign Circuit [see 220.14(F) J 


Total noncontinuous loads + 


First 10 kVA at 100% 
Remainder of general load al 
(23,200 VAx 0.4) 


Subtotal general load 


1.500 VA 
12,000 VA 

4.500 VA 
1,200 VA 
5,000 VA 

33,200 VA 
10,000 VA 
9,280 VA 


*In the example, 125% of the actual connected lighting 
load (8500 VA x 1.25 = 10,625 VA) is less than 125% of 
the load from Table 220.12, so the minimum lighting load 
from Table 220.12 is used in the calculation. Had the actual 
lighting load been greater than the valué calculated from 
Table 220.12, 125% of the actual connected lighting load 
would have been used. 


Total net general load 19,280 VA 
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Mínimum Number of Branch Circuits Required 

General Lighting: Branch circuits need only be installed to 
supply the actual connected load [see 210.11 (B)]. 

8500 VA x 1.25 = 10,625 VA 
10,625 VA 4- 240 V = 44 A for 3-wire, 120/240 V 
The lighting load would be permitted to be served by 
2-wire or 3-wire, 15- or 20-A circuits with combined ca- 
pacity equal to 44 A or greater for 3-wire circuits or 88 A or 
greater for 2-wire circuits. The feeder capacity as well as 
the number of branch-circuit positions available for lighting 
circuits in the panelboard must reflect the full calculated 
load of 9000 VA x 1.25 = 11,250 VA. 

Show Window 

6000 VA x 1.25 = 7500 VA 
7500 VA v 240 V = 31 A for 3-wire, 120/240 V 
The show window lighting is permitted to be served by 
2-wire or 3-wire circuits with a capacity equal to 31 A or 
greater for 3-wire circuits or 62 A or greater for 2-wire 
circuits. 

Receptacles required by 210.62 are assumed to be in- 
cluded in the receptacle load above if these receptacles do 
not supply the show window lighting load. 

Receptacles 

Receptacle Load: 14,400 VA ~ 240 V = 60 A for 3-wire,^ 
120/240 V 

The receptacle load would be permitted te 
2-wire or 3-wire circuits with a capacity equaj^ 
greater for 3-wire circuits or 120 A or gre^á 
circuits. 

Mínimum Size Feeder (or Servia 
tection 

[see 215.3 or 230.90] 

Subtotal noncontinuous loads 
Subtotal continuous load at 125% 

(16,200 VAx 1.25) 


32,450 VA 5- 240 V = 135 A 

The next higher standard size is 150 A (see 240.6). 

Mínimum Size Feeders (or Service Conductors) Re¬ 
quired [see 215.2, 230.42(A)] 

For 120/240 V, 3-wire system, 

32,450 VA -f 240 V = 135 A 

Service or feeder conductor is 1/0 Cu in accordance with 
215.3 and Table 310.15(B)(16) (with 75°C terminations). 


order to segregate certain processes. The facility supplies 
its remóte buildings through a partially enclosed access cor- 
ridor that extends from the main switchboard rearward 
along a path that provides convenient access to Services 
within 15 m (50 ft) of each additional building supplied. 
Two building feeders share a common raceway for approxi- 
mately 45 m (150 ft) and run in the access corridor along 
with process steam and control and Communications ca- 
bling. The steam raises the ambient temperature around the 
power raceway to as much as 35°C. At a tee fitting, the 
individual building feeders then run to each of the two 
buildings involved. The feeder neutrals are not connected 
to the equipment grounding conductors in the remóte build¬ 
ings. All distribution equipment terminations are listed as 
being suitable for 75^ connections. 

Each of the two b^mngs has the following loads: 

Lighting, lj4E) VA, comprised of electric-discharge 
luminaires c^Énectlku 277 V 

RecejAcles, 22 ^^^olt, 20-ampere receptacles on 
genem^mrpose branch okuts, supplied hy separately de- 
pystem^i each of thebuildings 

TRpressor, 460 volt, three phase, 5 hp [ROP 

il 460 volt, three phase, 1.5 hp 
^AC transformer type (nameplate: 23 am- 
Jnlts, 60 percent duty eyele) 

^3 Industrial Process Dryers, 480 volt, three phase, 15 

V each (assume continuous use throughout certain shifts) 

Y Determine the overcurrent protection and conductor 
e for the feeders in the common raceway, assuming the 

use of XHHW-2 insulation (90°C): 

Calculated Load {Note: For reasonable precisión, volt- 
ampere calculations are carried to three significant figures 
only; where loads are converted to amperes, the results are 
rounded to the nearest ampere [see 220.5(B)]}. 

Noncontinuous Loads 

Receptacle Load (see 220.44 ) 

22 receptacles at 180 VA 3,960 VA 

Welder Load [see 630.11(A), Table 
630.11(A)] 

Each welder: 480V x 23A x 0.78 = 

8,610 VA 

All 3 welders [see 630.11(B)] 

(demand factors 100%, 100%, 

85% respectively) 

8,610 VA + 8,610 VA + 7,320 VA = _ 24,500 VA 

Subtotal, Noncontinuous Loads 28,500 VA 


Example D3(a) Industrial Feeders in a Common Race¬ 
way 

An industrial multi-building facility has its Service at the 
rear of its main building, and then provides 480Y/277-volt 
feeders to additional buildings behind the main building in 


Air compressor: 7.6A x 480 V x 

[ROP 2-264] 

Grinder: 3 A x 480 V x V3 = 
Largest motor, additional 25%: 

[ROP 2-264] 
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Subtotal, Motor Loads 
[ROP 2-264] 

By using 430.24, the motor loads and the 
combined for the remaining calculation. 

Subtotal for load calculations, 
Noncontinuous Loads 
[ROP 2-264] 

Continuous Loads 

General Lighting 

3 Industrial Process Dryers 15 1 

Subtotal, Continuous Loads: 


Overcurrent protection (see 215.3) 

The overcurrent protective device must accommodate 
125% of the continuous load, plus the noncontinuous load: 


Subtotal, actual load [actual load in amperes] 95,500 VA 

[99,000 VA -r (480V x V3) = 119 A] [ROP 2-264] 

(25% of 56,600 VA) (See 215.3) 14,200 VA 

Total VA [ROP 2-264] 109,700 VA 

Conversión to amperes using three significant figures: 

109,700 VA / (480V x V3) = 132 A [ROP 2-264] 

Minimum size overcurrent protective device: 132 A [ROP 2-264] 
Mínimum standard size overcurrent protective device (see 240.6 1^ 


Where the overcurrent protective deviceand its as^ 
bly are listed for operation at 100 percentpPits rating, 
125 ampere overcurrent protective de^^^ouldM pernv 
ted. However, overcurrent protectit 
listed for 100 percent of their rating a 
able at the 125-ampere ratinggjéÉte¿ ) 

Ungrounded Feeder Conductors 

The conductors must inc^Midently me^ 

(1) terminations, and (2) ccwalkions of u 
raceway run. 

Minimum size conductor at tf?M®£rcurrrent device ter- 
mination [see 110.14(C) and 215.2(A)(1), using 75°C am- 
pacity column in Table 310.15(B)(16)]: 1/0 AWG. 

Minimum size conductors in the raceway based on ac¬ 
tual load [see Article 100, Ampacity, and 310.15(B)(3)(a) 
and correction factors to Table 310.15(B)(16)[: 

95,500 VA / 0.7 / 0.96 = 142,000 VA [ROP 2-264] 

[70% = 310.15(B)(3)(a)] & [0.96 = Correction factors to Table 
310.15(B)(16)] 

Conversión to amperes: 

142,000 VA / (480V x V3) = 171 A [ROP 2-264] 

Note that the neutral conductors are counted as current- 
carrying conductors [see 310.15(B)(5)(c)[ in this example 
because the discharge lighting has substantial nonlinear 
content. This requires a 2/0 AWG conductor based on the 
90°C column of Table 310.15(B)(16). Therefore, the worst 
case is given by the raceway conditions, and 2/0 AWG 



conductors must be used. If the utility corridor was at nor¬ 
mal temperatures [(30°C (86°F)], and if the lighting at each 
building were supplied from the local separately derived 
system (thus requiring no neutrals in the supply feeders) the 
raceway result (95,500 VA / 0.8 = 119,000 VA; 119,000 VA 
/ (480V xV3) = 143 A, or a 1 AWG conductor @ 90°C) 
could not be used because the termination result (1/0 AWG 
based on the 75°C column of Table 310.15(B)(16) would 
become the worst case, requiring the larger conductor. 
[ROP 2-264] 

In every case, the overcurrent protective device shall 
provide overcurrent protection for the feeder conductors in 
accordance with their ampacity as provided by this Cade 
(see 240.4). A 90°C 2/0 AWG conductor has a Table 
310.15(B)(16) ampacity of 195 amperes. Adjusting for the 
conditions oÍKe (35°C ambient temperature, 8 current- 
carrying ^wfuctors in the common raceway), 

195 ¡pl^s x 0.96 x 0.7 = 131 A 

z\ 50^^^re circuit breaker protects the 2/0 AWG 
3cr conductoS^tecause 240.4(B) permits the use of the 
^ct higher standa^ksize overcurrent protective device. 
^Note Jm K the feeder layout preeludes the application of 
!JbTA)( 2) Exception. 

:r Neutral Conductor (see 220.61) 
ise 210.11(B) does not apply to these buildings, 
id cannot be assumed to be evenly distributed across 
phasés. Therefore the máximum imbalance must be as¬ 
sumed to be the full lighting load in this case, or 11,600 
VA. (11,600 VA / 277V = 42 amperes.) The ability of the 
neutral to retum fault current [see 250.32(B)Exception(2)[ 
is not a factor in this calculation. 

Because the neutral runs between the main switchboard 
and the building panelboard, likely terminating on a busbar 
at both locations, and not on overcurrent devices, the ef- 
feets of continuous loading can be disregarded in evaluat- 
ing its terminations [see 215.2(A)(1) Exception No. 2], That 
calculation is (11,600 VA -f 277V) = 42 amperes, to be 
evaluated under the 75°C column of Table 310.15(B)(16). 
The minimum size of the neutral might seem to be 8 AWG, 
but that size would not be sufficient to be depended upon in 
the event of a line-to-neutral short circuit [see 215.2(A)(1), 
second paragraph], Therefore, since the minimum size 
equipment grounding conductor for a 150 ampere circuit, 
as covered in Table 250.122, is 6 AWG, that is the mini¬ 
mum neutral size required for this feeder. 

Example D4(a) Multifamily Dwelling 

A multifamily dwelling has 40 dwelling units. 

Meters are in two banks of 20 each with individual feeders 
to each dwelling unit. 

One-half of the dwelling units are equipped with electric 
ranges not exceeding 12 kW each. Assume range kW rating 
equivalent to kVA rating in accordance with 220.55. Other 
half of ranges are gas ranges. 
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Area of each dwelling unit is 840 ft 2 . 

Laundry facilities on premises are available to all tenants. 
Add no circuit to individual dwelling unit. 

Calculated Load for Each Dwelling Unit (see Article 
220 ) 

General Lighting: 840 ft 2 at 3 VA/ft 2 = 2520 VA 
Special Appliance: Electric range (see 220.55) = 8000 VA 

Mínimum Number of Branch Circuits Required for 
Each Dwelling Unit [see 210.11(A)] 

General Lighting Load: 2520 VA ~ 120 V = 21 A or two 
15-A, 2-wire circuits; or two 20-A, 2-wire circuits 
Small-Appliance Load: Two 2-wire circuits of 12 AWG 
wire [see 210.11(C)(1)] 

Range Circuit: 8000 VA -f 240 V = 33 A or a circuit of two 
8 AWG conductors and one 10 AWG conductor in accor- 
dance with 210.19(A)(3) 

Mínimum Size Feeder Required for Each Dwelling 
Unit (see 215.2) 


Calculated Load (see Article 220): 

General Lighting 

Small Appliance (two 20-ampere circuits) 

Subtotal Calculated Load (without ranges) 


Mínimum Size Feeders Required from Service Equip- 
ment to Meter Bank (For 20 Dwelling Units — 10 with 
Ranges) 

Total Calculated Load: 

Lighting and Small Appliance 

20 units x 5520 VA 110,400 VA 


Application of Demand Factor 
First 3000 VA at 100% 

110,400 VA - 3000 VA = 107,400 VA at 35% 


Net Calculated Load 40,590 VA 
Range Load: 10 ranges (not over 12 kVA) (see Col. C, 25,000 VA 
Table 220.55, 25 kW) _ 

Net Calculated Load (with ranges) 65,590 VA 



Application of Demand Factor (see Ta.blj0EO.42) 

á 

r 882 VA 

Net Calculated Load (\sj®8üt ranges) 

Range Load 


Size of Each Feeder (see 215.2) 

For 120/240-V, 3-wire system (without ranges) 
Net calculated load of 3882 VA -F 240 V = 16 A 
For 120/240-V, 3-wire system (with ranges) 

Net calculated load, 11,882 VA -F 240 V = 50 A 


Feeder Neutral 


Calculated Load for Neutral 

9482 VA -F 240 V= 39.5 A 


Mínimum Size Main Feeders (or Service Conductors) 
Required (Less House Load) (For 40 Dwelling Units — 
20 with Ranges) 

Total Calculated Load: 

Lighting and Small-Appliance Load 

40 units x 5520 VA 220,800 VA 


Application of Demand Factor (from Table 220.42) 

First 3000 VA at 100% 3,000 VA 

Next 120,000 VA - 3000 VA = 117,000 VA at 35% 40,950 VA 

Remainder 220,800 VA - 120,000 VA = 100,800 VA at 25,200 VA 


Net Calculated Load 

Range Load: 20 ranges (less than 12 kVA) 

(see Col. C, Table 220.55) 


69,150 VA 
35,000 VA 
Net Calculated Load 104,150 VA 


For 120/240-V, 3-wire system 

Net calculated load of 104,150 VA -f 240 V = 434 A 
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Feeder Neutral 


Calculated Load (neutral) 93,650 VA 

93,650 VA 4- 240 V = 390 A 

Further Demand Factor [see 220.61(B) 


Calculated Load (see Article 220): 
General Lighting 

Small Appliance (two 20-A circuits) 


Application of Demand Factor 


Net Calculated Load (neutral) 333 A 

[See Table 310.15(B)(16) through Table 310.15(B)(21), 
and 310.15(B)(2), (B)(3), and (B)(5).] 

Example D4(b) Optional Calculation for Multifamily 
Dwelling 

A multifamily dwelling equipped with electric cooking 
and space heating or air conditioning has 40 dwelling units. 

Meters are in two banks of 20 each plus house metering 
and individual feeders to each dwelling unit. 

Each dwelhng unit is equipped with an electric range of 
8-kW nameplate rating, four 1.5-kW separately controlled 
240-V electric space heaters, and a 2.5-kW, 240-V 
water heater. Assume range, space heater, and watei 
kW ratings equivalent to kVA. 

A common laundry facility is availabkggj^ll 
[see 210.52(F), Exception No. 1]. 

Area of each dwelling unit is 84 


Calculated Load for Each Dwell 

220 ) 


General Lighting Load: 
840 ft 2 at 3 VA/ft 2 
Electric range 
Electric heat: 6 kVA (or 
if larger) 


Electric w 






ind Small Appliance 
. id: 6400 VA at 70% [see 220.61(B)] 
anürWater Heating (no neutral): 240 V 


2,520 VA 
8,000 VA 
6,000 VA 


Net Calculated Load (neutral) 8,362 VA 


Calculated Load for Neutral 

8362 VA 4- 240 V = 35 A 

Mínimum Size Feeder Required from Service Equip- 
ment to Meter Bank (For 20 Dwelling Units) 

Total Calculated Load: 

Lighting and Small-Appliance Load 

20 units x 5520 VA 110,400 VA 

Water and Space Heating Load 

20 units x 8500 VA 170,000 VA 

Range Load: 20 x 8000 VA 160,000 VA 


Mínimum Number of Branch Circuits Required for 
Each Dwelling Unit 

General Lighting Load: 2520 VA 4 120 V = 21 A or two 
15-A, 2-wire circuits, or two 20-A, 2-wire circuits 
Small-Appliance Load: Two 2-wire circuits of 12 AWG 
[see 210.11(0(1)] 

Range Circuit (See Table 220.55, Column B): 

8000 VA x 80% 4- 240 V = 27 A on a Circuit of three 
10 AWG conductors in accordance with 210.19(A)(3) 
Space Heating: 6000 VA 4- 240 V = 25 A 
Number of circuits (see 210.11) 

Mínimum Size Feeder Required for Each Dwelling 
Unit (see 215.2) 


Net Calculated Load (20 dwelling units) 440,400 VA 
Net Calculated Load Using Optional Calculation (see 
Table 220.84) 

440,400 VA x 0.38 167,352 VA 


167,352 VA 4- 240 V = 697 A 

Mínimum Size Main Feeder Required (Less House 
Load) (For 40 Dwelling Units) 

Calculated Load: 

Lighting and Small-Appliance Load 

40 units x 5520 VA 220,800 VA 

Water and Space Heating Load 340,000 VA 

40 units x 8500 VA 

Range: 40 ranges x 8000 VA 320,000 VA 


Net Calculated Load (40 dwelling units) 
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Net Calculated Load Using Optional Calculation (see 
Table 220.84) 

880,800 VA x 0.28 = 246,624 VA 
246,624 VA -f 240 V = 1028 A 

Feeder Neutral Load for Feeder from Service Equip- 
ment to Meter Bank (For 20 Dwelling Units) 

Lighting and Small-Appliance Load 
20 units x 5520 VA 
First 3000 VA at 100% 

110,400 VA - 3000 VA = 107,400 VA 
at 35% _ 

Net Calculated Load 40,590 VA 
20 ranges: 35,000 VA at 70% 24,500 VA 

[see Table 220.55 and 220.61(B)] 


110,400 VA 
3,000 VA 
37,590 VA 


Total 65,090 VA 


65,090 VA -f- 240 V = 271 A 

Further Demand Factor [see 220.61(B)] 


Feeder Neutral Load of Main Feeder (Less House 
Load) (For 40 Dwelling Units) 

Lighting and Small-Appliance Load 
40 units x 5520 VA 
First 3000 VA at 100% 

Next 120,000 VA - 3000 VA = 117,000 VA at 35% 

Remainder 220,800 VA - 120,000 VA = 100,800 VA 
25% 


0 ranges: 55,000 VA at 70% [see Ta 
220.61(B>] 


107,650 VA -f 240 V = 449 A 
Further Demand Factor [see 220.61(B)[ 



Total 374 A 


Example D5(a) Multifamily Dwelling Served at 
208Y/120 Volts, Three Phase 

All conditions and calculations are the same as for the 
multifamily dwelling [Example D4(a)] served at 120/240 V, 
single phase except as follows: 

Service to each dwelling unit would be two phase legs 
and neutral. 


Mínimum Number of Branch Circuits Required for 
Each Dwelling Unit (see 210.11) 

Range Circuit: 8000 VA -f 208 V = 38 A or a circuit of two 
8 AWG conductors and one 10 AWG conductor in accor- 
dance with 210.19(A)(3) 

Mínimum Size Feeder Required for Each Dwelling 
Unit (see 215.2) 

For 120/208-V, 3-wire system (without ranges), 

Net calculated load of 3882 VA -f 2 legs 4- 120 V/leg = 
16 A 

For 120/208-V, 3-wire system (with ranges), 

Net calculated load (range) of 8000 VA 4 208 V = 39 A 
Total load (range + lighting) = 39 A + 16 A = 55 A 

[ROP 2-266] 

Reducing the nejÉpal load on the feeder to each dwell- 
ing unit is not p^ttted. [see 220.61(C)(1)[ [ROP 2-266] 

Mínimum Size Feeders Required from Service Equip- 
ment to Meter Bank (For 20 Dwelling Units — 10 with 
Rangí 

208'V^CO-V, 3-pha^ 4-wire system, 

aximum number between any two phase legs 

= 4 — 

|le 22^5 demand = 23,000 VA 

demand = 23,000 VA -f 2 = 11,500 VA 
luivalent 3-phase load = 34,500 VA 
Net Calculated Load (total): 

40,590 VA + 34,500 VA = 75,090 VA 
75,090 VA 4 (208 V)(1.732) = 208 A 

Feeder Neutral Size 

Net Calculated Lighting and Appliance Load & Equiva- 
lent Range Load: 

40,590 VA + (34,500 VA at 70%) = 64,700 VA 
Net Calculated Neutral Load: 

64,700 VA 4 (208 V)( 1.732) = 180 A 

Mínimum Size Main Feeder (Less House Load) (For 
40 Dwelling Units — 20 with Ranges) 

For 208Y/120-V, 3-phase, 4-wire system, 

Ranges: 

Máximum number between any two phase legs = 7 
2 x 7 = 14. 

Table 220.55 demand = 29,000 VA 
Per phase demand = 29,000 VA t- 2 = 14,500 VA 
Equivalent 3-phase load = 43,500 VA 
Net Calculated Load (total): 

69,150 VA + 43,500 VA = 112,650 VA 
112,650 VA 4 (208 V)(1.732) = 313 A 
Main Feeder Neutral Size: 

69,150 VA + (43,500 VA at 70%) = 99,600 VA 
99,600 VA 4 (208 V)( 1.732) = 277 A 
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Further Demand Factor (see 220.61) 


Net Calculated Load (neutral) 


Net Calculated Load (neutral) 


Example D5(b) Optional Calculation for Multifamily 
Dwelling Served at 208Y/120 Volts, Three Phase 

All conditions and calculations are the same as for Optional 
Calculation for the Multifamily Dwelling [Example D4(b)] 
served at 120/240 V, single phase except as follows: 

Service to each dwelling unit would be two phase legs 
and neutral. 

Mínimum Number of Branch Circuits Required for 
Each Dwelling Unit (see 210.11) 

Range Circuit (see Table 220.55, Column B): 8000 VA 
at 80%-f- 208 V = 31 A or a circuit of two 8 AWG conduc- 
tors and one 10 AWG conductor in accordance with 
210.19(A)(3) 

Space Heating: 6000 VA ~ 208 V = 29 A 
Two 20-ampere, 2-pole circuits required, 12 A 
ductors 


Mínimum Size Feeder Require» 
Unit 

120/208-V, 3-wire circuit 
Net calculated load of 18,782 V 
Net calculated load 
3882 VA -t- 2 legs 
Line to line = 14,9( 

Total load = 16.2 A 



r Service Equip- 
g Units) 


Mínimum Size Feeder 1 
ment to Meter Bank (] 


Net Calculated Load 

167,352 VA -f (208 V)(1.732) = 


Feeder Neutral Load 

65,080 VA -r (208 V)(1.732) = 181 A 


Mínimum Size Main Feeder Required (Less House 
Load) (For 40 Dwelling Units) 


Example D6 Máximum Demand for Range Loads 

Table 220.55, Column C, applies to ranges not over 12 kW. 
The application of Note 1 to ranges over 12 kW (and not 
over 27 kW) and Note 2 to ranges over 8% kW (and not 
over 27 kW) is illustrated in the following two examples. 

A. Ranges All the Same Rating (see Table 220.55, 
Note 1) 

Assume 24 ranges, each rated 16 kW. 

From Table 220.55, Column C, the máximum demand 
for 24 range^^ 12-kW rating is 39 kW. 16 kW exceeds 12 
kW by 4_ 

increase for each kW in excess of 
kW increase 

(valué to be used in selection of 

Langes of Unequal Rating (see Table 220.55, Note 

le 5 ranges, each rated 11 kW; 2 ranges, each 
:W; 20 ranges, each rated 13.5 kW; 3 ranges, each 
8 kW. 

60 kW (use 
12 kW for range 
rated less than 12) 

24 kW 
270 kW 
54 kW 

408 kW 

30 ranges = 13.6 kW (average to be used for 
calculation) 

From Table 220.55, Column C, the demand for 30 
ranges of 12-kW rating is 15 kW + 30 (1 kW x 30 ranges) 
= 45 kW. 13.6 kW exceeds 12 kW by 1.6 kW (use 2 kW). 

5% x 2 = 10% (5% increase for each kW in excess of 
12 kW) 

45 kW x 10% = 4.5 kW increase 

45 kW + 4.5 kW = 49.5 kW (valué to be used in selec¬ 
tion of feeders) 


Net Calculated Load 

246,624 VA (208 V)(1.732) = 685 A 

Main Feeder Neutral Load 

107,650 VA (208 V)(1.732) = 299 A 

Further Demand Factor [see 220.61(B)] 


Example D7 Sizing of Service Conductors for Dwell- 
ing(s) [see 310.15(B)(7)[ 

Service conductors and feeders for certain dwellings are 
allowed to be sized per 310.15(B)(7). [ROP 6-117a] 

If a 175 ampere Service Rating is selected, a Service 
conductor is then sized by 175 amperes x 0.83 = 145.25 
amperes per Section 310.15(B)(7). [ROP 6-117a] 
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If no other adjustments or corrections are required for 
the installation, then per Table 310.15(B)(16) a 1/0 AWG 
Cu or a 3/0 AWG Al would meet this rating at 75 degree C. 

[ROP 6-117a] 

Example D8 Motor Circuit Conductors, Overload Pro- 
tection, and Short-Circuit and Ground-Fault Protection 

(see 240.6, 430.6, 430.22, 430.23, 430.24, 430.32, 430.52, 
and 430.62, Table 430.52, and Table 430.250) 

Determine the mínimum required conductor ampacity, the 
motor overload protection, the branch-circuit short-circuit 
and ground-fault protection, and the feeder protection, for 
three induction-type motors on a 480-V, 3-phase feeder, as 
follows: 

(a) One 25-hp, 460-V, 3-phase, squirrel-cage motor, 
nameplate full-load current 32 A, Design B, Service Factor 
1.15 

(b) Two 30-hp, 460-V, 3-phase, wound-rotor motors, 
nameplate primary full-load current 38 A, nameplate sec- 
ondary full-load current 65 A, 40°C rise. 

Conductor Ampacity The full-load current valué used to 
determine the mínimum required conductor ampacity is ob- 
tained from Table 430.250 [see 430.6(A)] for the squirrel-^' 
cage motor and the primary of the wound-rotor motors. 1 
obtain the mínimum required conductor ampacity, the full- 
load current is multiplied by 1.25 [see 
430.23(A)]. 

For the 25-hp motor, 

34 A x 1.25 = 43 A 
For the 30-horsepower motors, 

40 A x 1.25 = 50 A 
65 A x 1.25 = 81 A 


(a) Nontime-Delay Fuse: The fuse rating is 300% x 34 
A = 102 A. The next larger standard fuse is 110 A [see 
240.6 and 430.52(C)(1), Exception No. 1 ]. If the motor will 
not start with a 110-A nontime-delay fuse, the fuse rating is 
permitted to be increased to 125 A because this rating does 
not exceed 400% [see 430.52(C)(1), Exception No. 2(a)[. 

(b) Time-Delay Fuse: The fuse rating is 175% x 34 A = 
59.5 A. The next larger standard fuse is 60 A [see 240.6 and 
430.52(C)(1), Exception No. 1 ]. If the motor will not start 
with a 60-A time-delay fuse, the fuse rating is permitted to 
be increased to 70 A because this rating does not exceed 
225% [see 430.52(C)(1), Exception No. 2(b)[. 

Feeder Short-Circuit and Ground-Fault Protection 

The rating of the feeder protective device is based on the 
sum of the largest J^anch-circuit protective device (ex¬ 
ample is 110 A) ph«ne sum of the full-load currents of the 
other motors, op^QA + 40 A + 40 A = 190 A. The nearest 
standard fus^^at not exceed this valué is 175 A [see 
240.6 anM30.62(A ,)^^ 

[pie DftgFeeder Ampacity Determination for Gen- 

r Field Control [see 215.2, 430.24, 430.24 Excep- 
fó20.13, 620.14, 620.61, and Table 430.22(E) 

tfie conductor ampacity for a 460-V 3-phase, 
Ter supplying a group of six elevators. The 
mve motor nameplate rating of the largest MG 
t for one elevator is 40 hp and 52 A, and the remaining 
bvators each have a 30-hp, 40-A, ac drive motor rating for 
Rir MG sets. In addition to a motor controller, each eleva- 
r has a sepárate motion/operation controller rated 10 A 
continuous to opérate microprocessors, relays, power sup- 
plies, and the elevator car door operator. The MG sets are 
rated continuous. 


Motor Overload Protection \\ 

Where protected by a sepárate o^fcoad the mo¬ 

tors are required to have overload prot^M^^ited or set to 
trip at not more than 125% of the namepMe full-load cur¬ 
rent [see 430.6(A) and 430.32(A)(1)[. 

For the 25-hp motor, 

32 A x 1.25 = 40.0 A 
For the 30-hp motors, 

38 A x 1.25 = 48 A 

Where the sepárate overload device is an overload relay 
(not a fuse or circuit breaker), and the overload device 
selected at 125% is not sufíicient to start the motor or carry 
the load, the trip setting is permitted to be increased in 
accordance with 430.32(C). 


Branch-Circuit Short-Circuit and Ground-Fault Pro¬ 
tection The selection of the rating of the protective device 
depends on the type of protective device selected, in accor¬ 
dance with 430.52 and Table 430.52. The following is for 
the 25-hp motor. 


Conductor Ampacity. Conductor ampacity is deter- 
mined as follows: 

(a) In accordance with 620.13(D) and 620.61(B)(1), 
use Table 430.22(E), for intermittent duty (elevators). For 
intermittent duty using a continuous rated motor, the per- 
centage of nameplate current rating to be used is 140%. 

(b) For the 30-hp ac drive motor, 

140% x 40 A = 56 A. 

(c) For the 40-hp ac drive motor, 

140% x 52 A = 73 A. 

(d) The total conductor ampacity is the sum of all the 
motor currents: (1 motor x 73 A) + (5 motors x 56 A) = 
353 A 

(e) In accordance with 620.14 and Table 620.14, the 
conductor (feeder) ampacity would be permitted to be re- 
duced by the use of a demand factor. Constant loads are not 
included (see 620.14, Informational Note). For six eleva¬ 
tors, the demand factor is 0.79. The feeder diverse ampacity 
is, therefore, 0.79 x 353 A = 279 A. 
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(f) In accordance with 430.24 and 215.3, the controller 
continuous current is 125% x 10 A = 13 A 

(g) The total feeder ampacity is the sum of the diverse 
current and all the controller continuous current. 

/(otai = 279 A + (6 elevators x 12.5 A) = 354 A 

(h) This ampacity would be permitted to be used to 
select the wire size. 

See Figure D9. 


(a) Calcúlate the nameplate rating of the transformer: 

/ = 95 kVAxlOOO =133A 

s/S x 460 V x 0.90 eff 

(b) In accordance with 620.13(D), for six elevators, 
the total conductor ampacity is the sum of all the currents. 
6 elevators x 133 A = 798 A 

(c) In accordance with 620.14 and Table 620.14, the 
conductor (feeder) ampacity would he permitted to be re- 
duced by the use of a demand factor. Constant loads are not 
included (see 620.13, Informational Note No. 2). For six 
elevators, the demand factor is 0.79. The feeder diverse 
ampacity is, therefore, 0.79 x 798 A = 630 A. 

(d) In accordance with 430.24 and 215.3, the control¬ 
ler continuouj^urrent is 125% x 10A = 13 A. 

(e) Tl^Ktal feeder ampacity is the sum of the diverse 
current^Éfcd the controller constant current. 

/(otai ^03O^^£> elevators x 12.5 A) = 705 A 

would be permitted to be used to 



Machine 

Figure D9 Generator Field 


Example DIO Feeder Ampacity Determination for Ad- 
justable Speed Drive Control [see 215.2, 430.24, 620.13, 
620.14, 620.61, and Table 430.22(E)] 

Determine the conductor ampacity for a 460-V, 3-phase, 
60-Hz ac feeder supplying a group of six identical eleva¬ 
tors. The system is adjustahle-speed SCR de drive. The 
power transformers are extemal to the drive (motor control¬ 
ler) cabinet. Each elevator has a sepárate motion/operation 
controller connected to the load side of the main line dis- 
connect switch rated 10 A continuous to opérate micropro- 
cessors, relays, power supplies, and the elevator car door 
operator. Each transformer is rated 95 kVA with an effi- 
ciency of 90%. 

Conductor Ampacity 

Conductor ampacity is determined as follows: 


To additional elevator 


Figure DIO Adjustable Speed Drive Control. 

Example Dll Mobile Home (see 550.18) 

A mobile home floor is 70 ft by 10 ft and has two small 
appliance circuits; a 1000-VA, 240-V heater; a 200-VA, 
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120-V exhaust fan; a 400-VA, 120-V dishwasher; and a 
7000-VA electric range. 

Lighting and Small-Appliance Load 

Lightíng (70 ft x 10 ft x 3 VA per ft 2 ) 

Small-appliance (1500 VAx 2 circuits) 

Laundry (1500 VA x 1 Circuit) 


First 3000 VA 
Remainder (6600 VA - 3000 VA 
3600 VA) x 35% 


4260 VA 4- 240 V = 17.75 A per leg 

Amperes per Leg Leg A 


Lighting and appliances 
Heater (1000 VA 4- 240 V) 

Fan (200 VA x 125% 4- 120 V) 
Dishwasher (400 VA -i- 120 V) 
Range (7000 VA x 0.8 4- 240 V) 

Total amperes per leg 


Based on the higher current calculated for either leg, a 
minimum 50-A supply cord would be required. 

For SI units, 0.093 m z = 1 ft 2 and 0.3048 m = 1 ft. 


Example D13 Cable Tray Calculations (See Arríele 
392) 

D13(a) Multiconductor Cables 4/0 AWG and Larger 

Use: NEC 392.22(A)(l)(a) 

Cable tray must have an inside width equal to or greater 
than the sum of the diameters (Sd) of the cables, which 
must be installed in a single layer. 

Example: Cable tray width is obtained as follows: 

SD = (OD) 
x(N) 

(Sum of the 
Cable 

Diameters) (in.) 



Example D12 Park Tráiler (see 552.47) 

A park tráiler floor is 40 ft by 10 ft and ÜpTtwo si 
appliance circuits, a 1000-VA, 240-V heí^fa 2( 

120-V exhaust fan, a 400-VA, 120-V dish^ ÉfaaáM nd a 
7000-VA electric range. 

Lighting and Small-Appliance Loar 

Lighting (40 ft x 10 ft x 3 VA per ft 2 
Small-appliance (1500 VAx 2 circuits) 

Laundry (1500 VA x 1 Circuit) 


Lighting and appliances 
Heater (1000 VA 4- 240 V) 

Fan (200 VA x 125% 4- 120 V) 
Dishwasher (400 VA 4- 120 V) 
Range (7000 VA x 0.8 4- 240 V) 


Based on the higher current calculated for either leg, a 
minimum 50-A supply cord would be required. 

For SI units, 0.093 m z = 1 ft 2 and 0.3048 m = 1 ft. 


70-860 


NATIONAL ELECTRICAL CODE 2014 Edition 
















INFORMATTVE ANNEX C 


Example: Cable tray width is obtained as follows: 

Multiply (A) 
x(N) 

(A) (Which Is a 

Cable (N) Total Cable 

Cable Size Cross-Sectional Number of Cross-Sectional 
Being Used Area (in. 2 ) Cables Area in in. 2 ) 


4-conductor 
Type MC 

AWG 


1.1350 


12.15 


Table D13(d) from Table 392.22(B)(1), Column 1 
Inside Width of Cable Tray Allowable Cable Area (in. 2 ) 


The total cable cross-sectional area is 12.15 in. . Using 
Table D13(b) above, the next higher allowable cable area 
must be used, which is 14.0 in. 2 . The table specifies that the 
cable tray inside width for an allowable cable area of 
14.0 in. 2 is 12 in. 

Note: Cable cross-sectional area is a nominal area from 
catalog data. 

D13(c) Single Conductor Cables 1/0 AWG through 4/0 
AWG 

Use: NEC 392.22(B)(l)(d) 

Cable tray must have an inside width equal to or greater 
than the sum of the diameters (Sd) of the cables. The^ 
must be evenly distributed across the cable tray. 

Example: Cable tray width is obtained as follo\ 


Single (OD) 

Conductor Cable Outside 
Cable Size Diameters 

Being Used (in.) 

0.64: 


The sum of the diameters^®! fies = 11.56 in., 

therefore, a cable tray with arr idth of at least 

11.56 in. is required. 

Note: Cable outside diameter from Chapter 9, Table 5. 

D13(d) Single Conductor Cables 250 kcmil through 
900 kcmil 

Use: NEC 392.22(B)(l)(b) 

The sum of the cross-sectional areas of all the cables to 
be installed in the cable tray must be equal to or less than 
the allowable cable area for the tray width, as indicated in 
Table 392.22(B)(1), Column 1. 


0.707 



Example: Cable tray width is obtained as follows: 

Multiply (A) 
x (N) 

(Which Is a 

Cable (N) Total Cable 

iectional Number of Cross-Sectional 
) Cables Area in in. 2 ) 


6.36 


total cable cross-sectional area is 6.36 in. . Using 
!(d), the next higher allowable cable area must be 
Vhich is 6.5 in. 2 . The table specifies that the cable 
tray inside width for an allowable cable area of 6.5 in. 2 is 
6 in. 

Note: Single-conductor cable cross-sectional area from 
Chapter 9, Table 5. 

Example D14 Ampacity Calculation for Conductors 
on a Roof Top Installed in EMT (See Article 310). [ROP 
6-119] 

Determine the ampacity of four current-carrying 8 
AWG THWN-2 copper conductors in EMT exposed to di- 
rect sunlight with an ambient temperature of 100°F located 
3 inches above a rooftop. 

References: 310.15(B)(3)(c), 310.15(B)(3), Table 

310.5(B)(16), and Table 310.15(B)(2)(A). 

Begin by determining the ambient temperature adder 
for raceways above rooftops from Table 310.15(B)(3)(c). 
EMT is supported 3 inches above the roof therefor a tem¬ 
perature adder of 50°F is added to the ambient temperature 
of 100°F, resulting in an adjusted ambient temperature of 
150°F. 

Next, taking into account that there are four current- 
carrying conductors in the raceway, 310.15(B)(3)(a) applies 
resulting in an adjustment factor of 80% from Table 
310.15(B)(3)(a). For derating adjustment purposes, the 
90°C ampacity of 55 amps is selected from Table 
310.15(B)(16). Taking into account the 80% adjustment for 
more than three current carrying conductors, the 55 amps is 
multiplied by 0.80 resulting in 44 amps. 
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Next, the ambient temperature correction factor for an 
ambient other than 30°C is found in Table 310.15(B)(2)(A). 
The correction factor for the 150°F ambient temperature is 
0.58 for the 90°C rated conductor. 


The ambient temperature correction factor of 0.58 is 
multiplied by the previously adjusted ampacity of 44 amps 
resulting in a máximum ampacity of 25.5 amps for the 8 
AWG THWN-2 copper conductors. 
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Informative Annex E Types of Construction 


This informative annex is 
this NFPA document but ii 
poses only. 


\ot a part of the requirements of 
included for informational pur- 


Table E.l contains the tire resistance rating, in hours, for 
Types I through V construction. The five diíferent types of 
construction can be summarized briefly as follows (see also 
Table E.2): 

Type I is a Fire-Resistive construction type. Alt structural 
elements and most interior elements are required to be non- 
combustible. Interior, nonbearing partitions are permitted to 
be 1 or 2 hour rated. For nearly all occupancy types, Type 
I construction can be of unlimited height. 

Table E.l Fire Resistance Ratings for Type I Through Type V Constru 


Type II construction has 3 categories: Fire-Resistive, 
One-Hour Rated, and Non-Rated. The number of stories 
permitted for multifamily dwellings varíes from two for 
Non-Rated and four for One-Hour Rated to 12 for Fire- 
Resistive construction. 

Type III construction has two categories: One-Hour 
Rated and Non-Rated. Both categories require the structural 
framework and exterior walls to be of noncombustible ma¬ 
terial. One-Hour Rated construction requires all interior 
partitions to be one-hour rated. Non-Rated construction al- 
lows nonbearing interior partitions to be of non-rated con¬ 
struction. T^^naximum permitted number of stories for 



Exterior Bearing Walls 11 

Supporting more than one floor, 
columns, or other bearing walls 
Supporting one floor only 
Supporting a roof only 

Interior Bearing Walls 

Supporting more than one floor, 
columns, or other bearing walls 
Supporting one floor only 
Supporting roofs only 

Columns 

Supporting more than 
columns, or other bearing 
Supporting one floor only 
Supporting roofs only 

Beams, Girders, Trusses, and 
Arches 

Supporting more than one floor, 
columns, or other bearing walls 
Supporting one floor only 
Supporting roofs only 

Floor-Ceiling Assemblies 

Roof-Ceiling Assemblies 

Interior Nonbearing Walls 

Exterior Nonbearing Walls c 

Source: Table 7.2.1.1 from NFPA 5000, Building Construction and Safety Code, 2009 edition. 

H: Heavy timber members. 
a See 7.3.2.1 in NFPA 5000. 
b See Section 7.3 in NFPA 5000. 
c See 7.2.3.2.12, 7.2A2.3, and 7.2.5.6.8 in NFPA 5000. 
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multifamily dwellings and other structures is two for Non- 
Rated and four for One-Hour Rated. 

Type IV is a single construction category that provides 
for heavy timber construction. Both the structural frame- 
work and the exterior walls are required to be noncombus- 
tible except that wood members of certain minimum sizes 
are allowed. This construction type is seldom used for mul¬ 
tifamily dwellings but, if used, would be permitted to be 
four stories high. 

Type V construction has two categories: One-Hour 
Rated and Non-Rated. One-Hour Rated construction re- 
quires a minimum of one-hour rated construction through- 
out the building. Non-rated construction allows non-rated 
interior partitions with certain restrictions. The máximum 
permitted number of stories for multifamily dwellings and 
other structures is 2 for Non-Rated and 3 for One-Hour 
Rated. 


Construction Type 

Máximum Number of Stories 
Permitted 

V Non-Rated 

2 

V Non-Rated, Sprinklered 

3 

V One-Hour Rated 

3 

V One-Hour Rated, 

4 

Sprinklered 

IV Heavy Timber 

4 

IV Heavy Timber, 

5 

Sprinklered 

III Non-Rated 

2 

III Non-Rated, Sprinklered 

3 

III One-Hour Rated 

4 

III One-Hour Rated, ^ 

5 

Sprinklered 


In Table E.l the system of designating types of construc¬ 
tion also ineludes a specific breakdown of the types of 
construction through the use of arabic numbers. These ara- 
bic numbers follow the román numeral notation where 
identifying a type of construction [for example, Type 
1(442), Type 11(111), Type 111(200)] and indicate the fire 
resistance rating requirements for certain structural ele- 
ments as follows: 



UBC: Unifomi Building Code. 
FR: Fire rated. 


N: Nonsprinklered. 

HT: Heavy timber. 

B/NBC: National Building Code. 
SBC: Standard Building Code. 
UNP: Unprotected. 

IBC: International Building Code. 
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Informative Annex F Availability and Reliability for Critical Operations Power Systems; and 
Development and Implementation of Functional Performance Tests (FPTs) for Critical 
Operations Power Systems 


This informative annex is not a parí ofthe requirements of 
this NFPA document but is included for informational pur- 
poses only. 

I. Availability and Reliability for Critical Operations 
Power Systems. Critical operations power systems may 
support facilities with a variety of objectives that are vital 
to public safety. Often these objectives are of such critical 
importance that system downtime is costly in terms of eco- 
nomic losses, loss of security, or loss of mission. For those 
reasons, the availability of the critical operations power 
system, the percentage of time that the system is in Service, 
is important to those facilities. Given a specified level of 
availability, the reliability and maintainability requirements 
are then derived based on that availability requirement. 

Availability. Availability is defined as the percentage of 
time that a system is availahle to perform its function(s). 
Availability is measured in a variety of ways, including the 
folio wing: 


Availability = 


MTBF 

MTBF + MTTR - 


where: 

MTBF = mean time between failure 
MTTF = mean time to failure 
MTTR = mean time to repah^ 

See the following tabjjj 
lish required availability 
tems: 


Ition power sys- 


Availability 

^PPírs of Downtime* 

0.9 

876 

0.99 

87.6 

0.999 

8.76 

0.9999 

0.876 

0.99999 

0.0876 

0.999999 

0.00876 

0.9999999 

0.000876 


*Based on a year of 8760 hours. 

Availability of a system in actual operations is deter- 
mined by the following: 


(1) The frequency of occurrence of failures. Failures may 
prevent the system from performing its function or may 
cause a degraded effect on system operation. Frequency 
of failures is directly related to the system’s level of 
reliability. 

(2) The time required to restore operations following a sys¬ 
tem failure or the time required to perform maintenance 
to prevent a failure. These times are determined in part 
by the system’s level of maintainahility. 

(3) The logi^Ps provided to support maintenance of the 
systej^phe number and availability of spares, mainte- 
níMT^^umel, and other logistics resources (refuel- 

Tkbined with the system’s level of maintain- 
Pability detei^^í the total downtime following a 
n failure. 

P ability. Reliability is concemed with the probability 
ffrequency of failures (or lack of failures). A commonly 
Rasure of reliability for repairable systems is MTBF. 

►,'alent measure for nonrepairable Ítems is MTTF. 
Érility is more accurately expressed as a probability 
over a given duration of time, cycles, or other parameter. 
For example, the reliability of a power plant might be 
stated as 95 percent probability of no failure over a 1000- 
hour operating period while generating a certain level of 
power. Reliability is usually defined in two ways (the elec- 
trical power industry has historically not used these defini- 
tions): 

(1) The duration or probability of failure-free performance 
under stated conditions 

(2) The probability that an item can perform its intended 
function for a specified interval under stated conditions 
[For nonredundant Ítems, this is equivalent to the pre- 
ceding definition (1). For redundant ítems this is 
equivalent to the definition of mission reliability.] 
Maintainability. Maintainability is a measure of how 

quickly and economically failures can be prevented through 
preventive maintenance, or system operation can be re- 
stored following failure through corrective maintenance. A 
commonly used measure of maintainahility in terms of cor¬ 
rective maintenance is the mean time to repair {MTTR). 
Maintainability is not the same thing as maintenance. It is a 
design parameter, while maintenance consists of actions to 
correct or prevent a failure event. 

Improving Availability. The appropriate methods to use 
for improving availability depend on whether the facility is 
being designed or is already in use. For both cases, a 
reliability/availability analysis should be performed to de- 
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termine the availability of the oíd system or proposed new 
system in order to ascertain the hours of downtime (see the 
preceding table). The AHJ or government agency should 
díctate how much downtime is acceptable. 

Existing facilities: For a facility that is being operated, 
two basic methods are available for improving availability 
when the current level of availability is unacceptable: (1) 
Selectively adding redundant units (e.g., generators, chill- 
ers, fuel supply to elimínate sources of single-point failure, 
and (2) optimizing maintenance using a reliability-centered 
maintenance (RCM) approach to minimize downtime. [Re- 
fer to NFPA 70B-2010, Recommended Practicefor Electri¬ 
cal Equipment Maintenance .] A combination of the previ- 
ous two methods can also be implemented. A third very 
expensive method is to redesign subsystems or to replace 
components and subsystems with higher reliability ítems. 
[Refer to NFPA 70B.] 

New facilities: The opportunity for high availability and 
reliability is greatest when designing a new facility. By 
applying an effective reliability strategy, designing for 
maintainability, and ensuring that manufacturing and com- 
missioning do not negatively affect the inherent levels of 
reliability and maintainability, a highly available facility 
will result. The approach should be as follows: 

(1) Develop and determine a reliability strategy (establish ^ 
goals, develop a system model, design for relid 
conduct reliability development testing, 
ability acceptance testing, design 
maintain design reliability, maintain d 
in operation). 

(2) Develop a reliability program^M 

of the reliability strategy to^Wiecific s^l| 
or function. Each step iridie precedí ng^ftategy' re- 
quires the selection and use^^^pecific ijnods and 
tools. For example, various too^^an l^Wsed to de¬ 
velop requirements or evalúate failures. To 

derive requirements, analytical modelscan be used, for 
example, quality function development (a technique for 
deriving more detailed, lower-level requirements from 
one level to another, beginning with mission require¬ 
ments, i.e., customer needs). This model was developed 
as part of the total quality management movement. 
Parametric models can also be used to derive design 
valúes of reliability from operational valúes and vice 
versa. Analytical methods inelude but are not limited to 
things such as thermal analysis, durability analysis, and 
predictions. Finally, one should evalúate possible fail¬ 
ures. A failure modes and effeets criticality analysis 
(FMECA) and fault tree analysis (FTA) are two meth¬ 
ods for evaluating possible failures. The mission facil¬ 
ity engineer should determine which method to use or 
whether to use both. 


(3) Identify Reliability Requirements. The entire effort for 
designing for reliability begins with identifying the 
mission critical facility’s reliability requirements. 
These requirements are stated in a variety of ways, 
depending on the customer and the specific system. For 
a mission-critical facility, it would be the mission suc- 
cess probability. 

II. Development and Implementation of Functional 
Performance Tests (FPTs) for Critical Operations 
Power Systems Development of FPT 

(1) Submit Functional Performance Tests (FPTs). 

System/component tests or FPTs are developed from sub- 
mitted drawings, systems operating documents (SODs), and 
systems operation and maintenance manuals (SOMMs), in- 
cluding large comr^Éfcnt testing (i.e., transformers, cable, 
generators, UPSJ^PkI how components opérate as part of 
the total systo^^^^commissioning authority develops the 
i^^tallation contractor (or subcontrac- 

jquipment/co^^Bnents/systems are installed, 
fíe procedures are administered to verify that 
¡/are installed in accordance with mínimum 
|grs’ recommendations, safety codes, and accept- 
^instaífl^toi practices. Quality assurance discrepancies 
idenmied and added to a “commissioning action 
Ihst be rectified as part of the commissioning 
pogram. These ítems would usually be discussed during 
Vmmissioning meetings. Discrepancies are usually identi- 
1 initially by visual inspection. 

(2) Review FPTs. The tests must be reviewed by the 
customer, electrical contractors, quality assurance person- 
nel, maintenance personnel, and other key personnel (the 
commissioning team). Areas of concern inelude, among 
others, all functions of the system being tested, all major 
components included, whether the tests reflect the system 
operating documents, and verification that the tests make 
sense. 

(3) Make Changes to FPTs as Required. The commis¬ 
sioning authority then implements the corrections, ques- 
tions answered, and additions. 

(4) FPTs Approval. After the changes are made to the 
FPTs, they are submitted to the commissioning team. When 
it is acceptable, the customer or the designated approval 
authority approves the FPTs. It should be noted that even 
though the FPT is approved, problems that arise during the 
test (or areas not covered) must be addressed. 

Testing Implementation for FPTs. The final step in 
the successful commissioning plan is testing and proper 
execution of system-integrated tests. 

(1) Systems Ready to Opérate. The FPTs can be 
implemented as various systems become operative (i.e., test 
for the generator system) or when the entire system is in¬ 
stalled. However, the final “pulí the plug” test is performed 
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only after all systems are completely installed. If the elec- 
trical contractor (or subcontractor) implements the FPTs, a 
witness must initial each step of the test. The electrical 
contractor cannot employ the witness directly or indirectly. 

(2) Perform Tests (FPTs). If the system fails the test, 
the problem must be resolved and the equipment or system 
retested or the testing requirements re-analyzed until suc- 


cessful tests are witnessed. Once the system or equipment 
passes testing, it is verified by designated commissioning 
official. 

(3) Customer Receives System. After all tests are com- 
pleted (including the “pulí the plug” test), the system is 
tumed over to the customer. 
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Informative Annex G Supervisory Control and Data Acquisition (SCADA) 


This informative annex is not a parí ofthe requirements of 
this NFPA document, but is included for informational pur- 
poses only. 

(A) General. Where provided, the general requirements in 
(A)(l) through (A)(ll) shall apply to SCADA systems. The 
SCADA system for the COPS loads shall be sepárate from 
the building management SCADA system. No single point 
failure shall be able to disable the SCADA system. 

(1) The SCADA system for the COPS loads shall be sepá¬ 
rate from the building management SCADA system. 

(2) No single point failure shall be able to disable the 
SCADA system. 

(3) The SCADA system shall be permitted to provide 
control and monitor electrical and mechanical utility 
systems related to mission critical loads, including, 
but not limited to the following: 

a. The fire alarm system 

b. The security system 

c. Power distribution 

d. Power generation 

e. HVAC and ventilation (damper position, airfl ow 
speed and direction) 

f. Load shedding 

g. Fuel levels or hours of operation < 

(4) Before installing or employing a SCAI? 

operations and maintenance rS^ 

ment shall be performed tajmv'ide ti 
parameter data 

(5) A redundant system shall b^k^ided in ^Bier warm 
or hot standby. 

(6) The controller shall he a programrmMrlogic control¬ 
ler (PLC). 


(B) Power Supply. The SCADA system power supply 

shall comply with (B)(l) through (B)(3): 

(1) The power supply shall be provided with a direct- 
current station battery system, rated between 24 and 
125 volts de, with a 72-hour capacity. 

(2) The batteries of the SCADA system shall be sepárate 
from the batteries for other electrical systems. 

(3) The power supply shall be provided with a properly 
installed surge-protective device (TVSS) at its termi¬ 
náis with a direct low-impedance path to ground. Pro- 
tected and unprotected circuits shall be physically sepa- 
rated to preverU^oupIing. 


kADA system shall be protected against dust, 
r, and other contaminants by specifying enclo- 
ures aff(^priate for the environment. 
k (3^^Sfckand tubing shall not viólate the integrity of the 
r ,SCADA system enclosure. 

It) The SCADA system shall be located in the same secure 
\ locations as the secured systems that they monitor and 
control. 

(5) The SCADA system shall be provided with dry agent 
fire protection systems or double interlocked preaction 
sprinkler systems using cross-zoned detection, to mini- 
mize the threat of accidental water discharge into un¬ 
protected equipment. The fire protection systems shall 
be monitored by the fire alarm system in accordance 
with NFPA 72- 2010, National Fire Alarm and Signal- 
ing Code. 


(7) The SCADA system shall utilize open, not propri- 
etary, protocols. 

(8) The SCADA system shall be ahle to assess the dam- 
age and determine system integrity after the “event.” 

(9) The monitor display shall provide graphical user in¬ 
terface for all major components monitored and con- 
trolled hy the SCADA system, with color schemes 
readily recognized by the typical user. 

(10) The SCADA system shall have the capability to pro¬ 
vide storage of critical system parameters at a 15- 
minute rate or more often when out-of-hmit condi- 
tions exist. 

(11) The SCADA system shall have a sepárate data storage 
facility not located in the same vicinity. 


(6) The SCADA system shall not be connected to other 
network Communications outside the secure locations 
without encryption or use of fiber optics. 

(D) Maintenance and Testing. SCADA systems shall be 
maintained and tested in accordance with (D)(l) and 
(D)(2). 

(1) Maintenance. The maintenance program for SCADA 
systems shall consist of the following components: 

(1) A documented preventive maintenance program 

(2) Concurrent maintenance capabilities, to allow the test¬ 
ing, troubleshooting, repair, and/or replacement of a 
component or subsystem while redundant compo¬ 
nente) or subsystem(s) are serving the load 
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(3) Retention of operational data — the deleted material 
goes well beyond requirements to ensure proper main- 
tenance and operation 

(2) Testing. SCADA systems shall be tested periodically 
under actual or simulated contingency conditions. 

Informational Note No. 1: Periodic system testing proce- 
dures can duplícate or be derived from the recommended 


functional performance testing procedures of individual 
components, as provided by the manufacturera. 

Informational Note No. 2: For more information on main- 
tenance and testing of SCADA, see NFPA 70B-2010, Rec¬ 
ommended Practice for Electrical Equipment Maintenance. 
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Informative Annex H Administration and Enforcement 


Informative Annex H is not a parí of the requirements of 
this NFPA document and is includedfor informational pur- 
poses only. This informative annex is informative unless 
specifically adopted by the local jurisdiction adopting the 
National Electrical Code®. 


80.7 Title. The title of this Code shall be NFPA 70, Na¬ 
tional Electrical Code®, of the National Fire Protection 
Association. The short title of this Code shall be the NECf J . 


80.1 Scope. The following functions are covered: 

(1) The inspection of electrical installations as covered by 

90.2 

(2) The investigation of tires caused by electrical installa- 
tions 

(3) The review of construction plans, drawings, and speci- 
fications for electrical systems 

(4) The design, alteration, modification, construction, 
maintenance, and testing of electrical systems and 
equipment 

(5) The regulation and control of electrical installations at 
special events including but not limited to exhibits, 
trade shows, amusement parks, and other similar spe¬ 
cial occupancies 


80.2 Definitions. 

Authority Having Jurisdiction. The 

fice, or individual responsible fot^$|S8 
materials, an installation, or a pjMraure. ^ 

Chief Electrical Inspector^» electrical 
either is the authority having ju^fckction or isHesignated 
by the authority having jurisdictiot^kd is r^pmrsible for 
administering the requirements of thisX'oeíe. 

Electrical Inspector. An individual^eeting the re¬ 
quirements of 80.27 and authorized to perform electrical 
inspections. 


80.9 Application. 

(A) New Installations. This Code applies to new installa¬ 
tions. Buildings with construction permits dated after adop- 
tion of this Code shall comply with its requirements. 


(B) Existing 
that do not ci 
permitted to 
jurisdictioj 
Code i 
chai» lired fe 



Existing electrical installations 
provisions of this Code shall be 
use unless the authority having 
lack of conformity with this 
danger to occupants. Where 
;tion of hazards, a reasonable 


shall be given for compliance, depending 
of the hazard. 

ü Alterations, or Repairs. Additions, alter- 
firs to any building, structure, or premises 
i to that required of a new building without 
^uiring the existing building to comply with all the re- 
Lirements of this Code. Additions, alterations, installa- 
Jhs, or repairs shall not cause an existing building to be¬ 
fóme unsafe or to adversely affect the performance of the 
building as determined by the authority having jurisdiction. 
Electrical wiring added to an existing Service, feeder, or 
branch circuit shall not result in an installation that violates 
the provisions of the Code in forcé at the time the additions 
are made. 

80.11 Occupancy of Building or Structure. 

(A) New Construction. No newly constructed building 
shall be occupied in whole or in part in violation of the 
provisions of this Code. 


80.3 Purpose. The purpose of this arricie shall be to pro- 
vide requirements for administration and enforcement of 
the National Electrical Code. 


80.5 Adoption. Article 80 shall not apply unless specifi¬ 
cally adopted by the local jurisdiction adopting the Na¬ 
tional Electrical Code. 


(B) Existing Buildings. Existing buildings that are occu¬ 
pied at the time of adoption of this Code shall be permitted 
to remain in use provided the following conditions apply: 

(1) The occupancy classification remains unchanged 

(2) There exists no condition deemed hazardous to rife or 
property that would constitute an imminent danger 

80.13 Authority. Where used in this article, the term au¬ 
thority having jurisdiction shall inelude the chief electrical 
inspector or other individuáis designated by the governing 
body. This Code shall be administered and enforced by the 
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authority having jurisdiction designated by the goveming 
authority as follows. 

(1) The authority having jurisdiction shall be permitted to 
render interpretations of this Code in order to provide 
clarification to its requirements, as permitted by 90.4. 

(2) When the use of any electrical equipment or its instal- 
lations is found to be dangerous to human life or prop- 
erty, the authority having jurisdiction shall be empow- 
ered to have the premises disconnected from its 
source of electric supply, as established by the Board. 

When such equipment or installation has been so con- 
demned or disconnected, a notice shall be placed 
thereon listing the causes for the condemnation, the 
disconnection, or both, and the penalty under 80.23 
for the unlawful use thereof. Written notice of such 
condemnation or disconnection and the causes there- 
for shall be given within 24 hours to the owners, the 
occupant, or both, of such building, structure, or pre¬ 
mises. It shall be unlawful for any person to remove ^Aiñvestigat^ecause, origin, and circumstances of any 
said notice, to reconnect the electrical equipment to its fire, explosiS^to- other hazardous condition. 

source of electric supply, or to use or permit to be ^authority ¡Xing jurisdiction shall be permitted to 

used electric power in any such electrical equipment ^ ^uire plans and specifications to ensure compliance 

until such causes for the condemnation or disconnec- ^®^vrith this Code. 

tion have heen remedied to the satisfaction of (T|^henever any installation subject to inspection prior 

spection authonties. túfese is covered or concealed without having first 

(3) The authority having jurisdiction shall be permitió^^^^been inspected, the authority having jurisdiction shall 

delegate to other qualified individual^^j^xiwerM^r be permitted to require that such work be exposed for 

necessary for the proper administe^^na^kenfon^L inspection. The authority having jurisdiction shall be 

ment of this Code. notified when the installation is ready for inspection 

and shall conduct the inspection within_days. 

(14) The authority having jurisdiction shall be permitted to 
order the immediate evacuation of any occupied 
building deemed unsafe when such building has haz¬ 
ardous conditions that present imminent danger to 
building occupants. 

(15) The authority having jurisdiction shall be permitted to 
waive specific requirements in this Code or permit 
alternative methods where it is assured that equivalent 
objectives can be achieved by establishing and main- 
taining effective safety. Technical documentation shall 
be submitted to the authority having jurisdiction to 
demónstrate equivalency and that the system, method, 
or device is approved for the intended purpose. 

(16) Each application for a waiver of a specific electrical 
requirement shall be filed with the authority having 
jurisdiction and shall be accompanied by such evi- 
dence, letters, statements, results of tests, or other sup- 
porting information as required to justify the request. 
The authority having jurisdiction shall keep a record 
of actions on such applications, and a signed copy of 
the authority having jurisdiction’s decisión shall be 
provided for the applicant. 


(4) Pólice, tire, and otner eníorcemen| 
authority to render necessmjv 
forcement of this Code^t^^ 
authority having juu^nction. 

(5) The authority havi^fcjurisdiction shall be authorized 
to inspect, at all reasfkjfie time^Kiny building or 
premises for dangerous «kha^prous conditions or 
equipment as set forth in U^FCode. The authority 
having jurisdiction shall be permitted to order any 
person(s) to remove or remedy such dangerous or haz¬ 
ardous condition or equipment. Any person(s) failing 
to comply with such order shall be in violation of this 
Code. 

(6) Where the authority having jurisdiction deems that 
conditions hazardous to life and property exist, he or 
she shall be permitted to require that such hazardous 
conditions in violation of this Code be corrected. 

(7) To the full extent permitted by law, any authority hav¬ 
ing jurisdiction engaged in inspection work shall be 
authorized at all reasonable times to enter and exam¬ 
ine any building, structure, or premises for the pur¬ 
pose of making electrical inspections. Before entering 
a premises, the authority having jurisdiction shall ob- 
tain the consent of the occupant thereof or obtain a 


court warrant authorizing entry for the purpose of in¬ 
spection except in those instances where an emer- 
gency exists. As used in this section, emergency 
means circumstances that the authority having juris¬ 
diction knows, or has reason to believe, exist and that 
reasonably can constitute immediate danger to per- 
sons or property. 

(8) Persons authorized to enter and inspect buildings, 
structures, and premises as herein set forth shall be 
identified by proper credentials issued by this govem¬ 
ing authority. 

(9) Persons shall not interfere with an authority having 
jurisdiction carrying out any duties or functions pre- 
scribed by this Code. 

(10) Persons ^¡all not use a badge, uniform, or other cre- 
dentiaJ^^T impersonate the authority having jurisdic- 


|úty having jurisdiction shall be permitted to 
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80.15 Electrical Board. 

(A) Creation of the Electrical Board. There is hereby 

created the Electrical Board of the _ of 

_, hereinafter designated as the Board. 

(B) Appointments. Board members shall be appointed by 
the Govemor with the advice and consent of the Senate (or 
by the Mayor with the advice and consent of the Council, 
or the equivalent). 


of 4 years or until a successor is appointed. The Chair of 

the Board shall be appointed for a term not to exceed_ 

years. 

(D) Compensation. Each appointed member shall receive 

the sum of_dollars ($_) for each day during 

which the member attends a meeting of the Board and, in 
addition thereto, shall be reimbursed for direct lodging, 
travel, and meal expenses as covered by policies and pro- 
cedures established by the jurisdiction. 


(1) Members of the Board shall he chosen in a manner to 
reflect a balanced representation of individuáis or orga- 
nizations. The Chair of the Board shall be elected by 
the Board membership. 

(2) The Chief Electrical Inspector in the jurisdiction adopt- 
ing this Article authorized in (B)(3)(a) shall be the non- 
voting secretary of the Board. Where the Chief Electri¬ 
cal Inspector of a local municipality serves a Board at a 
State level, he or she shall be permitted to serve as a 
voting member of the Board. 

(3) The board shall consist of not fewer than five voting 
members. Board members shall be selected from the 
folio wing: 

a. Chief Electrical Inspector from a local govemment^ 
(for State Board only) 

b. An electrical contractor operating in the jurisdiction ^ 

c. A licensed professional engineer engaged n 
in the design or maintenance of electrigg 
tions 

d. A journeyman electrician 

(4) Additional membership shall be selected r 

lo wing: ^ 

a. A master (supervising) d^rician 

b. The Fire Marshal (or F^fchief) 

c. A representative of the praktty/casual^Rnsurance 
industry 

d. A representative of an electric plfc^Fitility operat¬ 
ing in the jurisdiction 

e. A representative of electrical manufacturers prima- 
rily and actively engaged in producing materials, 
fittings, devices, appliances, luminaires, or appara- 
tus used as part of or in connection with electrical 
installations 

f. A member of the labor organization that represents 
the primary electrical workforce 

g. A member from the public who is not affiliated with 
any other designated group 

h. A representative of a telecommunications utility op¬ 
erating in the jurisdiction 

(C) Terms. Of the members first appointed,_shall 

be appointed for a term of 1 year,_for a term of 2 

years,_for a term of 3 years, and_for a term of 

4 years, and thereafter each appointment shall be for a term 


(E) Quorum. A quorum as established by the Board op¬ 
erating procedures shall be required to conduct Board busi- 
ness. The Board shall hold such meetings as necessary to 
carry out the purposes of Article 80. The Chair or a major- 
ity of the members of the Board shall have the authority to 
cali meetings of the 

|be the duty of the Board to perform the 
|des and regulations to administer 


Por suspend the recognition of any inspector’s 
|te for the jurisdiction. 

tace notice of the public hearings and the 
[i of such hearings, as established by law, the 
Ts authorized to establish and update the provi- 
sions for the safety of electrical installations to conform 
. to the current edition of the National Electrical Code 
* (NFPA 70) and other nationally recognized safety stan- 
dards for electrical installations. 

(5) Establish procedures for recognition of electrical safety 
standards and acceptance of equipment conforming to 
these standards. 

(G) Appeals. 

(1) Review of Decisions. Any person, firm, or Corporation 
may register an appeal with the Board for a review of 
any decisión of the Chief Electrical Inspector or of any 
Electrical Inspector, provided that such appeal is made 
in writing within fifteen (15) days after such person, 
firm, or Corporation shall have been notified. Upon re- 
ceipt of such appeal, said Board shall, if requested by 
the person making the appeal, hold a public hearing 
and proceed to determine whether the action of the 
Board, or of the Chief Electrical Inspector, or of the 
Electrical Inspector complies with this law and, within 
fifteen (15) days after receipt of the appeal or after 
holding the hearing, shall make a decisión in accor- 
dance with its findings. 

(2) Conditions. Any person shall be permitted to appeal a 
decisión of the authority having jurisdiction to the 
Board when it is claimed that any one or more of the 
following conditions exist: 
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a. The true intent of the codes or ordinances described 
in this Code has been incorrectly interpreted. 

b. The provisions of the codes or ordinances do not 
fully apply. 

c. A decisión is unreasonable or arbitrary as it applies 
to alternatives or new materials. 

(3) Submission ofAppeals. A written appeal, outlining the 
Code provisión from which relief is sought and the 
remedy proposed, shall be submitted to the authority 
having jurisdiction within 15 calendar days of notifica- 
tion of violation. 

(H) Meetings and Records. Meetings and records of the 
Board shall conform to the following: 

(I) Meetings of the Board shall be open to the public as 
required by law. 

(2) Records of meetings of the Board shall be available for 
review during normal business hours, as required by 
law. 


80.17 Records and Reports. The authority having juris¬ 
diction shall retain records in accordance with (A) and (B). 


(A) Retention. The authority having jurisdiction^ 
keep a record of all electrical inspections, includiW 
date of such inspections and a summary of any viola 
found to exist, the date of the Services of noti ces. ai 
record of the final disposition of all violajjg 
records shall be maintained until themarol 
served or as otherwise required by lt 


(B) Availability. A record oT 
variances granted shall be 
ing jurisdiction and shafi^Favailable 
prescribed by law durin^ rorm al busii 

80.19 Permits and Approval 

shall conform to (A) through (H)' 



ts and approvals 


(A) Application. 

(1) Activity authorized by a permit issued under this Code 
shall be conducted by the permittee or the permittee’s 
agents or employees in compliance with all require- 
ments of this Code applicable thereto and in accor¬ 
dance with the approved plans and specifications. No 
permit issued under this Code shall be interpreted to 
justify a violation of any provisión of this Code or any 
other applicable law or regulation. Any addition or al- 
teration of approved plans or specifications shall be 
approved in advance by the authority having jurisdic¬ 
tion, as evidenced by the issuance of a new or amended 
permit. 

(2) A copy of the permit shall be posted or otherwise 
readily accessible at each work site or carried by the 


permit holder as specified by the authority having 
jurisdiction. 


(B) Content. Permits shall be issued by the authority hav¬ 
ing jurisdiction and shall bear the ñame and signature of the 
authority having jurisdiction or that of the authority having 
jurisdiction’s designated representative. In addition, the 
permit shall indicate the following: 

(1) Operation or activities for which the permit is issued 

(2) Address or location where the operation or activity is to 
be conducted 


(3) Ñame and address of the permittee 

(4) Permit number and date of issuance 

(5) Period of validity of the permit 

(6) InspectimAequirements 

(C) Issuance of Permits. The authority having jurisdic¬ 
tion bé s <aüthorized to establish and issue permits, cer¬ 
otes, notic^fcmid approvals, or orders pertaining to 
rctrical safety nikds pursuant to 80.23, except that no 
’fiermit^hall be requífed to execute any of the classes of 
l] work specified in the following: 

Pnstallation or replacement of equipment such as lamps 
d of electric utilization equipment approved for con¬ 
fín to suitable permanently installed receptacles. 
Replacement of flush or snap switches, fuses, lamp 
sockets, and receptacles, and other minor maintenance 
and repair work, such as replacing wom cords and 
tightening connections on a wiring device 

(2) The process of manufacturing, testing, servicing, or re- 
pairing electrical equipment or apparatus 


(D) Annual Permits. In lieu of an individual permit for 
each installation or alteration, an annual permit shall, upon 
application, be issued to any person, firm, or Corporation 
regularly employing one or more employees for the instal¬ 
lation, alteration, and maintenance of electrical equipment 
in or on buildings or premises owned or occupied by the 
applicant for the permit. Upon application, an electrical 
contractor as agent for the owner or tenant shall be issued 
an annual permit. The applicant shall keep records of all 
work done, and the records shall be transmitted periodically 
to the Electrical Inspector. [ROP 1-189] 


(E) Fees. Any political subdivisión that has been provided 
for electrical inspection in accordance with the provisions 
of Article 80 may establish fees that shall be paid by the 
applicant for a permit before the permit is issued. 

(F) Inspection and Approvals. 

(1) Upon the completion of any installation of electrical 
equipment that has been made under a permit other 
than an annual permit, it shall be the duty of the person, 
firm, or Corporation making the installation to notify 
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the Electrical Inspector having jurisdiction, who shall 
inspect the work within a reasonable time. 

(2) Where the Inspector finds the installation to be in con- 
formity with the statutes of all applicable local ordi- 
nances and all rules and regulations, the Inspector shall 
issue to the person, firm, or Corporation making the 
installation a certifícate of approval, with duplícate 
copy for delivery to the owner, authorizing the connec- 
tion to the supply of electricity and shall send written 
notice of such authorization to the supplier of electric 
Service. When a certifícate of temporary approval is 
issued authorizing the connection of an installation, 
such certificates shall be issued to expire at a time to be 
stated therein and shall be revocable by the Electrical 
Inspector for cause. 

(3) When any portion of the electrical installation within 
the jurisdiction of an Electrical Inspector is to be hid- 
den from view by the permanent placement of parts of 
the building, the person, firm, or Corporation installing 
the equipment shall notify the Electrical Inspector, and 
the equipment shall not be concealed until it has been 

approved by the Electrical Inspector or until _ 

days have elapsed from the time of such notification, 
provided that on large installations, where the conceal-^ 
ment of equipment proceeds continuously, the person, 1 
firm, or Corporation installing the equipment shall give 
the Electrical Inspector due notice in advan^jj 
spections shall be made periodically^ 
progress of the work. [ROP 1-189] 

(4) At regular intervals, the Electrical Insp 
risdiction shall visit all building^ 
work may be done under a 
spect all electrical equipmo^ffnstalled i 
mits since the date of th^kevious i 
Electrical Inspector shall issue^ 
for such work as is found t( 
provisions of Article 80 and a 



fion. The 
approval 
with the 
ordinances, 


orders, rules, and regulations, after payments of all re- 
quired fees. 

(5) If, upon inspection, any installation is found not to be 
fully in conformity with the provisions of Article 80, 
and all applicable ordinances, rules, and regulations, 
the Inspector making the inspection shall at once for- 
ward to the person, firm, or Corporation making the 
installation a written notice stating the defects that have 
been found to exist. 

(G) Revocation of Permits. Revocation of permits shall 

conform to the following: 

(1) The authority having jurisdiction shall be permitted to 
revoke a permit or approval issued if any violation of 
this Code is found upon inspection or in case there 
have been any false statements or misrepresentations 


submitted in the application or plans on which the per¬ 
mit or approval was based. 

(2) Any attempt to defraud or otherwise deliberately or 
knowingly design, install, Service, maintain, opérate, 
sell, represent for sale, falsify records, reports, or ap- 
plications, or other related activity in violation of the 
requirements prescribed by this Code shall be a viola¬ 
tion of this Code. Such violations shall be cause for 
immediate suspensión or revocation of any related li- 
censes, certificates, or permits issued by this jurisdic¬ 
tion. In addition, any such violation shall be subject to 
any other criminal or civil penalties as available by the 
laws of this jurisdiction. 

(3) Revocation shall be constituted when the permittee is 
duly notified by Jhe authority having jurisdiction. 

(4) Any person wj^engages in any business, operation, or 
occupation, or uses any premises, after the permit is¬ 
sued tha^ror mMreen suspended or revoked pursuant 
to tl^ÉprovisionsT^khi.s Code, and before such sus- 
PjSjpféd permit has b^^y;ein stated or a new permit is- 

/%ted, shaUÉjae in violation of this Code. 

(5) ^^gra^shall be predicated upon compliance with the 
rnents of this Code and shall constitute written 

authoS^^ssued by the authority having jurisdiction to 
trical equipment. Any permit issued under 
pfe shall not take the place of any other fícense 
r or permit required by other regulations or laws of this 
jurisdiction. 

\ The authority having jurisdiction shall be permitted to 
require an inspection prior to the issuance of a permit. 

(7) A permit issued under this Code shall continué until 
revoked or for the period of time designated on the 
permit. The permit shall be issued to one person or 
business only and for the location or purpose described 
in the permit. Any change that affects any of the con- 
ditions of the permit shall require a new or amended 
permit. 

(H) Applications and Extensions. Applications and ex- 

tensions of permits shall conform to the following: 

(I) The authority having jurisdiction shall be permitted to 
grant an extensión of the permit time period upon pre- 
sentation by the permittee of a satisfactory reason for 
failure to start or complete the work or activity autho- 
rized by the permit. 

(2) Applications for permits shall be made to the authority 
having jurisdiction on forms provided by the jurisdic¬ 
tion and shall inelude the applicant’s answers in full to 
inquiries set forth on such forms. Applications for per¬ 
mits shall be accompanied by such data as required by 
the authority having jurisdiction, such as plans and 
specifications, location, and so forth. Fees shall be de- 
termined as required by local laws. 
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(3) The authority having jurisdiction shall review all appli- 
cations submitted and issue permits as required. If an 
apphcation for a permit is rejected by the authority 
having jurisdiction, the applicant shall be advised of 
the reasons for such rejection. Permits for activities 
requiring evidence of financial responsibility by the ju¬ 
risdiction shall not be issued unless proof of required 
financial responsibility is furnished. 

80.21 Plans Review. Review of plans and specifications 
shall conform to (A) through (C). 


trance to such premises and the order or notice shall be 
mailed by registered or certified mail, with return re- 
ceipt requested, to the last known address of the owner, 
occupant, or both. 

(B) Penalties. 

(1) Any person who fails to comply with the provisions of 
this Code or who fails to carry out an order made pur- 
suant to this Code or violates any condition attached to 
a permit, approval, or certifícate shall be subject to the 
penalties established by this jurisdiction. 


(A) Authority. For new construction, modification, or re- 
habilitation, the authority having jurisdiction shall be per- 
mitted to review construction documents and drawings. 

(B) Responsibility of the Applicant. It shall be the re¬ 
sponsibility of the applicant to ensure the following: 

(1) The construction documents inelude all of the electrical 
requirements. 

(2) The construction documents and drawings are corred 
and in compliance with the applicable codes and < 
standards. 

(C) Responsibility of the Authority Having Jurisd 

It shall be the responsibility of the authority having^ 
diction to promúlgate rules that cover the following: ' 

(1) Review of construction documents and^Éfeúngs sffl 
be completed within established tMFfran® for til 
purpose of acceptance or to pro^^rreaso nMDr no nac-1 
ceptance. 

(2) Review and approval by tjM^tóhorít^^^ing jurisdic¬ 
tion shall not relieve th^pípplicánt of the responsibility 
of compliance with Code. 

(3) Where field conditil^k necessitatSany substantial 
change from the appro^^yrian, tl^Ruthority having 
jurisdiction shall be permmBRto^P}uire that the cor- 
rected plans be submitted for ijproval. 

80.23 Notice of Yiolations, Penalties. Notice of viola- 
tions and penalties shall conform to (A) and (B). 


(2) Failure to comply with the time limits of an abatement 
notice or other corrective notice issued by the authority 
having jurisdiction shall result in each day that such 
violation mntinues being regarded as a new and sepá¬ 
rate offaje. 

(3) An^^Kon, firm, or Corporation who shall willfully 
v^Ke a^Lof the applicable provisions of this arricie 

a misdemeanor and, upon conviction 
r thereof, shall^^yninished by a fine of not less than 

k dollars ($^L_) or more than _dollars 

_) for each offense, together with the costs of 
Brosecution, imprisonment, or both, for not less than 
_) days or more than_ 


50.25 Connection to Electricity Supply. Connections to 
the electric supply shall conform to (A) through (E). 

(A) Authorization. Except where work is done under an 
annual permit and except as otherwise provided in 80.25, it 
shall be unlawful for any person, firm, or Corporation to 
make connection to a supply of electricity or to supply 
electricity to any electrical equipment installation for which 
a permit is required or that has been disconnected or or- 
dered to be disconnected. 

(B) Special Consideration. By special permission of the 
authority having jurisdiction, temporary power shall be per- 
mitted to be supplied to the premises for specific needs of 
the construction project. The Board shall determine what 
needs are permitted under this provisión. 


(1) Whenever the authority having jurisdiction determines 
that there are violations of this Code , a written notice 
shall be issued to confirm such findings. 

(2) Any order or notice issued pursuant to this Code shall 
be served upon the owner, operator, occupant, or other 
person responsible for the condition or violation, either 
by personal Service or mail or by delivering the same 
to, and leaving it with, some person of responsibility 
upon the premises. For unattended or abandoned loca- 
tions, a copy of such order or notice shall be posted on 
the premises in a conspicuous place at or near the en¬ 


(C) Notification. If, within_business days after the 

Electrical Inspector is notified of the completion of an in¬ 
stallation of electric equipment, other than a temporary ap¬ 
proval installation, the Electrical Inspector has neither au- 
thorized connection ñor disapproved the installation, the 
supplier of electricity is authorized to make connections 
and supply electricity to such installation. 

(D) Other Territories. If an installation or electric equip¬ 
ment is located in any territory where an Electrical Inspec¬ 
tor has not been authorized or is not required to make 
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inspections, the supplier of electricity is authorized to make 
connections and supply electricity to such installations. 

(E) Disconnection. Where a connection is made to an in- 
stallation that has not been inspected, as outlined in the 
preceding paragraphs of this section, the supplier of elec¬ 
tricity shall immediately report such connection to the 
Chief Electrical Inspector. If, upon subsequent inspection, it 
is found that the installation is not in conformity with the 
provisions of Article 80, the Chief Electrical Inspector shall 
notify the person, firm, or Corporation making the installa¬ 
tion to rectify the defects and, if such work is not com- 
pleted within fifteen (15) business days or a longer period 
as may he specified by the Board, the Board shall have the 
authority to cause the disconnection of that portion of the 
installation that is not in conformity. 

80.27 Inspector’s Qualifications. 

(A) Certifícate. All electrical inspectors shall be certified 
by a nationally recognized inspector certification program 
accepted by the Board. The certification program shall spe- 
cifically qualify the inspector in electrical inspections. No 
person shall he employed as an Electrical Inspector unless 
that person is the holder of an Electrical Inspector’s certifi-4” 
cate of qualification issued hy the Board, except that any 1 
person who on the date on which this law went into effect 
was serving as a legally appointed Electrical Insg 

_shall, upon application and paymeMff the' 

scribed fee and without examination, he a sg| 

certifícate permitting him or her to continué^ 

Electrical Inspector in the same territ 


d mate- 
electric 


(B) Experience. Electrical in; 

onstrate the following: 

(1) Have a demonstrated knowl 
riáis and methods used in 
equipment 

(2) Be well versed in the approved methods of construction 
for safety to persons and property 

(3) Be well versed in the statutes of_relating to 

electrical work and the National Electrical Code, as 
approved by the American National Standards Institute 



(4) Have had at least_years’ experience as an Electri¬ 
cal Inspector or_years in the installation of elec¬ 

trical equipment. In lieu of such experience, the appli- 
cant shall be a gradúate in electrical engineering or of a 
similar curriculum of a college or university considered 
by the Board as having suitable requirements for gradu- 
ation and shall have had two years’ practical electrical 
experience. 

(C) Recertification. Electrical inspectors shall be recerti- 
fied as established by provisions of the applicable certifica¬ 
tion program. 

(D) Revocation and Suspensión of Authority. The Board 
shall have the authority to revoke an inspector’s authority 
to conduct inspectioq¿ within a jurisdiction. 

80.29 Liabilit^^Fbamages. Article 80 shall not be con- 
strued to affg^^mfc^ponsibility or liability of any party 
owning, (teilfning, (^fctfing, controlling, or installing any 
electrig^^quipment fm^bmages to persons or property 

my a defect therein^^r shall the_or any of its 

s assuming any such liability by reason 
of th^fc^Píion, reinspection, or other examination autho¬ 
rized. 


>1 Validity. If any section, subsection, sentence, 
lause, or phrase of Article 80 is for any reason held to be 
:onstitutional, such decisión shall not affect the validity 
the remaining portions of Article 80. 


80.33 Repeal of Conflicting Acts. All acts or parts of acts 
in conflict with the provisions of Article 80 are herehy 
repealed. 


80.35 Effective Date. Article 80 shall take effect 
_(_) days after its passage and publica- 
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Informative Annex I Recommended Tightening Torque Tables from UL Standard 486A-B 


This informative annex is not a part of the requirements of 
this NFPA document, bul is included for informational pur- 
poses only. 

In the absence of connector or equipment manufacturer’s 
recommended torque valúes, Table 1.1, Table 1.2, and Table 
1.3 may be used to correctly tighten screw-type connections 
for power and lighting circuits*. Control and signal circuits 
may require different torque valúes, and the manufacturer 
should be contacted for guidance. 


*For proper termination of conductors, it is very impor- 
tant that field connections be properly tightened. In the 
absence of manufacturer’s instructions on the equipment, 
the torque valúes given in these tables are recommended. 
Because it is normal for some relaxation to occur in Ser¬ 
vice, checking torque valúes sometime after installation is 
not a rehable means of determining the valúes of torque 
applied at installation. 


Table 1.1 Tightening Torque for Screws [ROP 1-191] 


Test Conductor Installed in Connector 




Tightening Torq 

he, N-m (lbf-in.) 




Slotted head Nti 

10 and larger“ 

Slot width 1.2 mm 
(0.047 in.) or less and 
slot length 6.4 mm (Vi 
in.) or less 

Slot wii 
(0.047J 

.4 mm Opa.) 

^^^^^olt connectors 

Other connectors 

AWG or kcmil mm 2 

30-10 

0.05-5.3 

2.3 

(20) 


^^T(35) 

9.0 

(80) 

8.5 

(75) 

8 

8.4 

2.8 

(25) 

4.5 

(40) 

9.0 

(80) 

8.5 

(75) 

6-4 

13.2-21.2 

4.0 


5.1 

^^(45) 

18.5 

(165) 

12.4 

(110) 

3 

26.7 

4.0 


^^6 

^£0) 

31.1 

(275) 

16.9 

(150) 

2 

33.6 

4.5 

(4<m 


^ ^)) 

31.1 

(275) 

16.9 

(150) 

1 

42.4 




(50) 

31.1 

(275) 

16.9 

(150) 

1/0—2/0 

53.5-67.4 



5.6 

(50) 

43.5 

(385) 

20.3 

(180) 

3/0-4/0 

85.0-107.2 



1^5.6 

(50) 

56.5 

(500) 

28.2 

(250) 

250-350 

127-177 



■ 5.6 

(50) 

73.4 

(650) 

36.7 

(325) 

400 

203 



A 5.6 

(50) 

93.2 

(825) 

36.7 

(325) 

500 

253 



m5.6 

(50) 

93.2 

(825) 

42.4 

(375) 

600-750 

304-380 



(“Sí 

(50) 

113.0 

(1000) 

42.4 

(375) 

800-1000 

405-508 



V 5.6 

(50) 

124.3 

(1100) 

56.5 

(500) 

1250-2000 

635-1010^^ 





124.3 

(1100) 

67.8 

(600) 


a For valúes of slot width oí 
is the nominal design value^ 


Table 1.2 Tightening Torque T< 
Conductors [ROP 1-191] 


a Screws Smaller Than No. 10 Intended for Use with 8 AWG (8.4 mm 2 ) or Smaller 


Slot Length of Screw“ 

Tightening Torque, N-m (lbf-in.) 

Slot width of screw smaller than 
1.2 mm (0.047 in.) b 

Slot width of screw 1.2 mm 
(0.047 in.) and larger b 

mm in. 

Less than 4 

Less than %2 

0.79 (7) 

LO (9) 

4 

%2 

0.79 (7) 

1.4 (12) 

4.8 

3 /l6 

0.79 (7) 

1.4 (12) 

5.5 

%2 

0.79 (7) 

1.4 (12) 

6.4 

Vi 

1.0 (9) 

1.4 (12) 

7.1 

%2 


1.7 (15) 

Above 7.1 

Above %2 


2.3 (20) 


a For slot lengths of intermedíate valúes, select torques pertaining to next shorter slot lengths. Also, see 9.1.9.6 of UL 486A-2003 for screws with 
múltiple tightening means. Slot length shall be measured at the bottom of the slot. 
b Slot width is the nominal design valué. 
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Table 1.3 Tightening Torque for Screws with Recessed Alien or Square Drives [ROP 1-191] 


Socket Width Across Fíats” 


Tightening Torque, N-m (lbf-in.) 


14.3 

a See 9.1.9.6 of UL 486A-2003 for screws with múltiple tightening means. 

With the permission of Underwriters Laboratories, Inc., material is reproduced from U^Étandard 486^ 
by Underwriters Laboratories, Inc., Northbrook, Illinois. While use of this material hj^Ken authorized, 
in which the information is presented, ñor for any interpretations thereof. For mqi^^formati^n oí 
Standards website at www.comm-2000.com or cali 1-888-853-3503. 



(100) 

(120) 

(150) 

(200) 

(275) 

(375) 

(500) 

(600) 


^ire Connectors, which is copyrighted 
be responsible for the manner 
Irchase standards, please visit their 
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Informative Annex J ADA Standards for Accessible Design 


This informative annex is not a part of the requirements of 
this NFPA document, bul is included for informational pur- 
poses only. [ROP l-191a] 

The provisions cited in this Informative Annex is to 
assist the users of the Code in properly considering various 
electrical design constraints of other building systems and 
are part of the 2010 ADA Standards for Accessible Design 
and are the same as those found in ANSI/ICC A117.1-2009, 
Accessible and Usable Buildings and Facilities. 

J.l Protruding Objects. Protruding objects shall comply 
with J. 1. 

J.2 Protrusion Limits. Objects with leading edges more 
than 27 inches (685 mm) and not more than 80 inches 
(2030 mm) above the finish floor or ground shall protrude 
4 inches (100 mm) máximum horizontally into the circula- 
tion path. 

Exception: Handrails shall be permitted to protrude 
4V2 inches (115 mm) máximum. 



Iption: the sloping portions of handrails serving 
Jand ramps shall not be required to comply with J.3. 


J.3 Post-Mounted Objects. Free-standing 
mounted on posts or pylons shall overhang circulé 
paths 12 inches (305 mm) máximum^ 

27 inches (685 mm) minimum and 8 0 iig ñesT^fe30 m^ 
máximum above the finish floor or grai 
other obstruction is mounted betweem 
the clear distance between th^josts oi^l|K>ns is greater 
than 12 inches (305 mm), 1 

obstruction shall be 27^fehes (6851®kn) iH^imum or 
80 inches (2030 mm) m qjly um above finish floor or 
ground. 


J.IVuTical Clearance. Vertical clearance shall be 
¿0 in^^s (2030 mm) high minimum. Guardrails or other 
s shall be provided where the vertical clearance is 
lesslhan 80 inches (2030 mm) high. The leading edge of 
such guardrail or barrier shall be located 27 inches 
(685 mm) máximum above the finish floor or ground. 

Exception: Door closers and door stops shall be per¬ 
mitted to be 78 inches (1980 mm) minimum above the finish 
floor or ground. 

J.5 Required Clear Width. Protruding objects shall not 
| reduce the clear width required for accessible routes. 



(a) 


(b) 


Figure J.3 Post-Mounted Protruding Objects. 
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J.6 Forward Reach. 

J.6.1 Unobstructed. Where a forward reach is unob- 
structed, the high forward reach shall be 48 inches 
(1220 mm) máximum and the low forward reach shall be 
15 inches (380 mm) minimum ahove the finish floor or 
ground. 


where the depth of the obstruction is 10 inches (255 mm) 
máximum. 

Exceptic • parís offuel dispensers shall 

be permitte> ; (1370 mm) máximum mea- 

sured from le vehicular way where fuel 

dispenser ^ isting curbs. 



Figure J.6.1 Unobstructed Forward Reach. 

J.6.2 Obstructed High Reach. 

reach is over an obstruction, 
extend beneath the element foi 
required reach depth over the 
reach shall be 48 inches (122( 
reach depth is 20 inches (510 
reach depth exceeds 20 inches 
reach shall be 44 inches (1120 mm) máximum and the 
reach depth shall be 25 inches (635 mm) máximum. 

J.7 Side Reach. 

J.7.1 Unobstructed. Where a clear floor or ground space 
allows a parallel approach to an element and the side reach 
is unobstructed, the high side reach shall be 48 inches 
(1220 mm) máximum and the low side reach shall be 
15 inches (380 mm) minimum ahove the finish floor or 
ground. 

Exception No. 1. An obstruction shall be permitted be- 
tween the clear floor or ground space and the element 



Figure J.7.1 Unobstructed Side Reach. 

J.7.2 Obstructed High Reach. Where a clear floor or 
ground space allows a parallel approach to an element and 
the high side reach is over an obstruction, the height of the 
obstruction shall be 34 inches (865 mm) máximum and the 
depth of the obstruction shall be 24 inches (610 mm) máxi¬ 
mum. The high side reach shall be 48 inches (1220 mm) 
máximum for a reach depth of 10 inches (255 mm) máxi¬ 
mum. Where the reach depth exceeds 10 inches (255 mm), 
the high side reach shall be 46 inches (1170 mm) máximum 
for a reach depth of 24 inches (610 mm) máximum. 

Exception No. 1. The top of washing machines and 
clothes dryers shall be permitted to be 36 inches (915 mm) 
máximum above the finish floor. 

Exception No. 2. Operable parís offuel dispensers shall 
be permitted to be 54 inches (1370 mm) máximum mea- 
sured from the surface of the vehicular way where fuel 
dispensers are installed on existing curbs. 
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INFORMATTVE ANNEX J 




Figure J.7.2 Obstructed High Side Reach. 
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-A- 

AC and DC conductors in same 
enclosure 300.3(C)(1), 
725.48 

AC armored cable see Armored 
cable (Type AC) 

Access and working space; see 
also Working space 
Audio signal processing, ampli- 
fication, and reproduc- 
tion equipment 640.46 
Elevator machine room 620.71 
Induction and dielectric heating 
equipment 665.22 
Manholes 110.72, 110.73, 

110.75 

Not over 600 volts 110.26 
Over 600 volts 110-in 
Portable substations 530.62 
Switchboards 408.18 
Transformers, electric sign 
600.21(D) 

Vaults and tunnels 110.76 
Accessible 

Atr-conaitioning and refrigera- 
tion disconnects 440.14, 
440.63 

Attics and roof spaces 

Knob-and-tube wiring 394.23 
Open wiring on insulators 
398.23 

Cable trays 392.18(E), 

392.18(F) 

Conduit bodies, junction, pu 
and outlet boxes 31- 
314.72(D) 

Definition 100-1 
Ground-fault Circuit intern 
210.8 

Grounding electrode conne 
250.68(A) 

Luminaires and lampholders 
410.5, 410.24(B), 
410.137(A) 

Motor disconnects 430.107 
Overcurrent devices 240.24 
Panels, electrical equipment in- 
stalled behind 
368.10(B), 725.21, 

760.21, 770.21, 800.21, 

820.21, 830.21, 840.21 

Readily 

Definition 100-1 
Sealing fittings 501.15(0(1), 
502.15, 505.16(D)(1); 
see also Hazardous 
(classified) locations 
Services 230.70 
Splices and taps in auxiliary 
gutters 366.56(A) 
Splices and taps in wireways 
376.56(A), 378.56 


Transformers, signs, outlet light- 
ing 600.21 (A) 

Transformers and vaults 450.13 
AC-DC general-use snap 
switches 
Marking 404.15 
Motors 430.83(C) 

Panelboards, use in 408.36(A) 
Ratings, type loads 408.36(A) 
AC general-use snap switch 
404.14(A); see also 
AC-DC general-use 
snap switches 

AC resistance and reactance con¬ 
versión Chap. 9, Table 
9 

AC systems 

Conductor to be grounded 
250.26 

Grounding connections 
250.24(A) 

Grounding electrode conductor 
250.66 

Grounding of 250.20, 2 
Systems not requircoi 
grounded 250.2W_ 
s metallic enclosu™ 
30 0.20 ' 
Sensitive^PHW^Jpquipm 


Authoi^^Annex TI 80.13 
Connect^B to electricity supply 
x H 80.25 
Annex H 80.2 
% date Annex H 80.35 
Imcal board Annex H 80.15 
Inspector’ s qualifications Annex 
H 80.27 

Liability for damages Annex H 
80.29 

Notice of violations, penalties 
Annex H 80.23 

Occupancy of building or struc- 
ture Annex H 80.11 
Permits and approvals Annex H 
80.19 


Repeal of conflicting acts Annex 
H 80.33 

Title of Code Annex H 80.7 
Validity of article Annex H 
80.31 

Aerial cables 

Community antenna televisión 
and radio distribution 
Systems 820.44 


Identification 200.6(A) 
Messenger-supported wiring Art. 
396 

Network-powered broadband 

Communications Systems 

830.44 

Premises-powered broadband 

Communications Systems 

840.44 

igs Art. 547 



iperatures 547.4 
receptacles, Circuit 
breakers, controllers, 
and fuses 547.6 
Wiring methods 547.5 
Air conditioners, room 440-VII 
Branch-circuit requirements 
440.62 

Definition 440.60 
Disconnecting means 440.63 
Grounding 440.61 
Nameplate marking 220.82(C), 
440.4 

Air-conditioning and refrigerat- 
ing equipment Art. 440 
Arc-fault circuit-intermpter pro¬ 
tection 440.65 
Branch circuits 

Conductors 440-TV 

Ampacity, determination of 
440.6 

Combination loads for 

440.34 

General 440.31 
Multimotor equipment for 

440.35 

Several motor-compressors 
for 440.33 

Single motor-compressor 
for 440.32 
Outlets 210.63 
Selection current 
Definition 440.2 
Marking on nameplate 
440.4(0 

Short-circuit and ground-fault 
protection 440-III 
Equipment for 440.22(B) 
Controllers for 440-V 


Marking 440.5 
Rating 440.41 
Definitions 440.2, 551.2 
Disconnecting means 440-11 
Cord-connected equipment 
440.13 

Ratings and interrupting ca- 
pacity 440.12 

Room air conditioners 440.63 
Hermetic refrigerant motor- 
compressor see Her¬ 
metic refrigerant motor- 
compressors 

Leakage-current detector- 
interrupter 440.65 
Definition 440.2 
Load 220.82(C), 220.83 
Mobile homes 550.20 
Nameplate requirements 440.4 
Overload protection 440-VI 
Application and selection of 
440.52 

Branch-circuil conductors for 
440.52(B) 

General 440.51 
Motor-compressors 440.52(A) 
On 15- or 20-ampere 
branch circuits 440.54 
Park trailers 552.59(B) 
Rated-load current 
Definition 440.2 
Marking on nameplate 
440.4(A) 

Room air conditioners see Air 
conditioners, room 
Single machine, when consid- 
ered 440.8 

Tmcks transporting refrigerated 
units see Electrified 
truck parking space 
equipment 

Aircraft hangars Art. 513 
Aircraft batteries 513.10 
Aircraft electrical Systems 
513.10(A) 

Classification of locations 513.3 
Definitions 513.2 
Equipment 513.4, 513.7, 513.8, 
513.10 

Ground-fault Circuit interrupters 
513.12 

Grounding and bonding 513.16 
Mobile equipment 513.7(F), 
513.10(D) 

Definition 513.2 
Painting hangar 513.3(C)(2) 
Definition 513.2 
Portable equipment 513.10(E) 
Sealing 513.9 

Stanchions, rostmms, and docks 
513.7(E) 

Wiring 513.4, 513.7, 513.8 
Air ducts see Ducts 
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Audio signal Processing 


Air plenums see Plenums 
Air termináis see Lightning rods; 

Lightning (surge) arrest- 

Alarms 

Burglar see Remote-control, 
signaling, and power- 
limited circuits 
Fire 230.82(5), 230.94 Ex. 4; 

see also Fire alarm sys- 

Alarm Systems, health care facili- 
ties 517.32(C), 
517.42(C), 517-VI 
Altérnate power source see Power 
source, altérnate 
Alternators see Generators 
Aluminum conduit see Rigid 
metal conduit 

Aluminum siding, grounding of 

250.116 IN 
Ambient temperature 

310.15(A)(3) IN No. 1, 
310.15(B)(2), Table 
310.15(B)(2)(a), Table 
310.15(B)(2)(b), 
310.60(C)(4), Table 
310.60(C)(4); see also 
Temperature limitations 
Ambulatory health care centers; 
see also Health care 
facilities 
Definition 517.2 
Essential electrical Systems 
517.45 

Ampacities; see also subhead, 

Ampacities, under en¬ 
tries for specific wiring 
and equipment 
Conductors 310.15, Tables 

310.15(B)(16) through 
310.15(B)(21), 310.60, 
Tables 310.60(0(67) 
through 310.60(0(86 
B.310.15(B)(2)(1) 
through 

B.310.15(B)(2)(10 
Amusement attractions 
522.22 

Auxihary gutters 366.23 
Crane and hoist Table 
610.14(A) 

Fire alarm Systems 760.51 
Motors, motor circuits, and 
controllers 430.6 
Small wind electric Systems 
694.12(B), 694.64 
Solar photovoltaic Systems 
690.8(B) 

Definition 100-1 
Fixture wires 402.5 
Grounding 250.122 
Tables, 0-2000 volts Tables 

310.15(B)(16) through 
310.15(B)(21), Annex B 
Amusement attractions, control 
Systems for permanent 
Art. 522 

Control circuits 522-11 
Control circuits wiring methods 
522-m 

Definitions 522.2 


Maintenance 522.7 
Voltage limitations 522.5 
Anesthetizing locations 517-IV; 
see also Health care 
facilities 
Definition 517.2 
Flammable 

Definition 517.2 
Annexes, informative 90.5(D), 
Annexes A through I 
Antenna discharge units 810.20, 
810.57 

Antenna Systems, radio and tele¬ 
visión see Community 
antenna televisión and 
radio distribution 
(CATV) Systems; Radio 
and televisión equip- 

Apparatus 

Associated, grounding of 
504.50(B) 

Definition 504.2 
Intrinsically safe, grounding of 
504.50(A) 

Definition 504.2 
Simple 

Definition 504.2 

Appliances Art. 422; see also Mo- 

Battery-powered 517.64(E) 
Branch circuits see Bt 
cuits, applian 
Construction 422-IV 
Cords see Cords, flex 
Definition 
Disconnt 

DweIM 210.5¡ 

Fe^Pc _220.40' 



Hazardo^Kclassified) locations 
T Hazardous (classi- 
^R) locations 
ma cooking, demand 
^factors and loads for 
Table 220.55 
Installation 422-11 
Live parts 422.4 
Load calculations 220.14, 
220.40, 220.52 to 
220.56, Table 220.55 
Marking 422-V 

Mobile homes, in 550.12(B) and 
(D), 550.14 

Motor-driven 422.10(A) 
Disconnecting means 
422.31(C) 

Load 220.18(A) 

Marking 422.62 
Overload protection 
422.11(G) 

Overcurrent protection 422.11 
Single 422.11(E) 

Portable 

Definition 550.2, 551.2 
Recreational vehicles, in 

551.41(C) Ex. 1, 551.42 


Signal transmission between 
517.82 

Sm a ll 210.52(A), 550.12(B) 
Stationary 

Definition 550.2, 551.2 
Subject to immersion 422.41 
Termináis, identification of 
200.10(E) 

Approval, approved 
Definition 100-1 
Equipment and materials 90.4, 
90.7, 110.2, 500.8(B), 
Annex H 80.19 
Arc-fault Circuit interrupters 
210.12 

Definition 100-1 
Protection 210.12(A), 440.65, 
550.25 

Receptacle replacements 
406.4(D)(4) 

Solar photovolt^f 



320.23 


Accessible al 
Ampacity 320.81 
Bends 320.24 
Boxes and fittings 320.40 
Conductor type 320.104 
Construction 320—m 
Definition 320.2 
Equipment grounding 320.108 
Equipment grounding conductor 
installation 250.120(A) 
Exposed work 320.15 
Marking 320.120 
Supports 320.30 
Through or parallel to framing 
members 320.17 
Uses not permitted 320.12 
Uses permitted 320.10 
Armories Art. 518 

Emergency lighting system Art. 
700 

Array, solar photovoltaic Systems 

690.4(G), 690.5, 
690.7(E), 690.18; see 
also Solar photovoltaic 
Systems 
Definition 690.2 
Arresters, surge see Lightning 
(surge) arresters 

Artificially made bodies of water 

see Natural and artifi¬ 
cially made bodies of 
water, electrical wiring 
and equipment for 


Askarels 

Definition 100-1 
Transformen 450.25 

Assembly, places of 410.10(E), 

Art. 518 

Classifications 518.2 
Emergency lighting system Art. 
700 

Supply 518.5 

Theaters, audience areas Art. 

520 

Wiring methods 518.4 

Associative nonincendive field 
wiring apparatus 

Definition 500.2 

Atmospheric groups see Hazard¬ 
ous (classified) locations 

Attachment plugs (caps); see also 
Hazardous (classified) 
locations; Receptacles, 
cord connectors, and 
attachment plugs (caps) 
Construction of 406.7 
Definition 100-1 
Flexible cords on 210.50(B), 
400.7(B), 400.24 
Grounding type 406.10 
Polarized, terminal identification 
200.10(B) 

Attics 

Armored cable 320.23 
Knob and tube 394.23 
Lighting outlets required 
210.70(A)(3) 

Metal-ciad cable 330.23 
Nonmetallic extensions 
382.12(1) 

Nonmetallic-sheathed cable 
334.23 

Open wiring 398.23 

Sign transformers in 600.21(E) 

Audio signal processing, amplifi- 
cation, and reproduc- 
tion equipment Art. 

640 

Access 640.5, 640.46 
Conduit or tubing 640.23 
Definitions 640.2 
Environmental protection 640.44 
Flexible cords, use of 640.21, 
640.42, 640.45 
Grounding 640.7 
Grouping of conductors 640.8 
Locations and other articles 
640.3 

Loudspeakers in fire-resistant 
construction 640.25 
Mechanical execution of work 
640.6 

Motion picture projectors 540.50 
Permanent installations 640-11 
Portable and temporary installa¬ 
tions 640-IH 

Protection of electrical equip¬ 
ment 640.4 
Theaters 520.4 
Transformers 640.9(D) 

Definition 640.2 
Underwater 680.27(A), 
680.43(G) 

Water, near 640.10 
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Wireways, gutters, auxiliary gut- 
ters 640.24 

Wiring methods 640.9 
Wiring of equipment racks 
640.22, 640.43 

Auditoriums Art. 518, Art. 520 
Emergency lighting System Art. 
700 

Authority having jurisdiction 

90.4; see also Approval, 
approved 
Definition 100-1 

Automatic 

Definition 100-1 

Autotransformers see Transform- 

Auxiliary gutters Art. 366 
Conductors 

Ampacities 366.23 
Clearance, bare live parts 
366.100(E) 

Insulated 366.58 
Number of 366.22 
Construction specifications 366- 
ffl 

Covers 366.100(D) 

Definitions 366.2 
Extensión beyond equipment 
366.12 

Grounding 366.60 
Indoors 

Listing 366.6(B) 

Marking 366.120(B) 

Uses permitted 366.10(A)(1), 
366.10(B)(2) 

Installation 366-11 
Listing 366.6 
Marking 366.120 
Metallic 

Conductors 366.22(A), 
366.23(A) 

Definition 366.2 
Securing and supporting 
366.30(A) 

Uses permitted 366.10(A) 
Nonmetallic 

Conductors 366.22(B), 

366.23(B) 

Definition 366.2 
Marking 366.120 
Securing and supporting 
366.30(B) 

Uses permitted 366.10(B) 
Outdoors 

Listing 366.6(A) 

Marking 366.120(A) 

Uses permitted 366.10(A)(1), 
366.10(B)(1) 

Sound recording, similar equip¬ 
ment 640.7(A), 640.24 
Splices and taps 366.56 
Supports 366.30 
Uses not permitted 366.12 
Uses permitted 366.10 


-B- 

Back-fed devices 408.36(D) 
Backfill 300.5(F), 300.50(D) 
Balconies, outdoor, receptacles 
for 210.52(E)(3) 


Ballasts, electric discharge lamps 
4io-xn, 4io-xm 
Protection in fluorescent fixtures 
410.130(E) 

Protection in recessed HID fix¬ 
tures 410.130(F) 

Bare conductors 

Ampacities 310.15(B)(4) 
Auxiliary gutters 366.56(B) 
Contad conductors, cranes and 
hoists 610-IH 
Definition 100-1 
Lighting Systems operating at 30 
volts or less 411.5(C) 
Service entrance, Types SE, 

USE 338.100 

Sizing conduits for Chap. 9, 
Note 3 

Underground conduits, grounded 
neutral 230.30 Ex., 
230.41 Ex. 

Barriers 368.234(B), 408.3(A)(2) 
Basements (cellars) 

Armored cable 320.15 
Lighting outlets required 
210.70(A)(3) 
Nonmetallic extensions 
382.12(1) 

Nonmetallic sheathed cable 
334.15(C) 

Receptacles in 210.8(A)(5), 
210.52(G), 406.9(A) 
Unfinished 210.8(A)(5) 
Bathrooms; see also Bathtubs 
Branch circuits for 210.11 (C)(i 
Definition 
Fixed electric 


P680-VI, 680-VII 
680.2 

Fixed electric space-heating 
equipment cables 
424.44(G) 

Luminaires 410.10(D), 

550.14(D), 551.53(B) 
Receptacles 406.9(C) 

Switches 404.4(C) 

Batteries; see also Storage batter- 

Aircraft 513.10 
Installations Art. 480, 690.4, 
690.71 

Nominal voltage 
Definition 480.2 
Sealed 

Definition 480.2 
Insulation 480.6(D) 

Vents 480.10(B) 

Battery charging equipment 

511.10(A) 

Aircraft hangars 513.10(B) 


Battery system; see also Storage 
batteries 
Definition 480.2 

Bedrooms 

Arc-fault circuit-interrupter pro- 
tection 210.12(A), 
550.25(B) 

Bell circuits see Remote-control, 
signaling, and power- 
limited circuits 

Bends 300.34; see also subhead 
under entries for spe- 
cific wiring system 

Bipolar photovoltaic arrays 
690.4(G), 690.7(E) 
Definition 690.2 

Block (city, town, or village) 
Definition 800.2, 830.2 

Blocking diode, solar photovol¬ 
taic systems 
Definition 690.2 

Boathouses and boat 
ground-fai 



¡raft hangars 513.16 
íulk storage plants 515.16 
^able trays 392.60 

ivals, circuses, fairs, and 
similar events 525-IV 
X!ATV and radio distribution 
systems 820.100, 
820.106 

Communications circuits 

800.100, 800.106(B) 
Definition 100-1 
Equipotential 547.10, 680.26, 
682.33 

Flexible metal conduit (Type 
FMC) 348.60 
Floating buildings 553.11 
Garages, commercial 511.16 
Grounding-type receptacles 
250.146 

Hazardous (classified) locations 
see Hazardous (classi¬ 
fied) locations 

Health care facilities 517.19(C), 
517.19(D) 

Induction and dielectric heating 
equipment 665.26 
Intersystem bonding termination 
Definition 100-1 
Intrinsically safe systems 504.60 
Irrigation machines 675.14 
Liquidtight flexible metal con¬ 
duit (Type LFMC) 

350.60 

Liquidtight flexible nonmetallic 
conduit (Type LFNC) 

356.60 

Loosely jointed raceways 250.98 


Manufactured buildings 545.11 

Metal boxes 314.4 

Motor fuel dispensing facilities 

514.16 

Naturally and artificially made 
bodies of water, electri- 
cal equipment for 682- 
III 

Network-powered broadband 

Communications systems 

830.100, 830.106(B) 
Optical fiber cables 770.100(A), 

770.100(D), 770.106(B) 
Other enclosures 250.96 
Outside raceway 250.102(E) 
Over 250 volts 250.97 
Over 600 volts 490.74 
Panelboards 408.40, 517.14 
Park trailers 552.57 
Piping systems and exposed 

structural Steel 250.104 
Premises-powered broadband 

Communications systems 
840.106(B) 

Raceways see Raceways 
Radio and televisión equipment 
810.21, 810.58 
Receptacles 250.146 
Recreational vehicles 551.55(B), 
551.56 

Separately derived systems 
250.30(A)(8), 
250.30(B)(3), 

250.104(D) 

Service equipment 250.92, 
250.94 

Signs and outline lighting 

600.7(B), 600.33(D) 
Swimming pools see Swimming 

Tunnels 110.54 

Bonding conductors 517.19(D), 
770.100(A), 800.100, 
810.21, 810.58, 

820.100, 830.100(A) 
Bonding jumpers see Jumpers, 

bonding 

Bored hoies through studs, joists 

300.4(A)(1) 

Bowling alleys Art. 518 

Emergency lighting system Art. 
700 

Boxes (outlet, device, pulí, and 
junction) Art. 314; see 
also Hazardous (classi¬ 
fied) locations 

Accessibility 314.29, 314.72(D) 
Agricultural buildings 547.5(C) 
Community antenna televisión 
and radio distribution 
systems 820.133(A)(1) 
Concealed work 314.20 
Conductors, number in box 

314.16 

Entering boxes, conduit bod¬ 
ies or fittings 314.17 
Constmction specifications 314- 


Cover 


IH 

314.25, 314.28(C), 
314.41, 314.42, 
314.72(E) 
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Cutout see Cabinets, cutout 

boxes, and meter socket 
enclosures 

Damp locations 314.15 
Depth, minimum 314.24 
Drop (theaters, etc.) 520.44, 
520.46 

Definition 520.2 
Enclosures, handhole 314.29, 
314.30 

Fill calculations 314.16(B) 

Fire pumps 695.6(H)(1), 

695.6(1) 

Floor, for receptacles 314.27(B) 
Flush devices, enclosing 314.19 
Grounding 250.148, 250-VI 
Gutters, auxibary, used as 
366.58(B) 

Insulating see Boxes, nonmetal- 


Arc-fault circuit-interrupter pro- 
tection 210.12 

Audio equipment 640.10(A), 
640.41, 640.42(E) 
Bathrooms 210.11(C)(3) 
Breakout assembly 
Definition 520.2 
Busways as branch circuits 
368.17 

Calculation of loads 220-11, An- 
nex D 

Color code 210.5 
Common area 210.25 
Conductors, minimum ampacity 
and size 210.19 
Critical 517.33, 517.43 
Definition 517.2 
Critical operations power Sys¬ 
tems 708-11 


Voltage drop 210.19(A) IN No. 

Voltage limitations 210.6 
X-ray equipment 517-V, 660.4, 
660.6(A) 

Branch-circuit selection current 

Definition 440.2 
Marking on nameplate 440.4(C) 
Building 

Definition 100-1 
First floor of 362.10 
Building component 
Definition 545.2 
Building System 
Definition 545.2 
Building wire see Conductors 
Bulk storage plants Art. 515; see 
also Hazardous (classi- 
fied) locations 



Snap switches over 300 volts, 
not ganged 404.8(B) 
Solar photovoltaic Systems 
690.34 

Support of 392.18(G) 

Surface extensions 314.22 
Unused openings, closed 
110.12(A) 

Vertical raceway runs 300.19 
Volume calculations 314.16(A) 
Wall or ceiling 314.20, 
314.27(A) 

Wet locations 314.15 
Branch circuits Art. 210, Art. 220 
Air conditioners 440-IV, 440- 
VII 

Appliances 210.23, 422-B 
Calculations 220-11 
Definition 100-1 


Definition 100-1 
Overcurrent protection 210.20, 
240.4, 520.52 

Patient bed location 517.18(A), 
517.19(A) 

Permissible loads 210.23 
Ratings 210.3, 210-11 
Recreational vehicles 551.42 
Requirements for 210.24, Table 
210.24 

Selection current 440.4(C) 
Definition 440.2 
Small-appliance 210.11(0(1) 
Stage or set 530.23 
Taps from 210.19(A), Table 
210.24, 240.4(E), 
240.5(B)(2) 

Through luminaires 410.64(C) 
Two or more outlets on 210.24 


Outlet boxes, conduit bodies, 
and outlet fittings 
314.17(D), 314.42 
Reinforced thermosetting resin 
conduit 355.46 
Rigid metal conduit 344.46 
Rigid polyvinyl chloride conduit 
352.46 

Snow-melting and deicing 

equipment 426.22(C) 
Underground installations 
300.5(H) 

Use in lieu of box or terminal 
fitting 300.16(B) 
Busways Art. 368 

Barriers, fire 368.234(B) 
Branches from 368.56 
Connections 368.238 
Construction 368—III 


Dead ends closed 368.58 
Definition 368.2 
Drains 368.236 
Extensión through walls and 
floors 368.10(C) 

Feeder or branch circuits 368.17 
Grounding 368.60 

Over 600 volts 368.260 
Installation 368-B 
Luminaires connected to 
410.36(F) 

Manufactured wiring Systems 
604.6(A)(4) 

Marking 368.120, 368.320 
Overcurrent protection 368.17 
Over 600 volts 368-IV 
Reduction in size 368.17(B) 
Seáis, vapor 368.234(A) 

Support 368.30 
Terminations 368.238 
Under 600 volts 368.240 
Through walls and floors 
368.10(C) 

Uses not permitted 368.12 
Uses permitted 368.10 
Ventilated enclosures 368.237 
Bypass isolation switch 700.5(B), 
701.5(B) 

Definition 100-1 


-c- 

Cabinets, cutout boxes, and 
meter socket enclo¬ 
sures Art. 312 
Construction specifications 
312-11 

Damp and wet locations 312.2 
Definitions 100-1 
Deflection of conductors 312.6 
Installation 312-1 
Insulation at bushings 300.4(G), 
312.6(C) 

Position in walls 312.3 
Switch enclosures, splices, taps 

312.8 

Unused openings 110.12(A) 
Wire-bending space at termináis 
312.6(B) 

Wiring space, side or back 

312.9 

Cable bending see type of cable 
Cablebus Art. 370 
Conductors 370.4 
Ampacity 370.4(B) 
Overcurrent protection 370.5 
Terminations 370.7(3), 370.8 
Definition 370.2 
Equipment grounding conductor 
installation 250.120(A) 
Fittings 370.7 
Grounding 370.9 
Marking 370.10 
Support and extensión through 
walls and floors 370.6 
Use 370.3 
Cable connectors 
Definition 324.2 
Theater 520.67 

Cable end fittings, changing from 
cable to knob-and-tube 

300.16(A) 
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Cable management system 

626.23 

Definition 626.2 
Cables 

Abandoned 
Coaxial 820.25 
Definition 820.2 
Communications 800.25 
Definition 800.2 
Fire alarm 760.25 
Definition 760.2 
Interconnecling 
Definition 645.2 
Network-powered broadband 
Communications 830.25 
Definition 830.2 
Optical fiber 770.25 
Definition 770.2 
Premises-powered broadband 
communication 840.25 
Remote-control, signaling, 
and power-limited cir- 
cuits 725.25 
Definition 725.2 
Aerial see Aerial cables 
Armored (Type AC) see Ar- 

mored cable (Type AC) 
Border lights, theater 520.44(C) 
Bundled 

Definition 520.2 
Cable trays, installation in see 
Cable trays 
CATV Art. 820 
Coaxial Art. 820, 840.93(C) 
Continuity 300.12 
Definition 800.2 
Fiat cable assemblies (Type FC) 
see Fiat cable assem¬ 
blies (Type FC) 

Fiat conductor (Type FCC) see 
Fiat conductor cable 
(Type FCC) 

Flexible see Cords, Flexible 
Grouped 

Definition 520.2 
Heating see Heating cables 
Installation in cable trays see 
Cable trays 

Installed in grooves 300.4(F) 
Instrumentation tray (Type ITC) 
see Instrumentation tray 
cable (Type ITC) 
Integrated gas spacer cable 
(Type IGS) see Inte- 
grated gas spacer cable 
(Type IGS) 

Manufactured wiring systems 
604.6(A) 

Médium voltage cable (Type 

MV) see Médium volt- 
age cable (Type MV) 
Metal-ciad cable (Type MC) see 
Metal-ciad cable (Type 
MC) 

Mineral-insulated metal-sheathed 
(Type MI) see Mineral- 
insulated metal-sheathed 
cable (Type MI) 
Multiconductor cables, identifi- 
cation of conductors in 
250.119(B) 


Nonmetallic 

metallic extensions 

Nonmetallic-sheathed (Types 
NM, NMC, and NMS) 
see Nonmetallic- 
sheathed cable (Types 
NM, NMC, and NMS) 

Nonmetallic underground con- 
duit with conductors see 
Nonmetallic under¬ 
ground conduit with 
conductors 

Optical fiber see Optical fiber 

Other types of see ñames of 
systems 

Point of entrance 

Definition 800.2, 820.2, 830.2 

Portable see Cords, flexible 

Power and control tray cable 
(Type TC) see Power 
and control tray cable 
(Type TC) 

Preassembled in nonmetallic 

conduit see Nonmetallic 
underground conduit 
with conductors 

Protection against physical dam- 
age 300.4 

Sealing 501.15(D), 501.15(E), 
505.16(A)(2), 
505.16(B)(5), 
505.16(B)(6), 
505.16(B)(7), 
505.16(0(2) 

Secured 300.11, 31¡ 

(C) 


Cable and conductor installation 
392.20 

Cable lili 392.22 
Communications circuits in 
800.113(H) 

Community antenna televisión 
and radio distnbuuon 
systems 820.113(H), 
820.133(A)(1) 

Construction specifications 392- 

ni 

Covers 392.18(C) 

Definition 392.2 
Equipment grounding conductor 
installation 250.120(A) 
Exposed 392.18(E) 

Fire alarm system conductors 
760.51(C), 760.133, 
760.139 

Grounding 392.60 
Installation 392-11 
Marking 392.18(Hy 
Network-poweref 



Un- 


Traveling, elevator 620.11(B), 
620.12(A), 620-V 
Underground 230-HI, 300.5, 
300.50 

Underground feeder and branch 
Circuit Type UF 
derground feeder and 
branch-circuit cable 
(Type UF) 

Vehicle supply equipment 
625.17 

Welding 630-IV 
Cable sheath 

Definition 770.2, 800.2 
Cable suspensión 300.19 
Cable trays Art. 392 
Accessibility 392.18(E), 
392.18(F) 

Ampacity 320.80(B), 392.80 
Bends 392.18(A) 

Bonding 392.60 


and walls 

392.18(D) 

:s not permitted 392.12 
:s permitted 230.44, 392.10 
itilated 392.22 
'i ring methods 392.10(A), 

Table 392.10(A) 
Calculations Annex D; see also 

Camping tráiler; see also Recre- 
ational vehicles (camp¬ 
ing trailers, motor 
homes, park trailers, 
travel trailers, truck 
campers) 

Definition 551.2 
Canopies 

Boxes and fittings 314.25 
Live parts, exposed 410.5 
Luminaires fixtures 

Conductors, space for 410.20 

At boxes 410.22 
Combustible finishes, cov- 
ering required between 
canopy and box 410.23 
Capacitors Art. 460; see also Haz- 
ardous (classified) loca- 

Enclosing and guarding 460.2 
Induction and dielectric heating 
665.24 

600 volts and under 460-1 
Conductors 460.8 
Grounding 460.10 
Marking 460.12 
Means for discharge 460.6 


Overcurrent protection 
460.8(B) 

Rating or setting of motor 
overload device 460.9 
Motors 430.27, 460.9 
Phase converters 455.23 
Over 600 volts 460-11 
Grounding 460.27 
Identification 460.26 
Means for discharge 460.28 
Overcurrent protection 460.25 
Switching 460.24 
X-ray equipment 660.36 
Caps see Attachment plugs 
Carnivals, circuses, fairs, and 

similar events Art. 525 
Conductor overhead clearance 
525.5 

Definitions 525.2 
Grounding and bonding 525-IV 
Equipment bonding 525.30 
Equipment grounding 525.31 
Grounding conductor continu¬ 
ity assurance 525.32 
Power sources 525-11 

Múltiple sources of supply 
525.11 

Services 525.10 
Protection of electrical equip¬ 
ment 525.6, 525.23 
Wiring methods 525-III 
Concessions 525.21 
Ground-fault circuit- 

interrupter protection 
525.23 

Portable distribution or termi¬ 
nal boxes 525.22 
Rides 525.21 
Tents 525.21 
Cartridge fuses 240-VI 
Disconnection 240.40 
CATV systems see Community 
antenna televisión and 
radio distribution 
(CATV) systems 

Ceiling fans 680.22(B), 680.43(B) 
Support of 314.27(C), 422.18 

Cell 

Cellular concrete floor raceways 
Definition 372.2 
Cellular metal floor raceways 
Definition 374.2 

Electrolytic see Electrolytic cells 
Sealed, storage batteries 

480.6(D), 480.10(B) 
Definition 480.2 
Solar 

Definition 690.2 
Cellars see Basements 
Cell line, electrolytic cells 
Attachments and auxiliary 
equipment 
Definition 668.2 
Definition 668.2 

Cellular concrete floor raceways 

Art. 372 

Ampacity of conductors 372.17 
Connection to cabinets and other 
enclosures 372.6 
Definitions 372.2 
Discontinued outlets 372.13 
Header 372.5 
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Communications circuits 


Inserís 372.9 
Junction boxes 372.7 
Markers 372.8 

Number of conductora 372.11 
Size of conductora 372.10 
Splices and taps 372.12 
Uses not permitted 372.4 

Cellular metal floor raceways 

Alt. 374 

Ampacity of conductora 374.17 
Connection to cabinets and ex¬ 
tensión from cells 
374.11 

Construction 374-11 
Definitions 374.2 
Discontinued outlets 374.7 
Inserís 374.10 
Installation 374-1 
Junction boxes 374.9 
Markers 374.8 
Number of conductora 374.5 
Size of conductora 374.4 
Splices and taps 374.6 
Uses not permitted 374.3 
Chairlifts see Elevators, dumb- 


ing walks, platform lifts, 
and stairway chairlifts 
Child care facility 
Definition 406.2 
Tamper-resistant receptacles in 
406.14 

Churches Art. 518 
Cinder lili 

High density polyethylene con- 
duit 353.10(3) 

Intermedíate or rigid metal con- 
duits and electrical me- 
tallic tubing, in or under 

342.10(0, 344.10(0 
Nonmetallic underground 
duit with conducto 
354.10(3) 

Reinforcing thermosetting 

conduit 355.10(0' 

Rigid polyvinyl chloride 

352.10(0 

Circuit breakers Art. 240; 

also Hazardous (el 
fied) locations 
Accessibility and grouping 
404.8(A) 

Circuits over 600 volts 490.21, 
490.45, 490.46 

Damp or wet locations, in 404.4 
Definition 100-1, 100—II 
Disconnection of grounded cir¬ 
cuits 404.2(B), 

514.1 l(A) 

Enclosmes 404.3 
General 110.9, 240-1 
Indicating 240.81, 404.7 
Markings 240.83, 240.86(A) 
Noninstantaneous trips 240.87 
Overcurrent protection 230.208, 
240-1, 240-VII 
Generators 445.12 
Motors 250.122(D), 430.52, 
430.58, 430.110, 
430.111, 430.225(C)(1) 
Transformers 450.3 


Panelboards 408-HI, 408.54, 
408.55 Ex.l 

Fixed-trip Circuit breakers 
240.6(A), 240.83(C), 
240.86 

Motor branch circuits 430.58 
Service disconnecting means 
230.70, 230.205 
Service overcurrent protection 
230.90, 230.91 
Solar photovoltaic Systems 
690.10(E), 690.17 
Switches, use as 240.83(D), 
404.11, 410.141(A) 
Circuit directory, panelboards 
110.22, 408.4(A) 

Circuit interrupters, ground-fault 

see Ground-fault Circuit 
interrupters 
Circuits 694-11 

Abandoned supply circuits 

Definition 645.2 
Anesthetizing locations 517.63 
Branch see Branch circuits 
Burglar alarm see Remote- 

control, signaling, and 
power-hmited circuits 
Central station see Fire alarm 
Systems 

Communication see Communi¬ 
cations circuitsj 
Control see Control c 
Fire alarm see Fire a 


Protectora required 800.50, 
800.90, 800.100, 
800.106, 800.170, 
830.90 

Remote-control see Remote- 
control, signaling, and 
power-limited circuits 

Signal see Remote-control, sig¬ 
naling, and power- 
limited circuits 

Telegraph see Communications 

Telephone see Communications 

Underground see Communica¬ 
tions circuits 

Ungrounded 210.10, 215.7, 

410.93; see also Con¬ 
ductora, ungrounded 
Circuses see Carnirals, circuses, 



|.10, 705.60(A)(2), 
l.65(A) 
is 690.2 

T 50 volts Art. 720 
1 725-11 
grounding 250.20(A) 

More than 600 volts see Over 
600 volts 
Motor 430-11 
Motor control 430-VI 
Definition 430.2 
Number of, in enclosures 
90.8(B) 

Output see Output circuits 
Photovoltaic output 690.1, 

690.4, 690.6(B), 690.7, 
690.8, 690.31(E), 
690.35 

Definition 690.2, 690.85 
Photovoltaic source 690.1, 

690.4, 690.6 to 690.9, 
690.31(E), 690.35, 
690.53 

Definition 690.2, 690.85 
Power-limited see Remote- 

control, signaling, and 
power-limited circuits 


also Enclosures; 

is 810.13, 810.18, 

810.54 

Community antenna Systems 
820.44(A)(4), 

820.44(B), 820.44(E), 
820.47, 820.133(A) 
Conductors 

Open, outside branch circuits 
and feeders 225.18, 
225.19 

Overhead Service 230.24, 
230.26 
Live parts 

Auxiliary gutters 366.100(E) 

Circuits over 600 volts 110— 

ni 

Luminaires 410.116, 410.136 
Network-powered broadband 

Communications Systems 
830.44 

Premises-powered broadband 

communication Systems 
840.44(A)(4) 

Swimming pools 680.8 
Switchboards 408.5, 408.18 
Climbing space, line conductors 
on poles 225.14(D) 
Clothes closets 
Definition 100-1 
Heating 424.38(C) 

Luminaires 410.16 
Overcurrent devices 240.24(D) 
Clothes dryers 

Calculations for 220.54 
Feeder demand factors Table 
220.54, 220.82(B) 
Grounding 250.114, 250.140 


Mobile homes 550.15(E), 

550.16(A), 550.16(B)(3) 
Clothing manufacturing plants 
500.5(D), Art. 503, Art. 
506; see also Hazardous 
(classified) locations 

CO/ALR 

Receptacles 406.3(C) 

Switches 404.14(C) 

Collector rings 490.54, 675.11 
Definition 675.2 
Collectors, cranes and hoists 
610.22 
Color code 

Branch circuits 210.5 
Conductors 310.110, 504.80(C), 
647.4(C) 

Grounded conductor 200.6, 
200.7, 400.22 
Grounding conductor 

250.119, 310.110(B), 
400.23 

Isolated power Systems 
517.160(A)(5) 
Ungrounded 210.5(C), 

215.12(C), 310.110(0 
Heating cables 424.35 
Higher voltage to ground 
Sensitive electronic equip- 
ment 647.4(0 
Service-entrance conductors 
230.56 

Photovoltaic System circuits 
690.4(B) 

Combustible dusts Art. 502; see 
also Hazardous (classi¬ 
fied) locations 

Combustible gas detection Sys¬ 
tems 500.7(K), 505.8(1) 
Definition 500.2, 505.2 
Combustible-liquid produced 
vapors see Hazardous 
(classified) locations 
Commercial garages see Garages, 
commercial 

Common grounding electrode 

250.58 
Common neutral 

Feeders 215.4 
Outside wiring 225.7(B) 
Communications circuits Art. 

800; see also Commu¬ 
nity antenna televisión 
and radio distribution 
(CATV) Systems; 
Premises-powered 
broadband communica¬ 
tion systems; Radio and 
televisión equipment 
Abandoned cables 800.25 
Definition 800.2 
Access to electrical equipment 
800.21 

Bonding 800.100(A), 

800.100(D), 800.106(B) 
Cable marking 800.179, Table 
800.179 

Cable routing assemblies 
800.182 

Cable substitution Table 
800.154(b) 

Conductors 
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Overhead 800.44 
Within buildings 800-V 
Critical operatíons power Sys¬ 
tems 708.14 
Definitions 800.2 
Dwelling unit Communications 
outlets 800.156 
Essential electrical Systems 

517.32(D), 517.42(D) 
Grounding 800.93, 800-IV 
Health care facüities 517.32(D), 
517.42(D), 517-VI 
Hybrid power and Communica¬ 
tions cables 800.179(1) 
Installation 800-V 
Lighming conductors 800.53 
Listing of Communications wires 
and cables 800.113(A), 
800.179 

Listing of equipment 800.18, 
800-VI 

Mechanical execution of work 
800.24 

Mobile homes 800.106 
Multifamily dwellings 
800.113(K) 

One- and two-family dwellings 
800.113(L) 

Protection 800—III 
Devices 800.90 
Grounding 800.100, 
800.106(A) 

Mobile homes, grounding and 
bonding at 800.106 
Primary protectors 800.50, 
800.90, 800.100, 
800.106, 800.170(A), 
830.90 

Secondary protectors 

800.90(D), 800.170(B) 
Raceways 800.133(A)(1), 
800.154, 800.182 
Types of cable 800.179 
Underground circuits entering 
buildings 800.47 
Unlisted cables entering build¬ 
ings 800.48 

Communications equipment 

Definition 100-1 
Community antenna televisión 
and radio distribution 
(CATV) Systems Art. 
820; see also Radio and 
televisión equipment 
Access to electrical equipment 

820.21 

Cables 

Abandoned coaxial 820.25 
Definition 820.2 
Aerial entrance 820.44 
Within buildings 820-V 
Coaxial 

Definition 820.2 
Entering buildings 820.47 
Listing 820.113(A), 820.154, 
820-VI 

Outside 820.44 
Types of 820.179 
Underground 820.47 
Definitions 820.2 
Energy limitations 820.15 
Grounding 820-IV 


Cables 820.93, 820-TV 
Equipment 820.103 
Installation of cables and equip¬ 
ment 820-V 

Locatíons 820.3, 820.44(A)(1), 
820.93(D) 

Marking 820.179, Table 820.179 
Mechanical execution of work 
820.24 

Mobile homes 820.106 
Premises community antenna 
televisión (CATV) Cir¬ 
cuit 840.170(D) 
Definition 840.2 
Protection 820—III, 

820.100(A)(6) 

Raceways 820.133, 820.154 
Unlisted cables entering build¬ 
ings 820.48 


Hazardous (classified) locations, 
sealing fittings 
501.15(0(6), 
505.16(D)(5) 

High density polyethylene con- 
duit 353.22 

Intermedíate metal conduit 

342.22 

Liquidtight flexible metal con¬ 
duit 350.22 

Liquidtight flexible nonmetallic 
conduit 356.22 

Máximum permitted 300.17 

Nonmetallic underground con¬ 
duit with conductors 
354.100(D) 

Outlet boxes, etc. 314.16 

Reinforcing thermosetting resin 
conduit 355.22 



Definition 517.2 
Conductor flll 

Audio Systems 640.23(A) 
Auxiliary gutters 366.22 
Boxes 314.16(B)(1) and (5) 
Cable trays 392.22 
Cellular concrete floor raceways 
372.11 

Cellular metal floor raceways 
374.5 

Control circuits 517.74(A) 
Electrical metallic tubing 358.22 
Electrical nonmetallic tubing 

362.22 

Elevators 620.32, 620.33 
Fixture wire 402.7 
Flexible metal conduit 348.22, 
Table 348.22 

Flexible metallic tubing 360.22 
General installations 300.17 


Bare see Bare conductors 
Bending radius 300.34 
Bonding see Bonding conduc- 

Boxes and fittings, junction 
314.16, 314.17 
Branch circuits Art. 210; see 
also Branch circuits 
Bundled, in theaters, etc. 

Definition 520.2 
Buried 310.10(F) 

Busways see Busways 
Cabinets and cutout boxes 312.5 
through 312.7 
Cablebus see Cablebus 
Calculations, examples Annex D 
Capacitors 460.8 
Cellular concrete floor raceways 
see Cellular concrete 
floor raceways 


Cellular metal floor raceways 

see Cellular metal floor 
raceways 

Communications Art. 800 
Control, health care facilities 
517.74 

Fire alarm Art. 760 
Less than 50 volts Art. 720 
Over 600 volts Art. 490 
Signal, remote-control, 

power-limited Art. 725 
Combinations Chap. 9, Table 1 
Communications circuits 800-11, 
800-V 

Concealed knob-and-tube see 
Knob-and-tube wiring 
Conduit or tubing, number in 

342.22, 344.22, 348.22, 
Table 348.22, 350.22, 

352.22, 353.22, 354.22, 

356.22, 358.22, 360.22, 

362.22, Chap. 9 Tables, 

Construction specifications 310— 
ni, Tables 310.104(A) 
through 310.104(0 
Cooling of electric equipment 
110.13(B) 

Copper 110.5, 505.18(A), 
760.49(C) 

Ampacities Tables 

310.15(B)(16) through 
310.15(B)(21), Tables 
310.60(C)(69) through 
310.60(C)(86), 
B.310.15(B)(2)(1) 
through 

B.310.15(B)(2)(10) 
Properties Chap. 9, Table 8 
Copper-clad aluminum 
Definition 100-1 
Equipment-grounding con¬ 
ductors 250.120(B) 
Cords, flexible see Cords, flex¬ 
ible 

Corrosive conditions see Corro- 
sive conditions 

Covered 

Definition 100-1 
Crane and hoists 610-11, 610- 
ffl, 610.41 

Damp locations 310.10(B) and 
(C), Table 310.104(A) 
Definitions 100-1 
Deflection of see Deflection of 
conductors 

Different Systems 300.3(C), 
725.48 

Dimensions of Chap. 9, Table 4 
Dry locations 310.10(A) and 
(B), Table 310.104(A) 
Electrical metallic tubing see 
Electrical metallic tub- 
ing 

Electrical nonmetallic tubing see 
Electrical nonmetallic 
tubing 

Elevators, dumbwaiters, escala- 
tors, moving walks 
620-11 through 620-IV 
Enclosure, grounding 250-IV 
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Conduit bodies 


Grounding electrode conduc¬ 
tor 250.64(D), 
250.64(E) 

Equipment grounding see Equip- 
ment grounding conduc- 

Feeder Art. 215 
Fire alarm Systems 760.48, 
760.49, 760.130 
Fixture wires Art. 402 
In free air Tables 310.15(B)(17), 
310.15(B)(19), 
310.15(B)(21) 

Gauges (AWG), general provi- 
sions 110.6 

General wiring Art. 310 
Generators, size 445.13 
Grounded 

Altemating current systems 
250.24, 250.26 
Identification 200.6, 200.7, 
210.5(A) 

Change in size 240.23 
Continuity of 300.13(B) 
Definition 100-1 
Different systems 200.6(D) 
Electrode-type boilers, over 
600 volts 490.72(E) 

Fiat conductors, nonmetallic 
extensions 382.104(B) 
Fuses in 430.36 
Minimum rating and size 
215.2(A)(2) 

Motor controller 430.85 
Overcurrent protection 
230.90(B), 240.22 
Panelboards, termination in 
408.41 

Separately derived systems 
250.30(A) 

Services 

Disconnection of 23 
230.75 

Overcurrent protecti 
230.90(B) 

Solar photovoltaic syst 
690.5(A) 

Switches, disconnectioi 
404.2(B) 

Use and identification Art. 

200 

Grounded power systems in 

anesthetizmg locations 
517.63 

Grounding see Grounding con¬ 
ductors 

Grounding electrode see 

Grounding electrode 
conducto! 

Grouped 

Definition 520.2 
Identification 310.110 
Induction and dielectric heating 
equipment, ampacity of 
supply 665.10 

Industrial control panels 409.20 
Installation 310-11 

Other systems, with 300.8 
Insulated 

Definition 100-1 


Lighting systems operating at 
30 volts or less 
411.5 (D) 

Insulating materials 310.104 
Insulation Art. 310 

At bushings, 4 AWG and 
larger 300.4(G), 
312.6(C) 

Construction and application 
310.104 

Elevators, dumbwaiters, esca- 
lators, moving walks, 
platform lifts, and stair- 
way chairlifts 620.11 
Fire alarm systems 760.49(B) 
Fixtures 410.52, 410.117(A) 
Hazardous (classified) loca¬ 
tions 501.20, 505.18(B) 
Identification 310.110 
Line-type fire detector 
760.179(J) 

Marking 310.120 
Motion picture projectors 
540.14 

Reinforced thermosetting 
resin conduit 355.10(1) 
Service conductors 230.22, 
230.30, 230.41 
Splices and joints 110.14(B), 
400.9, 530.12(B), 
590.4(G) 

Switchboards 408.19 
Theaters 520.42 
Intrinsically safe 504.3Í 
Length in boxes 300.14 
Length in surge protecti’ 



Neutral see Neutral 
Nonmetallic extensions see Non¬ 
metallic extensions 
Nonmetallic sheathed cable, 

Types NM, NMC, and 
NMS see Nonmetallic- 
sheathed cable (Types 
NM, NMC, and NMS) 
Number of, in see Conductor fill 
Organs 650.6, 650.7 
Outdoor overhead conductors 

over 600 volts Art. 399 
Outlet boxes, temperature limits 
410.21 

Outside wiring Art. 225 
Overcurrent protection 240.4 
Cablebus conductors 370.5 
Grounded conductors 
230.90(B), 240.22 
Service-entrance conductors 
B.91, 230.208 
•e Overhead 
ductor 



■0.106(B) 

IB cable see Metal-ciad 

u enclosures, spacing from 
lightning rods 250.106 
INNo. 2 
Mineral-insulated metal-sheathed 
cable see Mineral- 
insulated metal-sheathed 
cable (Type MI) 
Mínimum size 230.31, 230.42, 
310.106(A), 517.74(B), 
620.12, 650.6(A), 660.9, 
725.49(A), 760.49(A), 
760.142, 810.17, 810.53 
Motion picture projectors 540.13 
Motor circuits 430.6, 430-B 
Multioutlet assembly see Multi- 
outlet assembly 
Múltiple 250.102(C), 

250.122(F), 300.5(1) Ex. 
1, 300.20, 310.10(H), 
392.20(C), 

520.27(A)(2), 

620.12(A)(1), 

690.4(B)(3) 


Radio and televisión equipment 
and antenna systems 
810.4, Art. 820 
Railway, power and light from 
110.19 

Recreational vehicle site feeder 
Circuit 551.73, 551.80 
Definition 551.2 
Remote-control circuits Art. 725 
Rigid metal conduit see Rigid 
metal conduit 
Same Circuit 300.5(1) 

Selection of, examples Annex D 
Service; see also Overhead Ser¬ 
vice conductors; 
Service-entrance cable 
(Types SE and USE); 
Service-entrance con¬ 
ductor 

Definitions 100-1 
Service-entrance see Service- 
entrance conductors 
Signal circuits Art. 725, Art. 

760 

Signs and outline lighting 

600.31, 600.32, 600.33 
Single 392.10(B)(1), 392.20(D), 
392.22(B), 392.80 
Sizes 110.6, 540.13, 810.16, 
Table 810.16(A), 

810.17, 810.53, Chap. 9, 
Tables 5 and 5A; see 
also subhead: Minimum 


Spliced 230.33, 230.46 
Stranded 310.106(C), Chap.9, 
Table 10 

Support of, in vertical raceways 
300.19 

Surface raceway see Strut-type 
channel raceway; Sur- 
face metal raceways; 
Surface nonmetallic 
raceways 

Switchboards and panelboards 
408.3(A), 408.19 
Temperature, limitations of 
310.15(A)(3), 
338.10(B)(3) 

Theaters, portable stage equip¬ 
ment 520.68 
Tunnels 110.53, 110.54 
Underfloor raceway see Under- 
floor raceways 

Underground feeder and branch- 
circuit cable see Under¬ 
ground feeder and 
branch-circuit cable 
(Type UF) 

Underground Service 
Definition 100-1 
Ungrounded 

Fixed electric space-heating 
equipment 424.99(C)(5) 
Fiat conductors, nonmetallic 
extensions 382.104(A) 
Grounding separately derived 
systems 250.30(B) 
Identification 210.5(C), 
215.12(C) 

Insulated fittings 300.4(G) 
Lampholders 410.93 
Múltiple branch circuits 210.7 
Overcurrent protection 240.15 
Services 230.90(A) 

Tapped from grounded Sys¬ 
tem 210.10 
Welders, electric 

Ampacity of supply 630.11, 
630.31 

Overcurrent protection 

630.12(B), 630.32(B) 
Wet locations 225.4, 310.10(0, 
Table 310.104(A) 
Wireways see Wireways, metal; 

Wireways, nonmetalhc 
X-ray equipment 517-V, 660.6 
through 660.9 

Conduit bodies; see also Boxes 

(outlet, device, pulí, and 
junction) 

Definition 100-1 
Marking 314.44 
Number of conductors 

314.16(C) 

Over 600 volts 314-IV 
Pulí and junction box 314.28 
Short radius 314.16(0(3) 
Support of 

Cable trays 392.18(G) 

By reinforcing thermosetting 
resin conduit 355.10(H) 
By rigid nonmetalhc conduit 
352.10(H) 
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Conduit fill; see also Conductor 
fill 

Equipment grounding conduc- 
tors Chap. 9, Note 3 
Grounding conductor 
310.15(B)(6) 

Conduit nipples Chap. 9, Note 4 

Conduits 

Boxes supporting 314.23(H)(2) 
Circuits, physical protection of 
remóte control 
725.31(B) 

Conductors, number in Chap. 9, 
Table 1, Annex C, 
Tables C1 through 
C12(A) 

Dimensions Chap. 9, Table 4 
Electrical metallic tubing see 
Electrical metallic tub- 
ing 

Electrical nonmetalbc tubing see 
Electrical nonmetallic 
tubing 

Flexible metal see Flexible 
metal conduit 

High density polyethylene con¬ 
duit (Type HDPE) see 
High density polyethyl¬ 
ene conduit (Type 
HDPE) 

Intermedíate metal see Interme¬ 
díate metal conduit 
Liquidtight flexible metal see 
Liquidtight flexible 
metal conduit 

Liquidtight flexible nonmetallic 
see Liquidtight flexible 
nonmetalbc conduit 
Metallic, grounding runs 7.5 m 
(25 ft) 250.86 Ex.l 
Number of fixture wires in 
402.7 

Outside wiring 225.10 
Rigid metal see Rigid metal 
conduit 

Rigid polyvinyl chloride see 

Rigid polyvinyl chloride 
conduit 

Connections 

Aluminum, copper conductors 
110.14 

Busways 368.238 
Cellular metal floor raceways to 
cabinets and extensions 

374.11 

Essential electrical Systems 

517.34, 517.42, 517.43, 
517.45 

Fuel cell systems to other cir¬ 
cuits 692-VII 

Grounding conductor 250-in, 
250-VI 

High-impedance grounded neu¬ 
tral system 250.186(C) 
Integrity of 110.12(B) 

Múltiple Circuit see Múltiple 
Circuit connections, 
grounding 

Point of interconnected power 
production sources 

705.12 

Splices 110.14(B) 


Switches 404.2 
Temperature limitations 

110.14(C), 110.40 
Termináis, general provisions 
110.14(A) 

X-ray installations 517.71 
Connectors 

Armored cable 320.40 
Boxes 314.17 
Breakout assembly 
Definition 520.2 
Cabinets and cutout boxes 
312.5(C) 

Cable 

Definition 324.2 
Theater 520.67 

Connector strip 520.44, 520.46 
Definition 520.2 

Electrical metallic tubing 358.42 
Electric vehicle 625.19 
Definition 625.2 
Flexible metal conduit 348.42 
Intermedíate metal conduit 
342.42 

Liquidtight flexible metal con¬ 
duit 350.42 

Liquidtight flexible nonmetallic 
conduit 356.42 

Pressure (solderless) 250.8(3), 
250.70 

Definition 100-1 
Rigid metal conduit 344.42 
Single-pole separable 520.53(K' 
530.22 

Definition 530.2 
Solar photovoltaic s¡ 

690.33 Á 

Constant-voltag^Kierator| 


Extens^sets 590.6(A) 

tPtB)(2) 

Ground-fault Circuit interrupter, 
protection for 590.6(A) 
and (B)(l) 

Continuity 

Electrical 

Cable trays 392.60(A) 
Equipment grounding con¬ 
ductors 250.124 
Grounded conductors 
200.2(B) 

Gutters, auxiliary 366.100(A) 
Metal raceways and cables 
250.96, 250.97, 300.10 
Service equipment 
250.92(B), 250.94 
Wireways 376.100(A) 
Grounding, metal boxes, 

grounding-type recep- 
tacles 250.148 
Mechanical 

Gutters, auxiliary 366.100(A) 


Raceways and cables 300.10, 

300.12 

Conductors 300.13 
Grounded conductor of 
multiwire circuits 
300.13(B) 

Wireways 376.100(A) 
Continuous duty 
Definition 100-1 
Motors see Motors, Continuous 

Continuous industrial processes 

Coordination, electrical system 

240.12 

Ground-fault protection 230.95 
Ex. 

Orderly shutdown 430.44 
Power loss hazard 240.4(A) 
Continuous load 

Applications 210.19(A), 
210.20(A), 21_^ 
Definition 100-1 
Control; see also H^Hms (clas- 

Remote 

Circuits^c Remote-contro 
^^gnaling, and power^B 

^^Enductioj^Bra dielectric 
^®iteíg|^Pequipment 665.7 
X-ra y 517-V, 660-11 

^Control ci 

¿flash ha^^^aming 110.16 
110.27 

►26(E), 110.32 
íination^t 110.26(D), 
110.34(D) 

430-Vffl 
^Definition 100-1 
7orking spaces about 110.26 
/orking space 110.26, 110.32 
through 110.34 
Control circuits 430-VI 

Amusement attractions 522-11, 
522-IB 

Definition 409.2, 430.2, 522.2 
Control drawing 504.10(A) 
Definition 500.2, 504.2 
Controllers; see also Hazardous 
(classified) locations 
Agricultural buildings 547.6 
Air-conditioning and refrigerat- 
ing equipment 440.5, 
440-V 

Cases, grounding 250.112(D) 
Charge controllers 

Definition 690.2, 694.2 
Solar photovoltaic systems 
690.4(D), 690.35(G), 
690.72 

Definition 100-1 
Diversión load controllers 

694.7(C), 694.75(B)(2) 
Definition 694.2 
Enclosures, grounding 
250.112(D) 

Motion 

Definition 620.2 
Motor 430-VII 
Definition 620.2 
Disconnecting means 430.75, 
430-IX, 430.227 


Electrically operated pool 
covers 680.27(B)(1) 
Hazardous (classified) loca¬ 
tions 501.115, 502.115, 
503.115 
Marking 430.8 
Tunnels 110.55 
Operation 

Definition 620.2 
Ratings 430.83 

Resistors and reactors see Resis- 
tors and reactors 

Control panels; see also Industrial 
control panels 
Working space 110.26 
Control room 

Branch circuits, lighting and 
receptacles 620.23 
Definition 620.2 
Wiring 620.21(A)(3) 

Control space 

Branch circuits, lighting and 
receptacles 620.23 
Definition 620.2 
Wiring 620.21(A)(3) 

Control system 
Definition 620.2 

Convenience outlets see Recep- 

Conversion table, AC conductor 
resistances and reac- 
tances Chap. 9, Table 9 
Converters 

Definition 551.2 
Phase see Phase converters 
Recreational vehicle 
Definition 551.2 

Cooking unit, counter-mounted; 

see also Ovens, wall- 
mounted; Ranges 
Branch circuits 210.19(A)(3), 
210.23(C), 220.55 
Definition 100-1 
Feeders, calculation of load 
220.82(B)(3) 

Grounding 250.140 
Cooling of equipment 110.13(B) 
Coordination, electrical systems 

240.12 

Definition 100-1 
Feeders 240.100(C), 517.17(B) 
Overcurrent protective devices 
Emergency systems 700.27 
Legally required standby Sys¬ 
tems 701.27 

Copper-clad aluminum conduc¬ 
tors see Conductors, 
copper-clad aluminum 
Copper conductors see Conduc¬ 
tors, copper 

Cord connectors 626.25(B)(5) 
Definition 626.2 

Cords; see also Hazardous (classi¬ 
fied) locations 
Electric-discharge luminaires 
410.62(C)(1) 

Flexible Art. 400, 422.16, 

422.43 

Air conditioner 440.64 
Ampacities Table 400.5 
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Delta-connected 


Audio signal processing, am- 
plificatíon, and repro- 
duction equipment 
grouping conductors 
640.8, 640.42, 640.45 
Bending radii, minimum 
400.34 

Construction specificatíons 
400-B 

Emergency Systems 700.12(F) 
Equipment grounding con¬ 
ductors 

Identification 400.23 
Over 600 volts 400.31(B), 
400.32, 400.33 
Size of 250.122(E) 

Fittings 400.35 
Hazardous (classified) loca- 
tions 505.17, 506.17 
Identified conductors within 
200.6(C), 250.119(0, 
400.22, 400.23 
Insulation Table 400.4, 

400.21(B) 

Labels 400.20 

Lampholders, insulating bush- 
ings 410.62(A) 
Manufactured wiring Systems 
604.6(A)(3) 

Marking 400.6 
Motion picture projectors 
540.15 

Office fumishing 605.8(A) 
Outlets 

Covers 314.25(C) 

Required 210.50(B) 
Overcurrent protection 240.5, 
400.13 

Over 600 volts 400-III 
Power-limited and signal 
cuits, remote-contro 
725.49(A) 

Pulí at joints and 
400.10 

Repair of, hard Service 400. 
Showcases, wall cases 410.5 
Small wind electric Systems 
694.30(B) 

Solar photovoltaic systems 
690.31(C) 

Splices and taps 400.9, 

400.36, 530.12(A) and 

(B) 

Construction sites 590.4(G) 
Swimming pools, fountains, 
and similar installations 
680.7, 680.21(A)(5), 
680.23(B)(3), 

680.42(A), 680.55(B), 
680.56 

Types 400.4, Table 400.4 
Uses not permitted 400.8 
Uses permitted 400.7 
Heater Table 400.4, 422.43(A) 
Tinsel 

Overcurrent protection 400.13 
Types Table 400.4 
Cord sets see Extensión cord sets 


Correction factors, ambient tem- 
perature Tables 
B.310.15(B)(2)(1) 
through 

B.310.15(B)(2)(10), 

Tables 310.15(B)(16) 
through 310.15(B)(20) 
Corrosión protection see Protec¬ 
tion, corrosión 
Corrosive conditions 

Agricultural buildings, wiring in 
547.5(0(3) 

Armored cable 320.12(4) 

Bushing 430.13 
Cablebus 370.3 

Conductors and conductor insu¬ 
lation 300.6, 310.10(G), 
505.18(B) 

High den y polyethylene 
conduit 353.10(2) 

Rigid polyvinyl chloride con¬ 
duit 352.10(B) 
Deteriorating agents 110.11 
Fiat cable assemblies 322.12(1) 
Fiat conductor cable 324.12(2), 
324.101 

Luminaires installed in 
410.10(B) 

Nonmetallic wireways 378.10(2) v 
Open wiring on insulators 
398.15(B) 

Reinforcing thermosettíd 
conduit 355.10* 

Surface metal raceways 1 
386.12(3) 

Countertons. oiitlets 21 ( 




Rigid mfl conduit 344.42 
Rigid p^winyl chloride con¬ 
tó, expansión fittings 
r 352.44 

ííing threads at 342.42(B), 
344.42(B) 

Threaded and threadless 
250.92(B) 

Cove lighting, space for 410.18 
Covers 

Auxiliary gutters 366.100(D) 
Boxes and fittings 314.25, 
314.28(C), 314.41, 
314.42, 314.72(E) 

Cable 650.6(D) 

Cable trays 392.18(C) 

Faceplates see Faceplates 
Luminaires fixtures, outlet boxes 
for 410.22, 410.23 
Pool cover, electrically operated 
680.27(B) 

Definition 680.2 
Strut-type channel raceways 
384.100(C) 

Wireways 376.2, 376.56(B)(4), 
376.100(D), 378.2 


Cranes Art. 610; see also Hoists 
Conductors 610-11, 610-in 
Control 610-VI 
Disconnecting means 430.112 
Ex., 610-TV 
Electrolytic cells 668.32 
Flexible cords 400.7(A)(5) 
Grounding 250.22(1), 

250.112(E), 250.116(1), 
610-VII 

Hazardous (classified) locations 
503.155, 610.3(A) 
Marinas and boatyards 555.23 
Motors and controllers, discon- 
necting means 430.112 
Ex. 

Overcurrent protection 610-V, 
610.53 

Critical branch 517.33, 517.43 
Definition 517JÍ 
Critical care n|pr517.19, 

Definid^ 

operations 
645.10(B)^ 

Minition 645.2 
itical operations power'W 

Art.708, Annex F 
nlity and reliability for 
Annex F-I 

wiring and equipment 
18-11 

foning 708.8 
ion 708.2 
Definitions 708.2 
Development and implementa- 
tion of functional per¬ 
formance tests (FPTs) 
Annex F-H 
Emergency operations plan 
708.64 

Grounding 708.20(C) 
Overcurrent protection 708-IV 
Physical security 708.5 
Power sources and connection 
708-m 

Risk assessment 708.4 
System performance and analy- 
sis 708-V 

Testing and maintenance 708.6, 
708.8 

Cross sectional areas 

Conductors Chap. 9, Tables 5 
through 8 

Conduits Chap. 9, Table 4 

Current-carrying capacities see 

Ampacities 

Current-limiting devices; see also 
Circuit breakers; Fuses 
Definition 240.2 
Curtain machines, theaters 

520.48 

Cutout bases see Fuseholders 
Cutout boxes; see also Cabinets, 
cutout boxes, and meter 
Socket enclosures 
Definition 100-1 
Cutting tables, motion picture 
530-IV 


-D- 

Dampers (flue), control 

Fixed stage equipment, smoke 

ventilator control 520.49 
Ventilating openings, trans- 

former vaults 450.45(E) 
Damp or wet locations 110.11; 

see also Wet locations 
Agricultural buildings 
547.5(0(2) 

Boxes and fittings 314.15 
Busways 368.12(D) 

Cabinets and cutout boxes 312.2 
Cablebus 370.3 
Conductors, types 310.10(B), 
310.10(C), Table 
310.104(A) 

Definition 100-1 
Electric signs and outline light¬ 
ing 600.42(G)(2), 
600.42(H)(2) 

Fixed electric space-heating 
equipment 424.12(B) 
Lampholders 410.96 
Luminaires 410.10(A) 

Open wiring 398.15(B) 
Overcurrent protection, enclo- 
sure 240.32 
Panelboards 408.37 
Receptacles 406.9 
Reinforcing thermosetting resin 
conduit 355.10(E) 

Rigid polyvinyl chloride conduit 
352.10(D) and (E) 
Switchboards 408.16 
Switches 404.4 
Dance halls Art. 518 
Data processing systems see In¬ 
formation technology 
equipment 
DC systems 250-VIII 

Grounding 250.162, 250.164 
Luminaires, installation of 
410.134 

Dead ends 

Busways 368.58 
Cablebus 370.7(2) 

Fiat cable assemblies 322.40(A) 
Wireways 376.58, 378.58 

Dead front 

Definition 100-1, 551.2 
Instruments, meters, and relays 
on 250.174(B) 
Recreational vehicles 551.2, 
551.45(C) 

Stage switchboards 520.21 
Working spaces about 
110.26(A)(1) 

Decks, receptacles for 
210.52(E)(3) 

Definitions Art. 100 
Deflection of conductors 
Auxiliary gutters 366.58(A) 
Cabinets and cutout boxes 312.6 
Deicing installations see Fixed 

outdoor electric deicing 
and snow-melting 
equipment 

Delta breakers 408.36(C) 
Delta-connected 

Grounding separately derived 
systems 250.30(A)(3) 
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Identifying high-leg, 3-phase 
supply, 4-wire 110.15, 
230.56, 408.3(E), 
408.3(F), 409.102 
Demand factor; see also Loads 
Definition 100-1 

Detached buildings, oil-insulated 
transformers in 450.26 
Ex. 5 

Detearing equipment, electro- 
static 516.4(E) 
Deteriorating agents 110.11 
Device; see also Receptacles; 
Switches 
Definition 100-1 
Device or equipment fill for 
boxes 314.16(B)(4) 
Diagnostic equipment 517.73(A) 
Diagrams 

Adjustable speed drive control 
Fig. D.10 

Autotransformer overcurrent 
protection Fig. 450.4 
Cable installation dimensions, 

underground Fig. 310.60 
for use with Tables 
310.60(C)(77) through 
310.60(C)(86), Figs. 
B.310.15(B)(2)(2) 
through 

B.310.15(B)(2)(5) for 
use with Tables 
B.310.15(B)(2)(5) 
through 

B.310.15(B)(2)(10) 
Cable substitution hierarchy 
Communications Systems Fig. 
800.154 


Community antenna TV and 
radio distribution Sys¬ 
tems Fig. 820.154 
Fire alarm Systems Fig. 
760.154(D) 

Optical fiber cables Fig. 
770.154 

Remóte control, signaling, 
and power limited cir- 
cuits Fig. 725.154(G) 
Elevators, dumbwaiters, escala- 


Control System Fig. 620.2 
Single line diagram Fig. 
620.13 
Feeders 215.5 

Generator field control Fig. D.9 
Hazardous (classified) locations, 
Class I, Zones 0, 1, and 
2, marking 505.9(C)(2) 
Hazardous (classified) locations 
adj acent to dispensers 
Fig. 514.3 

Luminaires, closet storage space 
Fig. 410.2 

Marine terminal handling flam- 
mable liquids Fig. 515.3 
Mobile homes, receptacle and 
attachment plug Fig. 
550.10(C) 

Motor feeder and branch circuits 
Fig. 430.1 


Park trailers, receptacles and 
attachment plugs Fig. 
552.44(C) 

Recreational vehicles, recep¬ 
tacles and attachment 
plugs Fig. 551.46(C) 
Remóte control, signaling, and 
power limited circuits, 
Class 2 and 3 circuits 
Fig. 725.121 
Services Fig. 230.1 
Solar photovoltaic Systems, 

identification of compo- 
nents Fig. 690.1(A) and 
(B) 

Spray application, dipping, and 
coating Figs. 
516.3(0(1), (C)(2), 
(0(4), and (C)(5) 
Swimming pools, clearance 
from pool structures 
Fig. 680.8 

Dielectric heating; see also Induc- 
tion and dielectric heat- 
ing equipment 
Definition 665.2 

Different systems, conductors in 
same enclosure 

300.3(0, 725.48, 
725.136(B), 760.48, 
760.136, 800.47(A), 
800.133(A), 810.18(0 
820.133(A) 

Dimensions 

Conductors Chap. 9, Tables 5 
through * 

Conduits and 
Table, 

Dimmers 

Emergency 
700 


|20.25, 
|20.53(F)(1) 
I4.14(E); see 
p switches 

ential electrical 
is 517.42(E) 

Dip tanks Art. 516 
Direct burial 

Ampacities, modification of Fig. 
310.60, 310.60(0(2), 
Table 310.60(0(81) 
through 310.60(0(85) 

Corrosión protection 

Aluminum metal equipment 
300.6(B) 

Ferrous metal equipment 
300.6(A)(3) 

Grounding conductor connection 
250.68(A) Ex. 1, 250.70 

High density polyethylene con- 
duit 353.10 

Liquidtight flexible metal con- 
duit 350.10(3), 350.120 

Liquidtight flexible nonmetallic 
conduit 356.10(4), 
356.10(7) 

Metal-ciad cable 330.10(A)(5) 



Nonmetallic underground con¬ 
duit with conductors 
354.10(1) 

Over 600 volts 300.50 
Premises-powered broadband 
communication, optical 
fiber cables for 
840.47(B) 

Rigid metal conduit Table 300.5, 
344.10(A)(2), 344.10(B) 
Rigid polyvinyl chloride conduit 
300.50(C), 352.10(G) 
Bulk storage plants 515.8 
Service stations 514.8 Ex. 2 
Underground feeder and branch- 
circuit cable 340.10(1) 
Underground Service cable 

230.30 Ex., Table 300.5, 
310.10(F) 

Disconnecting means 

Agricultural buildings 
Air-conditioning ai 
ing equina 


) 

ix„ 610-TV 
^100-11, 551.2 
iw-melting 
it 426.50 

ic pipeline, vessel heating 
equipment 427.55 
ic space heating equipment 
424-m 

ectric vehicle charging System 
equipment 625.23 
Electrolytic cells 668.13 
Electroplating systems 669.8 
Elevators 620-VI, 620.91(C) 

Fire pumps 695.4(B) 

Fixed electric heating equipment 
for pipelines and vessels 
427.55 

Fixed outdoor electric deicing 
and snow-melting 
equipment 426.50 
Fuel cell systems see Fuel cell 

Fuses 240.40 
Generators 445.18 
Identification 110.22, 230.70(B), 
620.51(D) 

Induction and dielectric heating 
equipment 665.12 
Industrial control panels 409.30 
Industrial machinery 670.4(B) 
Information technology equip¬ 
ment 645.4(1), 645.10 
Interconnected electric power 
production sources 
705.20 through 705.22 
Irrigation machines 675.8 
Luminaires 410.130(G), 
410.141(A) 

Marinas and boatyards 555.17 
Mobile homes 550.11 



Motors and controllers 430.75, 
430.95, 430-IX, 
430.128, 430.227 
Naturally and artificially made 
bodies of water, electri¬ 
cal equipment for 
682.14 

Outside branch circuits and 

feeders 225.31, 225.51, 
225.52 

Over 600 volts, mobile and por¬ 
table equipment 
490.51(D) 

Parking space 626.22(D), 

626.24(C), 626.31 (A) 
Definition 626.2 
Phase converters 455.8, 455.20 
Pools, spas, and hot tubs 680.12 
Portable equipment 517.17(C) 
Receptacles, cord connectors 
and attachment plugs 
(caps) 422.33, 440.63 
Recreational vehicle parks 
551.77(B) 

Recreational vehicles 551.45(C) 
Sensitive electronic equipment, 
lighting equipment 
647.8(A) 

Sepárate building on same pre¬ 
mises 250.32(D) 
Services 230-VI, 250.64(D) 
Connections, ahead of 230.82 
O ver 600 volts 225.51, 
225.52, 230.205, 
230.206 

Shore power connections 555.17 
Signs and outline lighting 600.6 
Small wind electric systems 
694-III, 694.70(F) 

Solar photovoltaic systems 
690.4(G), 690.6(C), 
690-III, 690.35(A), 
690.56, 690.71(E), 
690.71(F) 

Standby systems, optional 
702.12 

Storage batteries 480.5 
Temporary circuits 590.4(E) 
Tunnels 110.58 
Welders 630.13, 630.33 
X-ray equipment 517.72, 660.5, 
660.24 

Discontinued outlets see Outlets, 
discontinued 

Dissimilar metáis see Metals, 
dissimilar 

Distribution panelboards see 

Panelboards 

Distribution point 547.9 
Definition 547.2 

Diversión load 694.75(B)(2) 
Definition 694.2 

Diversión load controller 

694.7(C), 694.75(B)(2) 
Definition 694.2 

Doors, transformer vaults 450.43 

Double insulated 

Appliances and tools 250.114 
Ex., 422.16(B)(1) Ex., 
422.16(B)(2) Ex. 

Pool pumps 680.21(B), 680.31 
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Electrodes, grounding 


Double locknuts see Locknuts, 
double, required 

Drainage 

Busways 368.236 
Equipment 501.15(F), 505.16(E) 
Oil-insulated outdoor transform- 
ers 450.27 

Raceways see Raceways, drain- 

Transformer vaults 450.46 
Dressing rooms 

Motion picture studios 530—III 
Theaters 520-VI 

Drip loops 

Conductors entering buildings 
230.24(B)(1), 230.52, 
230.54(F), 398.15(B) 
Service heads 230.54(F) 

Driveways 

Clearance of conductors 225.18 
Overhead Service conductors 
230.24(B) 

Drop see Service drops; Voltage 
and volts, drop 

Dryers, clothes see Clothes dryers 
Dry location 110.11; see also 

Damp or wet locations 
Conductors, types 310.10(A) 
and (B), Table 
310.104(A) 

Definition 100-1 
Electric signs and outline light- 
ing 600.42(H)(1) 
Portable or mobile 600.10(D) 
Nonmetallic extensions 
382.10(B) 

Open wiring 398.15(A) 
Reinforcing thermosetting resin 
conduit 355.10(E) 

Rigid polyvinyl chloride conduit 
352.10(E) 

Surface raceways 386.10(1), 
388.10(1) 

Switchboards 408.20 
Dry-type transformers 450. 

2, 450.8(B), 450.2 
450.22 

Dual-voltage motor, locked-ro 
rating 430.7(B)(3) 

Duct heaters, installation of 

424-VI 

Ducts 

Electrical 310.60(C)(3), Tables 
310.60(C)(77) through 
310.60(C)(80), Fig. 
310.60, B.310.15(B)(4) 
Definition 310.2, 310.60(A) 
Luminaires in 410.10(C) 

Wiring in 300.21, 300.22, 
725.3(C), 760.3(B), 

770.26, 800.113(B), 
Table 800.154(a), 
800.179(A), 800.182(A), 

820.26, 820.113(B), 
Table 820.154(a), 
820.179(A), 830.113(B), 
Table 830.154(a), 
830.179(B)(1) 

Dumbwaiters see Elevators, 

dumbwaiters, escalators, 
moving walks, platform 
fifis, and stairway chair- 
lifts 


Dust-ignitionproof 500.7(B), 
502.15, 506.8(A) 
Definition 500.2, 506.2 
Dusts see Hazardous (classified) 
locations 

Dusttight 500.7(C), 506.8(D) 
Definition 100-1, 500.2, 506.2 
Duty, types 

Definitions 100-1 

Duty cycle, welding 630.31(B) IN 
Dwellings; see also Appliances; 

Boxes; Grounding; and 
similar general catego- 

Arc-fault circuit-interrupter pro- 
tection 210.12 

Branch-circuit voltages 210.6(A) 
Definitions 100-1 
Farm, Services 220.102(A), 
220.103 

Load, calculations for 

220.14(J), 220.16(A), 
220.82 through 220.85, 
Annex D 

Minimum rating and s 
215.2(A)(4) 

Lighting loads for Table 220.12 
Lighting outlets required 
210.70(A) 

Luminaires 410.135, 

410.140(B); 

Luminaires 

Panelboards as Services^ 
408.3(C), 408.36 
Receptacle circuits requir 



ic knockouts see Knock- 


Elbows, metal, protection from 
corrosión 300.6 
Electrical datum plañe 555.23, 
682.10 to 682.12, 
682.14(B), 682.15 
Definition 555.2, 682.2 
Electrical ducts see Ducts 
Electrical life support equipment 
Definition 517.2 

Electrically operated pool covers 

Electrical metallic tubing (Type 
EMT) Art. 358 
Bends 358.24, 358.26 
Connectors and couplings 
358.42 

Construction specifications 358- 

ni 


Definition 358.2 
Grounding 358.60 
Installation 358-11 


Listing 358.6 
Marking 358.120 
Máximum number of conductors 
and fixture wires in 
Tables C.l and C.l(A) 
Number of conductors in 358.22 
Reaming and threading 358.28 
Securing and supporting 358.30 
Size 358.20 

Splices and taps 358.56 
Uses not permitted 358.12 
Uses permitted 358.10 
Wet locations, in 358.10(C) 
Electrical noise 647.3; see also 
Sensitive electronic 
equipment 

Grounding 250.96(B), 
250.146(D) 

Receptacles 406.3(D) 

Electrical m 


!g 362.6 
ig 362.120 

number of conductors 

tables C.2 and C.2(A) 

' of conductors in 362.22 
Securing and supporting 362.30 
Size 362.20 

Splices and taps 362.56 
Through metal framing members 
300.4(B) 

Trimming 362.28 
Uses not permitted 362.12 
Uses permitted 362.10 

Electric discharge lighting 
Connection of luminaires 
410.24, 410.62(C) 
Definition 600.2 
Hazardous (classified) Class I 
locations 501.130(B)(6) 
Lamp auxiliary equipment 
410.104 
Marking 410.146 
More than 1000 volts 410-XHI 
Signs and outline lighting Art. 
600 

1000 volts or less 410-XII 
Wiring, equipment 410.130(A), 
4io-xm 

Electric heating equipment, fixed 

see Fixed electric heat¬ 
ing equipment for pipe- 
lines and vessels; Fixed 
electric space-heating 
equipment; Fixed out¬ 
door electric deicing 
and snow-melting 
equipment 

Electric power production and 
distribution network 

Definition 100-1, 690.2 


Electric power production 

sources see Generators; 
Interconnected electric 
power production 
sources; Solar photovol- 
taic Systems; Wind elec¬ 
tric Systems, small 
Electric signs see Signs, electric 
Electric vehicle charging system 
equipment Art. 625 
Automatic de-energization 
625.19 

Cable Table 400.4, 625.17 
Coupler 625.9 
Coupling method 625.16 
Definitions 625.2 
Disconnecting means 625.23 
Hazardous (classified) locations 
625.28 

Interactive System 625.26 
Listed 625.5 
Marking 625.15 
Primary source, loss of 625.25 
Protection and control 625-IV 
Rating 625.14 
Supply equipment 625.13 
Construction 625-in 
Definition 625.2 
Interlock 625.18 
Locations 625-V 
Markings 625.15 
Ventilation not required 
625.29(C) 

Ventilation required 625.29(D), 
Table 625.29(D) 
Voltages 625.4 
Wiring methods 625-11 
Electric vehicles 
Definition 625.2 
Electric welders see Welders, 
electric 

Electrified truck parking space 
equipment Art. 626 
Definitions 626.2 
General requirements 626.4 
Supply equipment 626-HI 
Transpon refrigerated unit 
(TRU) 626-IV 

Wiring systems 626-11, 626.22 
Definition 626.2 

Electrodes, grounding 250.64(F); 
see also Grounding 
electrode conductors 
Aluminum 250.52(B)(2) 
Common 250.58 
Community antenna televisión 
and radio distribution 
systems 820.106 
Concrete-encased 250.50 Ex., 
250.52(A)(3), 

250.66(B), 250.68(A) 
Ex.l, 250.70 
Definition 100-1 
Fuel cell systems 692.47 
Gas piping as 250.52(B)(1) 
Intrinsically safe apparatus 
504.50(C) 

Made 250.50, 250.52 
Metal frame of building as 
250.30(A)(4), 
250.30(A)(8), 
250.52(A)(2), 250.68(C) 
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Metal water piping system 
250.30(A)(4), 
250.30(A)(8), 
250.52(A)(1), 250.68(C) 
Premises-powered broadband 

Communications Systems 
840.106(A) 

Separately derived Systems 
250.30(A)(4), 
250.30(B)(2), 250.30(C) 
System installation 250.53 
Electrolytic cells Art. 668 
Auxiliary nonelectric connec- 
tions 668.31 

Cell line conductors 668.12 
Cell line working zone 668.10 
Definition 668.2 
Cranes and hoists 668.32 
DC cell line process power sup- 
ply 668.11 
Definitions 668.2 
Disconnecting means 668.13 
Enclosures 668.40 
Fixed electrical equipment 
668.30 

Grounding 668.15 
Portable electrical equipment 
668.20, 668.21, 668.30 
Shunting means 668.14 
Electronically actuated fuse 
Definition 100-11 
Electronic computer/data Pro¬ 
cessing equipment see 
Information technology 
equipment 

Electronic equipment 

Definition 500.2 

Electroplating Systems Art. 669 
Branch-circuit conductors 669.5 
Disconnecting means 669.8 
Overcurrent protection 669.9 
Waming signs 669.7 
Wiring methods 669.6 
Electrostatic equipment, spraying 
and detearing paint 
516.4(E), 516.10 
Elevators, dumbwaiters, escala- 
tors, moving walks, 
platform lifts, and 
stairway chairlifts Art. 
620 

Cables 

Flexible Table 400.4, 
400.7(A)(4), 620.21 
Traveling 620.11(B), 
620.12(A), 620-V 
Clearances, working 620.5 
Conductors 620-11 through 
620-IV 

Definitions 620.2 
Disconnecting means and con¬ 
trol 620-VI, 620.91(C) 
Emergency and standby power 
Systems 620-X 
Essential electrical Systems 

517.32(G), 517.42(G) 
Ground-fault Circuit interrupters 
620.85 

Grounding 250.112(E), 250.116, 
250.136, 620-IX 
Live parts 620.4 
Machine room 620-Vffl 


Overcurrent protection 620-VII 
Voltage limitations 620.3 
Wiring 620-III 
Working clearances 620.5 
Emergency Systems Art. 700; see 
also Legally required 
standby Systems; Op- 
tional standby Systems 
Capacity 700.4 

Circuits for lighting and power 
700-IV, 700-V 
Circuit wiring 700-11 
Connections at Services 230.82 
Control 700-V 
Definitions 517.2, 700.2 
Elevators, dumbwaiters, escala- 
tors, moving walks, 
platform lifts, and stair¬ 
way chairlifts 620-X 
Health care facilities 
517.30(B)(2), 
517.30(C)(3), 517.31 
Overcurrent protection 700-VI 
Service disconnecting means 
230.72(B) 

Services 230.2(A) 

Signáis 700.6 
Signs 700.7 

Grounding 700.7(B) 

Sources of power 700-in 
Tests and maintenance 700.3 
Transfer equipment 700.5 
Unit equipment 700.12(F) 
Wiring 700.10 
Enamel, coating of 
General equipment, 
only 300. 

Metal boxes 3' 

Metal cabin^^T2.10( 
Removing l^fej-oundir 


1.146 

Cabinets t¡Kl cutout boxes 312.7 
through 312.9, 

312.11(D) 

Circuits in, number of 90.8(B) 
Cranes, hoists, resistors 
610.3(B) 

Definition 100-1 
Electrolytic cells 668.40 
Elevators, dumbwaiters, escala- 
tors, moving walks, 
platform lifts, and stair¬ 
way chairlifts 620.4, 

620-vm 

Grounding 250.64(D), 

250.64(E), 250-IV 
Handhole enclosures 314.29, 
314.30, 314-IV 
Definition 100-1 
Hazardous (classified) locations; 
see also subhead under 
entries for specific haz¬ 
ardous location involved 


High-intensity discharge lamp 
auxiliary equipment 
410.104(A) 

Indoor use, for Table 110.28 
Induction and dielectric heating 
665.20 

Industrial control panels 409.100 
Installations over 600 volts 
110.31 

Intrinsically safe Systems 

504.30(A)(2), 504.50(A) 
Outdoor use, for Table 110.28 
Overcurrent protection 

230.208(B), 240-m, 
312.8 

Panelboards 408.38 
Radio equipment 810.71 (A) 
Signs 600.8, 600.42(H) 

Switches 312.8, 404.3, 404.12, 
404.18, 450.8(0. 

Types 110.28 
Underground si 
enclosr 

Energized 
Definition 11 
Energized u^ 



írvision see Su¬ 
pervisión, engineering 
rtninment devices 

jfinition 522.2 

also specific types 
of equipment 
Approval 90.4, 110.2, Annex H 
80.19 

Cooling of 110.13(B) 

Definition 100-1, 500.2 
Examination of 90.7, 110.3 
Grounding 250-VI 
Installation, general provisions 
Art. 110 

Less than 50 volts Art. 720 
More than 600 volts Art. 490 
Mounting see Mounting of 
equipment 

Sealable see Sealable equipment 
Service 

Definition 100-1 
Signal 

Definition 620.2 

Equipment bonding jumpers see 
Jumpers, bonding 

Equipment grounding conductor 
fill and boxes 

314.16(B)(5) 

Equipment grounding conductors 

Armored cable (Type AC) as 

320.108 

Cable trays as 392.10(B)(1), 
392.60 

Capacitor cases connected to 
460.10, 460.27 

Camivals, circuses, fairs, equip¬ 
ment at 525.30, 525.31 


Connections at outlets 250.146, 
250.148, 400.33 
Definition 100-1 
Earth as 250.4(A)(5), 250.54 
Enclosures 250-IV 
Fixed outdoor electric deicing 
and snow-melting 
equipment 426.44 
Fiat conductors nonmetallic ex- 
tensions 382.104 
Floating buildings 553.8(C), 

553.10 

Fuel cell Systems 692.44, 692.45 
Hazardous (classified) locations 
501.30(B), 502.30(B), 
503.30(B), 506.25(B) 
Health care facilities 517.19(D), 
517.19(F) 

Identification 250.119, 400.23 
Information technology equip¬ 
ment 645.15 

Inst a ll a tion 215.6, 250.120, 
250.130 

Intrinsically safe apparatus con¬ 
nected to 504.50(A) 
Luminaires 410.42, 410.44, 
410.46 

Messenger-supported wiring 
396.30(C) 

Metal-ciad cable (Type MC) as 

330.108 

Mineral-insulated metal-sheathed 
cable (Type MI) as 

332.108 

Motor control centers 430.96 
Motor terminal housings 
430.12(E) 

Nonmetallic sheathed (Type 

NMS) cable as 334.108 
Objectionable current over 250.6 
Panelboards 408.40 
Parallel 310.10(H)(5) 

Park trailers, interior equipment 
552.56(B) 

Patient care areas, equipment in 
517.13(B) 

Portable cables over 600 volts 
400.31(B), 400.32, 
400.33 

Receptacles and cord connectors 
406.3(D)(1), 406.4, 

406.10 

Resistor and reactor 

cases/enclosures con¬ 
nected to 470.19 
Signs and outline lighting 
600.7(A) 

Sizing 250.122, 250.190(C)(3), 
310.13 

Small wind electric Systems 
694.40 

Snap switches, general-use 
404.9(B) 

Solar photovoltaic Systems 

690.43 through 690.46 
Spas and tubs 680.7(B) 
Swimming pools 680.7(B), 
680.23(B)(3), 

680.23(F)(2) 

Switchboard, stage 520.51, 
520.53(H)(2) 
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Switch enclosures connected to 
404.12 

Switchgear and control assem- 
blies frames connected 
to 490.36, 490.37 
Systems and circuits over 1 kV 
250.190(C) 

Tunnels 110.54(B) 

Types recognized 250.118, 
250.120, 250.134 
Equipment system 
Definition 517.2 
Equipotential plañe 547.10, 

682.33 

Definition 547.2, 682.2 
Escalators see Elevators, dumb- 

waiters, escalators, mov- 
ing walks, platform lifts, 
and stairway chairlifts 
Essential electrical Systems, 

health care facilities 
see Health care facilities 
Examples (calculations) Annex D 
Exciters 

Leads in enclosure with other 
conductors 
300.3(C)(2)(c) 
Overcurrent protection for 
445.12(A) 

Exhaust ducts see Ducts 
Exits, emergency lighting for 

517.32(A), 517.32(B), 
517.42(A), 517.42(B), 
700.12(F), 700.16 
Exit signs see Signs, exit 
Expansión joints (fittings) 250.98, 
300.7(B), 352.44, 

355.44, 366.44, 

368.244, 424.44(C), 
424.98(0, 

424.99(C)(1), 426.20(E), 
426.21(C), 426.22(D), 
427.16 

Explanatory material IN 90 
Explosionproof equipment 

500.7(A), 501.10(B) 
502.5, 505.16(B)(2) 
Definition 100-1, 500.2 
Explosive atmospheres, gases, 

liquids, dusts, ignitible 
fibers/flyings, and lint 
see Hazardous (classi- 
fied) locations 

Exposed; see also Enclosures 
Cable trays 392.18(E) 
Conductive surfaces 
Definition 517.2 
Definition 770.2, 800.2, 820.2, 
830.2 

Deicing and snow-melting 
equipment 426.21 
Hazardous (classified) locations 
501.25, 502.25, 503.25, 
505.19 

Live parts 110.26 
Definition 100-1 
Luminaire parts 410.5, 410.42, 
410.46 

Nonmetallic extensions 
382.10(B) 

Receptacle termináis 406.5(F) 


Structural metal, grounding 
250.52(A)(2) 

Transformers 450.8(C) 

Wiring methods 
Definition 100-1 
Open wiring on insulators 
398.15 

Extensión cord sets 

On construction sites 590.6(A) 
and (B)(2) 

Overcurrent protection 240.5 

Extensions 

Auxiliary gutters 366.12 

Cellular metal floor raceways 
374.11 

Fiat cable assemblies 322.40(D) 

Lighting Systems operating at 30 
volts or less, conductors 
for 411.4(A) 

Nonmetallic see Nonmetallic 
extensions 

Surface, boxes and fittings 
314.22 

Surface raceways 386.10(4), 
388.10(2) 

Wireways 376.70, 378.10(4), 
378.70 

Externally operable see Operable, 
extemally 



FauíPtolerant externa! control 
circuits 695.14(A) 
Definition 695.2 

Feeder assembly, mobile homes 

550.10(A) 

Definitions 550.2 
Feeders Art. 215, Art. 220 
Busways 368.17 
Calculation of loads see Loads 
Critical operations power Sys¬ 
tems 708-11 
Definition 100-1 
Emergency Systems 700.10(D) 
Equipment grounding conduc¬ 
tors 250.122(G) 

Farm buildings, for 220.102 
Ground-fault circuit interrupters, 
with 215.9 

Grounding means 215.6 
Hoistways and machine rooms 
620.37(C) 

Identification 225.37, 230.2(E) 


Kitchen equipment, commercial 
220.56 

Loads see Loads, feeders 
Mobile homes and parks 
550.10(A), 550-HI 
Motion picture studios 
530.18(B) 

Motors 430-n 

Outside see Outside branch cir¬ 
cuits and feeders 
Overcurrent protection 215.3 
Accessibility 240.24(A) 
Motor 430-V 

Pools, permanently installed 


RMC) 
iduced ta 

'raceways 300.20 
in from corrosión 
300.6(A) 

lighting 

' 225.6(B) 

100-1 

stage equipment 520.65 

Festodll wiring, portable stage 
equipment 520.65 
Fiber bushings, AC cable ends 

320.40 

Fibers/flyings, lint, ignitible Art. 

503, Art. 506; see also 
Hazardous (classified) 
locations 

Fiber-to-the-premises (FTTP) 

840.1 IN 1 
Definition 840.2 
Figures see Diagrams 
Films, motion picture; see also 

Projector rooms, motion 

Storage vaults 530-V 
Viewing, cutting, patching tables 
530-IV 
Finish rating 

Definition 362.10(2) IN 
Fire alarms see Alarms; Alarm 
Systems, health care 
facilities; Fire alarm 
Systems 

Fire alarm Systems Art. 760 
Abandoned cables 760.25 
Definition 760.2 
Access to electrical equipment 
760.21 

Circuits extending beyond one 
building 760.32 
Connections at Services 

230.82(5), 230.94 Ex. 4 
Critical operations power Sys¬ 
tems 708.14 
Definitions 760.2 
Grounding 250.112(1) 


Health care facilities 517.32(C), 
517.42(C), 517-VI 
Identification 760.30 
Installation 760.32 
Location 760.3 

Mechanical execution of work 
760.24 

Nonpower-limited circuits 760- 
II, 840.47(A) 

Cable marking 760.176, Table 
760.176(G) 

Conductors 760.49 

Different circuits in same 
raceway, etc. 760.48 
Number of conductors in 
raceway, etc., and derat- 
ing 760.51 
Listing 760.176 
Marking 760.176 
Multiconductor cable 760.53 
Overcurrent protection 
760.43, 760.45 
Power source requirements 
760.41 

Requirements 760.35(A) 
Wiring method 760.46, 
760.53(A) 

Power-limited circuits 760-in 
Cable markings 760.179 
Cable substitutions 

760.154(D), Table 
760.154(D) 

Circuit integrity cable 
760.179(G) 

Circuit markings 760.124 
Conductors 

Separation 760.136 
Size 760.142 
Support 760.143 
Installation 760.133, 760.139 
Line-type fire detectors 
760.145, 760.179(J) 
Listing 760.179 
Marking 760.179 
Overcurrent protection Chap. 
9, Tables 12(A) and 
12(B) 

Power sources 760.121 
Requirements 760.35(B) 
Wiring methods and materials 
Load side 760.130 
Supply side 760.127 
Fire detectors, line-type 
760.179(J) 

Fire pumps Art. 695 
Connection at Services 
230.72(A) Ex., 
230.82(5), 230.94 Ex. 4 
Continuity of power 695.4 
Control wiring 695.14 
Definitions 695.2 
Emergency power supply Art. 
700 

Equipment location 695.12 
Grounding 250.112(L), 
250.112(M) 

Listing 695.6(H), 695.10 
Motor, overcurrent protection 
430.31 IN 
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On-site standby generator 

695.3(B)(2), 695.3(D), 
695.4(B), 695.6(C) Ex. 

2 

Definition 695.2 
Power sources to electric motor- 
driven 695.3 
Power wiring 695.6 
Remote-control circuits 
430.72(B) Ex. 1 
Service equipment overcurrent 
protection 230.90(A) 

Ex. 4 

Services 230.2(A)(1) 

Supervised connection 695.4 
Transformers 695.5 
Voltage drop 695.7 

Fire spread 

Prevention of, wiring methods 

300.21, 725.3(B), 
760.3(A), 770.26, 
800.26, 820.26, 830.26 
Fire-stopped partitions 300.21; 

see also Firewalls 
Firewalls, wiring through 300.21 
Fittings Art. 314; see also Wiring 
methods, Types and 
materials 

Conduit bodies 314.16 
Cords, flexible 400.35 
Definition 100-1 
Expansión see Expansión joints 
(fittings) 

Fiat cable assemblies, installed 
with 322.40(C) 
Insulation 300.4(G) 

Integrated gas spacer cable 
326.40 

Fixed electric heating equipment 
for pipelines and ves- 
seis Art. 427 
Continuous load 427.4 
Control and protection 427-VII 
Controls 427.56 
Disconnecting means 427.55 
Overcurrent protection 427.57 
Definitions 427.2 
Impedance heating 427-IV 
Definition 427.2 
Grounding 427.29 
Induced currents 427.28 
Isolation transformer 427.26 
Personnel protection 427.25 
Secondary conductor sizing 
427.30 

Voltage limitations 427.27 
Induction heating 427-V 
Definition 427.2 
Induced current 427.37 
Personnel protection 427.36 
Scope 427.35 
Installation 427-11 
General 427.10 
Identification 427.13 
Thermal protection 427.12 
Use 427.11 

Resistance heating elements 
427-HI 

Definition 427.2 
Electrical connections 427.19 
Equipment protection 427.22 


Expansión and contraction 
427.16 

Flexural capability 427.17 
Grounded conductive cover- 
ing 427.23 
Marking 427.20 
Not in direct contad 427.15 
Power supply leads 427.18 
Secured 427.14 
Skin effect heating 427-VI 
Conductor ampacity 427.45 
Grounding 427.48 
Pulí boxes 427.46 
Single conductor in enclosure 
427.47 

Fixed electric space-heating 
equipment Art. 424 
Branch circuits for 424.3 
Boilers 424.82 
Radiant heating panels 
424.95, 424.96 
Cables 424-V 

Area restrictions 424.38 
Clearances, wiring 
Ceilings 424.36 
Other objects, openings 
424.39 

Construction 424.34 
Finished ceilings 424.42 
Installation 

In concrete or poured ma- 
sonry floors 424.44 
Nonheating leads 424.43 
Marking 424.35 
Splices 424.40, 424.41(D) 
Tests and inspect — 

Control and prot 

Controllers^fcl20(A) 
Disconns^Wg means 


Nameplates 220.82(C), 

424.28 

Radiant heating panels and 
heating panel sets 
424.92 

Overcurrent protection for 

424.22, 424.72, 424.82 
Radiant heating panels and heat¬ 
ing panel sets 424-IX, 
427.23(B) 

Clearances, wiring 
Ceilings 424.94 
Walls 424.95 
Connection 424.96 
Definitions 424.91 
Installation 424.93, 424.98, 
424.99 

Markings 424.92 
Nonheating leads 424.97 
Resistance-type boilers 4'. 

Fixed equipment, g 

250.110, 2 
250.116 ,2 




tempi l ; 


Fan Circuit interlock 424.63 
Identification 424.58 
Installation 424.61, 424.66 
Limit Controls 424.64 
Electrode-type boilers 424—VIH 
Installation 424-11 
Location 

Damp or wet locations 
424.12(B) 

Exposed to physical dam- 
age 424.12(A) 

Spacing, combustible materi¬ 
als 424.13 

Special permission 424.10 
Supply conductors 424.11 
Listed 424.6 

Load 220.51, 220.82(C), 220.83 
Marking 424-IV 
Boilers 424.86 
Cables 424.35 
Heating elements 424.29 


it interrupters 
0.8(A)(3) Ex. 
FGrounding 426.22(A), 426.27, 
426.34, 426.44 
Identification of 426.13 
Impedance heating 426-IV 
Definition 426.2 
Induced currents 426.33 
Isolation transformer 426.31 
Personnel protection 426.30 
Voltage limitations 426.32 
Installation 426-H 
Marking 426.25 

Nonheating leads, installation of 

426.22, 426.23 
Protection 

Corrosión 426.26, 426.43 
Exposed equipment, nonheat¬ 
ing leads for 426.23(B) 
Ground fault 210.8(A)(3) Ex., 
426.28 

Thermal 426.12 
Resistance heating elements 
426-IB 

Definition 426.2 
Embedded 426.20 
Exposed 426.21 
Skin effect heating 426-V 
Conductor ampacity 426.40 
Definition 426.2 
Pulí boxes 426.41 
Single conductor in enclosure 
426.42 

Special permission 426.14 


Thermostats for 426.51 
Use of 426.11 
Fixtures see Luminaires 
Fixture wires Art. 402 
Ampacities 402.5 
Grounded conductor, identifica- 
tion 402.8 
Marking 402.9 
Minimum size 402.6 
Number in conduits or tubing 
402.7 

Overcurrent protection 240.5, 
402.12 
Types 402.3 

Uses not permitted 402.11 
Uses permitted 402.10 
Fíame spread see Fire spread 
Flammable anesthetics; see also 
Anesthetizing locations 
Definition 517.2 

Flammable gases see Hazardous 
(classified) locations 
Flammable-liquid produced va¬ 
pore see Hazardous 
(classified) locations 
Flammable liquids see Hazardous 
(classified) locations 
Flashers, time switches, etc. 
404.5, 600.6(B) 

Fiat cable assemblies (Type FC) 

Art. 322 

Boxes and fittings 322.40 
Branch-circuit rating 322.10(1) 
Conductor insulations for 
322.112 

Conductor size 322.104 
Construction 322-HI 
Dead ends 322.40(A) 

Definition 322.2 
Extensions from 322.40(D) 
Fittings for 322.40(C) 
Identification of grounded con¬ 
ductor 322.120(B) 
Luminaire hangers 322.40(B) 
Marking 322.120 
Number of conductors in 
322.100 

Size of conductors in 322.104 
Splices 322.56 
Supports for 322.30 
Terminal block identification 
322.120(C) 

Uses not permitted 322.12 
Uses permitted 322.10 

Fiat conductor cable (Tvpe FCC) 

Art. 324 

Branch-circuit rating 324.10(B) 
Cable connections and ends 
324.40(A) 

Construction 324-III 
Conductor identification 
324.120(B) 

Insulation 324.112 
Markings 324.120(A) 
Receptacles and housings 
324.42 

Shields 324.100(B) 
Definitions 324.2 
Transition assemblies 
324.56(B) 

Definition 324.2 
Definitions 324.2 
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Grounding 324.60 
Installation 324-11 
Alterations 324.56(A) 

Boxes and fittings 324.40 
Cable connections and insu- 
lating ends 324.40(A) 
Connections to other systems 
324.40(D) 

Crossings 324.18 
Floor coverings 324.41 
Heated floors 324.10(F) 

Metal shield connectors 
324.40(E) 

Receptacles and housings 

324.42 

Shields 324.40(C), 324.40(E) 
Definition 324.2 
Supports 324.30 
System height 324.10(G) 
Insulating ends 324.40(A) 
Definition 324.2 
Listing requirements 324.6 
Polarization 324.40(B) 

Splices and taps 324.56 
Systems alterations 324.56(A) 
Uses not permitted 324.12 
Uses permitted 324.10 
Flatirons 

Cords 422.43(A) 

Signáis 422.42 
Stands for 422.45 
Temperature-limiting means 
422.42, 422.46 

Flexible cords see Cords, flexible 
Flexible metal conduit (Type 

FMC) Art. 348 
Bends 348.24, 348.26 
Couplings and connectors 

348.42 

Definition 348.2 
Grounding and bonding 348.60 
Installation 348-11 
Liquidtight see Liquidtight 
ible metal conduit 
Listing 348.6 
Máximum number of cond 
and fixture 
Tables C3 and C3A 
Number of conductors in 348.22 
Securing and supporting 348.30 
Size 348.20 

Splices and taps 348.56 
Trimming 348.28 
Uses not permitted 348.12 
Uses permitted 348.10 
Flexible metallic tubing (Type 
FMT) Art. 360 
Bends 360.24 
Boxes and fittings 360.40 
Construction specifications 360- 
III 

Definition 360.2 
Grounding 360.60 
Installation 360-11 
Listing 360.6 
Marking 360.120 
Number of conductors 360.22 
Sizes 360.20 
Splices and taps 360.56 
Uses not permitted 360.12 
Uses permitted 360.10 


Floating buildings Art. 553 
Bonding of noncurrent-carrying 
metal parts 553.11 
Definition 553.2 
Feeder conductors 553.6 
Grounding 553—m 
Insulated neutral 553.9 
Service conductors 553.5 
Service equipment location 
553.4 

Services and feeders, installation 
553.7 

Floor pockets 520.46 

Floors 

Busways through 368.10(C)(2) 
Cablebus support and extensión 
through 370.6 
Fiat conductor cable (Type 

FCC) in/on 324.10(C) 
Floor coverings 324.41 
Heated floors 324.10(F) 
Insulating ends 324.41 
Masonry or concrete floors, in¬ 
stallation of heating 
cables in 424.44 
Radiant heating panels, installa¬ 
tion of 424-IX 
Receptacles 210.52(A)(3), 

250.146(C), 314.27(B), 
406.9(D) 

Flue damper control see Dampers 
(flue), control A 


Fountains; see also Swimming 
pools, fountains, and 
similar installations 
Drinking 422.52 

Foyers, receptacles ¡n 210.52(1) 

Definition 551.2 
Fuel cell systems Art. 692 
Circuit requirements 692-11 
Circuit sizing 692.8 
Connection to other circuits 
692-VII 

Identified interactive equip¬ 
ment 692.60 

Loss of interactive System 
power 692.62 

Output characteristics 692.61 
Point of connection 692.65 
Transfer switch 692.59 
Unbalanced interconnection 



e ratings, ballasts 
r 220.18(B) 

Branch circuits 210.23 
Raceways 410.64 
Snap switches for 404.14(A)(1), 
404.14(B)(2) 

Surface-mounted or recessed 
410.16(A), 410.16(C) 
Thermal protection 410.130(E) 
Fluoroscopic equipment see 
X-ray equipment 
Flyings, ignitible see 

Fibers/flyings, lint, ig¬ 
nitible 

Footlights, theaters 520.43 
Definition 520.2 
Disappearing 520.43(C) 

Formal interpretations 90.6 
Forming shells, underwater pool 
luminaires 680.23(B), 
680.24(B), 
680.26(B)(4), 
680.27(A)(3) 

Definition 680.2 


Mamng 692-VI 

Fuel cell power sources 
692.53 

Fuel shutoff 692.54 
Stored energy 692.56 
Overcurrent protection 692.8(B), 
692.9 

Over 600 volts 692-VIII 
General 692.80 
Stand-alone System 692.10 
Standby systems, legally re- 
quired 701.12(F) 

Wiring methods 692-IV 
Full-load current motors 
Altemating current 

Single-phase Table 430.248 
Three-phase Table 430.250 
Two-phase Table 430.249 
Direct current Table 430.247 
Furnaces see Heating equipment, 
central 
Fuseholders 

Cartridge fuses 240-VI 
Over 600 volts 490.21(B) 

Plug fuses 240-V 
Rating, motor controllers 430.90 
Type S 240.53, 240.54 
Fuses Art. 240; see also Hazard- 
ous (classified) locations 
Cartridge see Cartridge fuses 
Communications circuits, pro- 
tectors for 800.90(A)(2) 
Definition, over 600 volts 
100—II 

Disconnecting means 240.40 
Electronically actuated 
Definition 100-11 


Enclosures 240-III 
Generators, constant-voltage 
445.12(A) 

Group installation of motors 
430.53(C) 

Location in Circuit 240.21 
Location on premises 240.24 
Markings 240.60(C) 

Motor branch Circuit protection 
430-IV 

Motor overload protection 430- 
III, 430.225(C)(1) 
Múltiple see Múltiple fuses 
Over 600 volts 490.21(B) 

In parallel, not permitted 240.8, 
404.17 

Plug, Edison-base type 240-V 
Potential (voltage) transformers 
450.3(C) 

Ratings 240.6 

Service equipment 230.95(B) 
Services over 600 volts 230.208 
Small wind electric systems 
694.26 

Solar photovoltaic systems 
690.16 

Type S 240.53, 240.54 

Future expansión and conve- 
nience 90.8(A) 


-G- 

Gages (AWG), conductors 110.6 

Garages, commercial Art. 511 
Battery charging equipment 
511.10(A) 

Classification of locations 511.3 
Definitions 100-1, 511.2 
Electric vehicle charging 
511.10(B) 

Elevators, dumbwaiters, escala- 
tors, moving walks, in 
620.38 

Equipment 511.4, 511.7 
Ground-fault circuit-interrupter 
protection 210.8(B)(8), 
511.12 

Grounding 250.112(F) 
Grounding and bonding 511.16 
Locations 511.4 
Sealing 511.9 
Special equipment 511.10 
Ventilation 511.3(C) through (E) 
Wiring 511.4, 511.7 

Gases see Hazardous (classified) 
locations 

Gasoline bulk storage plants see 

Bulk storage plants; 
Hazardous (classified) 
locations 

Gasoline dispensing and Service 
stations see Motor fuel 
dispensing facilities 

Gas pipe 

As grounding electrode 
250.52(B)(1) 

General care areas 517.18 
Definition 517.2 

General provisions, installation 
of wiring and equip¬ 
ment Art. 110 
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General requirements for wiring methods 


INDEX 


General requirements for wiring 
methods Art. 300; see 
also Wiring methods 
Boxes, conduit bodies, or fit- 
tings, where required 
300.15 

Changing raceway or cable to 
open wiring 300.16 
Conductors 300.3 

Diíferent Systems 300.3(C) 
Installation with other Sys¬ 
tems 300.8 

Insulated fittings 300.4(G) 
Number and sizes of, in race- 
ways 300.17 

Supporting of conductors in 
vertical raceways 
300.19 

Exhaust and ventilating ducts, 
wiring 300.22 
Expansión joints, raceways 
300.7(B) 

Free length of wire at outlets, 
junction and switch 
points 300.14 
Induced currents in ferrous 

metal enclosures 300.20 
Mechanical and electrical conti- 
nuity, conductors, race¬ 
ways, cables 300.10, 
300.12, 300.13 

Over 600 volts 110-in, 300-11, 
Art. 490 

Protection against 
Corrosión 300.6 
Physical damage 300.4 
Raceway installations 300.18 
Raceways and cables with other 
Systems 300.8 

Raceways and fittings, metric 
designator and trade 
size 300.1(0 

Raceways as a means of support 
300.11(B) 

Raceways exposed to different 
temperatures 300.7 
Raceways in wet locations 
above grade 300.9 
Sealing, raceways, change in 
temperature 300.7(A) 
Securing and supporting 300.11 
Spread of fire or products of 
combustión 300.21 
Temperature limitations 
310.15(A)(3) 

Through studs, joists, rafters 
300.4 

Underground installations 300.5, 
300.50 

Voltage limitations 300.2 
Wiring in ducts, plenums, air- 
handling spaces 300.22 
Generators Art. 445 
Bushings 445.16 
Conductor, ampacity of 445.13 
Critical operations power Sys¬ 
tems 585.20(F) 
Disconnecting means 445.18 
Emergency Systems 700.12(B) 
Essential electrical Systems, task 
illumination 517.32(E), 
517.32(F), 517.42(F) 


Grounding 250.34, 250.35, 
250.112 

Guards for attendants 445.15 
Hazardous (classified) locations 
505.22 

Health care facilities 517.30, 
517.35, 517.44 
Interconnected electric power 

production sources 705- 
III 

Legally required standby Sys¬ 
tems 701.12(B) 

Location 445.10 
Marking 445.11 

Múltiple loads, supplying 445.19 
Overcurrent protection 445.12 
Portable 250.34 
Protection of live parts 445.14 
Recreational vehicles 551.30 
Standby Systems Art. 701, 702 
Fire pump, on-site 

695.3(B)(2), 695.3(D), 
695.4(B), 695.6(C) Ex. 

2 

Terminal housings 445.17 
Goosenecks, Service cables 230.54 
Grooves, cables and raceways 
installed in 300.4(F) 

Ground 

Definition 100-1 
Voltage to 

Definition 100-1 
Ground clamps 250.10, 250.70 
Grounded 

Definition 100-1 
Solidly 

Definition 10 
Grounded conduj 

Ground faull 
Definition 
GroundJajil 


Pachines 422.51 

Basement^Jwelling 

finished 210.8(A)(5) 
Bathtubs, hydromassage 680.71 
Camivals, circuses, fairs, and 
similar events 525.23 
Definition 100-1 
Electrically operated pool covers 
680.27(B)(2) 

Electric signs, portable or mo- 
bile 600.10(C)(2) 
Electrified truck parking space 
supply equipment 
626.24(D) 

Elevators, dumbwaiters, escala- 
tors, moving walks, 
platform fifis, and stair- 
way chairlifts 620.85 
Fixed electric space-heating 
equipment cables 
424.44(G) 

Fountains 680.51 (A) 

Garages 


Commercial 511.12 
Dwelling units 210.8(A)(2) 
Naturally and artificially made 
bodies of water, electri¬ 
cal equipment for 
682.15 

Permitted uses 210.8, 215.9 
Personnel, protection for 426.32 
Pipeline heating 427.27 
Pools and tubs for therapeutic 
use 680.62(A), 
680.62(E) 

Receptacles 210.8 

Bathrooms, in dwelling units 
210.8(A)(1) 

Bathrooms in other than 
dwelling units 
210.8(B)(1) 

Boathouses 555.19(B)(1) 
Construction si 
Fountains 6¡ 

Garages, in 



680.22(A)(4), 
680.22(B)(4), 680.32, 
680.62(E) 

lecreational vehicles 

551.40(C), 551.41(C) 
Replacement 406.4(D) 
Required 210.8 
Roofiops in other than dwell¬ 
ing units 210.8(B) 
Sensitive electronic equip¬ 
ment 647.7(A) 

Spas and hot tubs 680.43(A), 
680.44 

Swimming pools see Swimming 
pools, fountains, and 
similar installations 
Ground-fault protection 

Connections at Services 230.82 
Cranes and hoists 610.42 
Deicing and snow-melting 
equipment 426.28 
Emergency Systems, not re¬ 
quired 700.26 
Equipment 215.10, 240.13 
Definition 100-1 
Fire pumps 695.6(G) 

Fixed electric space-heating 

equipment 424.99(0(5) 
Health care facilities 517.17 
Marinas and boatyards 555.3 
Motors 430-TV, 430-V 
Personnel see Ground-fault Cir¬ 
cuit interrupters 
Pipeline heaters 427.22 
Service disconnecting means 
230.95 


Solar photovoltaic Systems 
690.5, 690.6(D), 
690.35(C) 

Grounding Art. 250; see also sub- 
head under entries for 
specific wiring and 
equipment 

AC Systems 250.20, 250.24, 
250.26 

Air-conditioning units 250.114 
Anesthetizing locations 517.62 
Antenna 810.15, 810.21, 810.58, 
810.71(B) 

Appfiances 250.114 
Audio signal processing, ampli- 
fication, and reproduc- 
tion equipment 640.7 
Bonding see Bonding 
Bulk storage plants 515.16 
Busways 368.60 

Over 600 volts 368.260 
Cablebus 370.9 
Capacitors 460.10, 460.27 
CATV Systems 820.93, 820-IV 
Circuits 250-1 

Less than 50 volts 250.20(A) 
Clothes dryers 250.114, 250.140 
Clothes washers 250.114 
Communications systems 

800.93, 800.106(A), 
800-IV 

Continuity 250.96 
Control, radio equipment 
810.71(B) 

Control panels 409.60 
Cranes and hoists 610-VII 
DC systems 250.162, 250.164 
Deicing, snow-melting systems 
426.22(A), 426.27, 
426.34, 426.44 
Dishwashers 250.114 
Electrode system 250-in 
Elevators 250.112(E), 250.116, 
250.136, 620-IX 
Enclosures 250.64(D), 

250.64(E), 250-IV 
Equipment, cord-and-plug- 
connected 250.114 
Fire alarm systems 250.112(1) 
Fixed equipment 250.110, 
250.112, 250.134, 

517.13 

Fixtures, lampholders, etc. 

410.155(B), 410-V 
Fountains 680.54, 680.55 
Freezers 250.114 
Fuel cell systems 692-V 
Garages, commercial 511.16 
Generators 250.34, 250.112 
Hazardous (classified) locations 
501.30, 502.30, 503.30, 
505.25, 506.25 
Health care facilities 517.13, 
517.19 

High density polyethylene con¬ 
duit 353.60 

Induction and dielectric heating 
equipment 665-11 
Information technology equip¬ 
ment 645.15 

Instrument transformers, relays, 
etc. 250-X 
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Hazardous (classified) locations 


Intrinsically safe Systems 504.50 
Lightning surge arresters 280.25 
Metal boxes 314.4, 314.40(D) 
Metal enclosures for conductors 
250.80, 250.86 
Metal faceplates 404.9(B), 
406.61B) 

Metal siding 250.116 IN 
Methods 250-VII 
Mobile homes 550.16 
More than 600 volts between 
conductors 300.40 
Motion picture studios 530.20 
Motors and controllers 250-VI, 
430.12(E), 430.96, 430- 
xm 

Naturally and artificially made 
bodies of water, electri- 
cal equipment for 682- 
III 

Nonelectrical equipment 250.116 
Organs 650.5 

Over 600 volts 300.40, 490.36, 
490.37 

Over 1000 volts 250-X 
Panelboards 408.40, 517.19(D) 
Patient care areas 517.13 
Patient care vicinity 517.19(C) 
Portable equipment 250.114 
Radio and televisión equipment 
810.15, 810.20(C), 
810.21, 810.58, 
810.71(B) 

Ranges and similar appliances 
250.140 

Receptacles 250.146, 250.148, 
406.4, 517.13, 

517.19(G) 

Recreational vehicles 551.54, 
551.55, 551.75, 551.76 
Refrigerators 250.114 
Sensitive electronic equipment 
647.6 

Sepárate buildings 250.32 
Separately derived Systems 
250.21(A), 250.30’ 

Signs and outline lighting 
600.7(A), 600.24(1 
600.33(D) 

Small wind electric system 
694-V 

Spas and tubs 680.6, 680.7(B), 
680.43(F) 

Spray application, dipping, and 
coating processes 
516.16 

Surge arresters 280.25 
Surge protective devices 285.28 
Swimming pools 680.6, 

680.7(B), 680.23(B)(3), 
680.23(B)(4), 
680.23(F)(2), 680.24(D), 
680.24(F), 680.25(B) 
Switchboards 250.112(A), 

408.22 

Switches 404.9(B), 404.12 
Systems 250-1, 250-11 
Theaters and similar locations 
520.81 

Tools, motor operated 250.114 
Transformers 450.5, 450.6(C), 
450.10 


X-ray equipment 517.78, 

660-IV 

Grounding electrode conductors; 

see also Electrodes, 
grounding 

Communications circuits 
800.100 

Community antenna televisión 
and radio distribution 
Systems 820.100, 
820.106 

Connection to electrodes 250-1, 
250.24(D), 250-m 
Definition 100-1 
Enclosures 250-IV 
Installation 250.64 
Intersystem, connecting 250.94 
Material 250.62, 250.118 
Network-powered broadband 

830.100(A) 

Objectionable current over 250.6 
Optical fiber cables 770.100(A) 
Radio and televisión equipment 
810.21, 810.58 
Separately derived Systems 
250.30 

Sizing 250.30(A)(6)(a), 250.66, 
250.166 

Solar photovoltaic Systems 

690.47 through 690.49 
Surge-protective deviq 
Systems and circuits 
250.190(B) 

Grounding electrodes 



).53(F), 250.66(C), 

Vl66(E) 

ritches, Circuit 
Breakers 404.8; see 
T also Accessible 
ííng of disconnects 230.72 
Group installation, motors see 
Motors, grouped 

Guarded 

Definition 100-1 
Guarding, guards; see also En¬ 
closures; Live parts 

Cables 

Coaxial 820.93, 820.100, 
820.106, 840.101(A) 
Fiat conductor cable (Type 
FCC) 324.40(C), 
324.40(E) 

Definition 324.2 
Grounded 310.60(C)(1) 

Over 600 volts, requirements 
for 300.40 
Portable 400.32 

Circuit breaker handles 
240.41(B) 

Conductors, dielectric insulated 
310.10(E) 


Connectors, solar photovoltaic 
Systems 690.33(B) 
Construction sites 590.7 
Elevators, dumbwaiters, escala- 
tors, moving walks 
620.71 

Generators 445.15 
Grounding 250.190(C)(2) 
Handlamps, portable 410.82(B) 
Induction and dielectric heating 
equipment 665-11 
Intrinsically safe apparatus, 
cable shields for 
504.50(B) 

Lamps, theaters, dressing rooms, 
etc. 520.44(A)(3), 
520.47, 520.65, 520.72 
Live parts 

General 110.27 

Solar photovojkaic batteries 


50.243, 430-XII 
volts 110.34, 590.7; 
i also Protection, 
íysical damage 
; cables 400.32 
¡Wers 450.8 

i openings 110.78 
nstallations 517.78, 
660-IV 
ruest rooms or suites 
Branch-circuit devices 
240.24(B) 

Branch-circuit voltages 210.6(A) 
Cooking equipment, branch cir¬ 
cuits for 210.18 
Definition 100-1 
Outlets 210.60, 210.70(B), 
220.14(J) 

Overcurrent devices 240.24(E) 
Tamper-resistant receptacles in 
406.13 

Gutters, auxiliary see Auxiliary 
gutters 


Hallways, outlets 210.52(H) 
Handhole enclosures see Enclo¬ 
sures, Handhole enclo- 

Handlamps, portable 410.82 
Hangars, aircraft see Aircraft 
hangars 

Hazard current 

Definition 517.2 

Hazardous areas see Hazardous 
(classified) locations 
Hazardous atmospheres Art. 500 
Class I locations 500.5(B) 

Class II locations 500.5(C) 
Class in locations 500.5(D) 
Groups A through G 500.6 
Specific occupancies Art. 510 



Hazardous (classified) locations, 
Classes I, II, and III, 
Divisions 1 and 2 Art. 
500; see also Hazardous 
(classified) locations, 
Class I, Zone 0, 1, and 
2 locations 

Aircraft hangars 513.3 
Anesthetizing locations 

517.60(A), 517.61 
Bulk storage plants 515.3 
Class I see Hazardous (classi¬ 
fied) locations, Class I 
Class I, Zone 0, 1, and 2 see 
Hazardous (classified) 
locations, Class I, Zone 
0,1, and 2 locations 
Class II see Hazardous (classi¬ 
fied) locations, Class II 
Class ni see Hazardous (classi¬ 
fied) locations, Class ni 
Combustible gas detection Sys¬ 
tem 500.7(K) 

Definitions 500.2 
Dust-ignitionproof 500.7(B) 
Dusts, explosive Art. 502 
Dusttight 500.7(C) 

Equipment 500.8 

Approval for class and prop- 
erties 500.8(B) 

Marking 500.8(C) 

Optical fiber cable 500.8(F) 
Suitability 500.8(A) 
Temperamre marking 500.8 
(D) 

Threading 500.8(E) 

Explosión proof equipment 
500.7(A) 

Fibers/flyings, lint, highly com¬ 
bustible material Art. 
503, Art. 506 

Flammable liquids Art. 500, Art. 
501 

Garages, commercial 511.3, 
511.4 

Gases, flammable Art. 500, Art. 
501 

Gasoline Service stations see 
Motor fuel dispensing 
facilities 
General 500.4 
Group classifications 500.6 
Hoists 503.155 
Inhalation anesthetizing loca¬ 
tions see Anesthetizing 
locations 

Intrinsic safety 500.7(E); see 
also Intrinsically safe 
Systems 

Lighting Systems, less than 30 
volts 411.7 

Material groups 500.6 
Protection techniques 500.7 
Specific occupancies Art. 510 
Spray application, dipping and 
coating processes 516.3 
Vapors, flammable Art. 500, Art. 
501 
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Hazardous (classiñed) locations, Class I 


INDEX 


Hazardous (classified) locations, 
Class I 500.5(B), 
500.6(A), Art. 501; see 
also Hazardous (classi¬ 
fied) locations, Classes 
I, II, and III, Divisions 

1 and 2; Hazardous 
(classified) locations, 
Class I, Zone 0, 1, and 

2 locations 

Bonding 501.30(A), 504.60 
Circuit breakers 501.115, 
501.135(B)(3) 

Control transformers and resis- 
tors 501.105(B)(2), 
501.120 

Cranes and hoists 610.3(A)(1) 
Drainage of equipment 
501.15(F) 

Exposed parts 501.25 
Flexible cords 501.140 
Fuses 501.115, 501.135(B)(3) 
Grounding 501.30 
Hermetically sealed 500.7(J) 
Induction and dielectric heating 
equipment 665.4 
Luminaires 501.130 
Meters, instruments, and relays 
501.105 

Motor controllers 501.115 
Motors and generators 501.120 
Nonincendive Circuit 500.7(F) 
Nonincendive component 
500.7(H) 

Nonincendive equipment 
500.7(G) 

Oil immersion 500.7(1) 

Process sealing 501.17 
Receptacles and attachment 
plugs 501.145 
Sealing 501.15, 501.17 
Signaling, alarm, remote-control, 
and Communications 
Systems 501.150 
Surge protection 501.35 
Switches 501.115, 

501.130(B)(5), 

501.135(B)(3) 

Transformers and capacitors 
501.100 

Utilization equipment 501.135 
Wiring methods 501.10 
Zone 0, 1, and 2 locations see 
Hazardous (classified) 
locations, Class I, Zone 
0, 1, and 2 locations 
Zone equipment 501.5 
Hazardous (classified) locations, 
Class I, Zone 0, 1, and 
2 locations Art. 505 
Bonding 505.25(A) 

Class I, Zone 0, 1, and 2 group 
classifications 505.6(A) 
through (C) 

Classification of locations 505.5 
Class I, Zone 0 505.5(B)(1) 
Class I, Zone 1 505.5(B)(2) 
Class I, Zone 2 505.5(B)(3) 
Conductors and conductor insu- 
lator 505.18 
Definitions 505.2 
Documentation 505.4(A) 


Equipment construction 505.9 
Class I temperature 505.9(D) 
Listing 505.9(B) 

Marking 505.9(C) 

Optical fiber cable 505.9(F) 
Suitability 505.9(A) 
Threading 505.9(E) 
Equipment for use in 505.20 
Exposed parts 505.19 
Flexible cords 505.17 
General 505.4 
Grounding 505.25 
Material groups 505.6 
Process sealing 505.26 
Protection techniques 505.8 
Combustible gas detection 
System 505.8(1) 
Definition 505.2 
Encapsulation 505.8(G) 


Surge protection 502.35 
Switches 502.115 
Transformers and capacitors 
502.100 

Utilization equipment 502.135 
Ventilating piping 502.128 
Wiring methods 502.10 
Zone 20, 21, and 22 locations 
for flammable dusts, 
fibers/flyings Art. 506 
Zone equipment 502.6 
Hazardous (classified) locations, 
Class III 500.5(D), Art. 
503; see also Hazardous 
(classified) locations, 
Classes I, n, and III, 
Divisions 1 and 2 
Bonding 503.30(A) 

Circuit breakers 503.115 



Circuit breakers 502.115 
Control transformers and resis- 
tors 501.120 

Cranes and hoists 610.3(A)(2) 
Exposed parts 502.25 
Flexible cords 502.140 
Fuses 502.115 
Grounding 502.30 
Luminaires 502.130 
Motor controllers 502.115 
Motors and generators 502.125 
Multiwire branch circuits 502.40 
Receptacles and attachment 
plugs 502.145 
Sealing 502.15 

Signaling, alarm, remote-control, 
and Communications 
Systems, meters, instru¬ 
ments, and relays 
502.150 


Art. 506 

Bonding 506.25(A) 

Classification of locations 506.5 
Definitions 506.2 
Documentation 506.4(A) 
Equipment installation 506.20 
Manufacturer’s instructions 
506.20(D) 

Temperature 506.20(E) 
Equipment requirements 506.9 
Listing 506.9(B) 

Marking 506.9(C) 

Suitability 506.9(A) 
Temperature 506.9(D) 
Threading 506.9(E) 

Flexible cords 506.17 
General 506.4 
Grounding 506.25 
Multiwire branch circuits 506.21 
Protection techniques 506.8 


Definitions 506.2 
Dust-ignitionproof 506.8(A) 
Dusttight 506.8(D) 
Encapsulation 506.8(E) 
Enclosure 506.8(H) 

Intrinsic safety 506.8(C), 
506.8(J) 

Nonincendive Circuit and 
equipment 506.8(F), 
506.8(G) 

Pressurization 506.8(B), 
506.8(1) 

Reference standards 506.4(B) 
Sealing 506.16 
Special precautions 506.6 
Wiring methods 506.15 
Zone equipment 506.9(C)(2) 
Headers 

Cellular concrete floor raceways 

372.2, 372.5, 372.9 
Cellular metal floor raceways 

374.2, 374.6 
Definition 372.2, 374.2 

Health care facilities Art. 517 
Communications, signaling Sys¬ 
tems, data Systems, less 
than 120 volts, nominal 
517-VI 

Other-than-patient care areas 
517.81 

Signal transmission between 
appliances 517.82 
Definitions 517.2 
Essential electrical Systems 517- 

m 

Ambulatory health care cen- 
ters 517.45 

Clinics, medical and dental 
offices, and other health 
care facilities 517.45 
Connections 

Altérnate power source 
517.34 

Critical branch 517.43 
Life safety branch 517.42 
Critical branch 517.33, 

517.43 

Definition 517.2 
Emergency System 517.31 
Essential electrical Systems 
517.41 

Hospitals 517.30 
Life safety branch 517.32 
Nursing homes and limited 
care facilities 517.40 
Power sources 517.35, 517.44 
General 517-1 

Inhalation anesthetizing loca¬ 
tions 517-TV 
Classification 517.60 
Grounded power Systems in 
anesthetizing locations 
517.63 

Grounding 517.62 
Line isolation monitor 
517.160(B) 

Low-voltage equipment and 
instruments 517.64 
Wiring and equipment 
517.61, 517.160 

Isolated power systems 517-VII 
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Incandescent lamps 


Critical care areas 517.19(E), 
517.19(F) 

Definitíon 517.2 
Essential electrical Systems 
517.30(C)(2) 

Grounding 517.19(F), 
647.7(B) 

Installation 517.160(A) 

Wet procedure locations 
517.20(B) 

Wiring and protection 517-11 
Applicability 517.10 
Critical care areas 517.19 
Fixed electrical equipment 
and grounding of recep- 
tacles 517.13 
General care areas 517.18 


Heating equipment 

Central 422.12 
Definitions 665.2 
Fixed see Fixed electric heating 
equipment for pipelines 
and vessels; Fixed elec¬ 
tric space-heating equip¬ 
ment; Fixed outdoor 
electric deicing and 
snow-melting equipment 
Induction and dielectric see In- 
duction and dielectric 
heating equipment 
Outside 550.20(B) 

Receptacle outlets 210.63 
Swimming pools see Swimming 
pools, fountains, and 


Splices and taps 353.56 
Trimming ends 353.28 
Uses not permitted 353.12 
Uses permitted 353.10 
High-impedance grounded neu¬ 
tral Systems 250.20(D), 
250.30(A)(3), 250.36, 
250.186 

Hoists Art. 610; see also Cranes 
Conductors, contad 610—III 
Control 610-VI 
Electrolytic cells 668.32 
Flexible cords 400.7(A)(5) 
Grounding 250.22(1), 

250.112(E), 250.116(1), 
610-VII 

Hazardous (classified) locations 



heating equipment for 
pipelines and vessels; 
Fixed outdoor electric 
deicing and snow- 
melting equipment 


Joints 353.48 
Listing 353.6 
Marking 353.120 
Number of conductors 353.22 
Size 353.20 


210.70(B), 220.14(J) 
Hot tubs see Spas and hot tubs 
Houseboats see Floating buildings 
Hybrid Systems 705.82 
Definitíon 690.2, 705.2 


Hydromassage bathtubs 680-VII 
Definitíon 680.2 


Identification; see also Color 
code; Markings 

Boxes (outlet, device, pulí, and 
junction) 314.44 
Critical operations power Sys¬ 
tems wiring 708.10(A) 
Direct-buried cables Table 
300.50 Note d 

Disconnecting means 110.22, 
230.70(B), 620.51(D) 
Service disconnects 230.2(E) 
Emergency circuits and Systems 
700.10(A) 

Feeders 215.12 
Flexible cords, identified con¬ 
ductors within 200.6(C), 
250.119(C), 400.22, 
400.23 

Fuel cell Systems 692.4(B) 
Grounded conductors Art. 200, 
400.22, 402.8 
Grounding-pole 406.10(B) 
High-leg 110.15, 230.56, 
408.3(F), 409.102 
Intrinsically safe Systems 504.80 
Sensitive electric equipment 
conductors 647.4(C) 
Service disconnecting means 
230.70(B) 

Switchboards and panelboards 
408.3(F), 408.4, 

409.102 

Ungrounded conductors 

210.5(C), 215.12(C) 
Wiring device termináis 
250.126, 504.80 

Identified 

Definitíon 100-1 
Illumination; see also Lighting; 
Luminaires 

Means of egress 517.32(A), 
517.42(A) 

Task 517.33(A) 

Definitíon 517.2 
Immersible appliances 422.41 
Immersion heaters, cord-and- 

plug-connected 422.44 
Immersion pools see Swimming 
pools, fountains, and 
similar installatíons 
Impedance heating Systems see 
Fixed electric heating 
equipment for pipelines 
and vessels; Fixed out¬ 
door electric deicing 
and snow-melting 
equipment 

Incandescent lamps Art. 410; see 
also Hazardous (classi¬ 
fied) locations 

Guards 

Aircraft hangars 513.7(C) 
Garages 511.7(B) 

Theater dressing rooms 
520.72 
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Lamp wattage, marking on lu- 
minaire (fixture) 

410.120 

Médium and mogul bases 
410.103 

Signs with lamp holders for 
600.4(B) 

Snap switches for 404.14(B)(3) 

Independent 

Circuits for emergency lighting 
700.17 

Supports, Services, over build- 
ings 230.29 

Wiring, emergency circuits 
700.10(B) 

X-ray control 660.24 

Individual branch circuits see 

Branch circuits, indi- 

Induced currents, metal enclo- 
sures 300.20, 330.31 
Induction and dielectric heating 
equipment Art. 665 
Ampacity of supply conductors 

665.10 

Definitions 665.2 
Disconnecting means 665.12 
Guarding, grounding, and label- 
ing 665-H 

Access to interior equipment 

665.22 

Capacitors 665.24 
Component interconnection 

665.19 

Control panels 665.21 
Enclosures 665.20 
Grounding and bonding 
665.26 

Marking 665.27 
Shielding 665.25 
Waming labels or signs 

665.23 

Hazardous (classified) locations 
665.4 

Output circuits 665.5 
Overcurrent protection 665.11 
Remóte control 665.7 
Induction heating Systems; see 

also Induction and di¬ 
electric heating equip- 

Definition 427.2, 665.2 
Fixed equipment for pipelines 
and vessels 427-V 

Inductive loads 

Signs 600.6(B) 

Switches, types, ratings 404.14 
Industrial control panels Art. 409 
Are-flash hazard waming 110.16 
Conductors 

Busbars 409.102 
Mínimum size and ampacity 

409.20 

Construction specifications 409- 

m 

Definition 409.2 
Disconnecting means 409.30 
Enclosures 409.100 
Grounding 409.60 
Installation 409-11 
Marking 409.110 
Overcurrent protection 409.21 


Service equipment 409.108 
Spacing, mínimum 409.106 
Wiring space in 409.104 
Industrial installation, supervised 
Definition 240.2 
Overcurrent protection 240-VIII 
Industrial machinery Art. 670 
Definition 670.2 
Disconnecting means 670.4(B) 
Nameplates 670.3 
Supply conductors and overcur¬ 
rent protection 670.4 
Industrial manufacturing System 
Definition 670.2 

Informational notes, explanatory 
material 90.5(C) 
Information technology equip¬ 
ment Art. 645 

Cables not in information tech¬ 
nology equipment 
rooms 645.6 

Class 2 and Class 3 circuits, 
power source for 
725.121(A)(4) 
Definitions 645.2 
Disconnecting means 645.4(1), 

645.10 

Grounding 645.15 
Marking 645.16 
Power distribution units 645.17 
Special requirements for infor¬ 
mation technology 
equipment rooms 6 
Supply circuits and 

ing cables 645.5 
Uninterruptible powe^m 
(UPS) 645 
Information techitp 



Motor driven appliances 
422.31(C) 

Motors, motor controllers 
430.102 

Room air conditioners 440.63 
Signs 600.6(A) 

Institutions, emergency lighting 

Art. 700 

Instructions 110.3(B), 230.95(C) 
Instrumentation tray cable (Type 
ITC) Art. 727 
Allowable ampacity 727.8 
Bends 727.10 
Construction 727.6 
Definition 727.2 
Marking 727.7 
Overcurrent protection 727.9 
Uses not permitted 727.5 
Uses permitted 727.4 
Instruments, meters, relays 
Grounding 250-IX 
Hazardous (classified^ 
501.105J 
Low-voltage 5JJ^ 

Instrument t ransRrmers ^ 
Groundi q^ 

Services 

130.82(41 


Table 400.4, 

400.21(B) 

[eating cables 424-V 
iminaire and lampholder parts 
410.52, 410.56 
’hermal insulation 

Armored cable installed in 
320.80(A) 

Luminaires, installed near 
410.116(B) 

Service-entrance cables in- 
stalled in 338.10(A)(4) 

Insulators 

Nonabsorbent 230.27, 394.30(A) 

Open wiring see Open wiring on 
insulators 

Outdoor overhead conductors 
399.30(C) 

Integrated electrical Systems Art. 


Inserts 

Cellular concrete floor raceways 

372.9 

Cellular metal floor raceways 

374.10 

Underfloor raceways 390.14 

In sight from 

Air-conditioning or refrigerating 
equipment 440.14 
Center pivot irrigation machines 
675.8(B) 

Definition 100-1 
Duct heaters 424.65 
Electric-discharge hghting 
410.141(B) 

Fixed electric space-heating 
equipment 424.19(A) 


DC System grounding 685.12 
Orderly shutdown 645.10 Ex., 
645.11, 685-H 

Overcurrent protection, location 
of 685.10 

Ungrounded control circuits 
685.14 

Integrated gas spacer cable (Type 
IGS) Art. 326 
Construction 326-IH 
Conductors 326.104 
Conduit 326.116 
Insulation 326.112 
Marking 326.120 
Definition 326.2 
Installation 326-11 
Ampacity 326.80 


Bending radius 326.24 
Bends 326.26 
Fittings 326.40 
Uses not permitted 326.12 
Uses permitted 326.10 
Interactive Systems 

Definition 100-1, 690.2, 692.2 
Fuel cell Systems 692-VII 
Small wind electric Systems 
694.50, 694.60 
Solar photovoltaic Systems 

690.54, 690.60, 690.61 
Intercommunications Systems see 
Communications cir¬ 
cuits; Hazardous (classi¬ 
fied) locations 

Interconnected electric power 

production sources Art. 
705; see also Utility- 
interactive inverters 
Definitions 705.2 
Directory 705.10 
Disconnect device 705.22 


Equipment 705.21 
Sources 705.20 

Generators 705-HI 
Ground-fault protection 705.32 
Grounding 705.50 
Interrupting and short-circuit 
current rating 705.16 
Loss of 3-phase primary source 

705.42 

Loss of primary source 705.40 
Output characteristics 705.14 
Overcurrent protection 705.30 
Point of connection 705.12 
Synchronous generators 705.143 
System installation 705.6 
Intermedíate metal conduit (Type 
IMG) Art. 342 
Bends 342.24, 342.26 
Bushings 342.46 
Construction 342-HI 
Couplings and connectors 

342.42 

Definition 342.2 
Dissimilar metáis 342.14 
Installation 342-11 
Listing 342.6 

Máximum number of conductors 
and fixture wires in 
Tables C4 and C4A 
Number of conductors in 342.22 
Reaming and threading 342.28 
Size 342.20 

Splices and taps 342.56 
Standard lengths 342.130 
Supports and securing 342.30 
Uses permitted 342.10 
Wet locations 342.10(D) 
Intermittent duty 
Definition 100-1 
Motors 430.22(E), 430.33 
Interpretations, formal see For¬ 
mal interpretations 
Interrupter switch see Switches, 
interrupter 

Interrupting rating 110.9, 

240.60(C)(3), 240.83(C) 
Definition 100-1 
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Intersystem bonding termination 

250.94, 770.100, 

800.100, 810.21, 

820.100, 830.100 
Definition 100-1 
Intrinsically safe apparatus 
Definition 504.2 
Grounding 504.50(A) 
Intrinsically safe circuits 504.30 
Definition 504.2 

Intrinsically safe Systems Art. 504 
Bonding 504.60 
Conductors, separation of 
504.30 

Definitions 504.2, 506.2 
Enclosures 504.30(A)(2), 
504.50(A) 

Equipment installation 504.10, 
506.8(C), 506.8(J) 
Equipment listing 504.4 
Grounding 504.50 
Identification 504.80 
Sealing 504.70 

Separation of intrinsically safe 
conductors 504.30 
Wiring methods 504.20 
Introduction Art. 90 
Inverters; see also Utility- 

interactive inverters 
Definition 690.2, 694.2 
Small wind electric Systems 
694.12(A), 694.18(A) 
Solar photovoltaic Systems 
690.4(H), 690.6(B), 
690.8(A), 690.35(G), 
690.47(B) 

Irons see Flatirons 
Irrigation machines Art. 675 
Bonding 675.14 
Center pivot 675-11 
Definition 675.2 
Collector rings 675.11 
Conductors 675.5, 675.9 
Current ratings, equivalent f 
Definitions 675.2 
Disconnecting means 675.8 
Grounding 675.12, 675.13 
Irrigation cable 675.4 
Lightning protection 675.15 
Marking 675.6 
Motors on branch Circuit 675.10 
Supply source, more than one 
675.16 

Isolated 

Arcing parts 110.18 
Circuits, low voltage 517.64(C) 
Definition 100-1 
Equipment grounding conductor 
250.146(D) 

Health care facility power Sys¬ 
tems 517-VB 

Critical care areas 517.19(E), 
517.19(F) 

Definition 517.2 
Essential electrical systems 
517.30(C)(2) 

Grounding 517.19(F), 
647.7(B) 

Installation 517.160(A) 

Wet procedure locations 
517.20(B) 


Phase installations 300.5(1) Ex. 
2 

Isolating means, over 600 volts 

490.22 

Isolating switches see Switches, 
isolating 

Isolation by elevation 

Circuits over 600 volts 
110.34(E) 

Circuits under 600 volts 
110.27(A) 

Resistors and reactors over 600 
volts 470.18(B) 
Isolation equipment, systems 

(motors) 430.109(A)(7) 
Definition 430.2 

Isolation transformer see Trans- 
formers, Isolation 


-J- 

Joints; see also Splices and taps 
Expansión see Expansión joints 
Grounding electrode conductor 
250.64(C) 

High density polyethylene con- 
duit 353.48 

Insulating, fixtures 410.36(D) 
Insulation of 110.14(B) 
Reinforced thermosetting resin 
conduit 355.48 
Rigid polyvinyl chloriíhj 
352.48 
Strain at 400.10 
Joists 

Air-handlin^^ce 300.2S 


sd cable 

.15(C) 

r, Crossing 398.15(0 
’framing members, 
bables and raceways 
300.4(D) 

Junijérs, bonding 250.168 
Cable trays 392.60(C) 
Community antenna televisión 
and radio distribution 
systems 820.100(D) 
Definition 100-1 
Equipment 250.98, 250.102, 
310.10(H)(6) 

Definition 100-1 
Generators 250.35(B) 
High-impedance grounded 
neutral System 
250.36(E), 250.36(G) 
Separately derived systems 
250.30(A)(2) 

Solar photovoltaic systems 
690.50 

Expansión joints, telescoping 
sections of raceways 
250.98 

Grounding electrode System 
250.53(0, 250.64(F) 


Grounding-type receptacles 
250.146 

Hazardous (classified) locations 

250.100, 501.30(A), 
502.30(A), 503.30(A), 
505.25(A) 

Health care facilities 517.19(C) 
and (D) 

Main 250.24(B), 250.28 
Definition 100-1 
Wire or busbar, as 
250.24(A)(4) 

Metal, structural 250.104(C) 
Network-powered broadband 

Communications System 
830.100(D) 

Optical fiber cables 770.100(D) 
Panelboards 408.3(C) 

Piping systems 250.104 
Radio and televisión equipment 
810.2 

Separately dsfea systems 

2^MA), 250.30(B)(3) 
Servic^ÉRj^^tt250.28, 
^50.92*^0.102(0 
ir photovoltaic systems 
690.48, 690^^k 
^upply-sjde 250.30(A)(?^ 
^.30(B)(3) 

PTtion 250.2 
Hiboards 408.3(C) 

¡i 250.28, 250.30(A) 
es; see also Boxes; 

11 boxes 

^ilnlity 314.29 
ir concrete floor raceways 
372.7 

Cellular metal floor raceways 
374.9 

rs 314.28(C), 314.72(E) 
Deicing and snow-melting 
cables 426.22(E), 
426.24(B) 

Motor controllers and discon- 
neets 430.10(A) 
Nonheating cable leads 424.43 
Over 600 volts 314-IV 
Sensitive electronic equipment 
647.4(B) 

Separation from motors 
430.245(B) 

Size 

Conductors 4 AWG and 

larger 314.16, 314.28(A) 
Conductors 6 AWG and 
smaller 314.16(C)(1) 
Construction specifications 
314-III 
Supports 314.23 
Swimming pools 680.23(C)(2), 
680.24 

Switch enclosures 110.59, 
404.3(B) 

Underfloor raceways 390.13 


Kitchen 

Definition 100-1 
Receptacles in 210.8(A)(6) 

Kitchen equipment, commercial 

220.56, 422.11(F)(2) 


Knife switches 

Butt contacts 404.6(C) 
Connection 404.6(C) 
Construction specifications 
404-11 

Enclosures 404.3 Ex. 1 
General-use 404.13(C) 

Interrupt current 404.13(B) 
Isolating 404.13(A) 
Motor-circuit 404.13(D) 
Position, enclosed and open 
types 404.6 
Ratings 404.14 
600-volt 404.16 

Knob-and-tube wiring Art. 394 
Accessible attics 394.23 
Clearances 394.19 
Conductors 394.104 
Construction 394—III 
Definition 394.2 
Devices 394.42 
Installation 394-11 
Securing and supporting 394.30 
Splices and taps 394.56 
Through or parallel to framing 
members 394.17 
Uses not permitted 394.12 
Uses permitted 394.10 
Knockouts 
Bonding 

Over 250 volts 250.97 Ex. 

Service equipment 250.92(B) 
Openings to be closed 

110.12(A), 314.17(A) 


-L- 

Labeled 

Definition 100-1 
Labels required 550.20(B), 

550.32(G), 551.46(D), 

551.47(Q)(3), 
551.47(R)(4), 

552.44(D), 552.48(P)(3), 
552.59(B); see also 
Waming signs (labels), 
at equipment 
Lacquers and paints 
Application Art. 516 
Atmospheres 500.5(B), 

500.6(A), Art. 501, Art. 
505, 505.5(B) 
Lampholders 

Branch circuits supplying 
210.23 

Circuits less than 50 volts 720.5 
Combustible material, near 
410.97 

Damp or wet locations 

410.10(A), 410.96 
Double-pole switched 410.93 
Heavy-duty see Heavy-duty 
lampholders 
Infrared lamps 422.14 
Inst a ll a tion 410-Vm 
Mogul base see Mogul base 
lampholders 
Outdoor 225.24 
Outlet boxes 314.27(A) 

Pendant 

Bathrooms 410.10(D) 
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Not in clothes closets 
410.16(B) 

Not in theater dressing rooms 

520.71 

Screw-shell types for lamps only 
410.90 

Supports 314.23(F) 

Unswitched over combustible 
material 410.12 

Lamps Art. 410; see also Lumi- 
naires; Hazardous (clas- 
sified) locations 
Are see Are lamps, portable 
Auxiliary equipment 410-IX 
Backstage (bare bulb) 520.47 
Clothes closets, in 410.16 
Electric discharge 410.62(C), 

410.104, 410-XII, 410- 

xni 

Electric discharge, auxiliary 
equipment enclosure 
410.104(A) 

Fluorescent see Fluorescent 
luminaires 

Guards see Guarding, guards 
Headlamps see Handlamps, por¬ 
table 

Incandescent see Incandescent 

Infrared see Infrared lamp in¬ 
dustrial heating appli- 

Motion picture projectors 
540.14, 540.20 
Motion picture studios 

Film storage vaults 530.51 
Stages, portable 530.16, 
530.17 

Viewing, cutting tables 

530.41 

Outdoor, location 225.25 
Pendant conductors 410.54 
Portable see Portable luminaires 
Stand 520.68(A)(2) 

Definition 520.2, 530.2 
Theaters 

Border and proscenium 
520.44 

Dressing rooms, lamp guards 

520.72 

Festoons 520.65 
Footlights 520.43 
Stage, are, portable 520.61 
Switchboards, pilot lights 
520.53(G) 

Wattage marking, flush and re- 
cessed luminaires 

410.120 

Laundry 

Circuit load 220.52(B) 

Outlets 

Dwelling 210.11(C)(2), 
210.50(C), 210.52(F) 
Mobile homes 550.13(D)(7) 
Laundry area 210.52(F), 

550.12(C), 550.13(D)(7) 
Definition 550.2 
Leakage-current detector- 

interrupter 440.65 
Definition 440.2 


LED sign illumination Systems 

600.33 

Definition 600.2 

Legally required standby Systems 
Art. 701 

Accessibility 701.25 
Capacity and rating 701.4 
Circuit wiring 701.10, 701-11 
Definition 701.2 
Ground-fault protection of 
equipment 701.26 
Grounding 701.7(B) 

Overcurrent protection 701-IV 
Signáis 701.6 
Signs 701.7 

Sources of power 701—m 
Tests and maintenance 701.5 
Transfer equipment 701.5 
Wiring 701.10 

Lengths 

Branches from busways 
368.56(B) 

Conduit bodies 314.71 
Electrical metallic tubing 

358.120 

Electrical nonmetallic tubing 

362.120 

Enclosures, handhole 314.71 
bree conductors ai outlets and 

switches 300.14, 424.43, 
426.23(A) 

High density polyethylene 

duit, marking 353.120 
Intermedíate metal conduit 
342.120, 342.130 
Liquidtight flexiblir 
conduit 
Open wiring ha 

Pulí and june 
314.' 


PTa)(4)Ex. 1, 240.21, 
240.92(B) 

Motor branch Circuit 
430.53(D) 

Motor feeders 430.28 
Life safety branch 
Definition 517.2 
Essential electrical Systems 
517.32, 517.42 

Life support equipment, electri¬ 
cal 517.45(B) 

Definition 517.2 
Lighting 

Airfield lighting cable 310.10(F) 
Ex. 2 

Branch circuits, calculation of 
load 220.12 
Cove 410.18 
Decorative 410-XV 
Electric discharge see Electric 
discharge lighting 
Emergency Art. 700 


Exits see Exits, emergency 
lighting 

Feeders, calculation of load 
220.42, 220-TV 
Festoon see Festoon lighting 
Fixtures see Luminaires 
Outlets see Lighting outlets 
Outline see Outline lighting 
Sensitive electronic equipment 
647.8 

Systems see Lighting systems, 
30 volts or less 
Track see Lighting track 

Lighting assembly, cord-and- 
plug-connected 

Definition 680.2 
Lighting outlets 210.70, 

314.27(A), 410.36(A), 
410-IB 
Definition 100-1 
Lighting systems, 30 



ítallation 410.151 
•oad calculations 220.43(B) 

itning rods 

ígation machines 675.15 
[pacing from 250.106 IN No. 2 

ághtning (surge) arresters Art. 
280 

Antenna discharge units 810.20 
Community antenna televisión 
and radio distribution 
systems 820.106 
Connections at Services 
230.82(4) 

Definition 100-1 
Grounding 250.60, 250.106, 
280.25 

Radio and televisión equipment 
Receiving stations (antenna 
discharge units) 810.20 
Transmitting stations, antenna 
discharge units 810.57 
Services over 600 volts 230.209 
Lightning (surge) protection Art. 
280; see also Surge- 
protective devices 
(SPDs) 

Communication Circuit conduc¬ 
tors 800.53 

Connections at Services 230.82 
Hazardous (classified) locations 
501.35, 502.35 

Hoistways and machine rooms 
620.37(B) 

Network-powered broadband 

Communications systems 
830.44(I)(3) 


Small wind electric systems 
694.40(C)(4) 

Lights; see also Lamps; Lighting; 
Luminaires 
Border 520.44 

Cables for, theaters 520.44(C) 
Definition 520.2 

From railway conductors 110.19 
Scenery, theaters, halls 520.63 
Strip 

Definition 520.2 

Limited care facilities; see also 
Health care facilities 
Definition 517.2 
Essential electrical systems 
517.40 

Line isolation monitor 517.160(B) 
Definition 517.2 
Lint, flyings Art. 503, Art. 506 
Liquidtight flexible metal conduit 
(Type LFMC) Art. 350 
Bends 350.24, 350.26 
Couplings and connectors 

350.42 

Definition 350.2 
Grounding and bonding 350.60 
Installation 350-11 
Listing 350.6 

Máximum number of conductors 
and fixture wires in 
Tables C7 and C7A 
Number of conductors and 
cables in 350.22 
Securing and supporting 350.30 
Size 350.20 

Uses not permitted 350.12 
Uses permitted 350.10 

Liquidtight flexible nonmetallic 

conduit (Type LFNC) 

Art. 356 

Bends 356.24, 356.26 
Construction specifications 356- 
III 

Couplings and connectors 

356.42 

Definition 356.2 
Grounding and bonding 356.60 
Installation 356-11 
Listing 356.6 
Marking 356.120 
Máximum number of conductors 
and fixture wires in 
Tables C5 through C6A 
Number of conductors or cables 
in 356.22 

Securing and supporting 350.30, 
356.30 
Size 356.20 

Splices and taps 356.56 
Trimming 356.28 
Uses not permitted 356.12 
Uses permitted 356.10 

Listed 

Definition 100-1 
Live parts; see also Enclosures; 

Energized parts; Guard¬ 
ing, guards 

Are-flash hazard warning 110.16 
Capacitors 460.2(B) 

Definition 100-1 
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Elevators, dumbwaiters, escala- 
tors, moving walks, 
platform lifts, and stair- 
way chairlifts 620.4 
Exposed 110.26 
Generators, protectíon 445.14 
Guarding see Guarding, guards 
Lampholders 410.5, 410.142 
Lamp termináis 410.142 
Lighting Systems, electric dis- 
charge 410.130(B), 
410.140(C) 

Luminaires and lamps 410.5, 
410.140(C) 

Metal wireways 376.56(B)(4) 

In motion picture and televisión 
studios 530.15 

Over 600 volts 490.24, 490.35 
Storage batteries 480.9(B) 

In theaters 520.7 
Transformers, guarding 450.8(C) 
In tunnels 110.56 

Appliances, household cooking, 
demand Table 220.55 
Branch circuits 

Calculations Art. 220, Annex 
D 

Máximum 210.25, 220.18 
Mobile homes 550.12 
Permissible 210.23, 210.24, 
Table 210.24 

Continuous see Continuous load 
Demand 

Clothes dryers 220.54 
Household cooking appli¬ 
ances 220.55 
Farm 220-V 
Feeders, calculations for 

215.2(A), Art. 220, An¬ 
nex D 

Electrified truck parking 
space equipment 626. 
Inductive see Inductive loads_ 
Mobile home parks 550.31. 
Mobile homes 550.18 
Motors, conductors 430-11 
Nonlinear 

Definition 100-1 
Service, calculations for 
220 

Stage equipment, Circuit loads 
520.41 

Location board 

Definition 530.2 
Locations 

Capacitors 460.2(A) 
Commumcauons circuits 

Protective devices 800.90(B), 
830.90(B), 830.90(C) 
Raceways 800.113(B) through 
(L) 

Community antenna televisión 
and radio distribution 
Systems 820.3(A), 
820.44(A)(1), 820.93(D) 
Crane and hoist disconnecting 
means 610-TV 

Damp or wet see Damp or wet 
locations 
Definition 100-1 
Dry see Dry location 


Electric discharge lighting trans¬ 
formers, over 1000 volts 
410.144 

Elevator motor disconnecting 
means 620.51(C) 

Foreign pipes, accessories, trans- 
former vaults 450.47 
Generators 445.10 
Grounding connections at elec- 
trodes 250.68 

Hazardous see Hazardous (clas- 
sified) locations 
Intrinsically safe equipment 
504.10(B) 

Lamps, outdoors 225.25 
Luminaires 410-11 
Mobile homes disconnecting 
means and branch- 
circuit protective equip¬ 
ment 550.11 

Motion picture projection equip¬ 
ment 540.11 

Motor disconnecting means 
430.102 

Motor feeder taps 430.28 Ex. 
Motors 430.14 

Outlet boxes and conduit boxes 
314.29 

Overcurrent devices 240-11 
Overhead Service 230.54 
Panelboards, damp oí 
408.37 

Recreational vehicle di» 
ing means and cfl 





y gutters 366.56 
F&ys 376.56, 378.56 
s 280.11 

; protective devices 285.11 
Swimming pool junction box 
and transformer enclo- 
sures 680.24 

Switchboards 408.16, 408.17, 
408.20 

Switches in damp or ■ 
tions 404.4 
System grounding c< 

250-11 

Transformers and vaults 450.13 
Unclassified 

Definition 500.2, 505.2 
Ventilation openings for trans¬ 
former vaults 450.45(A) 
Wet see Wet locations; Damp or 
wet locations 

Locked rotor motor current 

Code letters 430.7(B), Table 
430.7(B) 

Conversión Tables 430.251 (A) 
and (B) 


Hermetic refrigerant motor- 

compressors 440.4(A) 
Locknuts, double, required 
Hazardous (classified) locations 
501.30(A) 

Mobile homes 550.15(F) 

Over 250 volts to ground 250.97 
Ex. 

Recreational vehicles 551.47(B) 
Low-voltage circuits; see also 

Remote-control, signal- 
ing, and power-limited 

Definition 551.2 

Less than 50 volts Art. 720 

Lugs 

Connection to termináis 
110.14(A) 

Listed type at electrodes 250.70 
Luminaires Art. 410; 

Hazar^^^(classified) 

Adjustabj| 410>62(B) 
Agricid^n^®jjTigs 547.8 
ible 52¡^530.17 
msformers ^ 
lallasts supplying™ 
únaires 410.n 

210.9, 215.11 
equipment 410.137 
410.10(D), 

550.14(D), 551.53(B) 
p opíes, pans 410-IH 
[rancíi^uits 410.24(A), 
410.68 

ímputation of 210.19(A), 
220.12, 220.14 
Sizes 210.23, 220.18 
Voltages 210.6, 410.130 
Clothes closets 410.16 
Definition 410.2 
Combustible material, near 

410.11, 410.12, 410.23, 
410.70, 410.116(A)(2), 
410.136 

Connection, íluorescent 410.24, 
410.62(C) 

Construction 410.155, 410-VII, 
410-XI 

Cords, flexible see Cords, Flex¬ 


ible 




or corrosive locá¬ 
is 410.10(A), 
410.10(B), 410.30(B)(1) 
Decorative lighting 410-XV 
Definition 100-1 
Dry-niche 680.23(C) 

Definition 680.2 
Ducts or hoods, in 410.10(C) 
Electric discharge see Electric 
discharge lighting 
Fiat cable assemblies, luminaire 
hangers installed with 
322.40(B) 

Fluorescent see Fluorescent 
luminaires 

Flush 410-X, 410-XI 
Fountains 680.51 
Grounding 410-V 
Indoor sports, mixed-use, and 
all-purpose facilities, 
use in 410.10(E) 


Inspection 410.8 
Listing 410.6 
Live parts 410.5 
Location 410-H 
Marking 410.74(A) 

Mounting 410.136, 410.137 
No-niche 680.23(D), 680.24(B), 
680.26(B)(4) 

Definition 680.2 
Outlets required see Lighting 

Overcurrent protectíon, wires 
and cords 240.5 
Polarization 410.50 
Portable see Portable luminaires 
Raceways 410.30(B), 410.36(E), 
410.64 
Rating 410.74 

Recessed see Recessed lumi- 

Recreational vehicles 551.53 
Showers, near 410.10(D), 

550.14(D), 551.53(B) 
Show Windows 410.14 
Strip lights 

Definition 520.2 
Supports 314.23(F), 410-IV 
Swimming pools, spas, and 
similar installatíons 
680.22(B), 680.23, 
680.26(B)(4), 680.33, 
680.43(B), 680.51, 
680.62(F), 680.72 
Theaters Art. 520 
Wet 410.10(A), 410.30(B)(1) 
Wet-niche 680.23(B) 

Definition 680.2 
Wiring 410-VI 
Luminaire stud construction 
410.36(C) 


-M- 

Machine rooms 

Branch circuits, lighting and 
receptacles 620.23 
Definition 620.2 
Guarding equipment 620.71 
Wiring 620.21(A)(3), 620.37 
Machinery space 

Branch circuits, lighting and 
receptacles 620.23 
Definition 620.2 
Wiring 620.21(A)(3) 

Machine tools see Industrial ma¬ 
chinery 

Made electrodes 250.50, 250.52 
Mandatory rules 90.5(A) 
Mandatory rules, permissive 

rules, and explanatory 
material 90.5 
Manholes 110-V 
Access 110.75 
Covers 110.75(D) 

Dimensions 110.75(A) 
Location 110.75(C) 

Marking 110.75(E) 
Obstructions 110.75(B) 
Conductors 

Bending space for 110.74 
Class 1, of different circuits 
725.136(F) 
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Class 2, 3 installation 
725.133, 725.136(F) 
Over 600 volts 300.3(C)(2)(e) 
Control circuits installed in 
522.24(B)(3) 

Fixed ladders 110.79 
Ventilation 110.77, 110.78 
Work space 110.72, 110.73 
Manufactured buildings Art. 545 
Bonding and grounding 545.11 
Boxes 545.9 

Component interconnections 

545.13 

Definitions 545.3 
Grounding electrode conductor 

545.12 

Protection of conductors and 
equipment 545.8 
Receptacle or switch with inte¬ 
gral enclosure 545.10 
Service-entrance conductors 
545.5, 545.6 
Service equipment 545.7 
Supply conductors 545.5 
Wiring methods 545.4 
Manufactured homes; see also 
Mobile homes; Recre- 
ational vehicles 
Definition 550.2 
Manufactured phase 
Definition 455.2 
Marking 455.6(B) 
Manufactured wiring Systems 
Art. 604 

Construction 604.6 
Definition 604.2 
Installation 604.7 
Markings 604.6(B) 

Uses not permitted 604.5 
Uses permitted 604.4 
Marinas and boatyards Art. 555 
Circuit breakers 555.11 
Connections 555.9 
Cranes 555.23 
Definitions 555.2 
Disconnecting means 555.17 
Distribution system 555.4 
Enclosures 555.10 
Ground-fault Circuit interrupters 
555.19(B)(1) 

Ground-fault protection 555.3 
Grounding 555.15 
Hazardous (classified) locations 
555.21 
Hoists 555.23 
Load calculations 555.12 
Marine power outlets 555.11 
Definition 555.2 
Motor fuel dispensing 555.21 
Panelboards 555.11 
Railways 555.23 
Receptacles 555.19 
Service equipment, location 
555.7 

Switches 555.11 

Transformers 555.5 

Wiring methods and installation 

555.13 

Markings 110.21; see also Identi¬ 
fication; subhead Mark¬ 
ing under entries for 
specific wiring and 
equipment 


Means of egress 

Health care facilities 517.32(A) 
Illumination 517.32(A), 
517.42(A) 

Mechanical execution of work 

110.12, 640.6, 720.11, 

725.24, 760.24, 770.24, 

800.24, 820.24, 830.24, 
840.24 

Médium voltage cable (Tvpe 

MV) Art. 328 
Ampacity 328.80 
Construction specifications 328- 
III 

Definition 328.2 
Installation 328-11 
Marking 328.120 

Messenger-supported wiring Art. 

396 

Definition 396.2 
Grounding 396.60 
Installation 396-11 
Messenger support 396.30 
Splices and taps 396.56 
Uses not permitted 396.12 
Uses permitted 396.10 
Metal-ciad cable (Type MC) Art. 


Accessible attics 330.23 
Ampacity 330.80 
Bends 330.24 
Boxes and fittings 330.40 
Conductors 330.104 
Construction specifications 33( 


Ferrous 300.6(A), 300.20 

Metal siding, grounding of 

250.116 IN 

Metal wireways see Wireways, 

Metal working machine tools and 
plástic machinery see 

Industrial machinery 

Connection and location at Ser¬ 
vices 230.82, 230.94 
Ex. 5 

Grounding of cases 250.174, 
250.176 

Grounding to grounded Circuit 
conductor 250.142(B) 
Ex. 2 

Hazardous (classified) locations 
501.105, 502.150 

Meter Socket enclosures se*. Cabi- 



d switchgear see 
Switchgear, metal- 
enclosed 

Metal frame of building 

Bonding 250.104(C) 

Grounding electrode 
250.30(A)(4), 
250.30(A)(8), 
250.52(A)(2), 250.68(C) 
Not permitted as equipment 
grounding conductor 
250.136(A) 

Metal gutters see Auxiliary gutters 

Metal hoods, stage switchboard 

520.24 

Metal outlet boxes see Boxes, 
Metals 

Corrosión, protection against see 
Protection, Corrosión 
Dissimilar 110.14, 250.70, 
342.14, 344.14 


iding conduc¬ 
tors 332.108 
illation 332-11 
ínsulation 332.112 
Sheath 332.116 
Single conductors 332.31 
Supports 332.30 
Terminal seáis 332.40(B) 
Through or parallel to framing 
members 300.4, 332.17 
Uses not permitted 332.12 
Uses permitted 332.10 
Mobile home lot 
Definition 550.2 
Mobile home parks Art. 550 
Definitions 550.2 
Distribution system 550.30 
Electrical wiring system 

Definition 550.2 

Feeder and Service demand 
factors 550.18, 550-in, 
Table 550.31 

Minimum allowable demand 
factor 550.31 

Mobile home Service equipment 
550.32 

Definition 550.2 

Mobile homes Art. 550; see also 
Park trailers; Recre- 
ational vehicles 
Accessory buildings or struc- 

Definitions 550.2 
Appliances 550.12(B) and (D), 

550.14 


Arc-fault circuit-interrupter pro¬ 
tection 550.25 

Branch-circuit protective equip¬ 
ment 550.11 
Branch circuits 550.12 
Calculations of loads 550.18 
CATV coaxial cables, bonding 
and grounding of 
820.106 

Communications circuits 
800.106 
Definitions 550.2 
Disconnecting means 550.11 
Expandable and dual units, wir¬ 
ing 550.19 

Feeder 215.2(A)(4), 550.33 
General requirements 550.4 
Ground-fault Circuit interrupter 
550.13(B) 

Grounding 550.16 
Insulated neutral required 
550.16(A)(1) 

Luminaires 550.14, 550.20 
Múltiple section, wiring 550.19 
Nameplates 550.11(D) 
Network-powered broadband 

Communications cables, 
bonding and grounding 
of 830.106 

Optical fiber cables 770.106 
Outdoor outlets, luminaires, air- 
cooling equipment 
550.20 

Power supply 550.10 
Premises-powered broadband 
Communications Sys¬ 
tems, bonding and 
grounding of 840.106 
Receptacle outlets 550.13 
Service equipment 550.32 
Definition 550.2 
Testing 550.17 

Wiring methods and materials 

550.15 

Mobile X-ray equipment 

660.4(B), 660.21 
Definition 660.2 

Modules, solar photovoltaic Sys¬ 
tems 690.4(C) through 
690.4(E), 690.8(D), 
690.32, 690.43(E), 
690.51, 690.52; see also 
Solar photovoltaic sys- 

Definition 690.2 
Mogul base lampholders 

210.6(C)(3), 410.103 
Monopole subarrays 690.4(G) 
Definition 690.2 
Monorails 555.23, Art. 610 
Motion picture and televisión 
studios Art. 530 
Definitions 530.2 
Dressing rooms 530—m 
Feeder conductors, sizing 530.19 
Film storage vault 530-V 
Grounding 530.20 
Lamps, portable are 530.17 
Live parts 530.15 
Luminaires, portable 530.16 
Overcurrent protection 530.18, 
530.63 
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Portable equipment 530.6 
Stage or set 530-11 
Substations 530-VI 
Viewing, cutting, and patching 
tables 530-IV 


Wound rotor secondary 
430.23 

Wye-start, delta-run 
430.22(C) 

Continuous duty 430.32 


Overload protection 430-in, 
430.55, 430.124, 
430.225(B), 460.9 
Overtemperature protection 
430.126 



Continuous duty 430.22 
Direct-current motor-rectifier 
supplied 430.22(A) 
Equipment grounding con- 
ductors 250.122(D) 
Feeder demand factor 430.26 
Intermittent duty 430.22(E) 
Motor and other loads 430.24 
Several motors 430.24 
Single motor 430.22 
Small motors 430.22(G) 


Branch circuits 430-IV 
Combined overcurrent protec- 
tion 430.55 

Control circuits 430.72 
Equipment grounding con- 
ductors 250.122(D) 
Motor control centers 430.94 
Motor feeders 430-V 
Over 600 volts 430.225 
Overheating, dust accumulations 
430.16 


Múltiple branch circuits 210.7 
Múltiple Circuit connections, 
grounding 250.144 
Múltiple conductors (conductors 
in parallel) see Con¬ 
ductors, múltiple 

Múltiple fuses (fuses in parallel) 
240.8, 404.17 
Definition 100—II 
Multispeed motors 

Branch circuits 430.22(B) 


Locked-rotor code letters 
430.7(B)(1) 

Marking 430.7(B)(1) 
Overload protection 
430.52(0(4) 

Multiwire branch Circuit 210.4 
Definition 100-1 
Hazardous locations 501.40, 
502.40, 505.21 


-N- 

Nacelle 

Definition 694.2 
Nameplates see subhead under 

entries for specific wir- 
ing and equipment 

Natural and artificially made 
bodies of water, elec- 
trical wiring and 
equipment for Art. 682 
Definitions 682.2 
Grounding and bonding 682-in 
Installation 682-11 
Neat and workmanlike installa¬ 
tion 110.12, 640.6(A), 
720.11, 725.24, 760.24, 

770.24, 800.24, 820.24, 

830.24, 840.24 
Neón tubing 600.41 

Definition 600.2 
NetWork interface unit 
Definition 830.2 
Network-powered broadband 
Communications sys- 

Access to electrical equipment 
behind panels 830.21 
Buildings 830-B, 830-V 

Cables outside or entering see 
subhead: Cables outside 
and entering buildings 
Installation methods within 
830-V 

Underground circuits entering 
see subhead: Under¬ 
ground circuits entering 
buildings 

Cables outside and entering 
buildings 830-11 
Aerial cables 830.44 
Above roofs 830.44(B) 
Between buildings 
830.44(H) 

On buildings 830.44(1) 
Clearance from ground 
830.44(C) 

Climbing space 
830.44(A)(3) 

Final spans 830.44(E) 
Lead-in clearance 
830.44(A)(4) 

Over pools 830.44(D) 

On poles 830.44(A) 
Entrance cables 830.40 
Low-power circuits 
830.40(B) 

Medium-power circuits 
830.40(A) 

Cable types 830.113, Table 
830.154(a), 830.179 
Definitions 830.2 
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General 

Mechanical execution of 
work 830.24 
Scope 830.1 

Grounding methods 830-IV 
Bonding and grounding at 
mobile homes 830.106 
Cable network interface unit, 
and primary protection 
830.100 

Metallic members 830.93 
Listing 830.113(A), 830-VI 
Locations 830.3(A) 

Low-power cables 830.110, 
830.133(A)(1), 
830.179(B) 

Marking 830.179 
Medium-power wiring 830.110, 
830.133(A)(1), 


Point 

Definition 100-1 
Ranges and dryers, grounding 

250.140, 250.142(B) Ex. 
1 

Small wind electric Systems 
694.64 

Switchboard, stage 520.27(B), 

520.53(H)(2), 520.53(0) 
Uninsulated, where permitted 
230.22 Ex., 230.30 Ex., 
230.41 Ex., 250.140 
Ex., 338.10(B)(2) 
Neutral systems, high-impedance 
grounded see High- 
impedance grounded 
neutral Systems 
Nightclubs Art. 518 
Nipples, conduit see Conduit 


Splices and taps 382.56 
Supporting and securing 382.30 
Uses not permitted 382.12 
Uses permitted 382.10 
Nonmetallic-sheathed cable 

(Types NM, NMC, and 
NMS) Art. 334 
Accessible attics 334.23 
Ampacity 334.80 
Bends 334.24 
Boxes and fittings 334.40 
Conductors 334.104 
Construction 334-in 
Definition 334.2 
Devices of insulating material 
334.40(B) 

Devices with integral enclosures 
334.40(C) 



Equipment, grounding to 
250.142 

Feeder load 220.61 
Floating buildings, conductors in 
553.9 
Grounding of 

AC Systems 250.4, 250.24, 
250.26, 250.34, 250.36 
DC Systems 250.4, 250.34, 
250.36, 250.162(B) 
High-voltage Systems 250.182 
through 250.186 
Identification Art. 200 
Messenger supported wiring 
396.30(B) 


Fiat conductors 382.104 
Listing 382.6 
Securing and supporting 
382.30(B) 

Uses permitted 382.10 
Construction specifications 382- 
III 

Definition 382.2 
Devices 382.42 
Exposed 382.10(B), 382.15 
Fiat conductors 382.104 
Installation 382-11 
Insulation 382.112 
Listing requirements 382.6 
Marking 382.120 


ways, nonmetallrc 

Nonpower-limited control circuits 

Amusement attractions 
522.10(B) 

Nonpower-limited fire alarm cir¬ 
cuits (NPLFA) see Fire 
alarm systems, 
Nonpower-limited cir- 

Nontamperable 

Circuit breakers 240.82 
Type S fuses 240.54(D) 

Number of Services 230.2 
Disconnecting means 230.71, 
250.64(D) 


Service-entrance conductor sets 

230.40 
Nurses’ stations 

Definition 517.2 

Nursing homes; see also Health 
care facilities 
Definition 517.2 
Essential electrical systems 

517.40 


-o- 

Occupancy, lighting loads 220.12, 
Table 220.12 

Office furnishings Art. 605 
General 605.2 
Lighting accessories 605.5 
Partitions 

Fixed-type 605.6 
Freestanding type 605.7, 
605.8 

Interconnections 605.4 
Wireways 605.3 

Official interpretations see For¬ 
mal interpretations 
Oil (filled) cutouts 490.21(D) 
Definition 100—II 
Oil-filled equipment 490.3; see 
also Transformers, oil- 
insulated 

Oil immersion 500.7(1) 

Definition 500.2 
Oil-insulated transformers see 

Transformers 

On-site power production facility 

695.3(A) 

Definition 695.2 
On-site standby generator 

695.3(B)(2), 695.3(D), 
695.4(B), 695.6(C) Ex. 

Definition 695.2 

Openings in equipment to be 
closed 110.12(A), 
312.5(A), 314.17(A) 
Open wiring on insulators Art. 

398 

Accessible attics 398.23 
Clearances 398.19 
Conductors, types permitted 
398.104 

Construction specifications 398- 
IH 

Definition 398.2 
Devices 398.42 
Exposed work 398.15 
Flexible nonmetallic tubing 
398.15(A) 

Installation 398-11 
Securing and supporting 398.30 
Through or parallel to framing 
members 398.17 
Uses not permitted 398.12 
Uses permitted 398.10 
Operable, externally 
Definition 100-1 
Operating device 
Definition 620.2 
Operating rooms, hospital 
517-IV 

Emergency lighting system Art. 
700 
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Overcurrent protection 


Optical fiber cables Art. 770 
Abandoned cables 770.25 
Definition 770.2 
Access to electrical equipment 
770.21 

Applications of listed cables and 
raceways 770.154 
Within buildings 770-in, 
770.100, 770-V 
Composite cables 770.3(B) 
Definition 770.2 
Conductive cable 770.48(A) 
Definition 770.2 
Definitions 770.2 
Grounding 770.93, 770-IV, 
770.114, 840.93(A), 
840.100 

Installation 770-V 
Listing 770.113(A), 770-VI, 
840.170(B) 

Location 505.9(F), 770.3(A) 
Marking Table 770.179 
Mechanical execution of work 

770.24 

Nonconductive cable 770.48, 
770.110(B)(2) 

Definition 770.2 
Outside and entering buildings 
770-B 

Premises-powered broadband 

connnunication Systems 
Art. 840 

Protection 770-III 
Raceway system 770.3, 770.12, 
770.26, 770.110, 
770.154, 770.182, 
840.110 

Definition 770.2 
Substitution cables 770.154 
Optical network terminal (ONT) 
840.1, 840.93(C), 840- 
IV, 840.113, 840.170 
Definition 840.2 
Optional standby Systems A 
702 

Capacity and rating 702.4 
Circuit wiring 702-11 
Definition 702.2 
Grounding 702.7(B), 702.11 
Portable generator grounding 
702.11 
Signáis 702.6 
Signs 702.7 

Transfer equipment 702.5 

Organs 

Electronic 640.1 
Pipe Art. 650 
Conductors 650.6 
Grounding 250.112(B), 650.4 
Installation of conductors 

650.7 

Overcurrent protection 650.8 
Source of energy 650.4 
Outdoor overhead conductors 

over 600 volts Art. 399 
Definition 399.2 
Support 399.30 
Uses not permitted 399.12 
Uses permitted 399.10 
Outdoor receptacles 210.8(A)(3), 
210.52(E), 406.9, 
680.22(A), 680.32 


Outlet boxes see Boxes 
Outlets 

Appliance 210.50(C) 
Communications circuits 
800.156 
Definition 100-1 
Discontinued 

Cellular concrete floor race¬ 
ways 372.13 

Cellular metal floor raceways 

374.7 

Underfloor raceways 390.8 
Heating, air-conditioning, and 
refrigeration equipment 
210.63, 550.12(D) 
Laundry see Laundry 
Lighting see Lighting outlets 
Loads 220.14 

Multioutlet assembly see Multi- 
outlet assembly 
Outdoor 550.20, 551.53(C), 
552.41(E), 552.59 

Power 

Definition 100-1 
Receptacle 210.50 

Definition 100-1 

Dwellings, where required 
210.52 

Required 210-IH 
Vacuum assembly, central 
422.15 

Outlet spacing, dwelling 
board heaters' 

Outline lighting A 

Signs 

Bonding 61 IU.7(B>, 600.33(1 
Branch o^|I^^^M4(F), f 


tovoltaic Systems 
690.1, 690.4, 690.6(B), 
690.7, 690.8, 690.31(E), 
690.35 

Definition 690.2, 690.85 

Outside branch circuits and feed- 

ers Art. 225 

Calculation of load 225.8 

Branch circuits 220-1, 220-11, 
225.8(A) 

Feeders 220-111, 225.8(B) 
Circuit entrances and exits, 
buildings 225.11 
Conductors 
Clearance 

From buildings 225.19, 
225.61 

From ground 225.18, 
225.60 

Covering 225.4 
Size 225.5, 225.6, 225.50 
Disconnection 225.31, 225.51, 
225.52 



Lighting equipment installed 
outdoors 225.7 
Location of outdoor lamps 

225.25 

Mechanical protection 225.20 
More than one building or struc- 
ture 225-B 

Access to occupants 225.35 
Access to overcurrent protec- 
tive devices 225.40 
Disconnect 

Construction 225.38 
Disconnecting means 
225.31 

Grouping of 225.34 
Location of 225.32 
Máximum number 225.33 
Rating of 225.39 
Suitable for Service equip- 
22L36 

Identification i 


ists 225.17 

conductors 225.12 
luildings 225.15 

225.26 

buildings 225.10 
OutsiflE of buildings 

Separately derived Systems 
250.30(C) 

Services considered 230.6 
Ovens, wall-mounted; see also 
Cooking umt, counter- 
mounted; Ranges 
Branch circuits 210.19(A)(3), 
210.23(C), 220.55, 
Table 220.55 Note 4 
Connections 422.16(B)(3), 

422.31(B) 

Demand factors and loads Table 
220.55 

Feeders, calculation of load 
220.82(B)(3) 

Grounding 250.140 
Overcurrent 
Definition 100-1 
Overcurrent devices; see also 

Overcurrent protection 
Branch Circuit 240.24(B)(2) 
Definition 100-1 
Enclosed 230.208(B), 312.8 
Solar photovoltaic systems 
690.8(B) 

Standard 240.6 

Overcurrent protection Art. 240 
Air-conditioning and refrigerat- 
ing equipment 440-III 
Amusement attractions 522.23 
Appliances 422.11 
Auxiliary gutters 366.56(D) 
Branch circuits 210.20, 240.4, 
250.32(B)(2), 
250.32(C)(2) 

Busways 368.17 


Capacitors 460.8(B), 460.25 
Circuit breakers 240-VII 
Circuits, remóte control, signal- 
ing, and power-limited 
Class 1 systems 725.43 
Class 2 and Class 3 systems 
Chap. 9, Tables 11 (A) 
and 11(B) 

Communications systems see 
Communications cir¬ 
cuits, protection 
Conductors see Conductors 
Cords, flexible and tinsel 240.5, 
400.13 

Cord sets, extensión 240.5 
Cranes and hoists 610-V 
Critical operations power Sys¬ 
tems 708-IV 
Current-limiting 
Definition 240.2 
Disconnecting and guarding 
240-IV 

Electric pipeline, vessel heating 
equipment 427.57 
Electric space-heating equipment 
424.22 

Electric vehicle supply equip¬ 
ment 625.21 

Electroplating systems 669.9 
Elevators, dumbwaiters, escala- 
tors, moving walks, 
platform lifts, stairway 
chairlifts 620-V1I 
Emergency systems 700-VI 
Enclosures 230.208(B), 240-BI, 

312.8 

Exciters 445.12(A) 

Feeders 215.3, 250.32(B)(2), 
250.32(0(2) 

Feeder taps 240.21, 240.92, 
430.28 

Fire alarm systems 760.43, 

760.45, Chap. 9, Tables 
12(A) and 12(B) 

Fire pumps 230.90(A) Ex. 4, 
430.31 IN, 695.4(B), 
695.5(B), 695.5(C) 
Fixture wires 240.5, 402.12 
Flexible cords see Cords, flex¬ 
ible 

Fuel cell systems 692.8, 692.9 
Fuses and fuseholders 240.8, 

240-V, 240-VI, 404.17 
Generators 445.12 
Induction and dielectric heating 
equipment 665.11 
Industrial control panels 409.21 
Industrial installations, super- 
vised 240-VIB 
Industrial machinery 670.4(0 
Instrumentation tray cable (Type 
ITC) 727.9 

Integrated electrical systems 
685.10 

Interconnected electric power 
production sources 
705.30 

Generators 705.130 
Utüity-interactive inverters 
705.65 

Legally required standby Sys¬ 
tems 701-IV 
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Lighting track 410.153 
Location 230.91, 230.92, 

240.92, 240-11 
Mobile home 550.11 
Motion picture and televisión 
studios 530.18, 530.63 
Motors see Motors 
Múltiple fuses and Circuit break- 
ers (in parallel) 240.8, 
404.17 

Occupant access to 240.24(B) 
Organs 650.8 

Over 600 volts 110.52, 240-IX, 
460.25, 490.52 
Panelboards 408.2, 408.36, 

408.52, 408.54, 408.55 
Ex.l 

Paralleled fuses and Circuit 

breakers 240.8, 404.17 
Park trailers 552.10(E) 

Phase converters 455.7 
Recreational vehicle parks 
551.74 

Recreational vehicles 551-IV, 

551.43, 551.45 
Remote-control circuits 

240.4(G), 725.41(A)(2), 

725.43, 725.45, Chap. 9, 
Tables 11 (A) and 11(B) 

Sensitive electronic equipment 
647.4(A) 

Services 

Equipment 230-VII 
Over 600 volts 230.208 
Small wind electric Systems 
694.12(B), 694.15 
Solar photovoltaic Systems 
690.4(G), 690.6(E), 
690.9, 690.35(B) 

Storage battery prime movers 
480.4 

Supervised industrial installa- 
tions 240-VIII 
Supplementary 240.10 
Definition 100-1 
Switchboards 408.2 
Televisión smdios see Motion 
picture and televisión 
studios 

Theaters, stage switchboards 
520.23, 520.25(A), 
520.50(C), 520.52, 
520.62(B) 

Transformers 450.3, 450.4(A), 
450.5(A)(2), 

450.5(B)(2), 450.6(B) 
Vertical position, enclosures 
240.33 

Welders, electric 630.12(B), 
630.32(B) 

X-ray equipment 517.73, 660.6 
Overhead gantry 626.23 
Definition 626.2 
Overhead Service conductors 
230-H, 800.44 
Clearances 230.24 
Definition 100-1 
Insulation or covering 230.22 
Location 230.54 
Means of attachment 230.27 
Mínimum size 230.23 


Point of attachment 230.26, 
230.28 

Supports over buildings 230.29 
Overhead spans 225.6(A) 
Overload 

Definition 100-1 
Protection; see also Overcurrent 
protection 

Cranes and hoists 610.43 
Fire pumps 695.6(C) 

Motors, motor circuits, and 
controllers 430-III, 
430.55, 430.225(B), 
460.9, 610.43(A) to (C), 
620.61(B) 

Over 600 volts Art. 490 
Ampacity 310.15, 310.60, 
392.80(B) 

Bending 300.34 
Bonding 490.74 

Boxes, pulí and junction 314-IV 
Busways 368-IV 
Capacitors 460-n 
Circuit breakers see Circuit 
breakers 

Circuit conductors 110.36 
Circuit interrupting devices 
490.21 

Conductors 110-ffl, 300.39 
Conduit bodies 314-IV 
Definitions 100-11, 490.2 
Distribution cutouts 490.21(C)^ 
Electrode-type boilers 490-V 
Bonding 490.74 
Branch Circuit requirements 
490.72 
Electrical si 
490.71 


5t of devices in 
(Knblies 490.31 
Circuit breaker locking 
490.46 

Circuit breakers — interlocks 
490.45 

Clearance for cable conduc¬ 
tors entering enclosure 
490.34 

Door stops and cover plates 
490.38 

Enclosed equipment 110.31, 
490-m 

Fused interrupter switches 
490.44 

Gas discharge from interrupt- 
ing devices 490.39 
General 490.30 
Grounding 490.36, 490.37 
Guarding 490.32, 490.33 
Inspection Windows 490.40 
Interlocks — interrupter 

switches 490.42, 490.45 


Location of industrial control 
equipment 490.41 
Service equipment 490.47 
Stored energy for opening 
490.43 

Enclosure for electrical installa- 
tions 110.31, 490-HI 
Enclosures, handhole 314-IV 
Equipment Art. 490 
Fuel cell Systems 692-VIII 
Fuses and fuseholders 490.21(B) 
Grounding Art. 250, 490.36, 
490.37 

Headroom above working 
spaces 110.32 

Illumination of working spaces 
110.34(D) 

Indoor installations 110.31(B) 
Insulation shielding 300.40 
Isolating means 490.22 
Load interrupters 490.2J 
Mobile and portable^T 
490-IV Á 
Collector riiu| 

Enclosures^ 

General 

^fage cables for m 
nply 490.56 

grcurrenl^Éiection 490.52 ' 
Ronnections to 
e machines 490.55 
Moisture^^dianical protection, 
^athed cables 

it and cutouts 
(^490.21(D) 

Putdoor installations 110.31(C) 
Putdoor overhead conductors 
Art. 399 
Htside branch circuits and 
feeders 225-BI 
Overcurrent protection 110.52, 
240-IX, 460.25, 490.52 
Portable cables 400.36 
Protection of equipment 
110.34(F) 

Resistors and reactors 470-11 
Separation 490.24, Table 490.24 
Services 230-VIII 
Shielding solid dielectric- 

insulated conductors 
310.10(E) 

Small wind electric Systems 
694-IX 

Solar photovoltaic systems 
690-IX 

Temporary Art. 590 
Tray installations Art. 392 
Tunnel installation 110-IV 
Voltage regulators 490.23 
Wiring methods 300-11, Table 
300.50 


-P- 

Panel, solar photovoltaic systems 

Definition 690.2 
Panelboards Art. 408 

Are-flash hazard waming 110.16 
Bonding 408.40, 517.14, 
517.19(D) 

Circuit directory 408.4 


Component parts 408.53 
Damp or wet locations 408.37 
Definition 100-1 
Distribution 550.10(B), 550.11, 

551.45, 551.54(B), 

552.45, 552.55(B) 
Definition 550.2, 551.2 

Enclosure 408.38 
General 408.30 
Grounded conductor termina- 
tions 408.41 

Grounding 408.40, 517.19(D) 
Installation 110.26(E) 

Marking 408.58 
Overcurrent protection 408.36, 
408.52, 408.54, 408.55 
Ex. 1 

Relative arrangement of 

switches and fuses 
408.39 

Sensitive electronic equipment 
647.4(A) 

Service equipment 408.3(C), 
408.36 Ex. 1, 408.36 
Ex. 3 

Spacing, mínimum 408.56 
Support for busbars and conduc¬ 
tors 408.3 

Wire-bending space 408.55 
Working spaces about 110.26 

Pans, fixture 410.23 

Paralleled 

Altérnate sources Art. 705 
Circuit breakers and fuses 240.8, 
404.17 

Conductors see Conductors, 
paralleled 

Elevators, dumbwaiters, escala- 
tors, moving walks 
620.12(A)(1) 

Power production sources Art. 
705 

Park trailers Art. 552; see also 
Mobile homes; Recre¬ 
ational vehicles 

Appliance accessibility and fas- 
tening 552.58 
Bonding 552.57 
Branch circuits 552.46 
Calculations 552.47 
Combination electrical systems 
552.20 

Conductors and boxes 552.48, 
552.49 

Connection of termináis and 
splices 552.51 
Cord 552.43(B), 552.44 
Definition 552.2 
Distribution panelboard 552.45, 
552.55(B) 

Grounded conductors 552.50 
Ground-fault Circuit interrupters 
552.41 (C) 

Grounding 552.55, 552.56 
Low-voltage systems 552.10, 
552.60(B) 

Luminaires 552.10(G), 552.54, 
552.59 

Nominal 120- or 120/240-volt 
systems 552.60(A), 
552-IV 
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Premises Communications circuits 


Outdoor outlets, fixtures, equip- 
ment 552.41(E), 552.59 
Power supply 552.43 
Receptacle outlets required 
552.41, 552.53 
Switches 552.52 
Tests, factory 552.60 
Wiring methods 552.48 
Parts see specific type such as 
Live parís 

Part-winding motors 430.4 
Code letter markings 
430.7(B)(5) 

Conductors 430.22(D) 

Patching tables, motion picture 
530-IV 

Path, ground-fault current 

250.4(A)(5) 

Definition 250.2 

Path, grounding 250.28 
Patient bed location 517.18(B), 
517.19 

Definition 517.2 

Patient care areas 517.13, 517.80; 
see also Health care 
facilities 
Definition 517.2 
Patient care vicinity 
Definition 517.2 
Pediatric locations 517.18(C) 
Pendant conductors, lamps 
410.54 

Pendants 

Aircraft hangars 513.7(B), 

513.16(B)(1) 
Anesthetizing locations 

517.61(8X3) Ex. 2, 
517.61(C)(1) Ex. 
Bathrooms 410.10(D) 

Clothes closets 410.16(B) 
Connector, cord 210.50(A) 
Dressing rooms, theater 520.71 
Flexible cord 314.25(0, Table 
400.4, 400.7(A)(1) 
Garages, commercial 
511.7(A)(2), 
511.16(B)(1) 

Hazardous (classified) loca 
501.130(A)(3), 
501.130(B)(3), 
502.130(A)(3), 
502.130(B)(4), 
503.130(0, 511.7(A)(2) 
Mobile homes 550.14(0 
Performance area 
Definition 520.2 
Periodic duty 
Definition 100-1 
Permanent plaque or directory 
225.37, 230.2(E), 

705.10 

Permission, special 

Definition 100-1 
Permissive rules 90.5(B) 

Person, qualified 
Definition 100-1 
Phase converters Art. 455 
Capacitors 455.23 
Conductors 455.6 
Connection of single-phase 
loads 455.9 
Definition 455.2 


Different types of 455-11 
Disconnecting means 455.8, 
455.20 

Equipment grounding connec¬ 
tion 455.5 
Marking 455.4 
Overcurrent protection 455.7 
Power interruption 455.22 
Rotary 

Definition 455.2 
Start-up 455.21 
Static 

Definition 455.2 
Terminal housings 455.10 
Photovoltaic Systems see Solar 
photovoltaic Systems 
Physical damage see Protection, 
physical damage 
Pipe, gas see Gas pipe 
Pipe electrodes 250.30(A)(4), 
250.30(A)(8), 
250.52(A)(1), 
250.52(A)(5), 250.53, 
250.66(A), 250.68(C), 
250.70 
Pipe heating 

Cable outlet, mobile home 
550.13(E) 

Cord-and-plug connected as 
bly 422.50 
Pipeline; see also Fixed electric 
heating equipraí 
pipelines and v\ 
Definition 427.2 
Pipe organs see Organs 


Plugging boxes, motion picture 
studios 530.14, 
530.18(E) 

Definition 530.2 

Plugs, attachment see Attachment 
plugs 

Point of common coupling 692.2 
Definition 705.2 
Point of entrance 

Definition 800.2, 820.2, 830.2 
Polarization 

Appliances 422.40 
Connections 200.11 
Luminaires 410.50 
Plugs, receptacles, and connec- 
tors 200.10(B) 

Portable handlamps 410.82(A) 
Receptacle adapters 
406.10(B)(3) 

Screw-shell-typelampholders 


luminaires 
.30(B), 410.64 

Swimming pools, 
untains, and similar 
Itallations 



:s 250.52(A)(7), 
ñ0.53, 250.66(A) 
riifts see Elevators, 
dumbwaiters, escalators, 
moving walks, platform 
lifts, and stairway chair- 
lifts 

Plenums 300.22 
Definition 100-1 
Wiring in 300.22 
CATV coaxial cable 
820.110(A)(2), 
820.113(C), Table 
820.154(a), 820.179(A) 
Communications circuits 
Table 800.154(a), 
800.179(A), 800.182(A) 
Network-powered broadband 
Communications cables 
830.113(C), Table 
830.154(a), 
830.179(A)(2), 
830.179(B)(3) 

Pliable raceways see Raceways, 
pliable 


Definition 520.2 
Disconnecting means 517.17(C) 
Double insulation 250.114 Ex. 
Generators 250.34 
Grounding 250.114, 250.138 
Conductor size 250.122, 

Table 250.122 
High-voltage equipment 
250.188, 250.190 
Stage and studio 520.5(B), 
520-V, 530.6 
X-ray 660.4(B), 660.21 
Definition 660.2 
Portable handlamps 410.82 
Portable luminaires 410.82, 

513.10(E)(1), 515.7(C), 
516.4(D) 

Flexible cords for Table 400.4, 
400.7 

Handlamps 410.82 
Hazardous (classified) locations 
501.130(B)(4), 
502.130(B)(1), 
503.130(D), 511.4(B)(2) 
Live parts 410.5 
Motion picture studios, in 
530.16 


400.11 Ex. 2 

Portable power distribution u 

520.62, 525.22 
Definition 520.2 


Portable switchboards, theater 
stages 520-IV 

Portable wiring, motion picture 
studios 530.12 

Positive-pressure ventilation 

500.7(D), 501.125(A), 
505.8(B), 506.8(B) 
Power, emergency Systems see 
Emergency systems 
Power and control tray cable 
(TVpe TC) Art. 336 
Ampacity 336.80 
Bends 336.24 
Conductors 336.104 
Construction specifications 336- 

in 

Definition 336.2 
Installation 336-11 
Jacket 336.116 
Marking 336.120 
Uses not permitted 336.12 
Uses permitted 336.10 
Power factor 

Definition Annex D 
Power-limited circuits see 

Remote-control, signal- 
ing, and power-limited 
circuits 

Power-limited control circuits 

Amusement attractions 
522.10(A) 

Power-limited fire alarm Circuit 
(PLFA) see Fire alarm 
systems, Power-limited 

Power-limited tray cable (Type 
PLTC) 725.154, 
725.154(D)(1) 

Class I, División 2 locations 
501.10(B)(1) 

Marking 310.120, 725.179(E) 
Power outlet see Outlets, power 
Power production sources see 
Interconnected electric 
power production 
sources 

Power source, altérnate 517.34, 
551.33 

Definition 517.2 

Power supply 

Information technology equip¬ 
ment 645.5 
Mobile homes 550.10 
Supervisory control and data 
acquisition (SCADA) 
Annex G 

Power-supply assembly 

Electrified truck parking spaces 
626.25 

Recreational vehicles 551.44, 
551.46 

Definition 551.2 

Preassembled cable in nonmetal- 
lic conduit see Nonme- 
tallic underground con¬ 
duit with conductors 

Premises 

Definition 800.2, 820.2 
Premises Communications circuits 
840.170(C) 

Definition 840.2 
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Premises-powered broadband communication Systems 
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Premises-powered broadband 
communication Sys¬ 
tems Art. 840 

Access to electrical equipment 
behind panels 840.21 
Cables outside and entering 
buildings 840-11 
Definitions 840.2 
Grounding methods 840.93, 
840-IV 

Installation within buildings 
840-V 

Listing 840.113, 840.154, 

840-VI 

Protection 840-III 
Underground circuits entering 
buildings 840.47 

Premises wiring (system) 
Definition 100-1 

Pressure (solderless) connectors 

250.8(3), 250.70 
Definition 100-1 

Prevention of fire spread see Fire 

Product safety standards Annex 
A 

Projector rooms, motion picture 

Art. 540 

Audio signal equipment 540.50, 
540-IV 

Definitions 540.2 
Projectors, nonprofessional 540- 
ffl 

Definition 540.2 
Listing 540.32 
Projection rooms 540.31 
Projectors, professional type 
540-H 

Conductor size 540.13 
Conductors on hot equipment 
540.14 

Definition 540.2 
Flexible cords 540.15 
Listing 540.20 

Location of equipment 540.11 
Marking 540.21 
Projector room 540.10 
Work space 540.12 

Proscenium 
Definition 520.2 

Protection 

Combustible material, appli- 
ances 422.17 

Communications Systems see 

Communications circuits 
Corrosión 

Aluminum metal equipment 
300.6(B) 

Boxes, metal 312.10(A), 
314.40(A), 314.72(A) 
Cable trays 392.10(D), 
392.100(C) 

Conductors 310.10(G) 
Deicing, snow-melting equip¬ 
ment 426.26, 426.43 
Electrical metallic tubing 
358.10(B) 

Fiat conductor cable 324.101 
General equipment 300.6 
Intermedíate metal conduit 
342.10(B) and (D) 
Metal-ciad cable 330.116 


Metal equipment 300.6(A) 
and (B), 312.10(A) 
Mineral-insulated metal- 
sheathed cable 332.12 
Rigid metal conduit 

344.10(B) and (D) 
Strut-type channel raceways 
384.100(B) 

Underfloor raceways 390.3(B) 
Ground fault see Ground-fault 
protection 

Ground fault Circuit interrupter 
see Ground-fault Circuit 
interrupters 

Hazardous (classified) locations 
500.7, 505.8, 506.8 
Liquids, motors 430.11 
Live parts 110.27, 445.14, 
450.8(C) 

Luminaires and lamps, conduc¬ 
tors and insulation for 
410.56 

Motor overload 430.55, 

430.225(B), 430-ffl 
Motor overtemperature 430.126 
Overcurrent see Overcurrent 
protection 

Overload see Overload 
Physical damage 

Agricultural buildings, wiring 
in 547.5(E) 

Armored cable 320.12, 

320.15 

Audio signal processing, an 
plification, and repro- 
duction ~ 

640.45 
Busways 3( 


NeraBrk-powered broad¬ 
band Communications 
cable 830.3(E), 
830.44(I)(4), 830.47(C), 
830.100(A)(6) 

Optical fiber cables 
770.100(A)(5) 

Radio and televisión re- 
ceiving station 
810.21(D) 

Cords, flexible 400.8(7), 
400.14, 640.45 

Critical operations power Sys¬ 
tems 708.10(C)(1) 

Electrical metallic tubing 
358.12(1) 

Electrical nonmetallic tubing 
362.12(9) 

Electric signs 600.33(C), 
600.41(D) 

Emergency system 
517.30(0(3) 



Fiat cable assemblies 
322.10(3) 

Flexible metal conduit 
348.12(7) 

Information technology 
equipment cables 
645.5(D) 

Lamps, electric discharge 
lighting 410.145 
Lighting track 410.151(C)(1) 
Liquidtight flexible metal 
conduit 350.12(1) 
Liquidtight flexible nonmetal¬ 
lic conduit 356.12(1) 
Luminaires 410.10(E), 
501.130(A)(2), 
501.130(B)(2), 
502.130(A)(2), 
502.130(B)(3) 
Metal-ciad ce 
330.12 

Mineral-insulat^ 
sheathed 


(C), 240.30(A) 
■aySM00.5(D)(4), 
300.50(B) 

Recreational vehicle outdoor 
under-chassis wiring 
551.47(N) 

Recreational vehicle park 
underground branch 
circuits and feeders 
551.80(B) 

Reinforcing thermosetting 
resin conduit 355.12(C) 
Remote-control circuits 
725.31(B) 

Resistors and reactors 
470.18(A) 

Rigid polyvinyl chloride con¬ 
duit 352.12(C) 
Service-entrance cable 
338.12(A)(1) 

Service-entrance conductors 
230.50 

Service-lateral conductors 
230.32 

Space-heating systems 
424.12(A) 

Surface raceways 386.12(1), 
388.12(2) 

Switchboards, theater 
520.53(L) 

Transformers 450.8(A) 

UF cable 340.12(10) 
Underground installations 
230.32, 230.50(A), 
300.5(D) and (J) 
Wireways 376.12(1), 
378.12(1) 


Thermal protection see Ther- 

mally protected (thermal 
protection) 

Protective devices see Arc-fault 
Circuit interrupters; Cir¬ 
cuit breakers; Fuses; 
Ground-fault Circuit in- 
terrupters; Overcurrent 
protection 

Protective equipment see Guard- 
ing, guards 

Protector, Communications Sys¬ 
tems see Communica¬ 
tions circuits 

Public address systems Art. 640 

Public assembly places Art. 518 
Emergency lighting system Art. 
700 

Pulí boxes; see also Boxes; Junc- 
tion boxes 
Accessibility 314.29 
Construction specifications 
314.72, 314-III 
Gutters, auxiliary, used as 
366.58(B) 

Multioutlet assemblies used as 
380.23(B) 

Nonmetallic wireways used as 
378.23(B) 

Over 600 volts 314-IV 
Sizes 

4 AWG and larger conductors 
314.28(A) 

6 AWG and smaller conduc¬ 
tors 314.16(C)(1) 

Over 600 volts 314.71 

Pumps; see also Fire pumps 
Grounding, water pumps 

250.112(L), 250.112(M) 

Pool 

Double insulated 680.21(B), 
680.31 

Storable pools 680.31 

Purged and pressurized 500.7(D) 
Definition 500.2 


-Q- 

Qualifled person see Person, 
qualified 


-R- 

Raceways 

Bonding 250-V, 501.30(A), 

502.30(A), 503.30(A), 
505.25(A) 

Busways see Busways 
Cable trays, supported by 
392.18(G) 

CATV coaxial cable 820.110, 
820.133, 820.154 
Cellular concrete floor see Cel- 
lular concrete floor race- 

Cellular metal floor see Cellular 
metal floor raceways 

800.110, 800.133(A)(1), 
800.154, 800.182 
Definition 800.2 
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Recreational vehicle parks 


Conductors in Service 230.7 
Continuity 300.10, 300.12 
Cords, flexible, installed in 
400.14 

Definition 100-1 
Drainage 225.22, 230.53 
Electrical metallic tubing (Type 
EMT) see Electrical 
metallic tubing (Type 
EMT) 

Electrical nonmetallic tubing 

(Type ENT) see Electri¬ 
cal nonmetallic tubing 
(Type ENT) 

Emergency circuits, independent 
700.10(B) 

Equipment grounding conductor 
installation 250.120(A) 
Expansión joints 250.98, 

300.4(H), 300.7(B), 
352.44, 355.44 
Exposed to different tempera- 
tures 300.7 

Fixed outdoor electric deicing 
and snow-melting 
equipment 426.22(B) 
Flexible metal conduit (Type 
EMC) see Flexible 
metal conduit (Type 
EMC) 

Flexible metallic tubing (Type 
EMT) see Flexible me¬ 
tallic tubing (Type 
FMT) 

Grounding 250.132, 250-IV 
Short sections 250.86 Ex. 2, 
250.132 

Induced currents 300.20 
Installed in grooves 300.4(F) 
Insulating bushings 300.4(G), 
300.16(B) 

Intermedíate metal conduit 
(Type IMC) see Injg 
medíate metal ci 
(Type IMC) 

Intrinsically safe Systems 
504.50(A) 

Liquidtight flexible metal c 
duit (Type LFMC) s< 
Liquidtight flexible 
metal conduit (Type 
LFMC) 

Liquidtight flexible nonmetallic 
conduit (Type LFNC) 
see Liquidtight flexible 
nonmetalhc conduit 
(Type LFNC) 
Luminaires (fixtures) 

Poles used as raceway 
410.30(B), 410.64 
Supported by raceway fittings 
410.36(E) 

Manufactured wiring Systems 
604.6(A)(5) 

Network-powered broadband 
commumcanons cables 
830.110, 830.113 
Number of conductors 300.17; 
see also Conductor fill 


Optical fiber cable 770.3, 

770.12, 770.26, 

770.110, 770.154, 
770.182, 840.110 
Definition 770.2 
Pliable 362.2 

Premises-powered broadband 

Communications Systems 
840.110 

Rigid metal conduit (Type 

RMC) see Rigid metal 
conduit (Type RMC) 
Rigid polyvinyl conduit (Type 
PVC) see Rigid polyvi¬ 
nyl chloride conduit 
(Type PVC) 

Seal 225.27, 230.8, 300.7(A), 
300.50(F) 

Secured 300.11(A) 

Service see Service raceways 
Signaling Class I circuits 
725.48, 725.51 

Strut-type channel see Strut-type 
channel raceway 
Support for nonelectrical equip¬ 
ment 300.11(B) 
Supporting conductors, vertical 
300.19 

Support of 392.18(G) 

Surface metal see Surface metal 
raceways 

Surface nonmetallic í 
nonmetallic r: 

Underfloor see Underfl<J 
ways 

Undergroun^25^7, 300.^ 


Wi H 

^^iisüL. 

panels and radi- 
Jing sets si 

Epment 

levision equipment 

also Com- 
ünity antenna televi- 
i and radio distribu- 
(CATV) Systems 
transmitting and re- 
ceiving stations 810-UI 
Community televisión antenna 
810.4 

Interior installation — transmit¬ 
ting stations 810-IV 
Noise suppressors 810.5 
Receiving equipment — antenna 
Systems 810-11 

Radiographic equipment see 
X-ray equipment 

Railway conductors, power and 
light 110.19 

Rainproof 

Definition 100-1 

Raintight 

Definition 100-1 

Ranges 422.16(B)(3), 422.33(B); 

see also Cooking unit, 
counter-mounted; Ov- 
ens, wall-mounted 
Branch circuits 210.19(A)(3) 


Calculation of load 220.55, 
Table 220.55 
Conductors 210.19 
Máximum load 220.18 
Feeders, calculation of load 
220.40, 220.82(B)(3) 
Grounding 250.140 
Hoods, cord-and-plug connected 
422.16(B)(4) 

Loads, demand factors and 
Table 220.55 
Mobile homes 550.15(E), 

550.16(A), 550.16(B)(3) 
Receptacles 250.140 Ex. 

Rated load current 440.4(A) 
Definition 440.2 
Rated power 
Definition 694.2 

Reactors see Resistors and reac- 


uetal conduits 

^42.28^^8, 358.28 
Jfelectrodes 25s 
250.52(A)(3)'^ 
iceptaclei cord connectoi 

_Tod attachment plugs 
^(caps) Art. 406 
Hhetizing locations 
k 517.64(F) 

ts 210.52 
¿onfigUPlons 550.10(C), 

y 551.46(C), 552.44(C) 
CnWal branch 517.33(A) 
Definition 100-1 
Disconnecting means 422.33, 
440.63 

Electric vehicle charging equip¬ 
ment 511.10(B) 
Electrified truck parking space 
supply equipment 
626.24(B), 626.25(B), 
626.31(C) 

Faceplates 406.5, 406.6, 
406.9(E) 

GFCI protection see Ground- 

fault Circuit intermpters 
Grounding type 250.130(C), 
250.146, 406.4(A), 
406.10, 406.11, 517.13, 
517.19(G) 

Hazardous (classified) locations 
501.145, 502.145, 
503.145 

Health care facilities 517.13, 
517.18, 517.19, 
517.60(0(2), 
517.61(A)(5), 
517.61(B)(5), 517.61(C) 
Insulated grounded termináis 
250.146(D), 517.16 
Less than 50 volts 720.6, 720.7 
Manufactured wiring Systems 
604.6(0 

Marinas and boatyards 555.19 
Máximum cord-and-plug- 
connected load to 
210.21(B)(2), Table 
210.21(B)(2), 210.23 
Mínimum ratings 406.3(B) 


Mobile homes 550.13 
Motors 430.109(F) 

Mounting 406.5, 406.9(E) 
Nongrounding-type, replacement 
250.130(C), 406.4(D)(2) 
Noninterchangeable 406.4(F), 
406.8 

Nonmetallic extensions 382.42 
Outdoor see Outdoor receptacles 
Outlets 210.50 
Definition 100-1 
Dwellings, where required 
210.52 

Loads 220.14 

Patient bed location 517.18(B), 
517.19(B) 

Ratings for various size circuits 
210.21(B)(3), Table 
210.21(B)(3) 

Recreational vehicles 551.52 
Replacement 406.4(D) 

Selected, health care facilities 
517.33(A) 

Definition 517.2 
Sensitive electronic equipment 
647.7 

Showcases, wall cases 
410.59(B) 

Show Windows, in 210.62 
Stages and sets 530.21 
Swimming pools 680.22(A), 
680.32, 680.34, 
680.43(A), 680.62(E) 
Tamper-resistant 406.12 
Child care facilities 406.14 
Dwelling units 406.12 
Guest rooms and suites 
406.13 

Replacements 406.4(D)(5) 
Temporary installations 

590.4(D), 590.6(A) 
Termináis, identification 
200.10(B) 

Theaters 520.45 
Voltages between adjacent de- 
vices 406.5(G) 

Weather-resistant 406.4(D)(6), 
406.9(A) 

Wind electric Systems, small 
694.7(E) 

Recessed luminaires 410-X, 
410-XI 

Clearances, installation 410.116 
Construction 410-XI 
As raceways 410.64 
Temperatures 410.115 
Wiring 410.117 
Recording Systems Art. 640 
Recreational areas, and dining 
essential electrical Sys¬ 
tems, health care facil- 
ity 517.42(E) 

Recreational vehicle parks 
551-VI 

Calculated load 551.73 

Demand factors Table 551.73 
Definitions 551.2 
Disconnecting means 551.77(B) 
Distribution System 551.72 
Grounding 551.75, 551.76 
Outdoor equipment, protection 
of 551.78 
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Overcurrent protection 551.74 
Overhead conductors, clearance 
for 551.79 

Receptacles 551.71, 551.81 
Underground wiring 551.80 

Recreational vehicles (camping 
trailers, motor homes, 
park trailers, travel 
trailers, truck camp- 
ers) Art. 551 

Altérnate power source restric- 
tions 551.33 

Appliance accessibility and fas- 
tening 551.57 

Attachment plugs 551.20(F), 
551.46(C) 

Bonding 551.55(B), 551.56 
Branch circuits 551.42, 551.43 
Calculation for loads 551.42(D) 
Combination electrical Systems 
551.20, 551-11 
Conductors 551.48 
Connections 

Grounding 551.54, 551.55 
Power supply 551.46 
Splices and termináis 551.50 
Definitions 551.2 
Distribution panelboard 551.45 
Expandable units, connection 
551.47(P) 

Generator installations 551.30 
Ground-fault Circuit interrupter 
551.40(C), 551.41(C) 
Grounding 551.54, 551.55 
Grounding conductor splices 
551.50 

Identification of grounded con¬ 
ductor 551.49 
Luminaires 551.53 
Múltiple supply source 551.31 
Other power sources 551.32 
Outlet boxes 551.48 
Overcurrent protection 
Branch Circuit 551.43 
Distribution panelboard 

551.45 

Power sources, other 551—ni 
Power-supply assembly 551.44, 

551.46 

Definition 551.2 
Receptacles 551.20(F), 551.41, 
551.52 

Supply source 120-volt or 
120/240-volt system 
551-IV 
Switches 551.51 
System voltages 551-IV 
Tags, labels, and marking 
551.46(D) 

Tests, factory 551-V 
Wiring methods 551.47 

Recreational vehicle site 
Definition 551.2 
Supply equipment 551.71, 
551.77 

Definition 551.2 
Grounding 551.76 

Recreational vehicle stand 

Definition 551.2 

Refrigeration compressor motors 
and Controls Art. 440 


Refrigeration equipment see Air- 
conditioning and refrig- 
erating equipment 
Refrigerators, grounding 250.114 
Regulator bypass switch 
Definition 100-11 
Reinforced thermosetting resin 
conduit (Type RTRC) 
Art. 355 

Bends 355.24, 355.26 
Bushings 355.46 
Construction 355—III 
Definition 355.2 
Grounding 355.60 
Installation 355-11 
Joints and expansión fittings 
355.44, 355.48 
Listing 355.6 
Marking 355.120 


ts 725.41 


Wiring methods 725.46 
Class 2 and Class 3 circuits 
725-IB 

Applications of PLTC cables 
725.154 

Circuits extending beyond 
one building 725.141 
Conductors 725.130, 725.143 
Installation 725.133 through 
725.141 

Interconnection of power sup- 
plies 725.121(B) 

Listing 725-IV 
Locations 725.3(D) 

Marking 725.124, 725.179 
Overcurrent protection Chap. 
9, Tables 11 (A) and 
H(B) 



Circuits extending beyond 
one building 725.52 
Conductors 725.49 

Different circuits 725.48 
Extending beyond one 
building 725.52 
Insulation 725.49(B) 
Number in raceways and 
cable trays 725.51 
Overcurrent protection 
725.41(A)(2), 725.43 
Size and use 725.49(A) 
Locations 725.3(D), 725.45 
Overcurrent protection 

725.41(A)(2), 725.43, 
725.45 

Physical protection 725.31(B) 


520.53(F)(1) 

Heating elements see Fixed 

electric heating equip¬ 
ment for pipelines and 
vessels 
Welders 630-BI 

Resistors and reactors Art. 470 
Combustible material, on, near 
470.3, 470.18(C) 
Conductor insulation 470.4 
Hazardous (classified) Class II 
locations 502.120 
Location 470.2 
Over 600 volts 470-11 
General 470.18 
Grounding 470.19 
Oil-filled reactors 470.20 


Space separation 470.3 

Restaurants, Service or feeder 
load 220.88 

Rheostats, construction specifica- 
tions 430.82(C) 

Ride device 

Definition 522.2 

Rigid metal conduit (Type RMC) 

Art. 344 

Bends 344.24, 344.26 
Bushings 344.46 
Cinder lili 344.10(C) 
Construction specifications 344- 
III 

Couplings and connectors 
344.42 

Definition 344.2 
Dissimilar metáis 344.14 
Expansión fittings 300.7(B) 
Ferrous 300.6(A) 

Grounding 344.60 
Installation 344-11 
Listing 344.6 
Marking 344.120 
Máximum number of conductors 
and fixture wires in 
Tables C8 and C8(A) 
Number of conductors 344.22, 
Chap. 9, Table 1 
Reaming and threading 344.28 
Size 344.20 

Splices and taps 344.56 
Standard lengths 344.130 
Supporting and securing 

314.23(E) and (F), 

344.30 

Uses permitted 344.10 
Wet locations 344.10(D) 

Rigid polyvinyl chloride conduit 
(Type PVC) Art. 352 
Bends 352.24, 352.26 
Bushings 352.46 
Construction specifications 352- 

m 

Definition 352.2 
Expansión fittings 300.7(B), 
352.44, Table 352.44 
Exposed 352.10(F) 

Grounding 352.60 
Installation 352-11 
Joints 352.48 
Listing 352.6 
Marking 352.120 
Máximum number of conductors 
and fixture wires in 
Tables C9 through 
C12(A) 

Number of conductors 352.22 
Schedule 80 300.5(D)(4), 

300.50(B), 551.80(B) 
Securing and supporting 352.30 
Size 352.20 

Splices and taps 352.56 
Supporting and securing Table 

352.30 

Trimming ends 352.28 
Uses not permitted 352.12 
Uses permitted 352.10 

Road show connection panel 

520.50 
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Rod electrodes 250.52(A)(5), 
250.53, 250.66(A), 

250.70 

Roof decking, cables and race¬ 
ways installed under 

300.4(E) 

Roofs, conduits exposed to sun- 
light on 310.15(B)(3)(c) 
Room air conditioners see Air 
conditioners, room 
Rooms, motion picture projector 
see Projector rooms, 
motion picture 
Rotary phase converter 
Definition 455.2 
Rules, permissive 90.5(B) 
Running threads 342.42(B), 
344.42(B) 


Annex I 
Screw shells 

Electric-discharge luminaires 
and LED luminaires 
410.62(0(2) 
Identification 

Polarity 200.10, 410.50 
Termináis 200.10 
Lampholders 410.122 
Sealable equipment 
Definition 100-1 

Sealing; see also Hazardous (clas- 
sified) locations 
Busways, vapor seáis for 
368.234(A) 

Conduit Systems 501.15, 502.15, 
505.16, 506.16 
Intrinsically safe System 

504.70 

Raceway seal, undergroi 
Service 230.8 
Temperature changes 
300.7(A) 

Hermetically 500.7(J) 

Definition 500.2 
Raceways 225.27, 230.8 

300.7(A), 300.50(F) 

Secondary ties, transformers 

450.6 

Sensitive electronic equipment 

Art. 647 
Grounding 647.6 
Lighting equipment 647.8 
Receptacles 647.7 
Single-phase supply system 
647.3 

Three-phase supply system 
647.5 

Wiring methods 647.4 

Separable power supply cable 
assembly 626.25, 

626.32 

Definition 626.2 
Separately derived Systems 

250.21(A), 250.28(D), 
250.30, 250.35(A) 
Definition 100-1 


Feeders or branch circuits, 

buildings/structures sup- 
plied by 

Grounded Systems 
250.32(B)(2) 
Ungrounded Systems 
250.32(C)(2) 

Grounding electrode conductors 
250.169 

Metal piping and frames, bond- 
ing of 250.104(D) 
Portable generators 702.11(A) 
Surge protective devices, con- 
nection of 285.24(C) 
Service cables; see also Service- 
entrance cable (Types 
SE and USE) 

Definition 100-1 

Service conductors see Conduc¬ 
tors, Service 
Service drops 

Connections, Service head 
230.54 

Definition 100-1 
Service-entrance cable (Types SE 
and USE) Art. 338 
Bends 338.24 
Branch circuits or feeders 
338.10(B) 

Construction 338-in 
Definition 338.2 
Grounding frames of ra 
clothes dryers ! 



red outside of building 
r 230.6 
s 100-1 

Disconnecting means 230-VI 
Drip loops 230.52 
Insulation 230.41 
Mounting supports 230.51 
Overcurrent protection 230.90, 
230.91, 230.92, 230.208 
Over 600 volts 230-VIII 
Physical damage 230.50 
Service head 230.54 
Size 230.42 
Splices 230.46 
Underground 300.5(D)(3) 
Definition Art.100-1 
Wiring methods 230.43 
Service-entrance equipment see 
Service equipment 
Service equipment 230-V 
Definition 100-1 
Disconnecting means 230-VI 
Connections, supply side 
230.82 


Connections to termináis 
230.81 

Electrically operated 230.94 
Ex. 6 

Grounded conductor, discon- 
nection of 230.75 
Ground-fault, protection at 
230.95, 705.32 
Grounding electrode conduc¬ 
tor installation 
250.64(D) 

Indicating 230.77 
Location 230.70(A) 

Marking 230.70(B) 

Máximum number of discon- 
nects, six switch rule 

230.71 

Múltiple occupancy buildings 
230.72(C) 

Over 600 volt^230.205, 
230.2QÍ 

Rating 230.80 

Simult^BE openings 


230.66 

homes/manufactured 
homes 550.32 

ers as 430.95 
protection 230-VB 
;ssibility 240.24(A) 
230.91, 230.92 
Over 600 volts 230.208 
Relative location 230.94 
Specific circuits 230.93 
Ungrounded conductors 
230.90(A) 

Over 600 volts, metal enclosed 
and metal ciad equip¬ 
ment 490.47 


220, Annex D 
Service point 
Definition 100-1 
Service raceways 

Conductors, others permitted in 
230.7 

Drainage 230.53 
Service head 230.54 
Underground 230-in 
Services Art. 230 
Definition 100-1 
Emergency Systems sepárate 
service 700.12(D) 

Farm 220-V 

Ground-fault protection 230.95 
Insulation 230.22 
Masts, service 230.6(5), 230.28 
Number 230.2 

Disconnecting means 230.71, 
250.64(D) 

Service-entrance conductor 
sets 230.40 

Overhead supply 230-11 
Over 600 volts 230-VIII 


Supply to one building not 

through another 230.3 
Two or more buildings 250.32 
Underground 230—III 
Service stations, gasoline see Mo¬ 
tor fuel dispensing fa- 

Setting (of Circuit breaker) 
Definition 100-1 
Shielding see Guarding, guards 

Short-circuit current rating 
110.10 

Definition 100-1 
Industrial machinery 670.5 
Surge protective devices 285.6 
Short-time duty 
Definition 100-1 
Showcases, wall cases 410.59 
Shower spaces see Bathtubs 
Show Windows 
Definition 100-1 
Flexible cords 400.11 
Luminaires 410.14 

Branch circuits 220.14(G) 
Feeders 220.40, 220.43(A) 
Receptacles 210.62, 314.27(B) 
Ex. 

Sidelights, borders, and prosce- 
ninm 520.44 

Signaling circuits; see also Fire 
alarm systems; Remote- 
control, signaling, and 
power-limited circuits 
Critical operations power Sys¬ 
tems 708.14 
Definition 100-1 
Health care facilities 517-VI 
Installation requirements Art. 
725, Art. 760 

Signáis for heated appliances 

422.42 

Sign body 

Definition 600.2 
Signs 

Discharge, lighting, electric 
410-XII, 410-XIH 
Electric Art. 600 

Ballasts, transformers, and 
electronic power sup- 
plies 600.21 through 
600.24 

Bonding 600.7(B), 600.33(D) 
Branch circuits 220.14(F), 
600.5 

Definitions 100-1, 600.2 
Disconnects 600.6 
Enclosures 600.8 
Field-installed secondary wir¬ 
ing 600.12 

Field-installed skeleton tubing 
600-11 

Applicability, neón second¬ 
ary Circuit conductors 
600.30, 600.42(A) 
Grounding 250.112(G), 
600.7(A), 600.24(B), 
600.33(D) 

Listing 600.3 

Location 600.9, 600.10(D), 
600.21, 600.33(A)(1), 
600.42(G), 600.42(H) 
Markings 600.4 
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Portable or mobile 600.10 
Section signs 600.4(E) 
Definition 600.2 
Exit, health care facilities 

517.32(B), 517.42(B) 
Mandated standby 701.7(A) 
Outline lighting Art. 600 
Standby 702.7 
Waming see Waming signs 
Site-isolating devices 547.9(A) 
Definition 547.2 
Skeleton tubing 600-11 
Definition 600.2 
Slices and taps 

Service-entrance conductors 


Storage batteries 690-VIII 
Wiring methods 690-IV 
Solderless (pressure) connectors 
250.8(3), 250.70 
Definition 100-1 
Solidly grounded 
Definition 100-1 

Sound recording equipment Art. 
640 

Audio signal processing, ampli- 
fication, and reproduc- 
tion equipment 540.50 
Theaters 520.4 
Space 

Cabinets and cutout boxes 


Hazardous (classified) Class I 
locations 501.15(C)(4) 
High density polyethylene con- 
duit 353.56 

Intermedíate metal conduit 

342.56 

Liquidtight flexible nonmetallic 
conduit 356.56 
Luminaires 410.56(C), 
410.56(D) 

Messenger-supported wiring 

396.56 

Nonmetallic extensions 382.56 
Nonmetallic underground con¬ 
duit with conductors 



Installation 690.4 
Marking 690.14(0(2), 

690.31(E)(3), 690-VI 
Máximum voltage 690.7 
Overcurrent protection 690.4(G), 
690.6(E), 690.9, 
690.35(B) 

Over 600 volts 690-IX 
Stand-alone Systems 

690.8(A)(4), 690.10, 
690.56(A) 

Definition 690.2 


Electrical metallic tubing 358.56 
Electrical nonmetallic tubing 

362.56 

Equipment grounding conduc¬ 
tors 250.122(G) 

Fiat cable assemblies 322.56 
Fiat conductor cable 324.56 
Flexible cords and cables 400.9, 
400.36 

Flexible metal conduit 348.56 
Flexible metallic tubing 360.56 
General provisions 110.14 


Standby Systems see Emergency 
Systems; Legally re- 
quired standby Systems; 
Optional standby sys- 

Static phase converter 

Definition 455.2 

Steel, structural, bonding 250.104 
Steel siding 250.116 IN 
Storage batteries Art. 480 
Aircraft hangars 513.10(B) 
Charging equipment 503.160 
Critical operations power Sys¬ 
tems 708.20(E) 
Definition 480.2 
Disconnecting means 480.5 
Electric vehicle nonvented 
625.29(C) 

Definition 625.2 
Emergency Systems 700.12(A), 
700.12(B)(4) 

Garages 511.10 
Installation 690.71 
Insulation 480.6, 480.7 
Legally required standby Sys¬ 
tems 701.12(A), 
701.12(B)(4) 

Locations 480.9 

Overcurrent protection for prime 
movers 480.4 
Racks and trays 480.8 
Small wind electric Systems 
694-VIII 

Solar photovoltaic Systems 690- 

vm 

Sound recording equipment 
640.9(B) 

Vents 480.10 

Wiring and equipment supplied 
from 480.3 

Strike termination devices; see 

also Lightning (surge) 


waiters, escalators, mov- 
ing walks, platform lifts, 
and stairway chairlifts 
Stand-alone Systems 
Definition 690.2, 692.2 
Fuel cell Systems 692.10 
Small wind electric Systems 
694.12(A)(3), 694.18, 
694.54 

Solar photovoltaic Systems 
690.8(A)(4), 690.10, 
690.56(A) 


As a ground 250.60 
Structural metal see Metal frame 
of building 

Structures 

Definition 100-1 

Strut-type channel raceway Art. 
384 

Construction specifications 384- 
III 

Definition 384.2 
Grounding 384.60 
Installation 384-11 
Listing requirements 384.6 
Marking 384.120 
Number of conductors 384.22 
Securing and supporting 384.30 
Size of conductors 384.21 
Splices and taps 384.56 
Uses not permitted 384.12 
Uses permitted 384.10 
Submersible equipment 680.51 
Substations 

Definition 225.2 
Motion picture and televisión 
studios 530-VI 
Over 600 volts 490-III 
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Supervisión, engineering 

110.22(B), 110.71, 
210.19(B)(2), 215(B)(3), 
240.2, 240.86(A), 
240.92(0(3), 
240.92(C)(2)(4), 
240.100(A), 

250.184(A)(2), 
310.10(H)(l)Ex. 2, 
310.15(A)(1), 

310.15(0, 310.60(B), 
310.60(D), 400.5(0, 
430.225(B)(l), 
501.140(A)(2), 505.17, 
645.25, B.310.15(B)(1) 
Supervisory control and data 
acquisition (SCADA) 
Annex G 

Support fittings fill, boxes 

314.16(B)(3) 

Supports see subheads Securing 

and supporting and Sup¬ 
port under entries for 
specific wiring and 
equipment 

Suppressors, radio noise 810.5 
Surface metal raceways Art. 386 
Combination raceways 386.70 
Construction specifications 386- 
III 

Definition 386.2 
Grounding 386.60 
Installation 386-11 
Listing requirements 386.6 
Number of conductors or cables 
386.22 

Securing and supporting 386.30 
Size of conductors 386.21 
Splices and taps 386.56 
Uses not permitted 386.12 
Uses permitted 386.10 
Surface nonmetallic raceways 


III 

Definition 388.2 
Grounding 388.60 
Installation 388-11 
Listing requirements 388.6 
Marking 388.120 
Number of conductors or cables 
in 388.22 

Securing and supporting 388.30 
Size of conductors 388.21 
Splices and taps 388.56 
Uses not permitted 388.12 
Uses permitted 388.10 
Surfaces, exposed conductive 
Definition 517.2 
Surge arresters Art. 280, see 

Lightning (surge) arrest- 

Surge protection see Lightning 
(surge) protection 
Surge-protective devices (SPDs) 
Art. 285, 501.35, 

502.35, 694.7(D) 
Conductor routing 285.12 
Connection 285—III 
Definition 100-1 
Installation 285-11 


Listing 285.5 
Location 285.11 
Number required 285.4 
Short Circuit current rating 285.6 
Uses not permitted 285.3 
Swimming pools, fountains, and 
similar installations 
Art. 680 

Approval of equipment 680.4 
Bonding 680.26, 680.42(B), 
680.43(D), 680.53, 
680.57(E), 680.62(B), 
680.62(C), 680.74 
Ceiling fans 680.22(B), 
680.43(B) 

Cord-and-plug-connected equip¬ 
ment 680.7, 

680.21(A)(5), 
680.22(B)(5), 680.31, 
680.42(A)(2), 680.56 
Deck area heating 680.27(C) 
Definitions 680.2 
Fountains 680-V 

Drinking fountain 422.52 
Ground-fault Circuit interrupters 
680.5 

Fountains 680.51 (A) 
Hydromassage bathtubs 
680.71 

Junction boxes for 680.24 
Luminaires 680.22(B), 

680.23(A)(3), £||^4(B) 
Pool covers 680.27( 
Receptacles 680.5, 6? 
680.22(A)(4), 6: 



hto 68¡W(B) 
GroundiW80.6, 680.7(B), 
T.23(B)(3), 
lb.23(B)(4), 

10.23(F)(2), 680.24(D), 
r 680.24(F), 680.25(B), 
680.43(F), 680.54, 
680.55, 680.57(E), 
680.62(D) 

Heaters and heating equipment 
Deck area heating 680.27(C) 
Pool water heaters 680.9 
Hydromassage bathtubs 680-VI, 
680-VII 

Junction boxes and enclosures 
680.23(C)(2), 680.24 
Lighting 411.4(B), 680.22(B), 
680.23, 680.26(B)(4), 
680.33, 680.43(B), 
680.51, 680.62(F), 
680.72 

Overhead conductor clearances 
680.8 

Permanently installed 680-11 
Receptacles, location and pro¬ 
tection 680.22(A), 
680.32, 680.34, 
680.43(A), 680.62(E) 


Spas and hot tubs 680-IV 
Storable 680—III 
Definition 680.2 
Switches and switching devices 
680.22(C), 680.41 
Therapeutic pools and tubs 
680-VI 

Transformers 680.23(A)(2), 
680.24(B) 

Underwater audio equipment 
680.23 

Underwater luminaires 680.23, 
680.26(B)(4), 680.33, 
680.43(B)(2) 
Switchboards Art. 408 

Are-flash hazard warning 110.16 
Clearances 110.26, 408.5, 



k Groutjiflg frames and structures 
^250.112(A) 
ffnding instruments 408.22 
^ ttng live parts 110.27 
110.26(D) 

¡jjstallffl^R, indoor and outdoor 
, 110.26 

s, meters, and relays 
n 250.174 
Location 408.16, 408.17, 408.20 
Portable, theater stages 520-IV 
Stage 520-H, 520-IV 
Support, busbars, conductors 
408.3 

Working spaces about 110.26 
Switches Art. 404; see also Haz- 
ardous (classified) loca- 
tions; specific types of 
switches 

AC general-use snap switch 
404.14 

Accessibility and grouping 
404.8 

AC-DC general-use snap 

switches see AC-DC 
general-use snap 
switches 

Air-conditioning and refrigerat- 
ing equipment 440-H 
Appliances 422.34, 422.35 
Bypass isolation 700.5(B), 
701.5(B) 

Definition 100-1 
Circuit breakers used as 
240.83(D) 

Construction specifications 
404-11 

Definitions 100-1 
Devices over 600 volts 
In busways 368.239 
Definition 100-H 
Dimmer see Dimmers 
Disconnecting means 
Appliances 422-III 


Definition 100-11 
Motors, controller 430-IX 
Services 230-VI 
Emergency systems 700-V 
X-ray equipment 517.72, 
660-11 

Enclosures, installation in 404.3, 
404.12, 404.18, 

450.8(C) 

Essential electrical systems, 
transfer switches 
517.32(E), 517.41(B) 
General-use Art. 404 
Definition 100-1 
Identification 110.22 
Indicating 404.7, 422.35, 424.21 
Interrupter 

Definition 100-11 
Isolating 501.115(B)(2) 
Capacitors, over 600 volts 
460.24(B) 

Definition 100-1, 100-H 
Motors over 100 HP 
430.109(E) 

Services, over 600 volts 
225.51, 230.204 
Knife see Knife switches 
Limit, cranes and hoists 610.55 
Manually operable Art. 404 
Motor-circuit 
Definition 100-1 
Motor conirollers 430-VII 
Panelboards 408.36(A), 408.39 
Regulator bypass 
Definition 100-H 
Remote-control 517.63(D) 
Service 230-VI 
Signs, outline lighting 600.6 
Snap see Snap switches 
Theater dressing rooms 520.73 
Transfer see Transfer switches 
Tunnels 110.55 

Unit, appliances 422.34, 422.35 
X-ray equipment 517.72, 660-11 
Switchgear, metal-enclosed 
110.34(F), 230.211, 
490-IH 
Definition 100-1 


-T- 

Tables Chap. 9, Annex B, Annex 
C 

AC resistance and reactance 

cables Chap. 9, Table 9 
Ampacities 

Amusement attraction con¬ 
ductors Table 522.22 
Cable insulated, over 2000 
volts 

Three-conductor aluminum 
in isolated conduit in air 
Table 310.60(C)(76) 

Three-conductor aluminum 
in underground electri¬ 
cal duets Table 
310.60(C)(80) 

Three-conductor aluminum 
isolated in air Table 
310.60(C)(72) 
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Three-conductor copper 
cable in isolated conduit 
in air Table 
310.60(C)(75) 
Three-conductor copper in 
underground electrical 
ducts Table 
310.60(C)(79) 
Three-conductor copper 
isolated in air Table 
310.60(C)(71) 

Triplexed or three single- 
conductor aluminum in 
isolated conduit in air 
Table 310.60(C)(74) 
Triplexed or three single- 
conductor aluminum in 
underground electrical 
ducts Table 
310.60(C)(77) 

Triplexed or three single- 
conductor copper in 
isolated conduit in air 
Table 310.60(C)(73) 
Conductor, single insulated, 
isolated in air, over 
2000 volts 
Aluminum Table 
310.60(C)(70) 

Copper Table 
310.60(0(69) 
Conductor, three single- 
insulated in under¬ 
ground electrical ducts, 
over 2000 volts Table 
310.60(0(78) 

Crane and hoist motor con- 
ductors Table 610.14(A) 
Fixture wire Table 402.5 
Flexible cord Table 400.5 
General conductors, 0 
through 2000 volts 
Aluminum, copper, or 
copper-clad aluminum, 
single-conductor in free 
air Tables 
310.15(B)(17), 
310.15(B)(19) 
Aluminum, copper, or 
copper-clad aluminum, 
two or three single- 
insulated conductors 
supported on messenger 
Table 310.15(B)(20) 
Aluminum, copper, or 
copper-clad aluminum 
in raceways or cables 
Types AC, NM, NMC 
SE, Tables 
310.15(B)(16), 
310.15(B)(18) 

Bare or covered conduc¬ 
tors 310.15(B)(21) 
Multiconductor cables, 
Types TC, MC, and MI 
in free air Table 
B.310.15(B)(2)(3) 
Three-conductor cable in 
raceway in free air 
Table B.310.15(B)(2)(1) 


Three insulated conductors 
in cable in underground 
electrical ducts Table 
B.310.15(B)(2)(6) 

Three single insulated con¬ 
ductors directly buried 
in earth, Types UF, USE 
Table 

B.310.15(B)(2)(10) 
Three single insulated con¬ 
ductors in nonmagnetic 
underground electrical 
ducts Table 
B.310.15(B)(2)(5) 

Three single insulated con¬ 
ductors in underground 
electrical ducts Table 
B.310.15(B)(2)(7) 

Three triplexed single in¬ 
sulated conductors di¬ 
rectly buried in earth 
(UF and USE cables) 
Table B.310.15(B)(2)(9) 
Two or three insulated 
conductors cabled 
within an overall cover- 
ing directly buried in 
earth Table 
B.310.15(B)(2)(8) 
Wound-rotor secondaries 
Table 430.23(C) 

Bare metal parts, spacings be- 
tween switchboard and 
panelboard Table 408.5 
Branch-circuit requina 
Table 21(L 
Bulk storage ptóp 


Is 392.22(A), 

l^)(5), 

|E2(A)(6), 
392.22(B)(1) 

Wiring methods Table 
392.10(A) 

Calculation of feeder loads by 
occupancies Table 
220.42 
Coaxial cables 

Applications in buildings of 
Table 820.154(a) 

Uses and permitted substitu- 
tions Table 820.154(b) 
Communications circuits 
Applications in buildings of 
Table 800.154(a) 

Cable marking Table 800.179 
Cable substitution Table 
800.154(b) 

Conductors 

Application Tables 

310.104(A) through 
310.104(C), 402.3 


Clearances, conductors enter- 
ing bus enclosures 
408.5 

Clearances, Services Table 
230.51(C) 

Conduit and tubing fill for 
Annex C Tables 
Deflection, mínimum bending 
space in cabinets, cutout 
boxes Tables 312.6(A), 
312.6(B) 

Dimensions 

Compact aluminum build- 
ing wiring Chap. 9 
Compact copper and alu¬ 
minum building wiring 
Chap. 9, Table 5A 
Insulated conductors, and 
fixture wires Chap. 9, 
Table 5 

Rubber, thermo 
covered Chg 




fclassified) loca- 
Classes I, n, and 
ni, Divisions 1 and 2 
Classification of máximum 
surface temperature 
Table 500.8(C) 

Class II temperatures Table 
500.8(D)(2) 

Hazardous (classified) loca- 
tions, Class I, Zones 0, 

1, and 2 

Classification of máximum 
surface temperature of 
Group II equipment 
Table 505.9(D)(1) 

Gas classification groups 
Table 505.9(C)(1)(2) 
Mínimum distance of ob- 
structions ffom flame- 
proof ílange openings 
Table 505.7(D) 

Types of protection desig- 
nation Table 
505.9(C)(2)(4) 

Insulations Tables 310.104(A) 
through 310.104(C) 

Máximum number in Annex 
C Tables 

Electrical metallic tubing 
Tables C1 and C1(A) 
Electrical nonmetallic tub¬ 
ing Tables C2 and 
C2(A) 

Flexible metal conduit 
Tables C3 and C3(A) 
Intermedíate metal conduit 
Tables C4 and C4(A) 


Liquidtight flexible metal 
conduit Tables C7 and 
C7(A) 

Liquidtight flexible nonme¬ 
tallic conduit C6, Tables 
C5 through C6(A) 

Rigid metal conduit Tables 
C8 and C8(A) 

Rigid nonmetalhc conduit 
Tables C9 through 
C12(A) 

Metal boxes, number in Table 
314.16(A) 

Minimum size of Table 
310.106(A) 

Over 2000 to 35,000 volts 
Ampacities Table 

310.60(C)(81) through 
310.60(0(86) 

Properties Chap. 9, Table 8 

Support, vertical raceways 
300.19(A) 

Volume required per con¬ 
ductor Table 314.16(B) 

Conduit or tubing 

Combination of conductors, 
percent area lili Chap. 

9, Table 1 

Conduit and tubing fill, for 
conductors and fixture 
wires Annex C Tables 

Dimensions Chap. 9, Table 4 

Expansión characteristics 
Table 352.44 

Flexible metal (trade size Va) 
Table 348.22 

Number of conductors in An¬ 
nex C Tables 

PVC rigid nonmetallic, ex¬ 
pansión characteristics 
352.44 

Supports Tables 344.30(B)(2), 
352.30(B) 

Construction, types of Annex E 
Tables 

Cooking appliances, demand 

factors and loads Tables 
220.55, Table 220.56 

Ducts, wiring in Table 
800.154(a) 

Electrified truck parking space 
feeder/service load cal- 
culations Table 
626.11(B) 

Farm load, method for comput- 
ing Tables 220.102, 
220.103 

Fixture wires 

Conduit and tubing fill for 
Annex C Tables 

Máximum number in 

Electrical metallic tubing 
Tables C1 and C1(A) 
Electrical nonmetallic tub¬ 
ing Tables C2 and 
C2(A) 

Flexible metal conduit 
Tables C3 and C3(A) 
Intermedíate metal conduit 
Tables C4 and C4(A) 
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Liquidtight flexible metal 
conduit Tables C7 and 
C7(A) 

Liquidtight flexible nonme- 
tallic conduit Tables C5 
thiough C6(A) 

Rigid metal conduit Tables 
C8 and C8(A) 

Rigid polyvinyl chloride 
conduit Tables C9 
through C12(A) 

General lighting loads by occu- 
pancies Table 220.12 
Household clothes dryers, de- 
mand loads Table 
220.54 

Household ranges and similar 
cooking appliances, de- 
mand factors and loads 
Table 220.55 
Live parts, separation 
Minimum distance from 

fence to live parts Table 
110.31 

Over 600 volts 

Air separation Table 
490.24 

Elevatíon Table 110.34(E) 
Working space Table 
110.34(A) 

Working clearances Table 
110.26(A)(1) 

Mobile home park demand fac¬ 
tors Table 550.31 
Motor fuel dispensing facilities 
Class I locations Table 
514.3(B)(1) 

Electrical equipment classi- 
fied areas Table 
514.3(B)(2) 

Motors 

Conductor rating factors fl 
power resistors Table 
430.29 
Duty cycle Service Tabli 
430.22(E) 

Full-load currents Table 
430.247 through 
430.250 
Locked-rotor, code letters 
Table 430.7(B) 
Locked-rotor current conver¬ 
sión Tables 430.251 (A) 
and (B) 

Máximum rating or setting, 
branch-circuit protective 
devices Table 430.52 
Máximum rating or setting, 
control Circuit overcur- 


Table 430.72(B) 
Minimum spacings between 
bare live parts, motor 
control centers Table 
430.97 

Number and location, over- 
load units Table 430.37 
Other articles Table 430.5 
Secondary ampacity Table 
430.23(0 


Terminal, spacing and hous- 
ing Tables 430.12(B), 
430.12(0(1), 
430.12(0(2) 

Multifamily dwellings, optional 
calculation demand fac¬ 
tors Table 220.84 

Network-powered broadband 

Communications Systems 

Applications in buildings of 
Table 830.154(a) 

Cable substitution Table 
830.154(b) 

Cover requirements Table 
830.47 

Limitations Table 830.15 

Optical líber cables 

Applications of Table 
770.154(a) 

Marking Table 770.179 

Substitutions Table 
770.154(b) 

Optional calculations, three or 
more multifamily 
Table 220.84 

Radio and TV equipment, a 

Amateur stations Table 
810.52 

Receiving stations Table 
810.16(A) 

Rating factors for powt 
tors Table 4301 

Recreational vehicle par 
mand factors Ta 
55 LL 

ints, o] n 



"s, médium and high 
age Tables 450.3(A), 
D.3(B) 

ound wiring, minimum 
r Tables 300.5, 
Table 300.50 
Wire-bending space, minimum 
Tables 312.6(A), 
312.6(B) 

Tamperability 

Circuit breakers, nontamperable 
240.82 

Type S fuses, nontamperable 
240.54(D) 

Tamper-resistant receptacles see 

Receptacles 

Taps; see also Splices and taps 
Branch Circuit 210.19(A) 
Busways 368.17(C) Ex. 1 
Cranes and hoists 610.42(B), 
610.53(A) 

Definition 240.2 
Equipment grounding conduc- 
tors 250.122(G) 

Feeders see Feeders, taps 
Grounding electrode conductors 
250.64(D)(1) 


Luminaires 410.117(C) 
Overcurrent protection 240.21, 
240.92 

Remote-control circuits 725.45 
Separately derived Systems 
250.30(A)(6) 

Task illumination 517.33(A) 
Definition 517.2 

Telecommunications equipment 

see Communications 

Telegraph Systems see Communi¬ 
cations circuits 

Telephone exchanges, Circuit load 

220.14 Ex. 

Telephone Systems see Communi¬ 
cations circuits 

Televisión and radio distribution 

Systems see Community 



d omaoor electric deicing 
iw-melting 
equipment 426.51 
Motor overtemperature protec- 
n 430.126 
Temperature limitations 
Conductors 310.15(A)(3), 
338.10(B)(3) 

Nonmetalhc raceways and tub- 
ing see subhead under 
entries for specific race- 
way or tubing type 
In outlet boxes for luminaires 
(fixtures) 410.21 
Service-entrance cable 
338.10(B)(3) 

Temporary installations Art. 590 
All wiring installations 590.2 
Branch circuits 590.4(C) 
Disconnecting means 590.4(E) 
Feeders 590.4(B) 

Ground-fault protection 590.6 
Guarding over 600 volts 590.7 
Lamp protection 590.4(F) 
Protection from accidental dam- 
age 590.4(H) 

Receptacles 590.4(D), 590.6(A), 
590.6(B) 

Services 590.4(A) 

Splices 590.4(G) 

Terminations at devices 590.4(1) 
Time constraints 590.3 
Terminal housings 
Generator 445.17 
Motor 430.12 

Grounding through 
430.245(A) 

Phase converters 455.10 


Termináis 

Connections to 110.14, 250.8, 
250.68 

Electric discharge tubing, signs, 
etc. 600.42 
Identification 

Fiat conductor cable 
322.120(C) 

Motors, controllers 430.9(A) 
Polarity 200.9 through 200.11 
Wiring device 250.126 
Receptacles 406.5(F) 

Tests 

Emergency Systems 700.3 
Ground-fault protection 
230.95(C) 

Insulation resistance, space heat- 
ing cables 424.45 
Legally required standby Sys¬ 
tems 701.5 

Mobile homes 550.17 
Park trailers 552.60 
Recreational vehicles 551.60 
Theaters Art. 520 

Audio signal processing 520.4 
Branch circuits 520.9 
Conductors, number in raceway 
520.6 

Definitions 520.2 
Dressing room 520-VI 
Emergency Systems Art. 700 
Grounding 520-VII 

Fixed electric equipment 
250.112(F) 

Live parts 520.7 
Portable equipment 520.10 
Stage equipment 
Fixed 520-11 
Portable 520-V 
Switchboard 
Fixed 520-H 
Portable 520-TV 
Wiring methods 520.5 
Therapeutic equipment 517.73(B) 
Therapeutic high-frequency di- 
athermy equipment 
Definition 517.2 
Therapeutic pools and tubs 
680-VI 

Definitions 680.2 
Thermal devices 

Overcurrent protection 240.9 
Thermally protected (thermal 
protection) 

Definition 100-1 
Fixtures, recessed 410.115(C) 
Fluorescent lamp ballasts in lu¬ 
minaires 410.130(E) 
Luminaires, recessed 410.115(C) 
Thermal protector 
Definition 100-1 
Motor 430.32(A)(2), 
430.32(B)(2) 

Thermal resistivity 

B.310.15(B)(2) 
Definition 310.2, 310.60(A) 
Three overload units, motors 
Table 430.37 

Tightening torque tables Annex I 
Tools 

Double insulated 250.114 Ex. 
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Metal working machine see In¬ 
dustrial machinery 
Motor-operated, hand-held, 

grounding 250.114(4)(c) 
Track lighting see Lighting track 
Trailers, types of; see also Park 
trailers 

Definition 551.2 
Transfer switches 

Critical operations power Sys¬ 
tems 708.24 
Definition 100-1 
Emergency Systems 700.5 
Fuel cell Systems 692.59 
Legally required standby Sys¬ 
tems 701.5 

Optional standby Systems 702.5 
Transformers Art. 450; see also 
Hazardous (classified) 
locations 

Amusement attractions 
522.10(A)(1) 

Are welders 630-11 
Askarel-insulated 450.25 
Audio see Audio signal Process¬ 
ing, amplification, and 
reproduction equipment 
Autotransformers 430.109(D), 
450.4 

Audio 640.9(D) 

Definition 640.2 
Ballast for lighting units 
410.138 

Branch circuits 210.9 
Dimmers 520.25(C), 
520.53(F)(1) 

Feeders 215.11 
Grounding 450.5 
Motor starting 430.82(B), 
430.109(D) 

Capacitors Art. 460 
Installation Art. 450 
X-ray equipment 517.76, 
660-HI 

Control transformer in controller 
enclosure 430.75(B) 
Definitions 450.2, 694.15(B) 
Dry-type 450.1 Ex. 2, 450.8(B), 
450.21, 450.22 

Electric discharge lighting sys- 

More than 1000 volts 410- 
Xffl 

1000 volts or less 410-XH 
Elevators, dumbwaiters, escala- 
tors, moving walks, 
platform lifts, and stair- 
way chair lifts 
620.13(C) 

Fire pumps 695.5 
Grounding 450.5, 450.6(C), 
450.10 
Guarding 450.8 
Hazardous (classified) Class II 
locations, control trans¬ 
formers at 502.120 
Installations, indoor and outdoor 
450.21 through 450.27 
Instrument, grounding 250-IX 
Connections at Services 
230.82(4) 

Isolation 


Definition 517.2 
Electric deicing, snow- 
melting equipment 
426.31 

Electric pipeline, vessel heat- 
ing equipment 427.26 
Health care facilities 

517.19(F), 517.20(B), 
517.63(E), 517.63(F), 
517.64(B), 517.64(C), 
517.76, 517.160(A)(4) 
Less-flammable liquid-insulated 

450.23 

Location, accessibility 450.13 
Marking 450.11 
Modification of 450.28 
Motor control Circuit 430.72(C) 
Nonflammable fluid-insulated 

450.24 
Oil-insulated 

Indoors 450.26 
Outdoors 450.27 
Overcurrent protection 450.3, 
450.4(A), 450.5(A)(2), 
450.5(B)(2), 450.6(B) 
Parallel operation 450.7 
Power-limited and signaling cir¬ 
cuits, remóte control 
725.41(A)(1), 725.45(D) 
Remóte control circuits for 

725.41(A)(1), 725.45(0)^ 
Research and development 
450.1 Ex. 8 
Secondary ties 450.6 
Signs and outline lighting 
600.21, 


Trees, luminaires (lighting fix- 
tures) supported by 

410.36(G) 

Truck camper; see also Recre- 
aüonal vehicles 
Definition 551.2 
Truck coupler 
Definition 626.2 
Truck flanged surface inlet 
626.25(B)(4) 

Definition 626.2 
Trucks 

Definition 626.2 
Electrified, parking space equip¬ 
ment see Electrified 
truck parking space 
equipment 

Tubing; see also Conduits 
Definitions 600.2 
Electrical metallic see Electrical 
metallic tubin g^ 
Electrical nonmetalh^^re Elec¬ 
trical nonjaWc tubing 
Electric dischau 
600.4^1 
Flexible raáfe llk 

Tlini 

600 volts, 

Tal 110-IV 

V ¡¡>.57, 110.77, 



Vaults 
Ventilation 450.9 
X-ray equipment 517.76, 660- 
HI 

Transformer vaults 450-III 
Doorways 450.43 
Drainage 450.46 
Locaüon 450.41 
Storage 450.48 
Ventilation openings 450.45 
Walls, roofs, and floors 450.42 
Water pipes and accessories 
450.47 

Transmitting stations, radio and 
televisión 810-HI 

Transport refrigerated unit 
(TRU) 626-IV 
Definition 626.2 

Travel tráiler; see also Park trail- 


iderfloor raceways Art. 390 
Conductors 

Ampacity 390.17 
Number in raceway 390.6 
Size of 390.5 

Connections to cabinets, wall 
outlets 390.15 
Covering 390.4 
Dead ends 390.11 
Definition 390.2 
Disconünued outlets 390.8 
Inserts 390.14 
Junction boxes 390.13 
Laid in straight lines 390.9 
Markers 390.10 

Splices and taps, junction boxes 
390.7 

Uses not permitted 390.3(B) 
Uses permitted 390.3(A) 

Underground circuits, communi- 
cation 800.47 

Underground enclosures 110.59; 
see also Manholes; 
Vaults 

Underground feeder and branch- 
circuit cable (Type UF) 

Art. 340 
Ampacity 340.80 
Bending radius 340.24 
Conductors 340.104 
Construction specifications 340- 


Definition 340.2 
Equipment grounding conductor 
340.108 

Installation 340-11 
Insulation 340.112 
Listing 340.6 
Sheath 340.116 
Uses not permitted 340.12 
Uses permitted 340.10 
Underground installations see 
Manholes; Tunnels; 
Vaults 

Underground Service conductors 

Definition 100-1 
Underground service-entrance 
cable (USE) see 
Service-entrance cable 
(Types SE and USE) 
Underground wiring 300.5; see 
also Hazardous (classi¬ 
fied) locaüons 
Aircraft hangars 513.8 
Ampacities 310.60(C)(2), Tables 
310.60(C)(77) through 
310.60(C)(85), Fig. 
310.60 

Bulk storage plants 515.8 
Buried conductors, Types USE, 
UF 340.10 

Conductor types in raceways 
310.10(F) 

Dry and damp locations 
310.10(B) 

Earth movement and 300.5(J) 
Intermediate metal conduit 
342.10(B) and (C) 
Liquidüght flexible metal con¬ 
duit 350.10(3) 

Mínimum cover requirements 
300.5(A) 

Motor fuel dispensing faciliües 
514.8 

Over 600 volts 300.50 
Protection of 300.5(D), 300.5(J) 
Raceways, service 250.84 
Recreational vehicle parks 
551.80 

Reinforcing thermosetting resin 
conduit 355.10(G) 

Rigid metal conduit 344.10 
Rigid nonmetallic underground 
conduit Art. 354 
Rigid polyvinyl chloride conduit 
352.10(G) 

Service cable 250.84 
Services 230-HI 
“S” loops 300.5(J) IN 
Splices and taps 300.5(E), 
300.50(C) 

Swimming pools 680.10 
Wet locations 310.10(C) 
Ungrounded; see also Conductors, 
Ungrounded 
Definition 100-1 
Solar photovoltaic Systems 
690.35 

Uninterruptible power supplies 
(UPS) 645.11, 

700.12(C), 701.12(C) 
Unit equipment, emergency and 
standby Systems 
700.12(F), 701.12(G) 
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Wireways, metal 


Unused openings 

Boxes and fittings 110.12(A) 
Utility-interactive inverters 200.3 
Ex., 705.12(D), 
705.30(D), 705-11 
Definitíon 100-1 
Fuel cell systems 692.65 
Hybrid systems 705.82 
Definitíon 705.2 
Output Circuit 705.60(A)(2), 
705.65(A) 

Definitíon 705.2 
Solar photovoltaic systems 

690.14(D), 690.72(B)(3) 
Utilization equipment 

Aircraft hangars, portable utili¬ 
zation equipment in 
513.10(E)(2) 

Minimum depth of 314.24 
Outlet 314.24(B), 314.27(D) 
Branch circuits, permissible 
loads 210.23 

Bulk storage plants 515.7(C) 
Definitíon 100-1 
Spray areas, portable equipment 
in 516.4(D) 


Vacuum outlet assemblies, cen¬ 
tral 422.15 

Valve actuator motor (VAM) as¬ 
semblies 430.102(A) 

Ex. 3 

Definitíon 430.2 
Vapors, flammable liquid- 

produced see Hazard- 
ous (classified) locations 
Varying duty 
Definitíon 100-1 
Vaults 110.71, 110.73, 110-V 
Access 110.76 
Capacitors 460.2(A) 

Film storage 530-V 
Service over 600 volts 110 
230.212 

Service 600 volts or less 
230.6(3) 

Transformers 450-in 
Ventilation 110.77, 110.78 
Vehicles see Electric vehicles; Rec- 
reational vehicles 

Vending machines, cord-and- 

plug-connected 422.51 
Definitíon 422.2 
Ventila ted 

Busway enclosures 368.238 
Cable trays 392.22 
Definitíon 100-1 

Ventilating ducts, wiring 300.21, 
300.22 

Ventilating piping for motors, 
etc. 502.128, 503.128 
Ventilation 

Aircraft hangars 513.3(D) 
Battery locations 480.9(A) 
Equipment, general 110.13(B) 
Garages, commercial 511.3(C) 
through (E) 

Manholes, tunnels, and vaults 
110.57, 110.77, 110.78 


Motor fuel dispensing facilities, 
lubrication and Service 
rooms — without dis¬ 
pensing Table 
514.3 (B)(l) 

Motors 430.14(A), 430.16 
Transformers 450.9, 450.45 
Vessels; see also Fixed electric 
heating equipment for 
pipelines and vessels 
Definitíon 427.2 
Viewing tables, motion picture 
530-TV 

Volatiie flammable liquid 

Definitíon 100-1 
Voltage and volts 

Branch circuits, limits 210.6 
Circuit 

Definitíon 100-1 
Drop 

Branch circuits 210.19(A) IN 

Conductors 310.15(A)(1) IN 
No. 1 

Feeders 215.2(A)(4) IN No. 2 

Sensitive electronic equip¬ 
ment 647.4(D) 

Electric discharge lighting 410- 
xn, 4io-xni 
General provisions 110.4 
Ground, to 

Definitíon 100-1 
High 

Definitíon 490.2 
Less than 5(1 
Limitations, f 


'Jominal battery 
DefinMi 480.2 
Dver óQ^volts Art. 490 

Res, voltages between 
^adjacent 406.5(G) 

11 wind electric systems 
694.66 

Swimming pool underwater lu- 
minaires 680.23(A)(4) 
Wiring methods 300.2 


-W- 

Wading pools 

Definitíon 680.2 

Wall-mounted ovens see Ovens, 
wall-mounted 

Warning signs (labeis), at equip¬ 
ment; see also Labeis 
required 

Aircraft hangars 513.7(F), 
513.10 

Are-flash hazard waming 110.16 

Electroplating 669.7 

Electrostatic hand spraying 
516.10(A)(8) 



Elevators, dumbwaiters, escala- 
tors, moving walks, 
platform lifts, and stair- 
way chairlifts 620.3(A), 
620.52(B) 

Emergency systems 700.7(B) 

Fuel cell systems 692.10(C), 
692.17, 692.56 

Guarding live parts 600 volts or 
less 110.27(C) 

Induction and dielectric heating 
665.23 

Legally required standby Sys¬ 
tems 701.7(B) 

Locked room or enclosure with 
live parts over 600 volts 
110.34(C), 
490.21(B)(7)Ex., 
490.21(0(2), 490.21(E), 
490.44(B1 490.53, 


or panels 408.3(F) 
450.8(D) 

[y interactive inverters 
‘ 705.12(D)(7) 

iral and artificially 
tde bodies of see 
Natural and artificially 
made bodies of water, 
electrical wiring and 
equipment for 
Water heaters 422.11(E), 

422.11(F)(3), 422.13 
Controls 422.47 
Protection 422.11(E), 
422.11(F)(3) 

Water pipe 

Bonding (metal) 250.104 
Connections 250.68 
As grounding electrode 

250.52(A)(1), 250.53(D) 
Watertight 

Definitíon 100-1 
Weatherproof 
Definitíon 100-1 
Welders, electric Art. 630 
Are 630-n 
Resistance 630—III 
Welding cable 630-IV 
Wet locations; see also Damp or 
wet locations 

Conductors, types 310.10(C), 
Table 310.104(A) 
Control circuits in 522.28 
Definitíon 100-1 
Electrical metallic tubing 
358.10(C) 

Electric signs and outline light¬ 
ing 600.9(D), 

600.21(C), 

600.33(A)(1), 

600.42(G)(2), 

600.42(H)(2) 

Enameled equipment 
300.6(A)(1) 


Ground-fault Circuit interrupters 
210.8(B)(6) 

Gutters, sheet metal auxiliary 
366.10(A)(2) 

Health care facilities 517.20 
Intermedíate metal conduit 
342.10(D) 

Lampholders in 410.96 
Luminaires in 410.10(A), 
410.30(B)(1) 

Mounting of equipment 
300.6(D) 

Nonmetallic wireways 378.10(3) 
Raceways 

Above grade locations, in- 
stalled in 300.9 
Exterior surfaces of buildings, 
on 225.22 

Recreational vehicle parks 
551.78(A) 

Reinforcing thermosetting resin 
conduit 355.10(D) 

Rigid metal conduit 344.10(D) 
Rigid polyvinyl chloride conduit 
352.10(D) 

Underground locations as 
300.5(B) 

Wet procedure locations 

Health care facilities 517.20 
Definitíon 517.2 

Wind electric systems, small Art. 
694 

Circuit requirements 694-11 
Connection to other sources 
694-VII 
Definitions 694.2 
Disconnecting means 694-III, 
694.70(F) 

Grounding 694-V 
Installation 694.7, 694.28, 
694.62, 694.70 

Markings 694.22(0(2), 694-VI 
Overcurrent protection 

694.12(B), 694.15 
Over 600 volts 694-IX 
Stand-alone systems 

694.12(A)(3), 694.18, 
694.54 

Storage batteries 694-VIH 
Wiring methods 694-TV 

Windows, show see Show win- 

Wind turbines; see also Wind 
electric systems, small 
Definitíon 694.2 

Wired luminaire sections 
410.137(C) 

Wires; see also Conductors; 

Cords; Fixture wires 
In concrete footings, electrodes 
250.52(A)(3) 

Definitíon 800.2 

Wireways, metal Art. 376 
Ampacities 376.22 
Bends 376.56(B)(3) 

Construction specifications 376- 

m 

Dead ends 376.58 
Definitíon 376.2 
Deflected insulated 376.23(A) 
Extensions 376.70 
Installation 376-11 
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Insulated conductors 376.23 
Marking 376.120 
Number of conductors 376.22 
Securing and supporting 376.30 
Size of conductors 376.21 
Splices and taps 376.56 
Uses not permitted 376.12 
Uses permitted 376.10 
Wireways, nonmetallic Art. 378 
Construction specifications 378- 

m 

Dead ends 378.58 
Definition 378.2 
Deflected insulated 378.23(A) 
Expansión fittings 378.44 
Extensions 378.10(4), 378.70 
Grounding 378.60 
Installation 378-11 
Insulated conductors 378.23 
Listing requirements 378.6 
Marking 378.120 
Number of conductors 378.22 
Securing and supporting 378.30 
Size of conductors 378.21 
Splices and taps 378.56 


Uses not permitted 378.12 
Uses permitted 378.10 
Wiring integrity 110.7 
Wiring methods 110.8, Art. 300 
Ducts 300.21, 300.22 
Exposed 

Definition 100-1 
Open wiring on insulators 
398.15 

Fuel cell Systems 692-IV 
General requirements for see 
General requirements 
for wiring methods 
Hazardous (classified) locations 
see subhead under en¬ 
tries for specific hazard¬ 
ous location involved 
Health care facilities 517-H 
Intrinsically safe Systems 504.20 
Manufacturad homes 550.10 
Mobile home parks 550.10 
Mobile homes 550.10 
Planning 90. 


Solar photovoltaic Systems 
690-IV 

Temporary see Temporary in- 
stallations 
Theaters 520.5 
Types and materials Chap. 3 

Within sight from see In sight 

Working space 

About electrical equipment 

110.26, 110.32 through 
110.34, 110.72, 110.73 
Adjacent to live parts (circuits 
over 600 volts) 110.32 
to 110.34 

Battery Systems 480.9(C) 
Manholes 110.72, 110.73 
Motion picture projectors 540.12 
Switchboards 110.26, 408.18 

Workmanlike ii 


Small wind electric Systems 



X-ray equipment 517-V, Art. 660 
Control 517.74, 660-11 
Definitions 517.2, 660.2 
Guarding and grounding 517.78, 
660-IV 

Transformers and capacitors 
517.76, 660-III 


-Z- 

Zone 0, 1, and 2 locations see 

Hazardous (classified) 
locations, Class I, Zone 
0, 1, and 2 locations 
Zone 20, 21, and 22 see Hazard¬ 
ous (classified) loca¬ 
tions, Zone 20, 21, and 
22 

Zones, information technology 
equipment rooms 

645.10(A)(3) 

Definition 645.2 
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